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PREFACE TO FOURTH EDITION 


S OME thirty years ago a well-known electrical engineer was ordered by his 
I physician to take a complete rest. During this period, as a diversion, he 
began to study transmission-line calculations. Out of that came, in 1922, a 
book that was quickly recognized as a classic on the subject because it was simple, 
practical, useful. The man was William Nesbit; the book, ‘‘Electrical Characteris¬ 
tics of Transmission Circuits.” 

In the two succeeding decades power-transmission systems grew tremendously 
in complexity. Voltages were doubled, longer lines were built, interconnections 
became more extensive, knowledge of how to protect against lightning was greatly 
increased, and new methods of calculating performances were adopted. With all 
this grew the need for a new book on transmission lines, one of broader scope that 
would meet the new conditions, but retain the entirely practical viewpoint of its 
predecessor. Fourteen men, all connected with the Central Station Engineering 
Group of the Westinghouse Electric Corporation, undertook to produce such a book. 
All of these men worked daily on actual problems such as are considered here. With 
this background of experience and with the reputation of the Nesbit book as in¬ 
spiration, they presented in January, 1942 the first edition of a book which they 
hoped would be useful to all concerned with electric-power transmission as a prac¬ 
tical reference book, helpful in solving everyday problems. 

In 1943 a second edition was brought out in which two chapters that discussed 
the general features of the electrical distribution problem were added at the end of 
the book. The third edition differed from the second edition only in that the two 
chapters were introduced just before the appendix. 

A fourth and completely rewritten edition is presented herewith. It contains 
essentially the material of the previous three editions, sometimes with new authors, 
and three new chapters—Excitation Systems, Application of Capacitors to Power 
Systems, and Power Line Carrier Application. As before, all of the authors are 
from the Central Station Section or are closely associated with it. As was the case 
with previous editions, this one also bears the imprint of two outstanding engineers, 
who contributed so much to the transmission of power. Dr. Charles L. Fortescue 
and Mr. Robert D. Evans. The latter, before his recent death, wte one of the active 
participants in the previous editions. The name or names of the original authors 
and the revising authors appear at the head of each chapter. 



To conform to the original standards regarding the sign of reactive power, the 
authors in the first edition of this book found it necessary to change the curves and 
discussions from what they had used in their previous publications. With the recent 
change in the standards, the sign has again been changed so that the curves and 
discussions now use lagging kvar as positive. 

The material presented here is naturally the results of research and investiga¬ 
tions by many engineers. It is not feasible to list here the names of the companies 
and individuals whose work has been summarized. These acknowledgments are given 
in the individual chapters. Much of the material used has been the result of coop¬ 
erative studies of mutual problems with engineers of electric-power companies, 
the conductor and cable manufacturers, and the communication companies. The au¬ 
thors gratefully acknowledge the hearty cooperation of those engineers whose work 
has assisted in the preparation of this book. The title page photograph is repro¬ 
duced by permission of the Bureau of Reclamation, Grand Coulee, Washington. The 
acknowledgments would be incomplete without giving recognition to the fine co¬ 
operation of the editorial staff of the Westingkoiise ENGINEER, in reviewing the 
material and making many helpful suggestions to the authors and to Mr. Raymond 
W. Ferguson, who assisted in editing the material. 

Sept. 1, 1950 A. C. MONTEITH 

Vice Prendent in Charge of Engineering 

C. F. WAGNER 
Conmilting Engineer 
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FI 4 . 3—^The first central-station turbo-alternator installation 
In the United States—a 2000-kw turbine coupled to a 60-cycle 
generator, 1000 kw, 3400 volts, two-phase, 1300 rpm—at the 
Hartford Electric Light Company, Hartford, Connecticut, 
1000. This turbine was about four times as large as any one 
built before that time and caused much comment the world 

over. 

watts of installed capacity being made up of approximately 
38 million kilowatts of steam turbines and one million 
kilowatts of diesel engines. Approximately 16 million kilo¬ 
watts of the installed capacity are in hydro-electric stations. 
Of the 282 billion kilowatt-hours generated by all means 
in 1948, roughly 200 billion came from fuel; 76 percent 
from coal, 14 percent from natural gas, and 10 percent 
from oil. 

2. Development of Steam Power 

The modem steam-electric station can be dated from the 
installation by the Hartford Electric Company in 1900 of 
a 2000-kw unit (Fig. 3) which at that time was a large 
machine. Progress in design and eflBciency from then on 
has been continuous and rapid. In 1925 the public utilities 
consumed in their fuel-burning plants an average of 2 
pounds of coal (or coal equivalent) per kilowatt-hour, 
whereas today the corresponding figure is 1.3 pounds per 
kilowatt-hour. This average figure has not changed mate¬ 
rially in the last 10 years. It Would appear that the coal 
consumption curve is approaching an asymptote and that 
a much better overall performance is not to be expected, 
even thoug^h the best base-load stations generate power 
for less than one pound of coal per kilowatt-hour. The 
very high efficiency in the best base-load stations is 
obtained at a considerable increase in investment. It can¬ 
not be economically carried over to the system as a whole 
for the reason that there must be some idle or partly idle 
capacity on the system to allow for peaks (seasonal and 
daily), cleaning, adjustments, overhaul, and repairs. How 
much one can afford to spend for the improvement of sta¬ 
tion efficiency above ‘^normal*’ depends on the shape of 
the system load curve, the role of the station in that curve, 
and the cost of fuel. 

Most of the credit for the improvement in steam con¬ 
sumption goes to the boiler and turbine manufacturers 
who through continuous betterment of designs and ma¬ 
terials have been able to raise steam pressures and tempera¬ 
tures. Between 1925 and 1942 the maximum throttle pres¬ 
sure was raised from 1000 psi to 2400 psi and the average 
from 350 to 1(XX) psi. In the same peric^ the throttle tem¬ 
perature was rais^ from 725 to 1000 degrees F. and the 





•Mm mxan 


Pig. 4—Progress in turbine generator design. 

average from 675 to 910 degrees. Generator losses in the 
meantime have been greatly reduced from about 6 percent 
in 1900 to 2 percent today; but these losses never did form 
a large part of the total, and their influence on the overall 
performance of the station has been minor. 

The increase in maximum size of 60-cycle, two-and four- 
pole generating units over the years since 1900 is shown in 
Fig. 4. The remarkable increase has been due to improved 
materials and designs, particularly in large forgings, tur¬ 
bine blading, and generator ventilation.* 

In 1945 the American Society of Mechanical Engineers 
and the American Institute of Electrical Engineers adopted 
standard ratings for turbine-generator units. These were 
revised in November 1950 to include the 90 OOO kw unit 
and are listed in Table 1. The machines are designed to 
meet their rating with 0.5 psi hydrogen pressure, but ex¬ 
perience has shown that between 0.5 and 15 psi the output 
of the generator can be increased one percent for each 
pound increase in the gas pressure without exceeding the 
temperature rise guarantee at atmospheric pressure. In 
many locations operation at more than 15 psi gas pressure 
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may be difficult because of codes regulating operation of 
“tmfired pressure vessels” at greater pressures, but serious 
consideration is being given to operation at 30 lbs. 

For a hydrogen-air mixture to be explosive, the per¬ 
centage of hydrogen must lie between 5 and 75 percent. 
The control equipment is designed to operate an alarm if 
the purity of the hydrogen drops below 95 percent. The 
density meter and alarm system is in principle a small 
constant-speed fan circulating a sample of the mixture. 
If the density varies, the drop of pressure across the fan 
varies and registers on the meter. 

3. Development of Water Power 

The great transmission systems of this country received 
their impetus as a result of hydro-electric developments. 
Forty years ago conditions favored such developments, 
and in the early years of this century water-power plants 
costing 1150 per kilowatt or less were common. Steam 
stations were relatively high in first cost and coal consump¬ 
tion per kilowatt hour was three times as much as to¬ 
day, and finally fuel oil was not readily available. As 
undeveloped water-power sites became economically less 
desirable, steam stations less costly and their efficiency 
higher, and as oil fuel and natural gas became more gen¬ 
erally available through pipe lines, steam stations rapidly 
outgrew hydro-electric stations in number and capacity. 
Today very few water-power sites can be developed at 
such low cost as to be competitive with steam stations in 
economic energy production. For this reason hydro¬ 
electric developments oi recent years have almost all 
been undertaken by Government agencies, which are in a 
position to include in the projects other c<H>siderations, 
such as, navigation, flood control, irrigation, conserva¬ 
tion of resources, giving them great social value. 

As the water-power developments within easy reach of 
the load centers were utilized and it became necessary to 
reach to greater distances for water power, only large 
developments could be considered, and stations of less 
than 100000 kw became the exception rather than the 
rule, as witness Ck>nowingo with 252 000 kw, Diablo with 
135 000 kw, Fifteen Mile Falls with 140 000 kw, Osage 
with 200000 kw, and many others. The developments 
of recent years undertaken by various government agenr 
cies have reached gigantic proportions, as for example 
Hoover Dam with 1000 000 and Grand Coulee with 
2 000 000 kw installed capacity. 

A natural corollary to the increase in station capacity 
has been a gradual increase in the size of the individud 
generator units, the growth of which is shown in Fig. 5, 
culminating in the Grand Coulee generators of 120000 
kw at 120 rpm with an overall diameter of 45 feet. 

Most of ^ multi-purpose hydraulic developments call 
for large, slow-qieed machines. For such conditions verti¬ 
cal units are to obtain wiftTimnm energy fnnn the 
water passing through the turbine. The rotating parts 
are supported by a thrust bearing which is an integral 
part <d the graerator. 

Two general types of generator design are used as dis¬ 
tinguished by the arrangement of the guide and thrust 
bearings. Where the axial length o[ the generator is 
short in rdatiim to Hs diameter, the “umbrella” design 


is preferred, in which a uni^e combination guide and 
thrust bearing is located below the rotor (Fig. 1, Chi 4 }ter 
6). Where the axial length of the machines is too great 
an additional guide bearing must be provided. In this 
case the combination thrust and guide bearing is usually 
located above the rotor and the additional guide bearing 
below the rotor. 

The advantages the umbrella design are (a) reduction 
in overhead room to assemble and dismantle the unit 
during erection and overhaul, and (b) simplicity of the 
single bearing from the standpoint of cooling and mini¬ 



mum amoimt of piping. The design also lends itself 
readily to a toti^y-encloeed recirculating system (d 
ventilation, which keeps dirt out of the machine and facili¬ 
tates the use of fire-extinguishing equipment. It also re¬ 
duces heat and noise in the power house. 

4. Combination of Water and Steam Power 

There are very few locations today where an important 
market can be supplied entirely from water power be¬ 
cause of seasonal variations in river flow, but in most 
cases a saving will be realised from combining water 
power and steam. The saving results from the combina- 
UoD of low operating cost of water-power plants with low 
investment cost of steam stations. Moreover, hydro- 
deotrie units in themselves have certain valuable ad¬ 
vantages when used in combination with steam units. 
They start mme quickly than steam-driven units, pro¬ 
viding a higb degree of standby readiness in emergency. 
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They are well adapted to maintenance of frequency, and 
also to providing wattlcBS energy at times of low water 
flow. And finally, hydro-pondage can be drawn upon to 
relieve steam plants of short-time peaks to save banking 
extra boilers. 

To what extent a water-power site can be developed 
economically involves a thorough investigation of indi¬ 
vidual cases. An economic balance must be struck be¬ 
tween the steam and water power to give maximum 
economy. One might install enough generating capacity 
to take care of the maximum flow of the river during a 
short period. The cost per kilowatt installed would be 
low but the use made of the equipment (capacity factor) 
would also be low. Or one might put in only enough gen¬ 
erating capacity to use the minimum river flow. In this 
case the cost of the development per kilowatt installed 
would be high, but the capacity factor would be high 



Pit. S—Cost of onorgy at varioua capacity factor* of steam 
and hydro-electric plants. 

also. Obviously between these two extremes lies an 
optimum value. The ratio of installed water-power ca¬ 
pacity to the peak load of the system that gives the mini¬ 
mum annual cost of power supply has been referred to 
as the “economic hydro ratio,” and it can be deter¬ 
mined without great difficulty for any particular set of con¬ 
ditions. 

In a paper* presented before the American Society of 
Mechanical Engineers, Irwin and Justin discussed in an 
interesting and graphical manner the importance of 
incremental costs on the economics of any proposed de¬ 
velopment. Fig. 6, taken from their paper, shows in 
Curve C the capital cost per kilowatt of installation for 
various capacity factors. The costs were s^;regated in 
items that would be the same r^cardlees of installation 
(land, water ri^ts, dams) and those that v^ with the 
amount installation (power house, machinery, trans¬ 


mission). The latter group in this particular study was 
about $70 per kilowatt. 

Curve A (pves the total cost of energy per kilowatt 
hour for a modem steam plant costing $95 per kilowatt 
with fixed charges at 12 percent and coal at $4 a ton. 

Curve B gives the total cost of energy from the water¬ 
power plant having the capital cost indicated in Curve C. 
To obtain such a curve it is necessary to determine the 
amount of energy available at the various capacity fac¬ 
tors, the assumption being made that all hydro capacity 
installed is firm capacity t, that is, that the system load 
can absorb all of the energy generated. 

Curve B shows the typically high cost of hydro-electric 
energy as compared with steam at high capacity factors 
and its low cost at low capacity factors. 

5. Transmission Liability 

In a hydro-electric development the transmission be¬ 
comes a large factor of expense and in comparing such 
developments with equivalent steam plants, it is necessary 
to include the transmission as a charge against the hydro¬ 
electric plant. Figures of cost published on the Hoover 
Dam-Loe Angeles 287-kv line indicate that this trans¬ 
mission costs over $90 a kilowatt, and other lines con¬ 
templated will probably show higher costs. 

Under certain conditions it may be more costly to trans¬ 
mit electrical energy over wires than to transport the 
equivalent fuel to the steam station. It has been shown* 
that the cost of electric transmission for optimum load 
and voltages can be expressed as a linear function of 
power and distance, as follows: 

For 60% load factor: mills/kw-hr ■=0.54-H ^'— 

For 90% load factor: mills/kw-hr*0.30-)-— 

lUU 

It was also shown that fuel transportation can be ex* 
pressed as a linear function of energy and distance, thus: 

Railroad rates on coal 
S1.20+5i mills per mile 

Pipe-line rates on crude oil 
$5.00-f 4 cents per mile per 100 barrels 

For pipe-line rates on natural gas two curves were 
given for estimated minimum and maximum inter¬ 
ruptible contract rates 
$0+12 cents per mile per million cubic feet 
$50+12 cents per mile per million cubic feet 

The authors point out that a comparison between trans¬ 
mission costs alone for gas, oil, and coal are likely to be 
misleading because there is a wide difference in the costs 
of the fuels at their source. There is also a considerable 
variation in the transportation costs above and below the 
average. 

f'Firm Capacity" or *Tirm Power" in the case of an individual 
station is the capacity intended to be always available even under 
emergency conditions. **Hydro Firm Capacity*' in the ease of com¬ 
bined steam and hydro is the part of the installed capacity that is 
capable of doing the same work on that part of the load curve to 
which it is assigned as could be performend by an altmiative steam 
plant. 
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The equivalence between the fuels is giv^i as: 

1 ton of coal.26 000 000 BTU 

1 barrel of oil.6 260 000 BTU 

1000 cubic feet of gas.1000 000 BTU 


6. Purpose of Tranamission 

Transmission lines are essential for three purposes. 

a. To transmit power from a water-power site to a market. 
These may be very long and justified because of the sub¬ 
sidy aspect connected with the project. 

b. For bulk supply of power to load centers from outljdng 
steam stations. These are likely to be relatively short. 

c. For interconnection purposes, that is, for transfer of 
energy from one system to another in case of emergency or 
in response to diversity in system peaks. 

Frequent attempts have been made to set up defini¬ 
tions of ‘^transmission lines/’ “distribution circuits” and 
“substations.” None has proved entirely satisfactory or 
universally applicable, but for the purposes of accounting 
the Federal Power Commission and various state com¬ 
missions have set up definitions that in essence read: 

A tranamission system includes all land, conversion structures 
and equipment at a primary source of supply; lines, switching 
and conversion stations between a generating or receiving point 
and the entrance to a distribution center or wholesale point, all 
lines and equipment whose primary purpose is to augment, into* 
grate or tie together sources of power supply. 


7 . Choice of Frequency 


The standard frequency in North America is 60 cycles 
per second. In most foreign countries it is 60 cycles. As 
a general-purpose distribution frequency 60 cycles has an 
economic advantage over 50 cycles in that it permits a 
maximum speed of 3600 rpm as against 3000 rpm. Where 
a large number of distribution transformers are used a 
considerable economic gain is obtained in that the saving 
in materials of 60-cycle transformers over 50-cycle trans¬ 
formers may amount to 10 to 15 percent. This is because 
in a transformer the induced voltage is proportional to the 
total flux-linkage and the frequency. The higher the 
frequency, therefore, the smaller the cross-sectional area 
of the core, and the smaller the core the shorter the length 
of the coils. There is a saving, therefore, in both iron and 
copper. 

The only condition under which any frequency other 
than 50 to 60 cycles might be considered for a new project 
would be the case of a long transmission of, say, 500 or 
600 miles. Such long transmission has been discussed in 
connection with remote hydro-electric developments at 
home and abroad, and for these a frequency less than 60 
cycles might be interesting because as the frequency is 
decreased the inductive reactance of the line, 2jrfL, de¬ 


creases and the capacitive reactance. 


2wfC 


mcreases. 


resulting in higher load limits, transmission efficiency, and 
better regulation. 


Full advantage of low frequency can be realised, how'- 
ever, only where the utilization is at low frequency. If the 
low transmission frequency must be converted to 60 
cycles for utilization, most of the advantage is lost because 
of limitations of terminal conversion equipment. 


Long-distance direct-current transmission has also been 
considered. It offers advantages that look attractive, but 
present limitations in conversion and inversion equipment 
make the prospect of any application in the near future 
unlikely. 

In many industrial applications, particularly in the 
machine-tool industry, 60 cycles does not permit a high 
enough speed, and frequencies up to 2000 cycles may be 
necessary. Steps are being taken to standardize frequen¬ 
cies of more than 60 cycles. 

8. Choice of Voltage 

Transmission of alternating-current power over several 
miles dates from 1886 when a line was built at Cerchi, 
Italy, to transmit 150 hp 17 miles at 2000 volts. The 
voltage has progressively increased, as shown in Fig. 7, 
until in 1936 the Hoover Dam-Los Angeles line was put 
in service at 287 kv. This is still the highest operating 
voltage in use in the United States today, but considera¬ 
tion is being given to higher values. An investigation was 
begun in 1948 at the Tidd Station of the Ohio Power 
Company on an experimental line with voltages up to 
500 kv. 

The cost of transformers, switches, and circuit breakers 
increases rapidly with increasing voltage in the upper 
ranges of transmission voltages. In any investigation in¬ 
volving voltages above 230 000 volts, therefore, the unit 
cost of power transmitted is subject to the law of diminish¬ 
ing returns. Furthermore, the increase of the reactance 
of the terminal transformers also tends to counteract the 
gain obtained in the transmission line from the higher 
voltage. There is, therefore, some value of voltage in the 
range being investigated beyond which, under existing cir¬ 
cumstances, it is uneconomical to go and it may be more 
profitable to give consideration to line compensation by 
means of capacitors to increase the economic limit of 



Fig. 7—Trend In tnintmlsslon roltz^ years* 
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Table 2—Form of Tabulation for Determining Voltacsb and Conductor Sizes 


Baaed on the Transmission of 10 000 Kva for 10 Miles at 80 Percent Power Factor Lagging, 60-Cycle, S-Phase 


VOLT- 

AOE 

IN KV 

Amperes for 10 000 | 

CONDUCTORS 

VOLTAGE 
DROP AT 
FULL LOAD 

FIRST COST 

ANNUAL 

OPERATING COST 

Between Conductors 
inKV 

To Neutnd 
in KV 

BAS or Circular 

Mils 

a 

h 

Resietance in Ohms 

Total I*R 

10 000 
Kva 

Lom 

2 500 
Kva 

Total Loss 
per Year 
in Kwhr. 

Resistance IR 
in Percent 

^ a 

II 

i: 

{« 

Percent Regulation 

Conductors at 30 

Cents per Pound 

Transformers 

25 000 Kva 

Circuit Breakers 
and Contro. 

1 

1 

1 

Total 

Interest <m First 

Cost at 6 Percent 

g 

1 ^ 

i|- 

r 

1 

Jl 

Total 

Kw for 10 
Hours 

4A 

■a I 

x 




300 000 


hbh 

406 

5.1 

25 

1 610000 

4.1 

12.6 

11 0 

$44 100 

169 600 



$1500 

$126 300 

$7 580 


$16 100 

836 310 

22 

12.7 

262 

#000 


3 50 

720 

9.0 

45 


7 2 

13 4 

14.0 

24 600 

69 600 



1500 

106 800 

6410 


28 600 

45 690 




#0 


6.56 

1 140 

14.3 

71 


11.5 

14.0 

17.5 


69 600 



1500 

97 700 

5 860 


45 200 

60 830 






4.40 

406 

5.1 

25 

1 610000 

4.0 

6.4 

7 0 

19 500 

71 600 


2 400 

2200 

105 400 

6 330 

10 540 

16 100 

82 970 

33 

10.1 

175 


32 500 

8 82 

810 

10.1 

51 


8.1 

6 8 

10.5 

9 700 

71600 



2 200 

95 600 

5 740 

9 560 

82 200 

47 500 






14.0 

1 200 

16 1 

81 


12.9 

7.0 

14.5 


71600 

9 700 


2 200 

91 900 

5 520 

9 190 

51 200 

65 910 

44 

25.4 

131 

12 

32 500 

8.82 

453 

5.7 

28 


4.5 

3.8 

5.9 


74 400 

10 900 

3 400 

8000 

101 400 

6 090 

10 140 

18000 

34 280 




15 

16 000 

17.7 

KiiSl 

11 4 

57 


9 1 

4.0 

9.7 


74 400 

10 900 

3 400 

3 000 

96 500 

5 790 

9 650 

86 100 

51 540 


Table 3—Quick-Estimating Data on the Load Carrying 
Capacity of Transmission LiNEsf 


Delivered Line Voltage 

Kw Which Can Ik* DeUvered Based 
on 5% liegulatiou and 90% 

Power Factor 

Distance in Miles 

13.2 kv—3-foot spacing 

5 

10 

15 

20 

Stranded Copper 





4 

950 

490 

330 

245 

2 

1400 

700 

470 

350 

4/0 

3 000 

1500 

1000 

750 

33 kv—4-foot spacing 

10 

20 

30 

40 

Stranded Copper 





1 

5000 

2 500 

1 700 

1250 

2/0 

6 700 

3 350 

2200 

1700 

4/0 

8 350 

4 180 

2 800 { 

2 100 

300 000 

11 500 

5 750 

3 800 

2 900 

66 kv—8-foot spacing 

20 

40 

60 

80 

Stranded Copper 





2/0 

12 500 

6 250 

4 180 

3 140 

4/0 

16 000 

8 000 

5 320 

3 990 

300 000 

18 400 

9 180 

6 120 

4 590 


Kw Which Can Be Delivered Based 


on 10% Loss and Equal Voltage at 


Sending and Receiving Ends 


Distance in Miles 

132 kv—16-foot spacing 

40 

80 

120 

160 

Stranded Copper 





4/0 

116 000 

58 000 

39 500 

30100 

300 000 

172 000 

86 000 

58 800 

44 800 

500 000 

297 000 

150 000 

101000 

77 100 

220 kv—24-foot spacing 

80 

160 

240 

320 

Hollow Copper 





500 000 

4^^5 000 

219000 

151000 

119000 

ACSR—795 000 

417 000 

216 000 

149 000 

118 500 


tDaU obt ^ Figs. 19 and 22 of Chap. 9. 


power transmissioD than increase the voltage much above 
present practice. 

The Wic principles underlying system operation as 
regards voltages have been set forth in a report^ which 
lists the voltages in common use^ the recommended limits 
of voltage spread, and the equipment voltage ratings in¬ 
tended to fulfill the voltage requirements of the level 
for which the equipment is designed. The report should be 
carefully studied before any plans are made involving the 
adoption of or change in a 83 r 8 tem voltage. 

In selecting the transmission voltage, consideration 
should be given to the present and probable future voltage 
of other lines in the vicinity. The advantages of being 
able to tie together adjoining power districts at a common 
voltage frequently outweighs a choice of voltage based on 
lowest immediate cost. 

If the contemplated transmission is remote from any 
existing system, the choice of voltage should result from a 
complete study of all factors involved. Attempts have 
been made to determine by mathematical expression, 
based on the well-known Kelvin's Law, the most economi¬ 
cal transmission voltage with all factors evaluated, but 
these are so numerous that such an expression becomes 
complicated, difficult, and unsatisfactory. The only satisr- 
factory way to determine the voltage is to make a complete 
study of the initial and operating costs corresponding to 
various assumed transmission voltages and to various siaes 
of conductors. 

For the purposes of the complete study, it is usually 
unnecessary to choose more than three voltages, because 
a fairly good guess as to the probable one is possible with¬ 
out knowing more than the length of the circuit. For 
this preliminary guess, the quick-estimating Table 3 is 
useful. This table assumes that the magnitude of power 
transmitted in the case of voltages 13.2, 33, and 66 kv is 
based on a regulation of 5 percent and a load power factor 
of 90 percent. In the case of 132 and 220 kv, the table is 
based on a loss of 10 percent and equal voltages at the send¬ 
ing and receiving ends of the line. The reason for this and 
the bases of the calculations are given in Chapter 9. 

A representative study is given in Table 2. It is assumed 
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that it is desired to transmit over a sin^e-cireuit ten miles 
long 8000 kw (10 000 kva) at 80 percent power-factor lag¬ 
ging for 10 hours a day followed by 2000 kw (2500 kva) 
at 80 percent power-factor for 14 hours, llie preliminaiy 
guess indicates that 23, 34.5, or 46 kv are probably the 
economical nominal voltages. Equivalent conductor 
spacing and the number of insulators are as given in 
Table 4. Conductors of hard-drawn stranded copper are 


Table 4— Constbuction Fbatubbs or TRANSHiBnoN 
Lons m thb Urnno States* 


Line 

Voltage 

Length in Milee 

Equivalent 

Spacing 

Number of 
Inaulaton 

in Kv 

Av. 

Min. 

Max. 

Type** 

Av. 

Av. 

Min. 

Max. 

13.8 




SC-W 

3 




34.5 




SC-W 

4 




69 

35 

25 

100 

SC-W 

8 

5 

4 

8 

115 

40 

25 

100 

SC-W 

17 

7 

6 

11 

138 

40 

25 

140 

SC-W 

18 

10 

8 

12 

230 

133 

45 

260 

SC-ST 

31 

15 

14 

20 


employed, the resistance being taken at 25 degrees C. 
The step-up and step-down transformers are assumed as 
2.5X10 000 kva,12 500 kva at either end, and high-voltage 
circuit-breakers are used in anticipation of future addi¬ 
tional circuits. 

The costs of the pole line, right-of-way, building, and 
real estate are not included as they will be practically the 
same for the range of voltages studied. 

Assuming that the cost figures in the table are correct, a 
34 500-volt line with No. 00 copper conductor is the most 
economical. The transmission loss will be 5 percent and 
the regulation 7 percent at full load, which is deemed 
satisfactory. The voltage is sufiSciently high for use as a 
subtransmission voltage if and when the territory de¬ 
velops and additional load is created. The likelihood of 
early growth of a load district is an important factor in 
selection of the higher voltage and larger conductor where 
the annual operating costs do not vary too widely. 

9. Choice of Conductor* 

The preliminary choice of the conductor size can also 
be limi^ to two or three, although the method of selecting 
will differ with the length of transmission and the choice 
of vdtage. In the lower voltages up to, say, 30 kv, for 
a given percentage energy loss in transmission, the cross 
section and consequently the weight of the conductors 
required to transmit a given block of power varies in¬ 
versely as the i^uare of the voltage. Thus, if the voltage 
is doubled, the weight of the conductors will be reduced 
to one-fourth with approximately a corresponding reduc¬ 
tion in their cost. This saving in conducting material 
for a given energy loss in transmission becomes less 
as the higher voltages are reached, becoming increas¬ 
ingly less as voltages go higher. This is for the reason 
that for the higher voltages at least two other sources of 

*This table is based on information published in EUelrieal World 
and in Eleebrieal Engineering. While it does not include all lines, it 
is probably representative of general practice in the UJ9.A. 

••SC-W —Single-circuit wood. 

SC-ST—Single-circuit steel. 


loss, leakage over insulattws and the escape cl energy 
throuf^ the air between the conductors (known as 
“corona”—see Chap. 3) appear. In addition to these 
two losses, the charging current, which increases as the 
transmission voltage goes higher, mSy either increase or 
decrease the current in the circuit depending upon the 
power-factor of the load current and the relative amount 
of the leading and lagging components of the current in 
the circuit. Any change in the current of the circuit will 
consequently be accompanied by a corresponding change 
in the I*R loss. In fact, these sources of ^ditioiud losses 
may, in some oases of long circuits or extensive ^sterns, 
Doaterially contribute toward limiting the transmission 
voltage. The weight of copper conductors, from which 
their cost can be calculated, is given in Chap. 3. As an 
insurance against breakdown, important lines frequently 
are built with circuits in duplicate. In such cases the cost 
of conductors for two circuits should not be overlooked. 

10. Choice of Spacing 

Conductor spacing depends upon the economic con¬ 
sideration given to performance against lightning surges. 
If maximum reliability is sought, the spacing loses its 
relation to the operating voltage and then a medium 
voltage line assumes most of the cost of a high-voltage 
transmission without the corresponding economy. (See 
Chap. 17) In general a compromise is adopted whereby 
the spacing is based on the dynamic voltage conditions 
with some allowance for reasonable performance against 
lightning surges. 

Table 4 shows typical features of transmission lines in 
the United States including their “equivalent spacing” 
and the number of suspension insulators used. By equivar 
lent spacing is understood the spacing that would give 
the same reactance and capacitance as if an equilateral 
triangular arrangement of conductors had been used. It 
is usually impractical to use an equilateral triangular ar¬ 
rangement for design reasons. The e<miv alent spacing 
is obtained from the formula D— '^AbC where A, B, 
and C are the actual distances between conductors. 

11. Choice of Supply Circuits 

The choice of the electrical layout of the proposed 
power station is based on the conditions prevailing locally. 
It should take into consideration the character of the 
load and the necessity for maintaining continuity of 
service. It should be as simple in arrangement as prac¬ 
ticable to secure the desired flexibility in operation and 
to provide the proper facilities for inspection of the 
apparatus. 

A review of existing installations shows that the appar¬ 
ent combinations are innumerable, but an analysis indi¬ 
cates that in general they are combinations a limited 
number of fundamental schemes. The arrangements 
vary from the simplest single-circuit layout to the in¬ 
volved duplicate sy^ms installed for metropolitan serv¬ 
ice where the importance of maintaining continuity of 
service justifies a high capital expenditure. 

The scheme selected for stations distributing power at 
bus voltage differs radically from the layout that would 
be desirable for a station designed for bulk transmission. 
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In some metropolitan developments supplying under¬ 
ground cable B3r8tem8 segregated-phase layouts have 
been and are still employed to secure the maximum of 
reliability in operation. However, their use seems to be 
on the decline, as the improvement in performance over 
the conventional adjacent phase grouping is not suffi¬ 
ciently better to justify the extra cost, particularly in 
view of the continuing improvement of protective equip¬ 
ment and the more reliable schemes of relaying available 
today for removing faulty equipment, buses, or circuits. 

Several fundamental schemes for bus layouts supplying 
feeders at generator voltage are shown in Fig. 8 . These 
vary from the simplest form of supply for a small indus¬ 
trial plant as shown in (a) to a reliable type of layout for 
central-station supply to important load areas shown in 
(e) and (Of. 

Sketch (a) shows several feeders connected to a com¬ 
mon bus fed by only one generator. This type of con¬ 
struction should be used only where interruptions to 
service are relatively unimportant because outages must 
exist to all feeders simultaneously when the bus, genera¬ 
tor breaker, generator or power source is out of service 
for any reason. Each feeder has a circuit breaker and a 
disconnect switch. The circuit breaker provides protec¬ 
tion against short circuits on the feeder and enables the 
feeder to be removed from service while it is carrying 
load if necessary. The disconnect switch serves as addi¬ 
tional backup protection for personnel, with the breaker 
open, during maintenance or repair work on the feeder. 
The disconnect also enables the breaker to be isolated 
from the bus for inspection and maintenance on the 
breaker. Quite frequently disconnect switches are ar¬ 
ranged so that when opened the blade can be connected 
to a grounded clip for protection. If the bus is supplied 
by more than one generator, the reliability of supply to 
the. feeders using this type of layout is considerably in¬ 
creased. 

With more than one generator complete flexibility is 
obtained by using duplicate bus and switching equip¬ 
ment as shown in (b). It is often questionable whether 
the exi>ense of such an arrangement is justified and it 
should be used only w here the importance of the service 
warrants it. One breaker from each generator or feeder 
can be removed from service for maintenance with com¬ 
plete protection for maintenance personnel and without 
disrupting service to any feeder. Also, one complete bus 
section can be removed from service for cleaning and main¬ 
tenance or for adding an additional feeder without inter¬ 
fering with the normal supply to other feeder circuits. 
There are many intermediate schemes that can be utilized 
that give a lesser degree of flexibility, an example of 
which is shown in (c). There are also several connec¬ 
tions differing in degree of duplication that are inter¬ 
mediate to the three layouts indicated, as for instance in 
(d). An analysis of the connections in any station layout 
usually shows that they are built up from parts of the 
fundamental schemes depending upon the flexibility and 
reliability required. 

The generating capacity connected to a bus may be so 

tNELA Publications Nos. 164 and 278-20—Elec. App. Comm, 
give a number of station and substation layouts. 


large that it is necessary to use current-limiting reactors 
in series with the.generator leads or in series with each 
feeder. Sometimes both are required. Sketch (e) shows a 
double bus commonly used where reactors are in series 
writh each generator and each feeder. Bus-tie reactors 
are also shown that, with all generators in service, keep 
the short-circuit currents within the interrupting ability 
of the breakers. These bus-tie reactors are important 



(0) (b) (c) (d) 



(e) 


SYNCHR0f4IZtN6 BUS 



(f) 

Fig. S—Fundamental schemes of connections for supply at 
generator voltage. 
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because they not only limit the current on short circuit 
but also serve as a source of supply to the feeders on a 
bus section if the generator on that bus section fails. 
Each feeder can be connected to either the main or auxil* 
iary bus through what is called a selector breaker. A 
selector breaker is similar in every respect to the feeder 
breaker and serves as backup protection in case the feeder 
breaker does not function properly when it should open 
on a feeder fault. The bus-tie breakers can be used when 
one or more generators are out of service to prevent volt¬ 
age and phase-angle differences between bus sections 
that would exist with the supply to a bus section through 
a reactor. The phase angle between bus sections becomes 
important when a station is supplying a network system 
and should be kept to a minimum to prevent circulating 
currents through the network. For a network supply at 
least four bus sections are generally used so that the net¬ 
work can still be supplied in case one bus section should 
trip out on a fault. Sketch (e) shows only three bus sec¬ 
tions, the main and auxiliary buses serve as one bus for 
the feeders connected to that section. 

Sketch (f) shows a more modem design for central 
stations with the feeder reactors next to the bus struc¬ 
ture, in contrast with (e) where the reactors are on the 
feeder side of the breaker. This arrangement is possible 
because of the proven reliability of reactors, circuit break¬ 
ers, and dust-tight metalclad bus structures. Con¬ 
tinuous supply to all feeders is provided through reactor 
tie^ to a synchronizing bus should a generator fail. Bus- 
tie circuit breakers are provided to tie solidly adjacent 
bus sections for operation with one or more generators 
out of service. Stations of this type would be expected 
to have four to six or more bus sections especially if the 
station supplies network loads. The synchronizing bus 
also serves as a point where tie feeders from other sta¬ 
tions can be connected and be available for symmetrical 
power supply to all feeder buses through the reactors. 
This is not the case for station design shown in (e) where 
a tie feeder must be brought in to a particular bus section. 

For any type of generating-station design proper cur¬ 
rent and potential transformers must be provided to sup¬ 
ply the various types of relays to protect all electrical 
parts of the station against any type of fault. Likewise, 
current and voltage conditions must be obtained from 
current and potential transformers through the proper 
metering equipment to enable the operating forces to put 
into service or remove any equipment without impairing 
the operation of the remainder of the station. A ground 
bus must be provided for grounding each feeder when it 
is out of service for safety to personnel. Also a high- 
potential test bus is necessary to test circuit breakers, 
bus work and feeders, following an outage for repairs or 
maintenance, before being reconnected to the station. 

Fire walls are generally provided between bus sections 
or between each group of two bus sections to provide 
against the possibility of a fire in one section spreading to 
the adjacent sections. The separate compartments within 
the station should be locked and made as tight as possible 
for protection against accidental contact by operating 
personnel either physically or through the medium of a 
wire or any conducting material. Stray animals have 


caused considerable trouble by electrocuting themselves 
in accessible bus structures. 

With stations supplying transmission systems the 
scheme of connections depends largely on the relative 
capacities of the individual generators, transformers and 
transmission circuits; and whether all the generated 
power is supplied in bulk over transmission lines or 
whether some must also be supplied at generator voltage. 
The simplest layout is obtained when each generator, 
transformer and transmission circuit is of the same ca¬ 
pacity and can be treated as a single entity. Unfortu¬ 
nately, this is seldom the case because the number of 
generators do not equal the number of outgoing circuits. 
Even here, however, some simplification is possible if the 
transformers are selected of the same capacity as the 
generators, so that the combination becomes the equiva¬ 
lent of a high-voltage generator with all the switching on 
the high-voltage side of the transformer. 

In Fig. 9 , (a) shows the “unit scheme” of supply. The 
power system must be such that a whole unit comprising 
generator, transformer and transmission line can be 
dropped without loss of customer's load. The station 
auxiliaries that go with each unit are usually supplied 
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through a station transformer connected directly to the 
generator terminals, an independent supply being pro¬ 
vided for the initial start-up and for subsequent emer¬ 
gency restarts. 

Sketch (b) shows the case where conditions do not per¬ 
mit of the transformers being associated directly with the 
generators because, perhaps, of outgoing feeders at gen¬ 
erator voltage, but where the capacity of the transmission 
lines is such as to give an economical transformer size. 
Here it may be desirable to include the transformer bank 
as an integral part of the line and perform all switching 
operations on the low-voltage side. Sketch (b) shows the 
extreme of simplicity, which is permissible only where 
feeders and lines can be taken in and out of service at 
will, and (c) shows the other extreme where the feeders 
and lines are expected to be in service continuously. 
Sketch (d) shows an arrangement which is frequently ap¬ 
plicable and which provides a considerable flexibility 
with the fewest breakers. 

Figs. 8 and 9 include fundamental layouts from which 
almost any combination can be made to meet local condi¬ 
tions. The choice depends on the requirements of service 
continuity, the importance of which depends on two fac¬ 
tors, the multiplicity of sources of supply, and the type 
of load. Some industrial loads are of such a nature that 
the relatively small risk of an outage does not justify 
duplication of buses and switching. 

The same argument applies to the transmission line 
itself. Figure 10 shows an assumed transmission of 100 
miles with two intermediate stations at 33 miles from 
either end. Sketch (a) is a fully-sectionalized scheme 
giving the ultimate in flexibility and reliability. Any sec¬ 
tion of either transmission circuit can be taken out for 
maintenance without the loss of generating capacity. 
Furthermore, except within that part of the transmission 
where one section is temporarily out of service, a fault on 
any section of circuit may also be cleared without loss of 
load. Sketch (b) shows the looped-in method of connec¬ 
tion. Fewer breakers are required than for the fully 
sectionalized scheme, and as in (a) any section of the 
circuit can be removed from service without reducing 
power output. If, however, a second line trips out, part 
or all of the generating capacity may be lost. Relaying 
is somewhat more difficult than with (a), but not unduly 
so. Flexibility on the low-voltage side is retained as in 

(a) . Sketch (c) is in effect an extension of the buses from 
station to station. The scheme is, of course, considerably 
cheaper than that in (a) and slightly less than that in 

(b) but can be justified only where a temporary outage 
of the transmission is unimportant. Relaying in (c) is 
complicated by the fact that ties between buses tend to 
equalize the currents so that several distinct relaying 
steps are required to clear a fault. 

A proper balance must be kept between the reliability 
of the switching scheme used and the design of the line 
itself. Most line outages originate from lightning and a 
simplification and reduction in the cost of switching is 
permissible if the circuit is built lightning proof. (See 
Chap. 13.) On the other hand, if a line is of poor construc¬ 
tion as regards insulation and spacing, it would not be 
sood engineering to attempt to compensate for this by 
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Fig. 10—Fundamental schemes of transmission, (a) FuUy- 
sectionalized Supply. (6) Looped-in supply, (c) Bussed supply. 


putting in an elaborate switching and relaying scheme. 

Only a few fundamental ideas have been presented on 
the possible layout of station buses and the switching 
arrangements of transmission circuits. The possible com¬ 
binations are almost infinite in number and will depend 
on local conditions and the expenditure considered per¬ 
missible for the conditions prevailing. 
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T he analysis of a three-phase circuit in which phase 
voltages and currents are balanced (of equal mag¬ 
nitude in the three phases and displaced 120® from 
each other), and in which all circuit elements in each phase 
are balanced and symmetrical, is relatively simple since 
the treatment of a single-phase leads directly to the three- 
phase solution. The analysis by Kirchoff's laws is much 
more difficult, however, when the circuit is not sym¬ 
metrical, as the result of unbalanced loads, unbalanced 
faults or short-circuits that are not symmetrical in the 
three phases. Symmetrical components is the method now 
gener^ly adopted for calculating such circuits. It was 
presented to the engineering profession by Dr. Charles L. 
Fortescue in his 1918 paper, '^Method of Symmetrical Co¬ 
ordinates Applied to the Solution of Polyphase Networks.'' 
This paper, one of the longest ever presented before the 
A.I.E.E., is now recognused as a classic in engineering liter¬ 
ature, For several years symmetrical components re¬ 
mained the tool of the specialist; but the subsequent work 
of R. D. Evans, C. F. Wagner, J. F. Peters, and oth^ in 
developing the sequence networks and extending the ap¬ 
plication to system fault calculations and stability calcula¬ 
tions focused the attention of the industry on the simplifi¬ 
cation and clarification symmetrical components offered in 
the calculation of power system performance under un¬ 
balanced conditions. 

The method was recognized immediately by a few engi¬ 
neers as being very useful for the analysis of unbalanced 
conditions on symmetrical machines. Its more general 
application to the calculation of power system faults and 
unbalances, and the simplification made possible by the 
use of symmetrical components in such calculations, was 
not appreciated until several years later when the papers 
by Evans, Wagner, and others were published. The use 
of symmetrical components in the calculation of unbal¬ 
anced faults, unbalwced loads, and stability limits on 
three-phase power systems now overshadows the other 
applications. 

The fundamental principle of symmetrical components, 
as applied to three-phase circuits, is that an unbalanced 
group of three related vectors (for example, three unsym- 
metrical and unbalanced vectors of voltage or current in 
a three-phase ^stem) can be resolved into three sets of 
vectors. The three vectors of each set are of equal magni¬ 
tude and spaced either zero or 120 degrees apart. Each set 
is a ‘^symmetrical component" of the original unbalanced 
vectors. The same concept of resolution can be applied to 
rotating vectors, such as voltages or currents, or non¬ 
rotating vector operators such as impedances or admit¬ 
tances. 


Stated in more general terms, an unbalanced group of n 
associated vectors, all of the same type, can be resolved 
into n sets of balanced vectors. The n vectors of each set 
are of equal length and symmetrically located with respect 
to each other. A set of vectors is considered to be sym¬ 
metrically located if the angles between the vectors, tsJcen 
in sequential order, are all equal. Thus three vectors of 
one set are symmetrically located if the angle between 
adjacent vectors is either zero or 120 degrees. Although 
the method of symmetrical components is applicable to the 
analysis of any multi-phase system, this discussion will be 
limited to a consideration of three-phase systems, since 
three phase systems are most frequently encountered. 

This method of analysis makes possible the prediction, 
readily and accurately, of the behavior of a power system 
during unbalanced sWt-circuit or unbalanced load con¬ 
ditions. The engineer's knowledge of such phenomena has 
been greatly augmented and rapidly developed since its 
introduction. Modern concepts of protective relaying and 
fault protection grew from an understanding of the sym¬ 
metrical component methods. 

Out of the concept of symmetrical components have 
sprung, almost full-born, many electrical devices. The 
negative-sequence relay for the detection of system faults, 
the positive-sequence filter for causing generator voltage 
regulators to respond to voltage changes in all three phases 
rather than in one phase alone, and the connection of in¬ 
strument transformers to segregate zero-sequence quanti¬ 
ties for the prompt detection of ground faults are interest¬ 
ing examples. The HCB pilot wire relay, a recent addition 
to the list of devices originating in minds trained to think 
in terms of symmetrical components, uses a positive- 
sequence filter and a zero-sequence filter for the detection 
of faults within a protected Une section and for initiating 
the high speed tripping of breakers to isolate the faulted 
section. 

Symmetrical components as a tool in stability calcula¬ 
tions was recognized in 1924-1926, and has been used 
extensively since that time in power system stability 
analyses. Its value for such calculations lies principally in 
the fact that it permits an unbalanced load or fault to be 
represented by an impedance in shunt with the single¬ 
phase representation of the balanced system. 

The understanding of three-phase transformer perform¬ 
ance, particularly the effect of connections and the phe¬ 
nomena associatkl with three-phase core-form units has 
been clarified by symmetrical components, as have been 
the physical concepts and the mathematical analysis of 
rotating machine performance under conditions of unbal¬ 
anced faults or unbalanced loading. 
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The extensive use of the network calculator for the 
determination of short-circuit currents and voltages and 
for the application of circuit breakers, relays, grounding 
transformers, protector tubes, etc. has been furthered by 
the development of symmetrical components, since each 
sequence network may be set up independently as a single- 
phase system. A miniature network of an extensive power 
system, set up with three-phase voltages, separate im- 
[^ances for each phase, and mutual impedances between 
phases would indeed be so large and cumbersome to handle 
as to be prohibitive. In this connnection it is of interest to 
note that the network calculator has become an indispen¬ 
sable tool in the analysis of power system performance and 
in power system design. 

Not only has the method been an exceedingly valuable 
tool in system analyses, but also, by providing new and 
simpler concepts the understanding of power system be¬ 
havior has b^n clarified. The method of symmetrical 
components is responsible for an entirely different manner 
of approach to predicting and analyzing power-system 
performance. 

S)rmmetrical components early earned a reputation of 
being complex. This is unfortunate since the mathe¬ 
matical manipulations attendant with the method are 
quite simple, requiring only a knowledge of complex vector 
notation. It stands somewhat unique among mathemat¬ 
ical tools in that it has been used not only to explain exist¬ 
ing conditions, but also, as pointed out above, the physical 
concepts arising from a knowledge of the basic principles 
have led to the development of new equipment and new 
schemes for power system operation, protection, etc. 
Things men come to know lose their mystery, and so it is 
with this important tool. 

Inasmuch as the theory and applications of symmetrical 
components are fully discussed elsewhere (see references) 
the intention here is only to summarize the impor¬ 
tant equations and to provide a convenient reference for 
those who are already somewhat familiar with the sub¬ 
ject. 


1. THE VECTOR OPERATOR 

For convenience in notation and manipulation a vector 
operator is introduced. Through usage it has come to be 
known as the vector a and is defined as 

This indicates that the vector a has unit length and is 
oriented 120 degrees in a positive (counter-clockwise) 
direction from the reference axis. A vector operated upon 
by a is not changed in magnitude but is simply rotated in 
position 120 degrees in the forward direction. For exam¬ 
ple, V'^maV is a vector having the same length as the 
vector V, but rotated 120 degrees forward from the vector 
V. This relationship is shown in Fig. 1. The square of 
the vector a is another unit vector oriented 120 degrees 
in a negative (clockwise) direction from the reference 
axis, or oriented 240 degrees forward in a positive direc¬ 
tion. 


a*-(cl'M) (€!»»)•=«»« = 


1_.^ 

2^2 


( 2 ) 


As shown in Fig. 1, the resultant of a* operating on a 
vector V is the vector V” having the same length as F, 
but located 120 degrees in a clockwise direction from F. 
The three vectors l+jO, a^, and a (taken in this order) 


v^ov 



form a balanced, symmetrical, set of vectors of positive- 
phase-sequence rotation, since the vectors are of equal 
length, displaced equal angles from each other, and cross 
the reference line in the order 1, a*, and a (following the 
usual convention of counter-clockwise rotation for the 


Table 1—Properties of the Vector Operator “a'* 
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vector diagram). The vectors 1, a, and a* (taken in this 
order) form a balanced, symmetrical, set of vectors of 
negative-phase-sequence, since the vectors do not cross 
the reference line in the order named, keeping the same 



Fift, 2—Properties of the vector operator a. 


convention of counterclockwise rotation, but the third 
named follows the first, etc. 

Fundamental properties of the vector a are given 
in Table 1. and are shown on the vector diagram of 
Fig. 2. 

IL RESOLUTION AND COMBINATION OF 
VECTOR COMPONENTS 

1 . Resolution of Unbalanced Three-Phase Voltages 

A thre^e-phasc set of unbalanced voltage vectors is shown 
in Fig. 3. Any three unbalanced vectors such as those in 
Fig. 3 can be resolved into three balanced or symmetrical 
sets of vectors by the use of the following equations: 

El = |(£*-fa£b+o*J?c) (3) 





Eo is the zero-sequence component of and is like¬ 
wise the zero-sequence component of and Eot so that 
Eo-E^^Ebo-Eco* This set of three-phase vectors is 
shown in Fig. 4. 


_ 

®oo*®bo*®«o*®o 

Pit. 4—^Zaro'MquenM components of the Tsctore In Pig. 3. 

El is the positive^equenoe component of E„ written 
as Eti. The poeitivo^equence component of Eh, Ehi, is 
equal to a*E^. The poeitive-sequence component of E„ 
Eti, is equal to aE^i. E^, Ehi, E,i form a balanced, sym¬ 
metrical three-phase set of vectors of positive phase se¬ 
quence since the vector E^ is 120 degrees ahead of Ehi 
and 120 degrees behind Ea, as shown in Fig. 6. 



Pig. 5—Poeltlve-eequence components of the vectors In Pig. 3. 

Et is the negative-sequence component of F,, written 
as Eti. The negative-sequence components of Eh and Et 
are, respectively, aE^t and a*Eti, so that J5,j, Eht, Ett 
taken in order form a symmetrical set of negative-sequence 
vectors as in Fig. 6. 

All three of the zero-sequence-component vectors are 
defined by E^, since E^i’^Eho’^Eto- Likewise, the three 



Pig. 6—Negetive-eequence components of the vectora In Pig. 3. 

positive-sequence vectors are defined by Ei, since Ea^Ei, 
Ehi’^a^Ei, and EA"*<tEi. Similarly the three negative- 
sequence vectors are defined by Et. Thus all nine com¬ 
ponent vectors of the three original unbalanced vectors are 
completely defined by Eh, Ei, and Et; and it is understood 
that Eo, El, and Et, are the zero-, positive-, and negative- 
sequence components of E^ without writing E^, etc. The 
tbi^ original unbalanced vectors possess six degrees of 
freedom, since an angle and a magnitude are necessary to 
define each vector. The nine component vectors also 
possess six degrees of freedom, since each of the three sets 
of component vectors is described by one angle and one 
magnitude; for example, the three positive-eequenoe 
vectors Ea, Ehi, and Ea, are defined by the angular posi¬ 
tion and magnitude of Ei. 
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Note that all three sets of component vectors have the 
nATtifl counterclockwise direction of rotation as was as¬ 
sumed for the original unbalanced vectors. The negative- 
sequence set of vectors does not rotate in a direction oppo¬ 
site to the positive-sequence set; but the phase-sequence, 
that is, the order in which the maximum occur with time, 
of the negative-sequence set is a, c, b, a, and therefore 
opposite to the a, b, c, a, phase-sequence of the positive- 
sequence set. 

The unbalanced vectors can be expressed as functions of 
the three components just defined: 

E^-\- Eo-\- Ei-\- Et 

Eh^ Ehit'\~Ebi'¥Ehi’^ E^-\-a^Ei-\-aEi (4) 

Ea ‘^E^-^Eci'\~Eti^Ef\-aEi-\- a*Et 

The combination of the sequence component vectors to 
form the original unbalanced vectors is shown in Fig. 7. 

In general a set of three unbalanced vectors such as 
those in Fig. 3 will have zero-, positive-, and negative- 



Ftg. 7—Combination of the three eymmetrical component 
•eta of rectors to obtain the original unbalanced vectors in 

Fig. 3. 


sequence components. However, if the vectors are bal¬ 
anced and sjrmmetrical—of equal length and displaced 120 
degrees from each other—there will be only a positive- 
sequence component, or only a negative-sequence com¬ 
ponent, depending upon the order of phase sequence for 
the original vectors. 

Equations (3) can be used to resolve either line-to- 
neutral voltages or line-to-line voltages into their com¬ 
ponents. Inherently, however, since three delta or line- 
to-line voltages must form a closed triangle, there will be 
no sero-eequence component for a set of three-phase line- 
to-line voltages, and (15,b-bEb«-l-E«,)=0. The 

subscript "D” is used to denote components of delta 
voltages or currents flowing in delta windings. 

In many cases it is desirable to know the ratio of the 
negatives- to positive-sequence amplitudes and the phase 
angle between them. This ratio is commonly called the 
unbalance factor and can be conveniently obtained from 
the chart given in Fig. 8. The angle, 0, by which E^t 
leads E^ can be obtained also from the same chart. The 
chart is applicable only to three-phase, three-wire systems, 
since it presupposes no zero-sequence component. The 
only data needed to use the chart is the scalar magnitudes 
of the three line voltages. As an example the chart can be 
used to determine the unbalance in phase voltages per¬ 
missible on induction motors without excessive heating. 
This limit has usually been expressed as a permissible 



Fig. 8—Determination of unbalance factor. 


negative sequence voltage whereas the phase voltages are 
of course more readily measured. 

2. Resolution of Unbalanced Three-Phase Currents 

Three line currents can be resolved into three sets of 
symmetrical component vectors in a manner analogous 
to that just given for the resolution of voltages. 

Referring to Fig. 9: 

Io^U^\ihn-h+h) 

Ii = I.i = Uh+ah+a^I,) ( 5 ) 


Is 



Fig. 9—Thrse-phase line currents. 


The above are, respectively, the zero-, positive-, and 
negative-sequence components of /*, the current in the 
reference phase. 

/b*“ibO+/b»-|-/bl“/o4'0*/l + o/» (6) 
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Three delta currents, Fig. 10, can be resolved into com¬ 
ponents : 

AD==l(/x + o/y+n*/i) (7) 

7 2 D== + cr/.) 

Where /, has been chosen as the reference phase current. 



Fig. 10—Tliree-phase delta currents. 


Three line currents flowing into a delta-connected load, 
or into a delta-connected transformer winding, cannot 
have a zero-sequence component since /*+/b+/c must 
obviously be equal to zero. Likewise the currents flowing 
into a star-connected load cannot have a zero-sequence 
component unless the neutral wire is returned or the neutral 
point is connected to ground. Another way of stating this 
fact is that zero-sequence current cannot flow into a delta- 
connected load or transformer bank; nor can zero-sequence 
current flow into a star-connected load or transformer bank 
unless the neutral is grounded or connected to a return 
neutral wire. 

The choice of which phase to use as reference is entirely 
arbitrary, but once selected, this phase must be kept as the 
reference for voltages and currents throughout the system, 
and throughout the analysis. It Ls customary in symmet¬ 
rical component notation to denote the reference phase as 
'‘phase a”. The voltages and currents over an entire sys¬ 
tem are then expressed in terms of their components, all 
referred to the components of the reference phase. The 
components of voltage, current, impedance, or power 
found by analysis are directly the components of the refer¬ 
ence phase, and the components of voltage, current, im¬ 
pedance, or power for the other phases are easily found by 
rotating the positive or negative-sequence components of 
the reference-phase through the proper angle. The am¬ 
biguity possible where star-delta transformations of volt¬ 
age and current are involved, or where the components of 
star voltages and currents are to be related to delta volt¬ 
ages and currents, is detailed in a following section. 

3. Resolution of Unbalanced Impedances and Ad¬ 
mittances 

Self Impedances —Unbalanced impedances can be 
resolved into symmetrical components, altho^igh the 
imp)edanccs are vector operators, and not rotating vectors 
as are three-phase voltages and currents. Consider the 
three star-impedances of Fig. 11(a), which form an unbal¬ 
anced load. Their sequence components are: 

Zi^\(Z.^aZ,,+a^Z,) ( 8 ) 





o— :. ir — waaaa/w-« 

b— ..— vwwwv-b 


Zc 

c . . " - ■ ■ - 

(b) 

Fig. 11—Three unbalanced self impedances. 

The sequence components of current through the im¬ 
pedances, and the sequence components of the line volt¬ 
ages impressed across them are interrelated by the fol¬ 
lowing equations: 

E\^\{E^+aE bi+ a^E c,) =» I oZi -f- /i 2^ + /iZj (9) 

i ?2 = i +ni?o«) /0Z2+/iZ|+/fZf 

The above equations illustrate the fundamental prin¬ 
ciple that there is mutual coupling between sequences 
when the circuit constants are not symmetrical. As the 
equations reveal, both positive- and negative-sequence 
current (as well as zero-sequence current) create a zero- 
sequence voltage drop. If Z. = Zb*=^re, the impedances 
are symmetrical, Z, ==Z 2 = 0, and Z,»Za. For this con¬ 
dition, 

Eq *= / oZf 

( 10 ) 

Et^ I 

and, as expected, the sequences are independent. If the 
neutral point is not grounded in Fig. 11(a), /o»0 but 
Eo^IiZj+ItZi so that there is a zero-sequence voltage, 
representing a neutral voltage shift, created by positive- 
and negative-sequence current flowing through the un¬ 
balanced load. 

Equations (8) and (9) also hold for unsymmetrical 
series line impedances, as shown in Fig. 11(b), where F©, 
E\, gnd Et are components of E^, Ey,, and E^, the voltage 
drops across the impedances in the three phases. 

Mutual Impedances between phases can also be re¬ 
solved into components. Consider Zmbo of Fig. 12(a), as 
reference, then 

Zm#* K^mbe+Zmos+Zmab) 

z«,« J(Z„.bc+aZ,„«+a*Z«.b) (11) 

ZniJ** i (Zfnbr "4“ *4" uZmab) 
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(b) 

Flft. 13 


(a) Three unbalanced mutual impedances. 

(b) Unbalanced self and mutual impedances. 

The componentpS of the three-phase line currents and 
the components of the three-phase voltage drops created 
by the mutual impedances will be interrelated by the 
following equations: 

~ aE\ih* ^ ac') ~ ~ ^2/2Z,„2 (12) 

£^l== i(£aa" + U*£hb' + aiScc) = —/oZ,„2"b2/iZo»i —/2Zmt 

If, as in Fig. 12(b), both self and mutual irap)edances 
are present in a section of a three-phase circuit, the sym¬ 
metrical components of the three voltage drops across the 
section are: 

^0 = i(i?ma' + ^bb' + -B ooO 

« /o(Z.+2Z„.)+/,(Z,- Z„,)+/2(Z2 - Z«2) 

E\ ®= i(iE«»'+n-Ebb'+U*i?ecO 

-/o(Z,-Z„,)+/i(Z,~Z„.)f/2(Z2+2Z«,) (13) 

Et’^\(E^'+d^Ehh'+(lEee') 

= /o( Z 2 — Z^j) + /l ( Z| -|- 2Zai|) + /2 ( Zf — Zjnf) 

Again, if both self and mutual impedances are sym¬ 
metrical, in all three phases, 

Eo ^ /o(Z0+ 2Zgn«) = IqZq 

£l=s/l(Zf — Zn.*) ^/iZi (14) 

£,«/,(Z.~Z«.)«/,Z, 

Where Zo, Zi, and Z 2 are, respectively, the impedance 
to zero-, positive-, and negative-sequence. For this con¬ 
dition positive-sequence currents produce only a positive- 
sequence voltage drop, etc. Zo, Zi, and Zj are commonly 
referred to as the zero-sequence, positive-sequence, and 
negative-sequence impedances. Note, however, that this 
is not strictly correct and that Zi, the impedance to 
positive-sequence currents, should not be confused with 
Z|, the positive sequence component of self impedances. 
Since Zp, Zi, and Z* are used more frequently than 2^, 
Zi. and Zf the shorter expression “zero-sequence im- 
pedance" is usually used to refer to Zo rather than Z. 
For a circuit that has only symmetrical impedances, both 
self and mutual, the sequences are independent of each 
other, and positive-sequence currents produce only posi¬ 


tive-sequence voltage drops, etc. Fortunately, except for 
unsymmetrical loads, unsymmetrical transformer con¬ 
nections, etc., the three-phsM systems usually encountered 
are symmetrical (or balanced) and the sequences are in¬ 
dependent. 

Admittances can be resolved into symmetrical com¬ 
ponents, and the components used to find the sequence 
components of the currents through a three-phase set of 
line impedances, or star-connected loads, as functions 
of the 83rmmetrical components of the voltage drops 

across the impedances. In Fig. 11(a), let 

Zn Zb 

Fo=^, then 

Yp«i(F.-bFb+Fe) 

Y.*=i(F.+aFb+a*Fc) (15) 

Y2-i(I"a+a*Fb+oFe) 

and 

Io^EoY.+EiY,+E,Y, 
h^EoYt+EiY.+E^Y, (16) 

I,^EoY,+EiY,+E,Y. 

Note, however, that Yp is not the reciprocal of Zp, as 
defined in Eq. 8, Y| is not the reciprocal of Z|, and Y, 
is not the reciprocal of Z,, unless Z. = Zb = Ze; in other 
words, the components of admittance are not reciprocals 
of the corresponding components of impedance unless 
the three impedances (and admittances) under consid¬ 
eration are equal. 

4. Star-Delta Conversion Equations 

If a delta arrangement of impedances, as in Fig. 13(a), 
is to be converted to an equivalent star shown in Fig. 
13(b), the following equations are applicable. 



ZabXZc, 
Zab + Zbo + Zc* 
ZabXZbc 
Zab + Zbc + Zca 
ZbcXZca 
Zab + Zbo + Zo* 


(17) 



Zbc 

(0) (b) 


Fig. 13—Star-delta impedance conversions. 


When the delta impedances form a three-phase load, 
no zero-sequence current can flow from the line to the load; 
hence, the equivalent star load must be left with neutral 
ungrounded. 

The reverse transformation, from the star impedances of 
Fig. 13(b), to the equivalent delta Fig. 13(a), is given by 
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Zb»*“i?b+2o+ 


ZJSy, 

z, 

M; 

M* 

Zb 


(18) 


An equivalent delta for a star-connected, three-phase 
load with neutral grounded cannot be found, since sero- 
sequence current can flow from the line to the star load 
and return in the ground, but cannot flow from the line 
to any delta arrangement. 


III. RELATIONSHIP BETWEEN SEQUENCE 
COMPONENTS OF LINE-TO-LINE AND 
LINE-TO-NEUTRAL VOLTAGES 

Assiune that E,,, Eb«, and E^, are a positive-sequence 
set of line-to-neutial vectors in Fig. 14(a). The line-to- 
line voltages will also form a positive-sequence set of 


—1 

Eog ^ob 

Ec 



^69 ^b€ 



r >1 

r 

r 


(o) 



(bi («) 

Fig. 14—Relationships between Une-to-llne and line-to- 
neutral componenu of voltage. 

(b) Positive-sequence relationships. 

(c) Negative-sequence relationships. 

vectors. The relationship between the two sets of three- 
phase vectors is shown in Fig. 14(b). Although (the 
positive-sequence component of the line-to-line voltages) 
will be numerically equal to y/%E\ — E\ is the positive- 
sequence component of the line-to-neutral voltages (which 
is equal in this case to E ^; the angular relationship be¬ 
tween El and Em depends upon the line-to-line voltage 
taken as reference. The choice is arbitrary. Table 2 gives 
the relation between Em sod Ex for various line-to-line 
phases selected as reference. 


Tabus 2 


Raferenoe Phase 
Line-to-Line Voltages 

Positive-Sequenoe Line-to-line Voltage 
As a Function of Positive Sequence 
Line-to-Neutral Voltage 

AB 


BC 

iflD ifhe ^ —i\/SUPi ( 0 * — o)iPl 

CA 

Bid - ^en - - (0 - l)Fi 

BA 

i&lD ■■ ( 0 * l)i?i 

CB 

Bit} * B^ "i v^ifi • ( 0 —o*)iJi 

Bit} “* Bfm ■■ • (1 ‘“ 0 )JPi 

AC 


If Eta, Eha> ^o«> form a negative-sequence set of 
vectors, the vector diagram of Fig. 14(c) illustrates the 
relation between Et’^Et,, and Eto, the negative-sequence 
component of the line-to-line voltages. Again, the al¬ 
gebraic relation expressing Em as a function of Et will 
depend upon the line-to-line phase selected for reference, 
as illustrated in Table 3. 


Table 3 


Reference Phase 

Negative-Sequence Line-to-Line Voltage 
As a Function of Negative Sequence 
Line-to-Neutral Voltage 

AB 

Ett> ■■ *■ (1 “•^<i)Ei 

BC 

Eft} • B^ (c —o*)£^i 

CA 

Eif} - - y/iEirf **• - (a* -1 )iPi 

BA 

E%d •Ftm ■■ •(<!•* l)i^i 

CB 

Eit} • E^b ■■ — j v^SJSi • (a*— 0)^1 

AC 

Ett} - i?- - - (1 - o*)Fi 


Since the line-to-line voltages cannot have a seit>se- 
quence component, Em’^O under all conditions, and Et, 
is an indeterminate function of Eod- 
The equations expressing Em aa a function of Ei, and 
Eto as a function of Et, can bo solved to express Ei and 
Et as functions of Em and Em, respectively. Refer to 
Table 4 for the relationships. 


Table 4 


Reference 

Phase 

AB 

BC 

CA 

BA 

CB 

AC 


V*” 

* —3—^ID 


_ £ta a—o*_ 


Certain authors have arbitrarily adopted phase CB as 
reference, since the relations between the line-to4ine and 
line-to-neutral components are easily remembered and 
the angular shift of 90 degrees is eagy to cany in oom- 
putations. Using this convention: 
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Eod^^O Eo is not a function of Eoxy 

The equations and vector diagrams illustrate the inter¬ 
esting fact that the numerical relation between the line- 
to-line and line-to-neutral positive-sequence components 
is the same as for negative-sequence; but that the angular 
shift for negative-sequence is opposite to that for positive- 
sequence, regardless of the delta phase selected for refer¬ 
ence. Also, a connection of power or regulating trans¬ 
formers giving a shift of 6 degrees in the transformation 
for positive-sequence voltage and current will give a shift 
of —0 degrees in the transformation for negative-sequence 
voltage and current. 

IV. SEQUENCE COMPONENTS OF LINE AND 
DELTA CURRENTS 

The relation existing between the positive-sequence 
component of the delta currents and the positive-sequence 
component of the line currents flowing into a delta load 
or delta-connected transformer winding, and the relation 
existing for the negative-sequence components of the cur¬ 
rents are given in Figs. 15(b) and 15(c). Although the 
components of line currents are \/3 times the delta phase 
selected for reference, the angular relationship depends 



Ic 



upon the phase selected for reference, h is taken as refer¬ 
ence for the line currents. Refer to Table 5. 


Table 5 


Delta 

Reference 

Current 

Fig. 14(b) 

Fig. 14(c) 

/. 

/id-7.-;^/..*“ 

7,D-7.-;^7,r'“ 

/. 

/.D-/,-^/i 


/. 

/id-/.-- 73 /“'”“ 


-I. 

VO 


-I, 


/ 2 D * —/y 

-I. 

7.0“-/. = ;^/..-** 

/2D== “-/f^/2<'“ 


If the current ( — /y) is taken as reference, the relations 
are easily remembered; also, the j operator is convenient 
to use in analysis. 


/iu= ~~/tJ 1 

VO 



/20 = ^/2 


(20) 


V. STAR-DELTA TRANSFORMATIONS OF 
VOLTAGE AND CURRENT 


Each sequence component of voltage and current must 
be followed separately through the transformer, and the 
angular shift of the sequence will depend upon the input 
and output phases arbitrarily selecteil for reference. In 
Fig. 16(a), the winding ratio is n and the overall trans¬ 
formation ratio is Line-to-line or line-to-neutral 


voltages on the delta side will be N times the correspond¬ 
ing voltages on the star side of the transformer (neglecting 
impedance drop). If the transformer windings are sym¬ 
metrical in the three phases, there will be no interaction 
between sequences, and each sequence component of volt¬ 
age or current is transformed independently. 

To illustrate the sequence transformations, phases a and 
a' have been selected as reference phases in the two circuits. 
Figs. 16(b), (c), (d), and (e) give the relationships for the 
three phases with each component of voltage and current 
considered separately. 

From the vector diagrams 


= (21) 
Ei' = NEte-i^ 


Pig. 15-—Relatloiitliipt between components of phase and 
delta currents. 

(b) Positlye-sequence relationships. 

(o) Negativo-sequenoe relationships. 


Regardless of the phases selected for reference, both 
positive-sequence current and voltage will be shifted in 
the same direction by the same angle. Negative-sequence 
current and voltage will also be shifted the same angle in 
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w) <•> 

Fi)t* 16—Transfomuitioii of the aequence componente of cur¬ 
rent end Toltefe In n atar-delte treneformer benk. 

(b) Relationahip of positiveoequenoe line-to-neutral and line-to- 
Une Toltagea. 

(c) Relationahip of poeitive-eequenoe currenta. 

(d) Relationahip of negative-sequence iine-to-neutral and line- 
to-line voltages. 

(e) Relationship of negativooequence currents. 

<me direction, and the negative-sequence angular shift will 
be equal to the positive-sequence shift but in the oppoeiie 
direction. As previously stated, this is a general rule for all 
connections of power and regulating transformers, wher¬ 
ever phase shift is involved in the traosfonnation. 

Since sero-eequence current cannot flow from the delta 
winding, there will be no sero-sequence component of //. 
If the star winding is grounded, /« may have a sero-se¬ 
quence component. From the star side the transformer 
bank acts as a return path for seroHsequence current (if the 
neutral is grounded), and from the delta side the bank acts 
as an open circuit to seroeequence. For 'sOTO-sequence 
current alone, /,*/i,and a current will circu¬ 


late around the delta such that 7x ■> 7, ■-/• — /'•d 

fi 

The sero-sequence line-to-neutral voltages, E, and EJ are 
entirely independent; each being determined by conditions 
in its respective circuit. The transformation characteristics 
for the three sequence currents and voltages, and the se¬ 
quence impedance characteristics, for common connections 
of power and regulating transformers are given in Chap. 5. 
The action of a transformer bank in the transformation of 
sero-sequence currents must be given particular attention, 
since certain connections do not permit sero-sequence cur¬ 
rent to flow, others permit it to pass through the bank 
without transformation, and still others transform sero- 
sequence quantities in the same manner as positive- or 
negative-sequence quantities are transformed. 

VI. THREE-PHASE POWER 

The total three-phase power of a circuit can be expressed 
in terms of the symmetrical components of the line cur¬ 
rents and the symmetrical components of the line-to- 
neutral voltages. 

P*3(Fo7o cos Bn-^-EJi cos cos flt) (22) 

where is the angle between Eo and 7«, 9\ the angle 
between E\ and I\, 9% the angle between Et and 1%. The 
equation shows that the total power is the sum of the three 
components of power; but the power in one phase of an 
imbalanced circuit is not one-thinl of the above expression, 
since each phase will contain components of power resulting 
from serc-sequence voltage and positive-sequence current, 
etc. This power "between sequences" is generated in one 
phase and absorbed by the others, and does not appear in 
the expression for total three-phase power. 

Only positive-sequence power is developed by the gene¬ 
rators. This power is converted to negatiYc-sequence and 
zero-sequence power by circuit dissymmetry such as occurs 
from a single line-to-ground or a line-to-line fault. The 
unbalanced fault, unbalanced load, or other dissymmetry 
in the circuit thus acts as the "generator" for negative- 
sequence and zero-sequence power. 

VII. CONJUGATE SETS OF VECTORS 

Since power in an alternating-current circuit is defined 
as Et (the vector E times the conjugate of the vector 7), 
some consideration should be given to conjugates of the 
symmetrical-component sets of vectors. A system of 
positive-sequence vectors are drawn in Fig. 17(a). In 



Fig. 17—Goajugatss of a posltlvs-ssqusnos sot of vocton. 
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Fig. 18 —Gonjunates of a negative-sequence set of vectors. 

accordance with the definition that the conjugate of a given 
vector is a vector of the same magnitude but displaced the 
same angle from the reference axis in the opposite direction 
to the given vector, the conjugates of the positive-sequence 
set of vectors are shown in Fig. 17(b). Note that the con¬ 
jugates to a positive-sequence set of vectors form a negative- 
sequence set of vectors. Similarly, as in Fig. 18, the con¬ 
jugates to a negative-sequence set of vectors form a posi- 



( 0 ) 


/ A A A 

(b) ^'%^ao*^bo**co 

Fig. 19-Conjugates of a zero-sequence set of vectors. 

tive-sequence set. The conjugate of a zero-sequence set of 
vectors is another zero-sequence set of vectors, see Fig. 19. 

VIII. SEQUENCE NETWORKS 
5. General Considerations 

One of the most useful concepts arising from symmet¬ 
rical components is that of the sequence network, which 
is an equivalent network for the balanced power system 
imder an imagined operating condition such that only one 
sequence component of voltages and currents is present in 
the system. As shown above for the case of balanced loads 
(and it can be readily shown in general) currents of one 
sequence will create voltage drops of that sequence only, if 
a power system is balanced (equal series impedances in all 
three phases, equal mutual impedances between phases, 
rotating machines symmetrical in all three phases, all 
banks of transformers symmetrical in all three phases, 
etc.). There will be no interaction between sequences and 
the sequences are independent. Nearly all power systems 
can be assumed to be balanced except for emergency con¬ 
ditions such as short-circuits, faults, unbalanced load, un¬ 
balanced open circuits, or uns 3 anmetricai conditions arising 
in rotating machines. Even under such emergency unbal¬ 
anced conditions, which usually occur at only one point in 
the system, the remainder of the power system remains 
balanced and an equivalent sequence network can be ob¬ 


tained for the balanced part of the system. The advantage 
of the sequence network is that, since currents and voltages 
of only one sequence are present, the three-phase system 
can be represented by an equivalent single-phase diagram. 
The entire sequence network can often be reduced by sim¬ 
ple manipulation to a single voltage and a single im¬ 
pedance. The type of unbalance or dissymmetry in the 
circuit can be represented by an interconnection between 
the equivalent sequence networks. 

The positive-sequence network is the only one of the 
three that will contain generated voltages, since alternators 
can be assumed to generate only positive-sequence volt¬ 
ages. The voltages appearing in the negative- and zero- 
sequence networks will be generated by the unbalance, and 
will appear as voltages impressed on the networks at the 
point of fault. Furthermore, the positive-sequence net¬ 
work represents the system operating under normal bal¬ 
anced conditions. For short-circuit studies the internal 
voltages are shorted and the positive sequence network is 
driven by the voltage appearing at the fault before the 
fault occurred according to the theory of Superposition and 
the Compensation Theorems (see Chapter 10, Section 11). 
This gives exactly the increments or changes in system 
quantities over the system. Since the fault current equals 
zero before the fault, the increment alone is the fault cur¬ 
rent total. However, the normal currents in any branch 
must be added to the calculated fault current in the same 
branch to get the total current in any branch after the 
fault occurs. 

6. Setting Up the Sequence Networks 

The equivalent circuits for each sequence are set up “as 
viewed from the fault/' by imagining current of the partic¬ 
ular sequence to be circulated through the network from 
the fault point, investigating the path of current flow and 
the impedance of each section of the network to currents 
of that sequence. Another approach is to imagine in each 
network a voltage impressed across the terminals of the 
network, and to follow the path of current flow tlu-ough 
the network, dealing with each sequence separately. It is 
particularly necessary when setting up the zero-sequence 
network to start at the fault point, or point of unbalance, 
since zero-sequence currents might not flow over the entire 
system. Only parts of the system over which zero-sequence 
current will flow, as the result of a zero-sequence voltage 
impressed at the unbalanced point are included in the 
zero-sequence network “as viewed from the fault." The 
two terminals for each network correspond to the two 
points in the three-phasQ system on either side of the un¬ 
balance. For the case of shunt faults between conductors 
and ground, one terminal of each network will be the fault 
point in the three-phase system, the other terminal will be 
ground or neutral at that point. For a series unbalance, 
such as an open conductor, the two terminals will cor¬ 
respond to the two points in the three-phase system im¬ 
mediately adjacent to the unbalance. 

7. Sequence Impedances of Lines, Transformers, 
and Rotating Machinery 

The impedance of any unit of the system—such as a 
generator, a tranaformeri or a section of line—to be in- 
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sorted in a sequence network is obtained by imagining unit 
current of that sequence to be circulated through the 
apparatus or line in all three phases, and writing the equa¬ 
tion for the voltage drop; or by actually measuring the 
voltage drop when current of the one sequence being in¬ 
vestigated is circulated through the three phases of the 
apparatus. The impedance to negative-sequence currents 
for all static non-rotating apparatus will be equal to the 
impe<lance for positive-sequence currents. The impedance 
to negative-sequence currents for rotating apparatus will 
in general be different from the impedance to positive 
sequence. The impedance to zero-sequence currents for all 
apparatus will in general be different from either the im¬ 
pedance to positive-sequence or the impedance to negative- 
sequence. The sequence impedance characteristics of the 
component parts of a power system have been investigated 
in detail and are discussed in Chaps. 3, 4, 5, and 6. 

An impedance in the neutral will not appear in either the 
positive-sequence network or the negative-sequence net¬ 
work, since the three-phase currents of either sequence add 
to zero at the neutral; an equivalent impedance equal to 
tliree times the ohmic neutral impedance will appear in the 
zero-sequence network, however, since the zero-sequence 
currents flowing in the three phases, Iq add directly to give 
a neutral current of 3/o. 

8. Assumed Direction of Current Flow 

By convention, the positive direction of current flow in 
each sequence network is taken as being outw'ard at the 
faulted or unbalanced point; thus the sequence currents are 
assumed to flow' in the same direction in all three sequence 
networks. This convention of assumed current flow must 
be carefully follow'ed to avoid ambiguity or error even 
though some of the currents are negative. After the cur¬ 
rents flow'ing in each netw'ork have been determined, the 
sequence voltage at any point in the netwwk can be found 
by suhlractirig the imp^ance drops of that sequence from 
the generated voltages, taking the neutral point of the net¬ 
work as the point of zero voltage. For example, if the im¬ 
pedances to positive-, negative-, and zero-sequence be¬ 
tween neutral and the point in question are Zi, Zj, and Zo, 
respectively, the sequence voltages at the point will be 

£*1 — / iZi 

(23) 

Eo^ --loZo 

where E^i is the generated positive-sequence voltage, the 
positive-sequence network being the only one of the three 
having a generated voltage between neutral and the point 
for which voltages are to be found. In particular, if Zi, 
Z 2 and Zo are the total equivalent impedances of the net- 
w’orks to the point of fault, then Eq. (23) gives the se¬ 
quence voltages at the fault. 

Distribution Factors —If several types of unbalance 
are to be investigated for one point in the system, it is 
convenient to find distribution factors for each sequence 
current by circulating unit sequence current in the ter¬ 
minals of each network, letting it flow' through the net¬ 
work and finding how* this current distributes in various 
branches. Regardless of the type of fault, and the mag¬ 
nitude of sequence current at the fault, the current will 


distribute through each network in accordance with the 
distribution factors found for unit current. This follows 
from the fact that within any one of the three networks 
the currents and voltages of that sequence are entirely 
independent of the other two sequences. 

These points will be clarified by detailed consideration 
of a specific example at the end of this chapter. 

IX. CONNECTIONS BE'HVEEN THE 
SEQUENCE NETWORKS 

As discussed in Part II, Sec. 3 of this chapter, any un¬ 
balance or dissymmetry in the system wdll result in mutual 
action between the sequences, so that it is to be expected 
that the sequence networks will have mutual coupling, or 
possibly direct connections, between them at the point of 
unbalance. Equations can be written for the conditions 
existing at the point of unbalance that show the coupling 
or connections necessarily existing between the sequence 
networks at that point. 

As pointed out in Sec. 5, it is usually sufficiently accurate 
to reduce a given system to an equivalent source and single 
reactance to the point of fault. This in effect means that 
the system is reduced to a single generator with a fault 
applied at its terminals. Figs. 20(a) through 20(e) show 
such an equivalent system with the more common types of 
faults applied. For example Fig. 20(a) is drawn for a threo- 
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Fig. 30. 

(a) Three-phase short circuit on generator. 
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(C) Fl| 

(b) Single-line-to-ground fault on ungrounded generator. 

(o) Single4ine-to-ground fault on generator grounded through 
a neutral reactor. 
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Fig. 20 

(d) Line-to-line fault on grounded or ungrounded generator. 

Lgh (e) Double-line-to-ground fault on generator grounded through 
a neutral reactor. 
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Fig. 21—Connection of the sequence networks to repr esen t shunt and series untMilanced conditions. For shunt unbalances 
the faulted point in the system is represented by F and neutral by N. Gorreepondlng points are repr e s e nted in the sequence 
networks by the letter with a sequence subscript. F, and Z refer to the posltlre-, negatlre*, and sero-sequence networks^ 
respectirely. For series unbalances, poinu in the system adjacent to the unbalance are represented by X and Y. NIsagain 
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phase fault on the system. Part (1) shows the equivalent 
system (2) the corresponding positive- negative- and aero- 
sequence diagrams, and (3) the shorthand representation 
of the sequence diagrams. Part (4) is a vector diagram 
showing graphically the relationship between the various 
voltages and currents. In the zero-sequence diagrams of 
(2) and (3) a distinction is made between “neutral'’, N, 
and “ground'', 0. In the positive- and negative-sequence 
networks no such distinction is necessary, since by their 
definition positive- and negative-sequence quantities are 
balanced with respect to neutral. For example, all pos¬ 
itive- and negative-sequence currents add to zero at the 
system neutral so that the terms “neutral" and “ground" 
are synonymous. Zero-sequence quantities however, are 
not balanced with respect to neutral. Thus, by their 
nature zero-sequence currents require a neutral or ground 
return path. In many cases impedance exists between 
neutral and ground and when zero-sequence currents flow a 
voltage drop exists between neutral and ground. There¬ 
fore, it is necessary that one be specific when speaking of 
line-to-neutral and line-to-ground zero-sequence voltages. 
They are the same only when no impedance exists between 
the neutral and ground. 

In parts (3) of Fig. 20(a) all portions of the network 
within the boxes are balanced and only the terminals at 
the point of unbalance are brought out. The networks as 
shown are for the ^^a" or reference phase only. In Eqs. (25) 
through (29) the zero-sequence impedance, Zo, is infinite 
for the case of Fig. 20(b) and includes 3Xo in the case of 
Fig. 20(e). Fig. 21 gives a summary of the connections 
required to represent the more common types of faults 
encountered in power system work. 

Equations for calculating the sequence quantities at the 
point of unbalance are given below for the unbalanced con¬ 
ditions that occur frequently. In these equations Eiv, 
Eiv, and Eov are components of the line-to-neutral volt¬ 
ages at the point of unbalance; hr, hr, and hr are com¬ 
ponents of the fault current Ir; Zi, Zj, and Zo are imped¬ 
ances of the system (as viewed from the unbalanced 
terminals) to the flow of the sequence currents; and E. is 
the line-to-neutral positive-sequence generated voltage. 


9. Three-Phase Fault—Fig. 20(a) 

E^ 


7if = /f = 


Zi 


10. single Line-to-Ground Fault-Fig. 20(b) 

r T r - 

/f = /iF + 72F + 7oF = 3/oF 


—/2fZ8*= — 
Eor * lovZo ~ — 


Zi+Zj-f-Zo 

E^\Z% 


Z 1 + Z 24 Zo 
E^iZq 


Zi+Zj-f Zo 

11. Llne-to-Line Fault—Fig. 20(d) 

/|F = 


E, 


Zi+Zi 


(24) 

(25) 

(26) 

(27) 

(28) 

(29) 

(30) 


Ir ~ y/^hr 
Eir *= — hrZ\ = 

Eir = / 2fZj 


E^Zt 

Zi-f-Zi 

EniZi 


Zi-f-Zj 

12. Double Line-to-Ground Fault—Fig. 20(e) 

EhI ^al(Z2 + Zo) 


7if = 


Zi + 


Z2Z0 Z.Zj+ZiZo+Z^Zo 


hr — 


Z24~Zo 
Zo 


lor rj 


hr = 

7 IF = 


■ ^oE^i 


Z2~t“Zo ZiZ2 + ZiZo“t-Z2Zo 

Z»* , — Z^Et^i 


Zo'^'Zo ZiZ2"}"ZiZo~f‘Z2Zo 
Z^ZqE^i 


E\r — E^\ — 7 ipZi — 
E^r— ■“ 7 2 fZ2 = 


ZiZ2d“ ZiZod” ZjZo 
Z2 ZoE»1 


Ear — ~ hrZn— 7j 


Z1Z2 “f" ZiZo “f" Z jZo 

Z%ZaEt,\ 


Z1Z2 + Z1Z0+Z2Z0 

13. One Line Open—Fig. 21 (n) 

hr—] 


^al(Z24'Zo) 
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Z 1 Z 2 "f* ZiZo “f" Z 2 Z 0 
— Zoi^al 


ZiZ2-fZiZo+Z*Zo 

j _ ^ZzE t^i _ 

ZiZf-fZiZo+ZaZo 

P -F _/ 7 = _ 

^\x n^ly —* IF^I \ ^ ^7 i T 'F 

p _p __r 7_ ZjZoE ^i _ 

^ 2 y ‘ 2 r ^2 rj rj 7 

Z^ZaE^\ 


Eox ~ Eoy — — hrZo — 


Z,Z2+ZiZo+Z,Zo 


14. Two Lines Open—Fig. 21 (p) 


hr — hr — hr - 


E, 


E^x — E^y — hrZ^ — 


Zi-f‘Z2 + Zo 

Ir^h = 3hr 

F -F -F -I Z - 
Ex, Exy-t,x hrZx Zi+Zt+Zo 

ZtEtx 

Zi-hZ2 + Zo 

F F - I 7 - - 

15. Impedance in One Line—Fig. 21(8) 

g>i(ZZo+Z2,+3Z»Z,) 
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(31) 

(32) 

(33) 


(34) 

(35) 

(36) 

(37) 

(38) 

(39) 

(40) 

(41) 

(42) 

(43) 

(44) 

(45) 

(46) 

(47) 

(48) 

(49) 

(50) 

(51) 

(52) 

(53) 


ZZiZt+ZZxZt+ZZxZtZ,x+ZZiZt 

F -F -F -/ Z _ ZZtZtE,i _(M) 
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p _p __ ZZtZtE^ _ 

** IttZf\-ZZ\Zu-\-ZZ\Z\-\‘iZ\ZtZi'¥ZZtZo 

p _p __ ZZtZJS^ _ 

*•* /.,Z,-ZZ,Z,+ZZ,Z,+3ZiZ,Z«+ZZ,Z, 

If two or more unbalances occur simultaneously, mutual 
coupling or connections will occxur between the sequence 
networks at each point of unbalance, and if the unbalances 
are not symmetrical with respect to the same phase, the 


connections will have to be made through phase-shifting 
transformers. The analysis in the cases of simultaneous 
faults is considerably more complicated than for single 
unbalances. 

No assumptions were made in the derivation of the rep¬ 
resentation ^ the shunt and series unbalances of Fig. 21 
that would not permit the application of the same prin¬ 
ciples to simultaneous faults on multiple unbalances. In 
fact various cases of single unbalance can be combined to 



ng. 33—Connections betwee n the eequence networiu for typical ( 


I of multiple unbalancee. 
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form the proper restraints or terminal connections to rep* 
resent multiple unbalances. For example, the representa* 
tion for a simultaneous single line-to-ground fault on phase 
"a” and a line-to-line fault on phases “6" and “c" can be 
derived by satisfying the terminal connections of Figs. 
21(d) and 21(f). Fig. 21(d) dictates that the three net¬ 
works be connected in series, while Fig. 21(f) shows the 
positive- and negative-sequence networks in parallel. Both 
of these requirements can be met simultaneously as shown 
in Fig. 22(a). Simultaneous faults that are not sym¬ 
metrical to the reference phase can be represented by sim¬ 
ilar connections using ideal transformers or phase shifters 
to shift the sequence voltages and currents originating in 
all of the unbalances except the first or reference condition. 
The fault involving phase “o” is usually taken as the 
reference and all others are shifted by the proper amount 
before making the terminal connections required to satisfy 
that particular type of fault. The positive-, negative-, and 
zero-sequence shifts, respectively for an unbalance that is 
symmetrical to phase “a” are 1, 1, 1; “b" phase a*, a, 1; 
to "c” phase a, a*, 1. A few multiple unbalances that may 
occur at one point in a system simultaneously are given in 
Fig. 22, which also gives one illustration of simultaneous 
faults at different points in a system with one fault not 
symmetrical with respect to phase a. 

To summarize, the procedure in finding voltages and 
currents throughout a system during fault conditions is: 

(1) set up each sequence network as viewed from the fault, 

(2) find the distribution factors for each sequence current 
throughout its network, (3) reduce the network to as sim¬ 
ple a circuit as possible, (4) make the proper connection 
between the networks at the fault point to represent the 
unbalanced condition, (5) solve the resulting single-phase 
circuit for the sequence currents at the fault, (6) find the 
sequence components of voltage and current at the desired 
locations in the system. The positive-sequence voltage to 
be used, and the machine impedances, in step (5) depend 
upon when the fault currents and voltages are desir^; if 
immediately after the fault occurs, in general, use sub¬ 
transient reactances and the voltage back of subtransient 
reactance immediately preceding the fault; if a few cycles 
after the fault occurs, use transient reactances and the 
voltage back of transient reactance immediately before the 
fault; and if steady-state conditions are desired, use syn¬ 
chronous reactances and the voltage back of synchronous 
reactance. If regulators are used, normal bus voltage can 
be used to find steady-state conditions and the machine 
reactance in the positive-sequence network taken as being 
zero. 


X. EXAMPLE OF FAULT CALCULATION 

16. Problem 

Let us assume the typical transmission system shown 
in Fig. 23(a) to have a single line-to-ground fault on one 
end of the 66 kv line as shown. The line construction is 
given in Fig. 23(b) and the generator constants in Fig. 
23(o). Calculate the following: 

(a) Positive-sequence reactance to the point of fault. 

(b) Negative-sequence reactance to the point of fault. 

(c) 2iero-8equence reactance to the point of fault. 



no KV LINE 66 KV LINE 

CONDUCTOR 4/0 CU. CONDUCTOR 4/0 CU. 

ALL GROUND WIRES 0.S75 EB6 STEEL 


(b) 


GENERATOR G, 


GENERATOR 6| 


50,000 KVA 

NEUTRAL GROUNDED THROUGH 4% REACT. 
Xd ’lOOX 

x'd* eix 

XV ie% 

Xf 12% 

Xo» 6% 


37,500 KVA 

NEUTRAL UNGROUNDED 
Xd'130% 

X'd* 25% 

XV IT% 

X,- 17% 

Xo* 5% 


Fig. 23—Typical ayatem aaaumed for fault calculation. 

(a) Syatam aingle-line diagram. 

(b) Line oonatruotion. 

(o) Tabulation of generator constants. 


(d) Fault current. 

(e) Line currents, line-to-ground voltages, and line-to- 
line voltages at the breaker adjacent to the fault. 

(f) Line currents, line-to-ground voltages, and line-to- 
line voltages at the terminals of O'. 

(g) Line currents, line-to-ground voltages, and line-to- 
line voltages at the 110 kv breaker adjacent to the 
25,000 kva transformer. 


17. Assumptions 


( 1 ) 

( 2 ) 

(3) 

(4) 


(5) 


That the fault currents are to be calculated using 
transient reactances. 

A base of 50,0(X) kva for the calculations. 

That all resistances can be neglected. 

That a voltage, positive-sequence, as viewed from 
the fault of j 100% will be used for reference. This 


is an assumed voltage of 


.66,000 
^ V5 


volts between 


line "a” and neutral. 

That the reference phases on either side of the star- 
delta transformers are chosen such that positive- 
sequence voltage on the high side is advanced 30° in 
phase position from the positive-sequence voltage on 
the low side of the transformer. 
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18. Line Reactances (Refer to Chap. 3) 

Positive- and Negative-Sequence Reactances of 
the 110 kv Line. 

For 4/0 copper conductors 0.497 ohms per mile. 

Xd*i(Xd for 14 feet+Jd for 14 feei+Xd for 28 feet) 
*1(0.320+0.320+0.404) = 0.348 ohms per mile. 

Xi«x*»x.+Xd* 0.497+0.348 = 0.845 ohms per mile. 

Positive- and Negative-Sequence Reactances of 
the 66 kv Line. 

Xi,* 0.497 ohms per mile. 

for 10 feet+Xd for 10 feet4-Xd for 20 feet) 
*1(0.279+0.279 + 0.364) =0.307 ohms per mile. 

Xi*Xi*x»+Xd = 0.497+0.307 = 0.804 ohms per mile. 

Zero-Sequence Reactances —Since zero-sequence 
currents flowing in either the 110- or the 66-kv line will in¬ 
duce a zero-sequence voltage in the other line and in all 
three ground wires, the zero-sequence mutual reactances 
between lines, between each line and the two sets of ground 
wires, and between the two sets of ground w^ires, must be 
evaluated as well as the zero-sequence self reactances. In¬ 
deed, the zero-sequence self reactance of either the 110- 
or the 66-kv line will be affected by the mutual coupling 
existing with all of the ground wires. The three conductors 
of the 110-kv line, with ground return, are assumed to form 
one zero-sequence circuit, denoted by “a’* in Fig. 24; the 
two groimd conductors for this line, wdth ground return, 
form the zero-sequence circuit denoted “g^*; the three con¬ 
ductors for the 66-kv line, with ground return, form the 
zero-sequence circuit denoted and the single ground 
wire for the 66-kv line, with ground return, forms the zero- 
sequence circuit denoted Although not strictly cor¬ 
rect, we assume the currents carried by the two ground 
wires of circuit are equal. Then let: 


turning in ground; unit /g is 3/2 amperes in each of the 
two ground wires with three amperes returning in the 
ground; unit lo is one ampere in each of the three line con¬ 
ductors with three amperes returning in the ground; and 
unit Ig is three amperes in the ground wire with three 
amperes returning in the ground. 

These quantities are inter-related as follows: 

^0=*/o*0(a)+/««0(»*)+/fifz6(a»')+/f 2o(»^) 
£gO=“/o2!6(«t)+/i^(l)+7o%(*g)+/i^(fl') =0 
Eq ™ + fgZiXft'g) + IoZo(m*) + •7*^!o(»V) 

Ego */oZo(m[') +/*2b(ff') +-fo^2^{ftV)“0 

where 

zb(^) = zero-sequence self reactance of the a circuit 
“'^a+x.—§(xd for 14 feet+Xd for 14 feet+Xd for 
28 feet) 

=0.497+2.89—2(0.348) = 2.69 ohms per mile. 

Zo(a') = zero-sequence self reactance of the a' circuit 
*Xa+Xe—|(xd for 10 feet+Xd for 10 feet+Xd for 
20 feet) 

= 0.497+2.89 —2(0.307) = 2.77 ohms per mile. 

Zo(f) = zero-sequence self reactance of the g circuit 
= |xa+Xe—i(.Xd for 14.5 feet) 

= i(2.79)+2.89-l(0.324)=6.59 ohms per mile. 

Zo(i^ = zero-sequence self reactance of the g* circuit 

= 3X4+ Xe 

= 3(2.79)+2.89 = 11.26 ohms per mile. 

zo(m) “ zero-sequence mutual reactance between the a 
and g circuits 

= Xe—J(Xd for 12.06 feet+Xd for 12.06 feet+Xd for 
12.35 feet+Xd for 12.35 feet+Xa for 23.5 feet 
+Xd for 23.5 feet) 

= 2.89-3(0.3303) = 1.90 ohms per mile. 


(ULS) 



Pig. 34—Zero-sequence circuits formed by the 110 kv line (a), 
the 64 kv line (a'), the two ground wires (g), and the single 
ground wire (g'). 

So=*ero-8equence voltage of circuit a 
^gi) =■ zero-sequeoce voltage of circuit g-0, since the 
ground wires are assumed to be continuously 
grounded. 

E. = zero-sequence voltage of circuit a' 

£('o=zero-sequence voltage of circuit (/=0, since the 
ground wire is assumed to be contiouously 
grounded. 

/o™ zero-sequence current of circuit a 
/*=zero-sequence current of circuit g 
/o' — zero-sequence current of circuit o' 

/g—zero-sequence current of circuit g' 

It should be remembered that unit lo is one ampere in 
each of the three line conductors with three amperes re¬ 


zo(u') = zero-sequence mutual reactance between the a 
and o' circuits 

for 60 feet-f-Xd for 60 feet-fxd for 70 feet 
-1-Xd for 46 feet-fXd for 36 feet+xa for 56 feet 
-f-Xd for 74 feet-J-Xd for 64 feet-fx^ for 84 feet) 
c=2.&9 —3(0.493) =• 1.411 ohms per mile. 

eo(»t> — zero-sequence mutual reactance between the o 
and g' circuits. 

—l(®d for 76 feet-}-*d for 62 feet-f xg for 48 feet) 
—2.89—3(0.498) —1.40 ohms per mile. 

zero-sequence mutual reactance between the o' 
and g' circuits. 

-x,—|(Xd for 16 feet+Xd for 18.03 feet+xa for 
18.03 feet) 

= 2.89—3(0.344) = 1.86 ohms per mile. 

Similar definitions apply for Zou'.) and Zo(g^). In each 
case the zero-sequence mutual reactance between two cir¬ 
cuits is equal to x, minus three times the average of the 
Xd’s for all possible distances between conductors of the 
two circuits. 

The zero^sequence self leao^anoe of the 110-kv line in 
the presence of all zero-sequenoe oirouits is obtained by 
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letting /o' be lero in the above equations and solving for 
Canying out this rather tedious process, it will be 
found that 

B 

-^—2.05 ohms per mile, 

io 

The sero-eequence self reactance of the 66-kv line in 
the presence of all zero-sequence circuits is obtained by 

E' 

letting lo be zero in the equations and solving for -yj. It 

*0 

will be found that 

-^*•2.25 ohms per mile* 

/o 

The aero-sequence mutual reactance between the Oft- 
and the 110-kv line in the presence of all zero-sequence 



|20% il4% i22o5% 



il2% 

-aaaa-4 


.726 


:543 


166 . 6 % 


]I6% )63.6% 


.768 




|22.7% 
275 



Zt-i2t.0% 



Z,-i26.4X 

Pig. l^Reductlon of the poeittre-eequence network and the 
poelttTe-eequence dletrlbuttoii factore. 

circuits is obtained by letting Id be zero and solving for 
-p. When this is donoi it will be found that 

^with /,'-0) -^(with /o-O) -0.87 ohms per mile. 

/o lo 

19. The Sequence Networks 
The sequenoe networks are shown in Figs. 26, 26, and 
27, with all reactances expressed in percent on a 50 000- 


Flg. 26—^Reduction of the negative-eequence network and the 
negative sequence distribution factors. 


kva base and the networks set up as viewed from the 
fault. Illustrative examples of expressing these react¬ 
ances in percent on a 60 000-kva base follow: 


Positive-sequence reactance of Gt= 


(25) 


(50 000) 
(37 500) 


33.3% 


Positive-sequence reactance of the 66-kv line— 
(0.804) (40) (50 000) ,^^ 
( 66 ) ( 86 ) ( 10 ) 


Positive-sequence reactance of the 110-kv line— 
(0.845) (40) (50 000) 

( 110 ) ( 110 ) ( 10 ) 


Zero-sequence mutual reactance between the 66- and the 
110-kv line for the 30 mile section — 

(0.87) (30) (50 000) _.go^ 

(110) (66) (JO) ” 


The distribution factors are shown on each sequence 
network; obtained by finding the distribution of one am¬ 
pere taken as flowing out at the fault. 

Each network is finally reduced to on© equivalent im¬ 
pedance as viewed from the fault. 
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—AAAA“ 


X)388 


jieX J82.2% 

I .859 IPo .141 

Sno 


J022 


120.93% 
-WV^—1 


JI5.2% 



Z0>JIS.7% 

Fig. 37—Reduction of the xero>eequence network and the 
xero-eequence dtetrlbutlon factore. 


30. Voltages and Currents at the Fault 

The sequence networks are connected in series to rep¬ 
resent a single line-to-ground fault. The total reactance 
of the resulting single-phase network is 

Zi%-1-Z,%+Z,% - 26.4%-1-21.0%+13.7% - 61.1%. 


Then: 


/or* 


Jl00% 

> 1 . 1 % 


1.637 p.u. 


Since normal current for the 66-kv circuit (for a base 
kva of 50 000) 


60 000 


> 437.5 amperes. 


•V/3X66 

/o-/,-/,-( 1.637)(437.5)-716 amperes. 


The total fault current — 

/o+/i+/i“4.911 p.u.-2145 amperes. 


The sequence voltages at the fault: 

El - E,i - hZi -il00% - j{ 1.637) (26.4) % - j56.9% 
=j21 700 volts. 

-IiZt= -j(1.637)(21)%= -i34.4%= -jl3 100 
volts. 

-/oZo- -i(1.637)(13.7)%- -i22.5%- -jS 600 
volts. 

i?i^ —i?o+f?i+^» “0 

Eb,^E9+a*Ei+aEs=‘30 200-jl2 900 
-32800 volts. 

E^~Et+aEi+a*Et’‘ -30 200-jl2 900 
— 32 800 volts. 

E^b J?b, “ - 30 200+J12 900 = 32 800 volts. 

Ebt =* Ebt—Ec, = 60 400 volts. 

- Z.,- -30 200-jl2 900 - 32 800 volts. 


31. Voltages and Currents at the Breaker Adjacent 
to the Fault 

Using the distribution factors in the sequence net¬ 
works at this point: 

/,-(0.752)(1.637)-1.231 p.u. = 540 amperes. 
/j—(0.768)(1.637)-1.258 p.u. = 550 amperes. 
7o=(0.869)(1.637)-1.407 p.u.-615 amperes. 

7((+/i+/»—1706 amperes. 

/b “ /o+0*7 1 +a/j=70+J8.6 -70.5 amperes. 

7o = Io+aIi+a*Ii - 70 — j8.6 - 70.6 amperes. 

The line-to-ground and line-to-line voltages at this 
point are equal to those calculated for the fault. 


33. Voltages and Currents at the Breaker Adjacent 
to Generator Gi 

The base, or normal, voltage at this point is 13 800 volts 
line-to-line, or 7960 volts line-to-neutral. 

50000 

The base, or normal, current at this point is ^^^ —- 

—2090 amperes. Since a star-delta transformation is 
involved, there will be a phase shift in positive- and 
negative-sequence quantities. 

7i-(0.684)(1.637)(2090)e-<«>-2340 amperes 
- 2030-il 170. 

7,- (0.725)(1.637)(2090)e+J»-2480 amperes 
-2160+il240. 



Chapter 2 


SymmetricaJ, Components 


81 


/•-O. 

/•■/o+/i+./’i"4180+y70-4180 amperes. 

— 4180+/70 - 41M amperes, 
/•“/o+o/i+a*/*" —il40-140 amperes. 

The sequence voltages at this point are: 

0100%-j0.684X21 X 1.637%)<->**- -a>76.5% 
-3045+;6270 volts. 

Bi-(-i0.726X12Xl.637%)€»>- -al4.2% 
j980 volts. 

^o^O. 

J?i«-Ji?i+£t-3610+i4290-5600 volts. 

“ a*Ei+aEt - 3610 -;4290 - 5600 volts. 
E^">aBi+a*Et"‘ —7220— 7220 volts. 

Ea>^ +i8680—8580 volts. 

£b.-10 830-i4290-11 650 volts. 

-10 830-i4290-11 650 volts. 


7b—/o"l*o*/i"l*®/i—40.5"l*j9.35—41.6 amperes. 
/•“7o+a/i+o*/t-40.5—^9.35-41.6 amperes. 

The sequence voltages at this point are: 

^,-il00%-;(0.684)(1.637)(21)% 

-;(-0.068)(1.637)(20)%-j78.7% 

- j50 000 volts. 

Et~ -i(0.725)(1.637)(12)% 

-j(-0.043)(1.637)(20)%- -jl2.8% 

— —j8130 volts. 

Eo~ -i(0.039)(1.637)(20)%- -il.3%- -i826 volts. 

Eo~\“Ei’i“Et*"j^\ 000 — 41 000 volts. 
E\,t»Eo+a*Ei+aEt’"BO 300—^21 750 — 54 800 volts. 

J5o"l"OlS?i+o*.Bi— —50 300—j21 760—54 800 volts, 
^.b- -60 300+i62 760 - 80 400 volts. 

J?b.- 100 600 -100 600 volts. 

iB«--50 300-i62 760- 80 400v<dts. 


23. Voltages and Currents at the 110«kv Breaker 
Adjacent to the 25 000 kva Transformer 

The base, or normal, voltage at this point is 110 000 
volts line-to-line; or 63 500 volts line-to-neutral. 

. X xt.. . X . 60000 

The base, or normal, current at this pomt is 
-262 amperes. 


The sequence currents at this point are: 

Ji- (-0.068)(1.637)(262) - -29.2 amperes. 
/,-(-0.043)(1.637)(262)- -18.4 amperes, 
/o-(0.039)(1.637)(262)-16.7 amperes. 
7»“/o+/i+/»— —30.9 —30.9 amperes. 


REFERENCES 

1. Method of Symmetrical Coordinatea Applied to the Solution of 
Pdyphaae Networks, by C. L. Fortescue, A./Jf.£. TrantaetUnu, 
V. 87. Part II, 1918, pp. 1027-1140. 

2. Symmetrical CompoiteaU (a book), by C. F. Wagner and R. D. 
Evans, MoOraW'Hill Book Company, 1983. 

3. Sequence Network Connections for Unbalanced Load and Fault 
Conditions, by E. L. Harder, The Electric Journal, V. 84, Decem¬ 
ber 1937. pp. 481-188. 

4. Simultaneous Faults on Three-Phase Systems, by Ekiith Oarke, 
A.IEE. Traneacticne, V. SO, March 1931, pp. 919-941. 

5. Applicatione cf Symmetrical Components (a book) by W. V. Lyon, 
McGraw-Hill Book Company, 1937. 



CHAPTER 3 


CHARACTERISTICS 

Original Authors: 

Sherwln H. Wright and G. F. Hall 

I N the design, operation, and expansion of electrical 
power systems it is necessary to know electrical and 
physical characteristics of conductors used in the con¬ 
struction of aerial distribution and transmission lines. 

This chapter presents a description of the common types 
of conductors along with tabulations of their important 
electrical and physical characteristics. General formulas 
are presented with their derivation to show the basis of the 
tabulated values and as a guide in calculating data for 
other conductors of similar shapes, dimensions, composi¬ 
tion and operating conditions. 

Also included are the more commonly used symmetrical- 
component-sequence impedance equations that arc applic¬ 
able to the solution of power system problems involving 
voltage regulation, load flow, stability, system currents, 
and voltages under fault conditions, or other system prob¬ 
lems where the electrical characteristics of aerial lines are 
involved. 

Additional formulas are given to permit calculation of 
approximate current-carrydng capacity of conductors 
taking into account such factors as convection and radia¬ 
tion losses as influenced by ambient temperature, wind 
velocity, and permissible temperature rise. 

L TYPES OF CONDUCTORS 

In the electric-power field the following types of con¬ 
ductors are generally used for high-voltage power transmis¬ 
sion lines: stranded copper conductors, hollow copper con¬ 
ductors, and ACSR (aluminum cable, steel reinforced). 

Other types of conductors such as Copperweld and Cop- 
perweld-Copper conductors are also us^ for transmission 
and distribution lines. Use is made of Copperv^eld, bronze, 
copper bronze, and steel for current-carrying conductors 
on rural lines, as overhead ground wires for transmission 
lines, as buried counterpoises at the base of transmission 
towers, and also for long river crossings. 

A stranded conductor, typical of both copper and steel 
conductors in the larger sizes, is shown in Fig. 1. A strand¬ 
ed conductor is easier to handle and is more flexible than a 
solid conductor, particularly in the larger sizes. 

A typical ACSR conductor is illustrated in Fig. 2. In 
this type of conductor, aluminum strands are wound about 
a core of stranded steel. Varying relationships between 
tensile strength and current-carrying capacity as well as 
overall siae of conductor can be obtained by varying the 
proportions of steel and aluminum. By the use of a filler, 
such as paper, between the outer aluminum strands and 
the inner steel strands, a conductor of large diameter can 
be obtained for use in high voltage lines. This type of con- 
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Comrt^ty of QenoroU CabU Corporation 


Fig. 1—typical stranded conductor, (bare copper). 



Courts of Aluminum Company of Awmiea 

Fig. 2 - A typical ACSR conductor. 



Courtooy of Aluminum Company of A mori e a 

Fig 3-A typical **ezpanded** ACSR conductor. 



Comiooy of AnaconSm Wwo and Cablo C om p a ny 

Fig. 4—A typical Anaconda Hollow Goppar Conductor. 

ductor is known as "expanded” ACSR and is shown in 
Fig. 3. 

In Fig. 4 is shown a representative Anaconda Hollow 
Copper Conductor. It consists of a twisted copper "I” 
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Ct>urt49y of OtMral Cable Corporation 


Fig. 5—A typical General Cable Type HH. 



Courteay of Copperweld Steel Company 


Fig. 6—A typical Copperweld conductor. 



Courleey of Copperweld Steel Company 

Fig. 7—Typical Copperweld-Copper conductors 

(a) Upper photograph-Type V 

(b) Lower photograph-Type F 

beam aa a core about which strands of copper wire are 
wound. The “I” beam is twisted in a direction opposite to 
that of the inner layer of strands. 

Another form of hollow copper conductor is shown in 
Fig. 5. Known as the General Cable Type HH hollow cop¬ 
per conductor, it is made up of segmental sections of cop¬ 
per mortised into each other to form a self-supporting 
hollow cylinder. Hollow copper conductors result in con¬ 
ductors of large diameter for a given cross section of copper. 
Corona losses are therefore smaller. This construction also 
produces a reduction in skin effect as well as inductance as 
compared mih stranded conductors. A discussion of large 
diameter conductors and their characteristics is given in 
reference 1. 

Copperweld conductors consist of different numbers of 
copper-coated steel strands, a typical conductor being illus¬ 
trated in Fig, 6. Strength is provided by the core of steel 
and protection by the outer coating of copper. 

When high current-carrying capacities are desired as 
well as high tensile strength, copper strands are used with 
Copperweld strands to form Copperweld-Copper conduct¬ 


ors as shown in Pig. 7. Different relationships between 
current-carrying capacity, outside diameter, and tensile 
strength can be obtained by varying the number and size 
of the Copperweld and copper strands. 

11. ELECTRICAL CHARACTERISTICS OF 
AERIAL CONDUCTORS 

The following discussion is primarily concerned with the 
development of electrical characteristics and constants of 
aerial conductors, particularly those required for analysis 
of power-system problems. The constants developed are 
particularly useful in the application of the principles of 
S3rmmetrical components to the solution of power-system 
problems involving positive-, negative-, and zero-sequence 
impedances of transmission and distribution lines. The 
basic quantities needed are the positive-, negative-, and 
zero-sequence resistances, inductive reactances and shunt 
capacitive reactances of the various types of conductors 
and some general equations showing how these quantities 
are used. 

1. Positive- and Negative-Sequence Resistance 

The resistance of an aerial conductor is affected by the 
three factors: temperature, frequency, current density. 
Practical formulas and methods will now be given to take 
into account these factors. 

Temperature Effect on Resistance —The resistance 
of copp)er and aluminum conductors varies almost di¬ 
rectly with temperature. While this variation is not strictly 
linear for an extremely wide range of temperatures, for 
practical purposes it can be considered linear over the 
range of temperatures normally encountered. 

When the d-c resistance of a conductor at a given tem¬ 
perature is known and it is desired to find the d-c resistance 
at some other temperature, the following general formula 
may be used. 

/?t2 M+ii 

fttrM+ti 

where 

/?t 2 = d-c resistance at any temperature tj degree C. 

Rii — d-c resistance at any other temperature ti degree C. 

Af = a constant for any one type of conductor material. 

= inferred absolute zero temperature. 

= 234.5 for annealed 100 percent conductivity copper. 

= 241.5 for hard dra^vn 97.3 percent conductivity 
copper. 

= 228.1 for aluminum. 

The above formula is useful for evaluating changes in 
d-c resistance only, and cannot be used to give a-c resist¬ 
ance variations unless skin effect can be neglected. For 
small conductor sizes the frequency has a negligible effect 
on resistance in the d-c to 60-cycle range. This is generally 
true for conductor sizes up to 2/0. 

The variations of resistance with temperature are usually 
unimportant because the actual ambient temperature is 
indefinite as well as variable along a transmission line. An 
illustration of percentage change in resistance is when tem¬ 
perature varies from winter to summer over a range of 
0 degree C to 40 degrees C (32 degrees F to 104 degrees F) 
in which case copper resistance increases 17 percent. 
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Skin Effect in Straight Round Wires— The reeiet- 
ance of non-magnetic conductors varies not only with tem¬ 
perature but also with frequency. This is due to skin effect. 
Skin effect is due to the current flowing nearer the outer 
surface of the conductor as a result of non-uniform flux 
distribution in the conductor. This increases the resistance 
of the conductor by reducing the effective cross section of 
the conductor through which the current flows. 

The conductor tables give the resistance at commercial 
frequencies of 25, 50, and 60 cycles. For other frequencies 
the follovring formula should be used. 

r(»A’rdo ohms per mile (2) 

where 

ri—the a-c resistance at the desired frequency 
(cycles per second). 

rd«=d-c resistance at any known temperature. 

K “ value given in Table 5. 

In Table 5, K is given as a function of X, where 

X=.063598 ^3^ 

yraiu 

/■■frequency in cycles per second. 

permeability “1.0 for non-magnetic materials, 
r miu“d-c resistance of the conductor in ohms per mile. 

Table 5 (skin effect table) is carried in the Bureau of 
Standards Bulletin No. 169 on pages 226-8, to values of 
100. To facilitate interpolation over a small range of 
the table, it is accurate as well as convenient to plot a curve 
of the values of K vs. values of X. 

Combined Skin Effect and Temperature Effect 
on Resistance of Straight Round Wires —When both 
temperature and skin effect are considered in determining 
conductor resistance, the following procedure is followed. 

First calculate the d-c resistance at the new temperature 
using Eq. (1). Then substitute this new value of d-c re¬ 
sistance and the desired frequency in the equation defining 
X. Having calculated X, determine K from Table 5. Then 
using Eq. (2), calculate the new a-c resistance rt, using the 
new d-c resistance for r^c and the value of K obtained from 
Table 5. 

Effect of Current on Resistance —^The resistance of 
magnetic conductors varies with current magnitude as well 
as with the factors that affect non-magnetic conductors 
(temperature and frequency). 

Current magnitude determines the flux and therefore the 
iron or magnetic losses inside magnetic conductors. The 
presence of this additional factor complicates the determi¬ 
nation of resistance of magnetic conductors as well as any 
tabulation of such data. For these reasons the effect of 
current magnitude wnll not be analyzed in detail. How¬ 
ever, Fig. 8 gives the resistance of steel conductors as a 
function of current, and the tables on magnetic conductors 
such as Copperweld-copper, Copperweld, and ACSR con¬ 
ductors include resistance tabulations at two current carry¬ 
ing levels to show this effect. These tabulated resistances 
are generally values obtained by tests. 

Zero-Sequence Resistance —^The zero-sequence re¬ 
sistance of aerial conductors is discussed in detail in the 
section on zero-sequence resistance and inductive react¬ 
ance given later in the chapter since the resistance and in- 





Flg. S—Electrical CharacterUtica of Steel Ground Wires* 


ductive reactance presented to zero-sequence currents is 
influenced by the distribution of the zero-sequence current 
in the earth return path. 

2. Positive- and Negative-Sequence Inductive Re¬ 
actance 

To develop the positive- and negative-sequence induc¬ 
tive reactance of three-phase aerial lines it is first necessary 
to develop a few concepts that greatly simplify the 
problem. 

First, the total inductive reactance of a conductor carry¬ 
ing current will be considered as the sum of two com¬ 
ponents: 

*This figure has been taken from Symmetrical Componentt (a book) 
by C. F. Wagner and R. D. Evans, MoOraw-HUl Book Company, 
1033. 
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(1) The inductive reactance due to the flux within a radius of 
one ioat from the conductor center, including the flux 
inside the conductor. 

(3) The inductive reactance due to the flux external to a 
radius of one foot and out to some finite distance. 


This concept was first given in Wagner and Evans book on 
Synunetrical Components* and was suggested by W. A. 
Lewis.** 

It can be shown most easily by considering a two-con¬ 
ductor single-phase circuit with the current flowing out in 
one conductor and returning in the other. In Fig. 9 such a cir¬ 
cuit isshown with only the flux produced by conductor 1 for 
simplicity. Conductor 2 also produces similar lines of flux. 

The classic inductance formula for a single roimd straight 
wire in the two-conductor single-phase circuit is: 


L-J+21n 


r 


abhenries per cm. per conductor. 


(4) 


where 

At*-permeability of conductor material, 
radius of conductor. 


distance between conductor 1 and conductor 2. 

Du and r must be expressed in the same units for the above 
equation to be valid. For practical purposes one foot is 
used as the unit of length since most distances between 
aerial conductors are in feet. In cable circuits, however, 
the distance between conductors is less than one foot and 
the inch is a more common unit (see Chap. 4). 


From derivation formulas a general term such as 21n - 

represents the flux and associated inductance between 
circles of radius a and radius b surrounding a conductor 
carrying current. (See Fig. 10). 

Rewriting Eq. (4) keeping in mind the signiflcance of the 


general term 21n 

a 

L-^-l-21n--4-21n^ 
2 r 1 

ductor 


abhenries per cm. per con- 


(5) 



Fig. two conductor single phase circuit (inductance) 



Pig. 10—Inductance due to flux between radius a and radius b 
{2 In ^ abhenries per cm.) 


where ii^ductance due to the flux inside the conductor. 
2 

21n- »inductance due to the flux outside the conductor 
^ to a radius of one foot. 


21n 


Du 


= inductance due to the flux external to a one foot 
radius out to Du feet where Du is the distance 
between conductor 1 and conductor 2. 


From Fig. 9 it can be seen that it is unnecessary to in¬ 
clude the flux beyond the return conductor 2 because this 
flux does not link any net current and therefore does not 
affect the inductance of conductor 1. 

Grouping the terms in Eq. (6) we have: 


r M , rti 1 , abhenries per cm. per con- 

Z,.«+21o-+21n- *’ ( 5 ) 


Ldueto 
flux out 
to a one 
ft. radi¬ 
us 


L due 
to flux 
external 
to a 1 
ft. ra¬ 
dius out 


tojDijft. 


Examining the terms in the first bracket, it is evident 
that this expression is the sum of the flux both inside the 

conductor and that external to the conductor out to 
a radius of one foot ^21n^) Furthermore this expression 


contains terms that are strictly a function of the conductor 
characteristics of permeability and radius. 

The term in the second bracket of Eq. (6) is an expres¬ 
sion for inductance due to flux external to a radius of one 
foot and out to a distance of Du, which, in the two-con¬ 
ductor case, is the distance between conductor 1 and cqn- 
ductor 2. This term is not dependent upon the conductor 
characteristics and is dependent only upon conductor 
spacing. 

Equation (6) can be written again as follows: 
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L^2\n ^ I abhenries per cm. per 


(7) 


GMR 


1 conductor. 


GMR in the first term is the conductor "geometric mean 
radius”. It can be defined as the radius of a tubular con¬ 
ductor with an infinitesimally thin wall that has the same 
external flux out to a radius of one foot as the internal and 
external flux of solid conductor 1, out to a radius of one 
foot. In other words, GMR is a mathematical radius 
assigned to a solid conductor (or other configuration such 
as stranded conductors), which describes in one term the 
inductance of the conductor due to both its internal flux 

and the external flux out to a one foot radius H) 

GMR therefore makes it possible to replace the two terms 

( ^+21n- ) with one term ( 21n - • — ) which is entirely de- 
2 r/ \ GMR/ 

pendent upon the conductor characteristics. GMR is 
expressed in feet. 

Converting Eq. 
reactance. 


(7) to practical units of inductive 


x-0.2794^ logio 


1 


+0.2794^ logic ^ 


60 “ GMR-60 

ohms per conductor per mile 

where /» frequency in cps. 

GMR = conductor geometric mean radius in feet. 

distance between conductors 1 and 2 in feet. 


( 8 ) 


If we let the first term be called and the second term 
Xd, then 

x = x.+x<i ohms per conductor per mile (9) 

where 

x* = inductive reactance due to both the internal 
flux and that external to conductor 1 to a radius 
of one foot. 

Xd = inductive reactance due to the flux surrounding 
conductor 1 from a radius of one foot out to a 
radius of Du feet. 


For the two-conductor, single-phase circuit, then, the 
total inductive reactance is 


x = 2(xa+Xd) ohms per mile of circuit (10) 

since the circuit has two conductors, or both a "go” and 
"return” conductor. 

Sometimes a tabulated or experimental reactance with 
1 foot spacing is known, and from this it is desired to cal¬ 
culate the conductor GMR. By derivation from Eq. (8) 

GMR-- =5 -—i--:— -—feet. (11) 

Antiloff 1 R spacing (60 cycles) 

02794 

When reactance is known not to a one-foot radius but out 
to the conductor surface, it is called the “internal react¬ 
ance.” The formula for calculating the GMR from the 
“internal reactance” is: 


GMR. 


physical radius 


Antiloff Reactance^* (60 cycles) 

0.2794 


feet (12) 


The values of GMR at 60 cycles and x. at 25, 50, and 
60 cycles for each type of conductor are given in the tables 
of electrical characteristics of conductors. They are given 


Solid round oonduotor. 0.779a 

Full stranding 

7.0.726a 

19.0.768a 

38.0.768a 

61.0.772a 

91.0.774a 

127 . 0.776a 


Hollow stranded conductors and A.C.S.R. 

(neglecting steel strands) 

30-two layer.0.826a 

26-two layer.0.809a 

54-three layer.0.810a 

Single layer A.C.S.R.0.35a-070a 

Point within circle to circle.a 

Point outside circle to circle.distance to center of circle 

Rectangular section of sides a and .0.22S5(a-f/9) 


CIRCULAR TUBE 



o>t/2 OUTSIDE DIAMETER 
Fig. 11—Geometric Mean Radii and Distances. 


PHASE o 



Fig. 12—A Three-conductor three-phase circuit (symmetrical 

spacing). 
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in theBe tables because they are a function of conductor 
characteristics of radius and permeability. Values of xa 
for various spacings are given in separate tables in this 
Chapter for 26, 60, and 60 cycles. This factor is de¬ 
pendent on distance between conductors only, and is not 
associated with the conductor characteristics in any way. 

In addition to the GMR given in the conductor char¬ 
acteristics tables, it is sometimes necessary to determine 
this quantity for other conductor configurations. Figure 
11 is given for convenience in determining such values of 
GMR. This table is taken from the Wagner and Evans 
book Symmetrical ComponenlSy page 138. 

Having developed x* and Xd in terms of a two-conductor, 
single-phase circuit, these quantities can be used to de¬ 
termine the positive- and negative-sequence inductive 
reactance of a three-conductor, three-phase circuit. 

Figure 12 shows a three-conductor, three-phase circuit 
carr 3 dng phase currents /a, /b, h produced by line to 
ground voltages £b, and First, consider the case 
where the three conductors are symmetrically spaced in a 
triangular configuration so that no transpositions are re¬ 
quired to maintain equal voltage drops in each phase along 
the line. Assume that the three-phase voltages i?b, 
are balanced (equal in magnitude and 120® apart) so that 
they may be either positive- or negative-sequence volt¬ 
ages. Also assume the currents 7^, 7b, 7, are also balanced 
so that 7ft-f 7b+7, = 0. Therefore no return current flows 
in the earth, which practically eliminates mutual effects 
between the conductors and earth, and the currents 7», 
7b, lo can be considered as positive- or negative-sequence 
currents. In the following solution, positive- or negative- 
sequence voltages Et,y Eb, E^ are applied to the conductors 
and corresponding positive- or negative-sequence currents 
are assum^ to flow producing voltage drops in each con¬ 
ductor. The voltage drop per phase, divided by the cur¬ 
rent per phase results in the positive- or negative-sequence 
inductive reactance per phase for the three-phase circuit. 
To simplify the problem further, consider only one current 
flowing at a time. With all three currents flowing simul¬ 
taneously, the resultant effect is the sura of the effects pro¬ 
duced by each current flowing alone. 

Taking phase a, the voltage drop is: 

^»"-J^/ = 7»X»*+7bX»b + 7oXao (13) 

where 

x** = self inductive reactance of conductor a. 

x»b = mutual inductive reactance between con¬ 
ductor a, and conductor b. 

Xao*= mutual inductive reactance between con¬ 
ductor a and conductor c. 

In terms of x* and Xd, inductive reactance spacing factor, 

Xa"h Xd (ak) (14) 

where only /a is flowing and returning by a remote path e 
feet away, assumed to be the point fc. 

Considering only 7b flowing in conductor b and returning 
by the same remote path / feet away, 

Xab * Xd(bk) 2d(ba) (1^) 

where Xab is the inductive reactance associated with the 
flux produced by 7b that links conductor a out to the return 
path / feet away. 


Finally, considering only /« flowing in conductor c and 
returning by the same remote path g feet away. 


Xaa**Xd(tk)"~'^d(M) (16) 

where Xa# is the inductive reactance associated with the 

flux produced by 7c that links conductor a out to the return 
path g feet away. 

With all three currents 7a, 7b, 7, flowing simultaneously, 
we have in terms of Xa and Xd factors: 

Em— EJ = 7a(Xa+Xd(ak)) +/b(Xd(bk) — Xd(ba)) 

•4“7c(Xd(ck) 2d(ea))« (17) 

Expanding and regrouping the terms we have: 

E% E^ 7bXd(ba) 7eXd(oa) 

“f"[7aXd(ak)“f“7bXd(bk)“f*7oXd(ok)]- (Ifl) 

Since 7©= —7a—7b, the terms in the bracket may be 

written 

7a(xd(ak) 3:d(ok)) "h7b(:Z:d(bk) ^d(ek)) 

Using the definition of Xd, 0.2794 ^log-^^,thisexpre8sion 

60 1 

can be written 


Assuming the distances d(ak), d(ck)j and d(bk> to the remote 
path approach infinity, then the ratios and 

, d(ck) d(ck) 

approach unity. Since the log of unity is zero, the two 
terms in the bracket are zero, and Eq. (18) reduces to 

E^ 7aXa 7bXcl(ba) 7cXd(ea) (10) 

since 


Xd(ba) •“ Xd(ca) — 3:d{bc) — Xd, and 7a = —7b — 7c, 
— a(Xa + Xd). 

Dividing the equation by 7,, 
xi — X 2 - -z -Xa-f-Xd ohms per phase per mile 

a 


( 20 ) 

( 21 ) 


where 

Xa = inductive reactance for conductor a due to the flux 
out to one foot. 

Xd = inductive reactance corresponding to the flux ex¬ 
ternal to a one-foot radius from conductor a out to 
the center of conductor b or conductor c since the 
spacing between conductors is symmetrical. 


Therefore, the positive- or negative-sequence inductive 
reactance per phase for a three-phase circuit with equi¬ 
lateral spacing is the same as for one conductor of a single¬ 
phase circuit as previously derived. Values of x^ for vari¬ 
ous conductors are given in the tables of electrical char¬ 
acteristics of conductors later in the chapter, and the 
values of Xd are given in the tables of inductive reactance 
spacing factors for various conductor spacings. 

When the conductors are unsymmetrically spaced, the 
voltage drop for each conductor is different, assuming the 
currents to be equal and balanced. Also, due to the unsym- 
metrical conductor spacing, the magnetic field external to 
the conductors is not zero, thereby causing induced volt¬ 
ages in adjacent electrical circuits, particularly telephone 
circuits, that may result in telephone interference. 

To reduce this effect to a minimum, the conductors are 
transposed so that each conductor occupies successively the 
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same positions as the other two conductors in two successive 
line sections. For three such transposed line sections, called 
a ‘‘barrel of transposition”, the total voltage drop for each 
conductor is the same, and any electrical circuit parallel to 
the three transposed sections has a net voltage of very low 
magnitude induced in it due to normal line currents. 

In the following derivation use is made of the general 
equations developed for the case of 83 rmmetrically spaced 
conductors. First, the inductive reactance voltage drop of 
phase a in each of the three line sections is obtained. 
Adding these together and dividing by three gives the 
average inductive reactance voltage drop for a line section. 
Referring to Fig. 13 and using Eq. (19) for the first line 
section where 1% is flowing in conductor 1, 

^ *“/oXd(U). 

In the second line section where /»is flowing in conductor 2, 

—-E/'*«/*Xik —/bXd(») —/frCddi). 

In the third line section where /«is flowing in conductor 3, 
— « /•X. —/bXddl) "■ /eX^Kii). 

Taking the average voltage drop per line section, we have 

3 

3/*X4 r (XddD+XddD+Xddi)) 

~-T -3- 

/.(jjqi)+a;«i(M)+Xd(»i)) 

3 

Since 

/.+/b+/.-0, 7.^-(7b+/.) 

E ■*/ (x I *<«(««) 

3 

Dividing by we have the positive- or negstive-eequenoe 
inductive reactance per phase 

(x,-fx 4 ) ohms per phase per mile 

where 

+*<!(»>+*d(ii)) ohms per phase 
per mile. (22) 


Expressed in general terms, 

»d-i^0.2794^^flog doD+log d(,i)+log 

Xd-i 0-2794^ log dudodu 

Xd-0.2794^ log <'dxAA». 
oO 

Xd- 0.2794^ log GMD 

where GMD (geometrical mean distance) ditdndti, and 
is mathematically defined as the nth root of an n-fold 
product. 

For a three-phase circuit where the conductors are not 
symmetrically spaced, we therefore have an expression for 
the positive- or negative-sequence inductive reactance, 
which is similar to the symmetrically spaced case except Xd 
is the inductive-reactance spacing factor for the GMD 
(geometric mean distance) of the three conductor separa¬ 
tions. For Xd, then, in the case of unsymmetrical conduct¬ 
or spacing, we can take the average of the three inductive- 
reactance spacing factors 

Xd*i(xd(ii)+Xd(«)+Xd(ai)) ohms per phase per mile 
or we can calculate the GMD of the three spacings 

GMD - feet (33) 

and use the inductive-reactance spacing factor for this 
distance. This latter procedure is perhaps the easier of the 
two methods. 

x» is taken from the tables of electrical characteristics of 
conductors presented later in the chapter, and Xd is taken 



ng* 14—Quick reference curvee for 4#-cycle Inductive react* 
ance of tturee-phaee lines (per phase) using hard drawn copper 
conductors. For total reactance of single-phase lines multiply 
these values by two. See Eqs. (If) and (21). 
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Fig. 15—Quick reference curves for 60-cycle inductive react¬ 
ance of three-phase lines (per phase) using ACSR conductors. 
For total reactance of single-phase lines, multiply these 
values by two. See Eqs. (10) and (21). 


9-i/20 



Fig. 16—Quick reference curves for 60-cycle inductive react¬ 
ance of three-phase lines (per phase) using Gopperweld- 
Gopper conductors. For total reactance of single-phase lines 
multiply these values by two. See Eqs. (16) and (21). 



Fig. 17—Quick reference curves for 60-cycle inductive react¬ 
ance of three-phase lines (per phase) using Gopperweld con¬ 
ductors. For total reactance of single-phase lines multiply 
these values by two. See Eqs. (16) and (21). 

from the tables of inductive-reactance spacing factors. 
Geometric mean distance (GMD) is sometimes referred to 
as "equivalent conductor spacing.” For quick reference 
the curves of Figs. (14), (15), (16), and (17) have been 
plotted giving the reactance (x^+Zd) for different con¬ 
ductor sizes and “equivalent conductor spacings.” 

Since most three-phase lines or circuits do not have con¬ 
ductors symmetrically spaced, the above formula for posi¬ 
tive- or negative-sequence inductive reactance is generally 
used. This formula, however, assumes that the circuit is 
transposed. 

When a single-circuit line or double-circuit line is not 
transposed, either the dissymmetry is to be ignored in the 
calculations, in which case the general symmetrical com¬ 
ponents methods can be used, or dissymmetry is to be con¬ 
sidered, thus preventing the use of general symmetrical- 
components methods. In considering this dissymmetry, 
unequal currents and voltages are calculated for the three 
phases even when terminal conditions are balanced. In 
most cases of dis 83 rmmetry it is most practical to treat the 
circuit as transposed and use the equations for xi and xs 
derived for an unsymmetrically-spaced transposed circuit. 
Some error results from this method but in general it is 
small as compared with the laborious calculations that 
must be made when the method of symmetrical compo 
nents cannot be used. 
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Positive- and Negative-Sequence Reactance of 
Parallel Circuits—When two parallel three-phase cir¬ 
cuits are close together, particularly on the same tower, the 
effect of mutual inductance between the two circuits is 
not entirely eliminated by transpositions. By referring to 
Fig. 18 showing two transposed circuits on a single tower, 
the positive- or negative-sequence reactance of the paral¬ 
leled circuit is: 


= = 0.2794^ Ti logic - 

60 L GA/^oonductoi 

ohms per phase per mile. 


(24) 


in which the distances are those between conductors in the 
first section of transposition. 

The first term in the above equation is the positive- or 
negative-sequence reactance for the combined circuits. The 
second term represents the correction factor due to the 



oO Oc* 

bO Ob' 

cO Oo 
FIRST SECTION 

CO Ob’ 

«0 OO* 

bO Oc‘ 

SECOND SECTION 

bO 0«' 

cO Oc' 

«0 Ob’ 

THIRD SECTION 

Pig. 18—^Two parallel three-phaae circuits on a single tower 
showing transpositions. 

mutual reactance between the two circuits and may reduce 
the reactance three to five percent. The formula assumes 
transposition of the conductor as shown in Fig. 18. 

The formula also assumes symmetry about the vertical 
axis but not necessarily about the horizontal axis. 

As contrasted with the usual conductor arrangement as 
shown in Fig. 18, the arrangement of conductors shown in 
Fig. 19 might be used. However, this arrangement of con- 


oo oa' 


bO 


Ob* 


cO Oe* 

Fig. 19—Arrangement of conductors on a single tower which 
materially increases the inductance per phase. 

ductors results in five to seven percent greater inductive 
reactance than the usual arrangement of conductors. This 
has been demonstrated in several references.* 

3. Zero-Sequence Resistance and Inductive Re¬ 
actance 

The development of zero-sequence resistance and in¬ 
ductive reactance of aerial lines will be considered simul¬ 
taneously as they are related quantities. Since zero-se¬ 
quence currents for three-phase systems are in phase and 
equal in magnitude, they flow out through the phase con¬ 
ductors and return by a neutral path consisting of the 
earth alone, neutral conductor alone, overhead ground 
wires, or any combination of these. Since the return path 
often consists of the earth alone, or the earth in parallel 
with some other path such as overhead ground wires, it is 
necessary to use a method that takes into account the re¬ 
sistivity of the earth as well as the current distribution in 
the earth. Since both the zero-sequence resistance and 
inductwe-reactance of three-phase circuits are affected by 
these two factors, their development is considered jointly. 

As with the positive- and negative-sequence inductive 
reactance, first consider a single-phase circuit consisting of 
a single conductor grounded at its far end with the earth 
acting as a return conductor to complete the circuit. This 
permits the development of some useful concepts for cal¬ 
culating the zero-sequence resistance and inductive re¬ 
actance of three-phase circuits. 

Figure 20 shows a single-phase circuit consisting of a 
single outgoing conductor o, grounded at its far end with 
the return path for the current consisting of the earth. A 
second conductor, 6, is shown to illustrate the mutual 
effects produced by current flowing in the single-phase cir¬ 
cuit. The zero-sequence resistance and inductive reactance 
of this circuit are dependent upon the resistivity of the 
earth and the distribution of the current returning in the 
earth. 

This problem has been analyzed by Rudenberg, Mayr 



Fig. 3i—A single conductor tingle phase circuit with earth 

return. 
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and Pollacsek in Europe, and Carson and Campbell in this 
country. The more commonly used method is that of 
Carson, who, like Pollacsek, considered the return current 
to return through the earth, which was assumed to have 
uniform resistivity and to be of infinite extent. 

The solution of the problem is in two parts: (1) the de¬ 
termination of the self impedance z, of conductor a with 
earth return (the voltage between a and earth for unit cur¬ 
rent in conductor a), and (2), the mutual impedance Z(m 
between conductors a and b with common earth return 
(the voltage between b and earth for unit current in a and 
earth return). 

As a result of Carson's formulas, and using average 
heights of conductors above ground, the following funda¬ 
mental simplified equations may be written: 

oi fin 

z,=re-b0.00159/-|-i0.004657/log,o 

ohms per mile (25) 

z„„=0.00159/-l-i0.004657/ log„^i^— 

ohms per mile (26) 

where 

To = resistance of conductor a per mile. 

/=frequency in cpa. 

p = earth resistivity in ohms per meter cube. 

GMR = geometric mean radius of conductor a in feet, 
dab =* distance between conductors a and b in feet. 




A useful physical concept for analyzing earth-return 
circuits is that of concentrating the current returning 
through the earth in a fictitious conductor at some con¬ 
siderable depth below the outgoing conductor a. This 
equivalent depth of the fictitious return conductor is rep¬ 
resented as Z)e. 

For the single-conductor, single-phase circuit with earth 
return now considered as a single-phase, twowire circuit, 
the self-inductive reactance is given by the previously de¬ 
rived jO.2794^ logic (See Eq. (8)) for a single-phase, 

60 (jrMR 

two-wire circuit, or j0.004657/ logic where is 

GMR 

substituted for Z)i 2 , the distance between conductor a and 
the fictitious return conductor in the earth. This expres¬ 
sion is similar to the inductive-reactance as given in 
Carson’s simplified equation for self impedance. Equating 
the logarithmic expressions of the two equations, 

Jl 

i0.004657/logxo^=;0.004657/log„^^|^ 

orD.-2160.J|feet. (27) 

This defines Z>«, equivalent depth of return, and shows 
that it is a function of earth resistivity, p, and frequency,/. 

Also an inspection of Carson *s simplified equations show 
that the self and mutual impedances contain a resistance 
component 0.00169/, which is a function of frequency. 


Rewriting Carson’s equations in terms of equivalent 
depth of return, 

z.-r.-f-0.00169/-|-j0.004667/ log,, 

GMR 

ohms per mile. (28) 

^*0.00169/+/0.004667/logio^ ohms per mile. (29) 

dab 

These equations can be applied to multiple-conductor 
circuits if r*, the GMR and d„b refer to the conductors as a 
group. Subsequently the GMR of a group of conductors 
are derived for use in the above equations. 

To convert the above equations to zero-sequence quan¬ 
tities the following considerations must be made. Con¬ 
sidering three conductors for a three-phase system, unit 
zero-sequence current consists of one ampere in each phase 
conductor and three amperes in the earth return circuit 
To use Eqs. (28) and (29), replace the three conductors by 
a single equivalent conductor in which three amperes flow 
for every ampere of zero-sequence current. Therefore the 
corresponding zero-sequence self and mutual impedances 
per phase are three times the values given in Carson's 
simplified equations. Calling the zero sequence imped¬ 
ances Zo and zom, we have: 

Zo-=3r.-|-0.00477/-|-j0.01397/ log,o 

GMR 

ohms per phase per mile. (30) 

Zo(m,=0.00477/-|-j0.01397/ log,« ^ 

dab 

ohms per phase per mile (31) 

where/= frequency in cps. 

rc = resistance of a conductor equivalent to the three 
conductors in parallel. 3ro therefore equals the 
resistance o( one conductor for a three-phase 
circuit. 

GMR = geometric mean radius for the group of phase 
conductors. This is different than the GMR for 
a single conductor and is derived subsequently 
as GMRcircuif 

dab = distance from the equivalent conductor to a 
parallel conductor, or some other equivalent 
conductor if the mutual impedance between two 
parallel three-phase circuits is being considered. 
For the case of a single overhead ground wire, Eq, (30) 
gives the zero-sequence self impedance. Equation (31) 
gives the zero-sequence mutual imp)edance between two 
overhead ground wires. 

Zero-sequence self impedance of two ground wires with 
earth return 

Using Eq. (30) the zero-sequence self impedance of two 
ground wires with earth return can be derived. 

zo=3r,+0.00477/+j0.01397/ logio 

ohms per phase per mile (30) 

where To*resistance of a single conductor equivalent to 

the two ground wires in parallel. (r<, therefore 

becomes where r. is the resistaace of one of 

2 

the two ground wires). 
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GMR—geometric mean radius for the two ground 

wires. (GMR therefore becomes_ 

'^(GMR)* d.y* or \/(GMR)(d^) 

where d,y is the distance between the two conductors 
X and y.) 

Substituting ~ for r* and \/(GMR)(d*y) for GMR in Eq. 

z 

(30), the sero-sequence self impedance of two ground 
wires with earth return becomes 

,..3^.+„„0477/+i0.0,397/1<*. 

ohms per mile per phase. (32) 

Zero^quence self impedance of n ground ivires with earth 
return 

Again using Eq. (30), the seronaequence self impedance 
of n ground wires with earth return can be developed. 

*,-3r.+0.00477/+j0.01397/ log,. 

ohms per mile per phase. (30) 

Since r, is the resistance of a single conductor equivalent to 

f> 

n ground wires in parallel, then rc=»~ where is the 

n 

resistance of one of the n ground wires, in ohms per phase 
per mile. 

GMR is the geometric mean radius of the n ground wires 
as a group, which may be written as follows in terms of all 
possible distances, 

GMR* '^(GMR)* ^oducioc (d(*,i,)d(,,g,) d(gi«J 

d{ 

lYCn ){d 

(CaSl) f^t. 

This expression can also be written in terms of all possible 
pairs of distances as follows. 

GMR* '^(GMR)*«ondyeior (d<ing|)(f(g|gg) d(g|^)^ 

(33) 

The equation for sero-sequence self impedance of n ground 
wires with earth return can therefore be obtained by sub- 

stituting - for r, and Eq. (33) for GMR in Eq. (30). 
n 

Self impedance of parallel conductors with earth return 
In the proceeding disctission the self and mutual im¬ 
pedances between single cylindrical conductors with earth 
return were derived from which the sero-sequence self and 
mutual reactances were obtained. These expressions were 
expanded to include the case of multiple overhead ground 
wires, which are not transposed. The more conunon case 
is that of three-phase conductors in a three-phase circuit 
which can be considered to be in parallel when sero-se- 
quence currents are considered. Also the three conductors 
in a three-phase circuit are generally transposed. This 
factor was not considered in the preceeding cases for mul¬ 
tiple overhead ground wires. 

In order to derive the sero-sequence self impedance of 
three-phase circuits it is first necessary to derive the self 
impedance of three-phase circuits taking into account 


transpositions. The expression for self impedance is then 
converted to sero-sequence self impedance in a manner 
analogous to the case of single conductors with earth 
return. 

Consider three phase conductors a, 6, and c as shown in 
Fig. 21. With the conductors transposed the current 

JL 

3 


0 



’r /777 r r?77/7/?^/^/?//77r/V//T/77 77 7 7T r 7r^ 

Fig. 21—^If impedance of parallet conductors with earth 

return. 


divides equally between the conductors so that for a total 
current of unity, the current in each conductor is one third. 

The voltage drop in conductor a for the position in¬ 
dicated in Fig. 21 is 


For conductor h: 


I . ^>0 

3 


and for conductor c: 



+ 


T 


r.. . , r.. 

'r''”3'’’’T 


in which and z^t are the self impedances of the 

three conductors with ground return and Zbti and 
are the mutual impedances between the conductors. 

Since conductor a takes each of the three conductor 
positions successively for a transposed line, the average 
drop per conductor is 

^(*»+*bk+*M+2*i*+2«k.+2«M). 


Substituting the values of self and mutual impedanoee 
given by E^. (28) and (29) in this expreasi<m, 

*.-J[3r.+9(0.001fit!/)+j0.004657/(3 

+2 log,. ^^+2 logic ^■^■2 logic 
ohms per mile. 




^+0.00159/+j0.004667/ logic 
ohms per mile. 


D, 

V(GMR)«d.b*db,*d«» 

(34) 
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The ninth root in the denominator of the logarithmic term 
is the GMR of the circuit and is equal to an infinitely thin 
tube which would have the same inductance as the three* 
conductor system with earth return shown in Fig. 21. 

GMR^,- ^(GMR)»^«^ (dabdbod**)* feet. 
GMRrtroii»t“ '^GMR^„^„,,or('>J^d»bdb«d<» feet. 

By previous derivation (See Eq. (23)), GMD „,_... 

*® d^i,db«deft feet. 

Therefore GMR^^,- <^(GMR)„o„,««o,(GMD) *^p«uon 
feet. (35) 

Substituting GMRgn^t from equation (35) in equation 
(34), 


«,- 5 + 000159 / 

O 

-|-j0.004657/ logic 
ohms per mile. 


__ 

>^(GMR)„,„„«„,(GMD)*«p.^ 

(36) 


In equations (34) and (36), To is the resistance per mile of 
one phase conductor. 


Zero-seqiLence self impedance of three parallel conductors 
with earth return 


Equation (36) gives the self impedance of three parallel 
conductors with earth return and was derived for a total 
current of unity divided equally among the three con¬ 
ductors. Since zero-sequence current consists of unit cur¬ 
rent in each conductor or a total of three times unit current 
for the group of three conductors, the voltage drop for 
zero-sequence currents is three times as great. Therefore 
Eq. (36) must be multiplied by three to obtain the zero- 
sequence self impedance of three parallel conductors with 
earth return. Therefore, 


-|-i0.01397/ logic ^ji;====—== 
ohms per phase per mile 


where •^GMR,onau,tor(GMD) *Mi»r.ti.n is the GMR,iro,it d e- 
rived in equation (35) or V(GMR)’o„,*,u«or d.b’db.’d..* 


Zero^sequence mutual impedance between two circuits with 
earth return 

Using a similar method of derivation the zero-sequence 
mutual impedance between 2 three-phase circuits with 
common earth return is found to be 

*o(«,-0.00477/-|-^.01397/ logio 

ohms per phase per mile (38) 

where GMD is the geometric mean distance between the 
2 three-phase circuits or the ninth root of the product of 
the nine possible distances between conductors in one 
group and conductors in the other group. Note the simi¬ 
larity between Eq. (38) and Eq. (31) 


Zero-sequence self impedance of two identical parallel cir¬ 
cuits with earth return 


For the special case where the two parallel three-phase 
circuits are identical, following the same meth^ of 
derivation 




^^-|-0.00477/-|-;0.01397/ logic 
ohms per phase per mile 


D. 

V(GMR)(GMD) 

(39) 


in which GM R is the geometric mean radius of one set of 

conductors, ('^J^(GMR)eondttrtor(GMD)*,,p,^ ), and GMD 
is the geometric mean distance between the two sets of 
conductors or the ninth root of the product of the nine 
possible distances between conductors in one circuit and 
conductors in the other circuit. 

This equation is the same as i(zo+2o(m)) where zo is 
the zero-sequence self impedance of one circuit by equa¬ 
tion (37) and Zo(m) is the zero-sequence mutual impedance 
between two circuits as given by Eq. (38). For non¬ 
identical circuits it is better to compute the mutual and 
self impedance for the individual circuits, and using 
i(zo+Zo(m)) compute the zero-sequence self impedance. 


Zero-sequence mutual impedance between one circuit {with 
earth return) and n ground wires {with earth return) 

Figure 22 shows a three-phase circuit with n ground 


\ ^ ^ 




Fig. 22—A threc-conductOT three-phase circuit (with earth 
return) and n ground wires (with earth return) 

wires. Equation (31) gives the zero sequence mutual im¬ 
pedance between two conductors: 

2o(m) =0.00477/-|-j0.01397/ logi« ^ 

Oab 

ohms per phase per mile (31) 

where d,b ia the distance between the two conductors. This 
equation can be applied to two groups of conductors if 
d»b is replaced by the GMD or geometric mean distance 
between the two groups. In Fig. 22, if the ground wires are 
considered as one group of conductors, and the phase con¬ 
ductors a, h, c, are considered as the second group of con¬ 
ductors, then the GMD between the two groups is 

GA4D ^ d«fidbiido.i dafndbg.d.gii feet 

Substituting this quantity for d.b in Eq. (31) results in an 
equation for the zero-sequence mutual impedance between 
one circuit and n ground wires. This z.(ni) is <.(.•). 
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*o(.)-0.00477/ 

+j0.01397/ Iogi»; 


D. 


V dtgidbtidcti —rf«i 

ohms per phase per mile. 


t^dbgado^ 


(40) 


Zero~aequence impedance of one circuit with n ground wires 
(and earth) return. 

Referring to Fig. 20 the sero-sequence self impedance of 
a single conductor, and the sero-sequence mutual im¬ 
pedance between a single conductor and another single 
conductor with the same earth return path was derived. 
These values are given in Eqs. (30) and (31). As stated be¬ 
fore, these equations can applied to multi-conductor 
circuits by substituting the circuit GMR for the conductor 
GMR in Eq. (30) and the GMD between the two circuits 
for in Eq. (31). 

First, consider the single-conductor, single-phase circuit 
with earth return and one ground wire with earth return. 
Referring to Fig. 20 conductor a is considered as the single 
conductor of the single-phase circuit and conductor b will 
be used as the ground wire. 

Writing the equations for E. and Eb, we have: 

(41) 

Eb—/»2m+/b*bb. (42) 

If we assume conductor b as a ground wire, then Eb-0 
since both ends of this conductor are connected to ground. 
Therefore solving fk). (42) for Ib and substituting this 
value of Ib in Eq. (41), 



To obtain divide E» by /», and the result is 

(43) 


The sero-eequence impedance of a eingle-eonductor, single¬ 
phase circuit with one ground wire (and earth) return is 
therefore defined by Eq, (43) when zero-sequence self im¬ 
pedances (A single-conductor, single-phase circuits are sub¬ 
stituted for Zm and Zbb and the zero-sequence mutual im¬ 
pedance between the two conductors is substituted for Zm. 
Equation (43) can be expanded to give the zero-sequence 
impedance of a three-phase circuit with n ground wires 
(and earth) return. 




^0(g) 


(44) 


Where Zo» zero-sequence impedance of one circuit with n 
ground wires (and earth) return. 

« 0 («)">xero-sequence self impedance of the three- 
phase circuit. 

Zo(f)» zero-sequence self impedance of n ground 
wires. 

sero-sequence mutual impedance between the 
phase conductors as one group of conductors 
and the ground wire(8) as the other conductor 
group. 


Equation (44) results in the equivalent circuit of fig. 23 
for determining the sero-sequence impedance of one circuit 
with n ground wires (and earth) return. 


General Method for Zero^Sequence Calculations 

—The preceding sections have derived the zero-sequence 
self and mutual impedances for the more common circuit 
arrangements both with and without ground wires. For 
more complex circuit and ground wire arrangements a 


^o(9r*otef) 


^o(p)“^o< 09 ) 

vw 



^Ofl) 

_A. A.A.A_ 

n 


Eo 




Fig. 23—Equivalent circuit for zero-sequence impedance of 
one circuit (with earth return) and n ground wires (with earth 

return). 


general method must be used to obtain the zero-sequence 
impedance of a particular circuit in such arrangements. 

The general method consists of writing the voltage drop 
for each conductor or each group of conductors in terms of 
zero-sequence self and mutual impedances with all con¬ 
ductors or groups of conductors present. Ground wire 
conductors or groups of conductors have their voltage 
drops equal to zero. Solving these simultaneous equations 
IS 

for — of the desired circuit gives the sero-sequence im- 

pedance of that circuit in the presence of all the other sero- 
sequence circuits. 

This general method is shown in detail in Chap. 2, 
Part X, Zero-Sequence Reactances. Two circuits, one 
with two overhead ground wires and one with a single over¬ 
head ground wire are used to show the details of this more 
general method. 

Practical Calculation of Zero-Sequence Imped¬ 
ance of Aerial Lines —In the preceding discussion a 
number of equations have been derived for sero-sequence 
self and mutual impedances of transmission lines taking 
into account overhead ground wires. These equations can 
be further simplified to make use of the alre^y familiar 
quantities r«, z,, and Zd. To do this two additional quan¬ 
tities, r, and z, are necessary that result from the use of the 
earth as a return path for sero-sequence currents. They 
are derived from Carson’s formulas and can be defined as 
follows: 


r,»0.00477/ ohms per phase per mile. 

x..>0.006081ltflogio 4.6656X10*y-bhms per phase per 

mile. (46) 

It is now possible to write the previously derived equations 
for sero-sequence self and mutual impedances in terms of 
r., x», Zd, r„ and The quantities r», z., Zd are given 
in the tables of Electrical Characteristics of Conductors 
and Inductive Reactance Spacing Factors. The quantities 
r, and z. are given in Table 7 as functions of earth 
remstivity, p, in meter ohms for 25, 60, and 60 cyples per 
second. 'The foUowing derived equations are those most 
commonly used in the analysis of power system prob¬ 
lems. 
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Zero-sequence impedance—one circuit (with earth return) 
but icithoul ground wires 

2o=r.+0.00477/ 


+J0.01397/ login ■ -. = 

ohms per phase per mile. 




«o = r»+r,-|-jO.OOf) 98 / login 4 . 6656 X 10 *j 
+J 0 . 2794 — login 

-j 2 ( 0 . 2794 ^ login GMD„p„„„„) 

5?o = ra+ro+i(a-e+Xa—2j:d) ohms per phase per mile (47) 
where Xd = l(a:d(ub)+:rd(bc)+^d(oa)) 

and a:d(ab) = Td from Table G for spacing a to fc, etc. 


Mutual zero-sequence impedance between two circuits {with 
earth return) but without ground wires 

2o(m)=0.00477/+j0.01397/iogio;7^^ ohms per 

tjMJJ 

phase per mile. (38) 

2 o(.n) =rc+j0.00G985/ log,n 4.005 X10*y 
-i().000985/ login GMD’ 

2o(m) = ^o+i(a:e-“3Td) ohnns per phase per mile (48) 
where Ja is i(Xd(aaO"b^J(»ib*)+Xd(acO+^d(ba*)+a:d(bb*) 

"b2!^d(bc') "h^d(cu') "h2Jd(obO “f“^cl(cc')) 


Zero-8€quc7ice self impedance—one ground wire {with earth 
return) 

Z0,«, = 3rc+0.00477/4-i0.01397/ logm 

tjMKconduotor 

ohms per phase per mile. (30) 


2o(«) = 3rtt+ro+j0.006985/logio4.6656X 10®^ 
+0.00G985/ logioTj^^r^ 

(OMK; ^conductor 

20(10 = 3ra+re+j(3:a+3Ttt) ohms per phase per mile. (49) 


Zero-sequence self impedance—n ground wires (with earth 
return) 

D. 


2o(g) “3re+0.00477/+j0.01397/ logio 
ohms per phase per mile 


GMR 


(30) 


where = -^ ohms per phase per mile. 

GMR. V^(GMR)“^jiduetor(^Ki«*dgig3 dgipi) (dgsgidgsd 

dg2Kn) (dgSgldgUffi ^cSgn) (dgnsldgniS ^gnKn—l)) 

2 o,„ =—+r.+jx.+i|(0.2794)^ logi, 4.665X 10*^ 
n 2 60 / 

+4(0-2794)^ login - 

2 DO (^^iv)«ooiKiuctor 

- - -rf«l*n) {d^idg^f 

— - d^n) (dfitld^gt dgtgn) {dgngidga^ ■ ” ~dgaMin—l )) J * 

3 , I V 3(n 1) V 

2o(g)-ra“i“r®“l“j(Xe‘4’ 3Jd) 

n n n 

ohms per mile per phase (51) 

where Xd = —r——r(8um of Xd s for all possible distances 
n(n~l) 

between all ground wires.) 

2 

orXd = —-“(sum of Xd a for all possible distances 

n(n — l) 

between all possible pairs of ground wires). 


Zero-sequence mutual impedance between one circuit {with 
earth return) and n ground wires {with earth return) 


2o(.g) = 0.00477/ 


+/0.01397/ logio 3 v 


De 


W d«gidbgldt*l~ “ “ C^gndbgndcgn 

ohms per phase per mile. (40) 


zo,M, = r.+;0.006985/ log,® 4.6656 X10* ^ 

j0.006985/ login ” “^.gn^^bin^logn^ 

^(ag) = re+/(xe—3xd) ohms per phase per mile (52) 


Zero sequence self impedance—two ground wires {with earth 
return) 


^O(g)’ 


^0(*)= 


.^‘+0.00477/+;0.01397/login™^ 

^ ^(GMR)^nductordi 


ohms per phase per mile. 

= ^+r,+i0.006985/ log,® 4.6656 X10* ^ 
2 / 


oonductoi**xy 

(32) 


, 0.8382 1 1 0.8382 d., 

+—‘"«GMR— 

«0(f) - Y+r,+j(Xe+-Xa~-Xd) 

ohms per phase per mile 


(50) 


where 


Xd“Xd from Table 6 for spacing between ground 
wires, d.,. 


where Xd = — (xd(a«i) +Xd(bfi) +Xd(o*i) 

6n 

-+Xd(a«n)+Xd(bicn)+Xd(ofn))» 


Zero-sequence impedance—One circuit with n ground wires 
{and earth return) 


2o“* 250(a) 


250(f) 


(44) 


where zn(») * ssero-sequence wlf impedance of the three- 
phase circuit. 

zo(()^ zero-sequence self impedance of n ground 
wires. 

soM) — zero-sequence mutual impedance between the 
three-phase circuit as one group of conductore 
and the ground wire(s) as the other con¬ 
ductor group. 
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4. Positive-, Ne^tlve-, and Zero-sequence Shunt 
Capadtlve Reactance 

The capacitance of transmission lines is generally a 
negligible factor at the lower voltages under normal oper¬ 
ating conditions. However, it becomes an appreciable 
effect for higher voltage lines and must be taken into con¬ 
sideration when determining efficiency, power factor, 
regulation, and voltage distribution under normal oper¬ 
ating conditions. Use of capacitance in determining the 
performance of long high voltage lines is covered in detail 
in Chap. 9, "Regulation and Losses of Transmission 
Lines.” 

Capacitance effects of transmission lines are also useful 
in studying such problems as inductive interference, light¬ 
ning performance of lines, corona, and transients on power 
systems such as those that occur during faults. 

For these reasons formulas are given for the positive-, 
negative-, and zero-sequence shunt capacitive reactance 
for the more common transmission line configurations. The 
case of a two-conductor, single-phase circuit is considered 
to show some of the fundamentals used to obtain these 
formulas. For a more detailed analysis of the capacitance 
problem a number of references are available. 

In deriving capacitance formulas the distribution of a 
charge, 9 , on the conductor surface is assumed to be uni¬ 
form. This is true because the spacing between conductors 
in the usual transmission circuit is large and therefore the 
charges on surrounding conductors produce negligible dis¬ 
tortion in the charge distribution on a particular con¬ 
ductor. Also, in the case of a single isolate charged con¬ 
ductor, the voltage between any two points of distances x 
and y meters radially from the conductor can be defined as 
the work done in moving a unit charge of one coulomb from 
point Pj to point Pi through the electric field produced by 
the chai^ on the conductor. (See Fig. 24.) This is given 



Fig. 34—A two conductor single phase circuit (capacitance). 


by 

Fax—18X10* 91“ ^ volts (63) 

where q is the conductor charge in coulombs per meter. 

By use of this equation and the principle of superposi¬ 
tion, the capacitances of systems of parallel conductors can 
be determined. 

Applying Eq. (53) and the principle of superposition to 
the two-conductor, single-phase circuit of Fig. 24 assuming 
conductor 1 alone to have a charge 91 , the voltage between 
conductors 1 and 2 is 

18X10* 9 i In ^ volts. (64) 


This equation shows the work done in moving a unit 
charge from conductor 2 a distance Di% meters to the sur¬ 
face of conductor 1 through the electric field produced by 
9 i. Now assuming only conductor 2, having a charge 9 *, 
the voltage between conductors 1 and 2 is 


Fii =* 18 X10* 92 In ^ volts. (65) 

This equation shows the work done in moving a unit 
charge from the outer radius of conductor 2 to conductor 1 
a distance D\% meters away through the electric field pro¬ 
duced by 92 . 

With both charges 91 and 92 present, by the principle of 
superposition the voltage Vn is the sum of the voltages 
resulting from 91 and 92 existing one at a time. Therefore 
Fi 2 is the sum of Eqs. (54) and (55) when both charges 91 
and 92 are present. 

F« = 18 X 10*^9, In ^’+ 9 , In volts. (56) 

Also if the charges on the two conductors are equal and 
their sum is zero, 

9 i+ 9 * = 0 or 92 = “91 
Substituting —91 for 92 in equation (56) 

Fu=36 X 10*9, In ^ volts. (57) 


The capacitance between conductors 1 and 2 is the ratio of 
the charge to the voltage or 

^ = Ci 2 =- ^ - — farads per meter. (58) 

36XlOMn^ 

r 


The capacitance to neutral is twice that given in Eq. (58) 
because the voltage to neutral is half of V 12 . 

Cn =- - -pp farads per meter. (59) 

18XlOMn— 


The shunt-capacitive reactance to neutral (or per con¬ 


ductor) is Xcn = or in more practical units 
27r/C 

x«a= 0.0683^ logic ^ megohms per conductor per 


mile. (60) 

This can be written as 

x„=0.0683^ logic -+0.0683^ log,c^ 

/ r / I 

megohms per conductor per mile (61) 

where D 12 and r are in feet and / is cycles per second. 
Eq. (61) may be written 

Xon“Xa'+Xd megohms per conductor per mile. (62) 


The derivation of shunt-capacitive reactance formulas 
brings about terms quite analogous to those derived for 
inductive reactance, and as in the case of inductive react¬ 
ance, these terms can be resolved into components as 
shown in Eq. (62). The term zj accounts for the electro¬ 
static flux within a one foot radius and is the term 
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GO 1 

0.0683 — logio - in Eq. (61). It b a function of the con- 
/ »■ 

ductor outside radius only. The term xt accounts for the 
electric flux between a one foot radius and the distance 


Dm to the other conductor and is the term 0.0683 y logio 


Dit : 


1 


in Eq, (61). Note that unlike inductive-reactance 


where the conductor geometric mean radius (GMR) is 
used, in capacitance calculations the only conductor radius 
used is the actual physical radius of the conductor in feet. 

Zero-sequence capacitive reactance is, like inductive- 
reactance, divided into components x/ taking into account 
the electrostatic flux \vithin a one-foot radius, Xd taking 
into account the electrostatic flux external to a radius of 
one foot out to a radius D feet, and x®' taking into account 
the flux external to a radius of one foot and is a function 
of the spacing to the image conductor. 


x'. 


12.30 

/ 


logio 2h megohms per mile per 


conductor 

where A— conductor height above ground, 
/—frequency in cps. 


(63) 


Xa is given in the tables of Electrical Characteristics of 
conductors, x/ is given in Table 8, Shunt-Capacitive 
Reactance Spacing Factor, and x« is given in Table 9, 
Zero-Sequence Shunt-Capacitive Reactance Factor. 

The following equations have been derived in a manner 
similar to thooe for the two-conductor, single-phase case, 
making use ct the terms x«, x/ and x•^ They are sum- 
mariaed in the fc^owing tabulation. 


ShufUrCapacitwe Reactance, Xe, of Three-Phase Circuits 
(Conductors a, b, c) 

(a) Positive (and negative) sequence Xo. 

xi' — xj — xf +Xd megohms per conductor per mile. (64) 


x</ —-(sum of all three Xd’s for distances between all 
possible pairs). 


*|(xd\b+Xd'M+Xd'bo). See Table (8) (65) 


(b) Zero-Sequence Xc of one circuit (and earth). 

Xo'(a) —Xa'+x.'—2xd' megohms per conductor per 

mile. (66) 

Xd'-value given in Eq. (65). Table (9) gives x.'. 

(c) 2Sero-Sequence x« of one ground wire (and earth). 
xo'(i) —3xa'(t)+x.'(g) megohms per conductor per 


mile. (67) 

(d) Zero-Sequence Xo of two ground wires (and earth). 

3 3 

® o'(f) —-x»(g)+Xt'(f) —-Xd' megohms per conductor per 

mile. (68) 

Xd —Xd (firf)—»d for distance between ground wires. 

(e) Zero Sequence x, of n ground wires (and earth). 

*»«)—*•+“*• megohms per conductor per 


mile 


(69) 


where 

2 

Xd' — — 7 ;( 8 um of all Xd’s for all possible distances 

n(n-l) 

between all possible pairs of ground wires) 

or Xd' — - 7 -^—(sum of all Xd’s for all possible distances 
n(n-l) 

between all ground wires). 

(f) Zero-Sequence x® between one circuit (and earth) 
and n ground wires (and earth) 

Xo'(a«) - Xe--3xd' megohms per conductor per mile. (70) 

Xd' — — (Xd'(ACI) +Xd' (bf 1) +Xd'(ccD • • • +Xd' (ago) 
on 

+Xd' (bgn) +Xd' (e«o)X 

(g) Zero-Sequence x# of one circuit with n ground wires 

xq =xo'(a)—^ 7 ^ megohms per conductor per mile. (71) 

^0 (g) 

Shunt Capacitive Reactance, Xe, of Single-Phase Circuits 
{Conductors a and h) 

(h) Xo of single-phase circuit of two identical conductors 

x' = 2(xe'+Xd') megohms per mile of circuit. (72) 

Xd'—Xd' for spacing between conductors. 

(i) Xe of single-phase circuit of two non-identical con¬ 
ductors a and 6 . 

x' = Xa'(a)+Xa'(b)+2xd' mcgohms per mile of circuit. (73) 

(j) Xc of one conductor and earth. 

x' —Xa'+^Xe megohms per mile. (74) 

In using the equations it should be remembered that the 
shunt capacitive reactance in megohms for more than one 
mile decreases because the capacitance increases. For more 
than one mile of line, therefore, the shunt-capacitive re¬ 
actance as given by the above equations should be divided 
by the number of miles of line. 

5. Ck)nductor Temperature Rise and Current- 
Carrying Capacity 

In distribution- and transmission-line design the tem¬ 
perature rise of conductors above ambient while carrying 
current is important. While power loss, voltage rela¬ 
tion, stability and other factors may determine the choice 
of a conductor for a given line, it is sometimes necessary to 
consider the maximum continuous current carrying capa¬ 
city of a conductor. The maximum continuous current 
rating is necessary because it is determined by the max¬ 
imum operating temperature of the conductor. This tem¬ 
perature affects the sag between towers or poles and de¬ 
termines the loss of conductor tensile strength due to 
annealing. For short tie lines or lines that must carry 
excessive loads under emergency conditions, the maximum 
continuous current-carrying capacity may be important 
in selecting the proper conductor. 

The following discussion presents the Schurig and Frick* 
formulas for calculating the approximate current-carrying 
capacity of conductors under known conditions of ambient 
temperature, wind velocity, and limiting temperature rite. 

The basis of this method is that the heat developed in 
the conductor by PR loss is dissipated ( 1 ) by convection 
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in the surrounding air, and (2) radiation to surrounding 
objects. This can be expressed as follows: 

PR - (Tr,+ W,)A watts. (76) 

where /—conductor current in amperes. 

A—conductor resistance per foot. 

IF,-watts per square inch dissipated by convection. 

IF,—watts per square inch dissipated by radiation. 

A—conductor surface area in square inches per foot 
of length. 

The watts per square inch dissipated by convection, TFe, 
can be determined from the following equation: 

TF«—watts per square inch (76) 

where p—pressure in atmospheres (p—1.0 for atmo¬ 
spheric pressure). 

»—velocity in feet per second. 

7.-(degrees Kelvin) average of absolute temper¬ 
atures of conductor and air. 

d—outside diameter of conductor in inches. 

At—(degrees C) temperature rise. 

This formula is an approximation applicable to con¬ 
ductor diameters ranging from 0.3 inch to 5 inches or more 
when the velocity of air is higher than free convection air 
currents (0.2—0.5 ft/sec). 

The watts per square inch dissipated by radiation, IF,, 
can be determined from the following equation: 

watts per square inch (77) 

where relative emissivity of conductor surface 

1.0 for "black body,” or 0.5 for average 
oxidized copper). 

T* (degrees Kelvin) absolute temperature of con¬ 
ductor. 

To—(degrees Kelvin) absolute temperature of sur¬ 
roundings. 

By calculating (ITc+W'r), A, and R, it is then possible 
to determine I from Eq. (75). The value of R to use is the 
SrC resistance at the conductor temperature (ambient 
temperature plus temperature rise) taking into account 
skin effect as discussed previously in the section on pos¬ 
itive- and negative-sequence resistances. 

This method is, in general, applicable to both copper 
and aluminum conductors. Tests have shown that alum¬ 
inum conductors dissipate heat at about the same rate as 
copper conductors of the same outside diameter when the 
temperature rise is the same. Where test data is available 
on conductors, it should be used. The above general 
method can be used when test data is not available, or to 
check test results. 

The effect of the sun upon conductor temperature rise is 
generally ne^ected, being some 3® to 8®C. This small 
effect is less important under conditions of high tempera^ 
ture rise above ambient.* 

The tables of Electrical Characteristics of Conductors 
include tabulations of the approximate maximum current- 



Fig. 25—Copper conductor current carrying capacity in Am¬ 
peres VS. Ambient Temperature in (Copper Conductors at 
75 ^C, wind velocity at 2 fps.). 



AMBIENT TEMPERATURE K 

Pig* 2g—Aluminum conductor current carrying capacity In 
Amperes VS. Ambient Temperature In ^C. (Aluminum Con¬ 
ductors at 75^G, wind velocity at 2 fps). 
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Table 1 —Characteristics of COPPER Conductors, Hard Drawn, 97.3 Percent Conductivity 


Z. 

Inductive Reeotanoe 
Ohxne Mr Conductor 
F?r MUe 
At 1 Ft. Spacing 


Xa' 

Shunt Capacitive 
Reactance 
Megohma per 
Conductor 
Per Mile 
At 1 Ft Spacing 



carrying capacity based on 50°C rise above an ambient of 
25°C, (75°C total conductor temperature), tarnished sur¬ 
face (£7 = 0.6), and an air velocity of 2 feet per second. These 
conditions were used after discussion and agreement with 
the conductor manufacturers. These thermal limitations 
are based on continuous loading of the conductors. 

The technical literature shows little variation from these 
conditions os line design limits.'^ The ambient air tem¬ 
perature is generally assumed to be 25°C to 40®C whereas 
the temperature rise is assumed to be 10°C to 60®C. This 
gives a conductor total temperature range of 35®C to 
100®C. For design purposes copper or ACSR conductor 
total temperature is usually assumed to be 75®C as use of 
this value has given good conductor performance from an 
annealing standpoint, the limit being about 100®C where 
annealing of copper and aluminum begins. 

Using Schurig and Frick's formulas, Fig. 26 and Fig. 26 
have been calculated to show how current-carrying capa¬ 
city of copper and aluminum conductors varies with am¬ 
bient temperatUA'e assuming a conductor temperature of 
76.C and wind velocity of 2 feet per second. These values 
are conservative and can be used as a guide in normal line 
design. For those lines where a higher conductor tem¬ 


perature may be obtained that approaches 100°C, the con¬ 
ductor manufacturer should be consulted for test data or 
other more accurate information as to conductor tempera¬ 
ture limitations. Such data on copper conductors has been 
presented rather thorouglily in the technical literature.^ 

Ill TABLES OF CONDUCTOR 
CHARACTERISTICS 

The following tables contain data on copper, ACSR, 
hollow copper, Copperweld-copper, and Copperweld con¬ 
ductors, which along with the previously derived equations, 
permit the determination of jxwsitive-, negative-, and sero- 
sequence impedances of conductors for use in the solution 
of power-system problems. Also tabulated are such con¬ 
ductor characteristics as size, weight, and current-carrying 
capacity as limited by heating. 

The conductor data (r*, x., x/) along with inductive and 
shunt-capacitive reactance spacing factors (Xd, XdO and 
zero-sequence resistance, inductive and shunt-capacitive 
reactance factors (r*, x., x,') permit easy su^itution in 
the previously derived equations for determining the sym¬ 
metrical component sequence impedances of aerial circuits. 

The cross-sectional inserts in the tables are for ease in 
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Table 2-A —Characteristics of ALUMINUM CABLE STEEL REINFORCED 

(Aluminum Company of America) 


Ultimal , 
Stren^h] 

POUDU 


MOOO 
53 300 
50 400 
47 000 
44 800 
43 100 





2790 
3 535 

2 350 
1 830 

3 288 
1 400 
1 170 


P«r 

Mile 


777 0 
3370 
0990 
1000 
0310 
0830 


4 191 


Geo. 

noetne 

Mean 


at 00 

%!r 


Ap- 
proi. 
(Cur¬ 
rent 
Carry* 
Mm , 

ityt" 

Ampe 


0530 

0007 

0493 

.0479 

0405 

0450 


7 544 0 0155 
7 0190 0430 
0 479 0 0403 
0 113 0 0991 
5 9400 0380 
5 3990.0308 

5 770 0 0375 
0 517 0 0393 

4 859 0 0349 

5 193 0 0355 
5 805 0 0373 
4 537 0 0337 

4 319 0 0339 

4 0100 0915 

5 3180 0151 
4 1090.0331 


1 380 
1 340 
1 300 

I 250 

II 300 
|l 100 

no 
1 000 
1 010 
970 
950 
900 

900 

910 

880 

840 


to 08r 


4 0990.0813 

4 588 0 0338 
4 132 0 0311 
8 482 0 0300 
3 999 0 0304 
3 885 0 0305 
3 r? 0 0378 

3 443 0 0344 
3 n4 0 0355 

31710 oao 

3 478 0 0341 
1 988 0 0317 


For 

Cur- 

raot 

Ap- 

IMOl. 

75% 

Ca¬ 

pacity 

I 


1 
1 

1 223|0 OOOOOi 


80210 

5^ 


00584 

00614 


0061C 

00448 

.00418 


484 0 00418 
5580.00504 
3840 00430 
304 0 00437 
358 0 00452 
3410 00418 
1910 00394 


770 

780 

780 

750 

750 

730 

790 

590 

870 

870 

590 

500 

510 

510 

490 

500 

480 


450 

340 

800 

370 

230 

300 

180 

180 

180 

140 

140 

130 

100 


Ta 

Reaietance 

Ohaa per CoDductor per Mile 


24-C. (TTF.) 
Small Currenta 


d-« 


35 

eyolee 


05870 
0818 0 
08530 


0891 

0784U 

078W 


08990 

09080 


0970to 

104 

107 

117 


091 
|0 104 
107 
118 


Jo 117 
Id 117 
P 131 
P 181 
131 
[) 140 

0.147 
0.147 
0 147 
0 154 
0 154 
0 188 

0 188 
3 187 
3 195 
3 195 
3 315 
3 235 

3 378 
3 278 
3 311 
3 811 
3 350 


3 351 
3 441 
3 558 
3 703 
3 885 
12 

|1 41 
1 41 
J1 78 
P 34 
B 34 
B 82 
B 58 


50 

eyciee 


05880 
08190 
0858 0 
08930 
0735 0 
0784 0 


0840 0.0842P 
09050 . 0 ^ 
i800.098lto 
0.104 
0 107 
0.118 


to 117 
117 
131 
131 
131 
140 

147 
147 
0 147 
0 155 
0 154 
0 158-1 

0 188 
187 
to 195 
to 195 


60 

oyclo 


0590 0 05913 
08310 0832 3 
0855 0 08M 3 
0094 0 0891 3 
.0787 0 0731 3 
07880.07810 


0 117 
0 117 
0 131 
0 131 
0 131 
0 14f 

0.148 
0 147 
0.147 
0 155 
0 154 
0 188 

0 188 
0 187 
0 198 
0 195 


Sameaad-e 


to 351 
to 442 
to 557 
to 702 
to 885 
|l 12 

1 41 
41 

jl.78 

2 34 
2 24 

2 83 

3 58 


0 351 
0 444 

0 559 
0 704 
0 887 
12 

1 41 

1 41 
1.78 

2 34 

3 24 
3 83 
3 58 


0644P 


0982P 

.104 

.108 

119 


117 
to 117 
to 132 
131 
0 131 
0.141 

0.148 
0.147 
0.147 
0.155 
0.154 
0 188 

158 

.187 

195 

195 


|0 151 
.1811 
181 
.1891 
.17f 
.18- 


0 352 
0 445 
0 580 
0 708 
0 888 
1 13 

1 41 
1 41 
1 78 
B 34 
B 24 
B.83 
to 55 


oorc. (132*F.) 

Current Approx. 
75% Capacity! 


d-c 


35 

eyclea 


08480 

08800 

07180 

07810 

06080 

08830 


0994to 
1071 
11 
1171 
i; 


80 1 
45 0 1 
780 1 
12880.] 


i035to 


0934to 0935 0 095^ 
10050 1( 
10880 nil 

1155 0 1171 
1188 0 1211 
.1306 0 i; 


3880 
3880 
120 
1430 
1430 
0 


i: 
i: 
144! 
14 
14- 
15411 


3.389 

3.359 

3 806 

3.805 

3.843 
3 843 
0885 




05750 
07100. 
0749 0. 
to 0793 0 
08400 
*40. 


0819to 
0872to 089^ 


121 
i: 

1 

144! 

144! 

15711 


18 0 
8 0 
80 
>5 0 
'000 
149 0 


1730 0 
18590 


50 

cyclea 


80 
1358 0 


188to 121 
i388to 13^ 

147! 
14- 
144! 
to 15911 


452to I 

1» 1 


a 


I3to 1443to 


. 1688to 1671 
15im 1611 


1618to 1611 

171W 171 


7300 
1859 0 


.1849(0 1869(0.1859(0 1859| 

.306 
.316 
316 


60 

cyeiea 


0684 

0730 

070C 

0808 

0851 

0908 

0959 

1085 

n2{ 

1185 

1328 

137^ 


1288 

1482 

1442 

1442 

to 1601 


1588 

1618 

1618 

1775 

172(] 

1856 


Sajneaad-e 


3 386 p.QO 
3 465 to 614 


) 612 
3 773 

3 974 
1 33 

1.55 

1 55 
1.95 

2 47 

2 47 

3 10 
I 93 


to 643 

to 806 
1 01 
127 

|l 59 
1 59 
1.98 
B.50 
P 60 
to 13 
to 94 


510 

567 

to 865 
^08 
|1 34 

1 66 
1 63 
3.04 
3 54 
3 58 
3 16 
3 97 


0.552 

0.593 

0 733 

0.895 

1.13 

1.38 

1 69 

1 55 

2 07 
3.57 
2.55 
8.18 
8 98 


Inductive Reartanoe 
Obma per Conductor per Mile 
at 1 Ft. 8 |nm^ 

All Currenta 


25 cyclM 


0.1495 
0 1506 
0 1532 
0 1536 
0.1551 
0.1568 

0 1585 
0 1608 
0 1634 
0 1639 
0 1646 
0 1670 

0 1660 
0 1637 
0 1697 
0.1687 
0 1664 
0.1715 

0 1726 
0 1718 
0 1693 
0 1789 
0 1730 
0 1751 

0 1728 
0 1754 
0 1790 
0 1766 
0 1836 
0 1812 

0 1872 
0 1855 
0 1906 
0 1883 
0 1936 


50 cyclea 


0 299 
0 303 
0 804 
0 307 
0 810 
0 314 

0 817 
0 321 
0 325 
0 328 
0 329 
0 334 

0 332 
0 327 
0.339 
0 337 
0 333 
0 343 

0 345 
0 344 
0 339 
0 348 
0 346 
0 350 

0 346 
0 351 
0 358 
0 353 
0 367 
0 362 

0 376 
0 371 
0 383 
0 377 
0 387 


60 cyclea 


25 

cycles 


0 359 
0 363 
0 865 
0369 
0 372 
0 376 

0 380 
0 385 
0 890 
0 398 
0 395 
0 401 

0 399 
0 893 
0 407 
0 405 
0 899 
0 413 

0 414 
0 413 
0 406 
0 417 
0 415 
0 430 

0 415 
0 421 
0 430 
0 434 
0 441 
0 435 

0 451 
0 445 
0 458 
0 453 
0 465 


Single Layer Oinduotora 


Small Chirrenta 


-I 


337to - 
343to ^ 


9 3470 
9 3470 
9 3530 
9 2570 
9 357 
9 3620 
19 368 0 


194to 3880 
318to 437 0 
23W 450 0 
33lto 4630 
4730 
4880 


4660 
524 0 
540 0 
5540 
5680 
5800 


498 0 5930 
493 0 592 0 
608 0 6040 
5140 611 
5160 6180 
535 0 6300 
586 0 6480 


Current ^ 
75% 
Capacity 1 


*"1 


381 


352 0 5040 
242 0 4840 
359 0 6170 
367 0 5340 

373 0 5470 
277 0 5540 

277 0 554 0 
3670 5350 
275 0 5510 

374 0 549 0 
373 0 545 0 
279 0 557 

0 561 


608 9. 
581 9. 
6319 
.641 0. 
661 9 
.661 9 


Shunt Capaeitive 
Reactance 
Megohms per 
Conductor 
per Mile 
at 1 Ft. Spacing 


50 

cyclea 


1953to 09770 
197lto 09860 
0996 0 
10060 
10160 
10280 


1991to 

201 

308 

306 


208 

311 

314 

316 

317 
330 

9.219 
9 317 
9 334 
9 333 
9 321 
9 236 

9 238 
9.227 
9.335 
9 380 
9 339 
9.232 

230 

334 
237 

335 
344 
242 

250 
348 
|0 254 
253 
358 


0 

0 1065(0 
0 11190 
0 11140 
0 1104 
0 113! 


60 

cycles 


10400 0867 
1053 0 0878 
1068 0 0890 
10780 0698 


nooto 


1095(0 0912 
0904 
0982 
0928 
to 0930 
0943 


32to 


0 11 
0 

0 11 ! 

0 11 
0 11441 
0 Hi 


400 
11350 
350 
49 0 


0 1141 
0 116' 
0 Hi 
0 1171 
0 131! 
0 i; 


190 
170 
860 
60 
190 
308 0 


0.1241 
0 1331 
o.i: 

0 1 ! 

0 i: 


>8 0 . 
18 0 

3690 
358 0 
12890 


661 9.308 
642 ) 306 
6619.817 
6M 9 825 
, 6M 9 333 
to.66f 9 888 
0.678 9 843 


0814 

0821 

0630 

0838 

0847 

0857 


0008 

0917 


0950 
0946 
0937 
0957 
1(0 0953 
0965 


59to 


0957 

0978 

0988 

0980 

1015 

1006 

1039 

1033 

1057 

1049 

1074 


13940 
1330 0 
1877 0 
14180 
(0.14600 
15000 


.1627 


1079 
1113 
1147 
I 1183 
1316 
1350 


1543to 1285 
1533to 1376 


to. 158^ 1830 


to 1355 


1615to.l846 
16^ 1888 


to.l708to.l423 


* Baaed on copper 97 percent, aluminum 61 percent eooductivity. 

t For conductor at 75T. air at 25T., wind 1.4 miles per boor (3 ft/see), fraq«WDcy»00 cyclea. 

i ‘^Current Approx. 75% Capadty" is 75% of the “Approx. (?urraot Oamriag Capacity m Amps." and is approximately tbs eurrent which will produce 0O*C. eooductor tamp. (35X?. rise) with 
25*C. air tamp., wind 1.4 milea per hour. 



Table 2-B—Characteristics op “EXPANDED” ALUMINUM CABLE STEEL REINFORCED 

(Aluminum Company of America) 


Circular 

Mils 

or 

A.w.a 

Alu¬ 

minum 

Aluminum 

Steel 

s 

1 


e 

i 

1 

Ji 

>9 

B 

1 

li 

J 

i! 

1] 

850000 

54 

2 

kl355 

19 

0 0684 

4 

0 1183 

38 

3 

llLlhial 

54 

2 


19 

0 0921 

4 

0 1853 

34 

3 

Ifnis 

66 

2 


19 

imioi 

4 

0.184 

18 

3 1 




Cop|).r 
Equiv- 
alent , 
Circular 
Mila or 
A.W.G. 


ii 

Weight 

iSS. 

Geo- 

mctrie 

Rsdiui 
at 60 
(>cles 

Ap¬ 

prox. 

Cur- 

reot 

Carry- 

(^pae- 

rs 

Reaistaaea 

Ohaa par Conductor per Mile 

^s 

Induetivs Rssetanos 
Ohms per Conductor 
per Mils 
si 1 Ft Spsciof 

All Currsnts 

X.' 

Shunt Cspndtive 
Rssetanee 
Msffohmsper 
C^onduetor ^ Mis 
St 1 Ft. Spseinc 

25*C. (77^.) 

Small Cunente 

50T. (122T.) 
Curriflt Approx. 

75% Capacity 

Feet 

ity 

Ampa 


^ 25 60 60 

eyclea cyeiea cycles 





M 

60 

cycles 

m 

m 

(1) 

(1) 

(1) 

(1) 


(1) 

(1) 

E 

(1) 

(1) 


(1) Electrical Characteristke aot available until laboratory m ea eure m ente are completed. 
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Table 3-A— Characteristics op ANACONDA HOLLOW COPPER Conductors 

(Anaconda Wire A Cable Company) 


Deai^ 

Number 

Sise of 
Conductor 
Circular 
Mils or 

Wires 

Outside 

Diameter 

Inches 

Breaking 

Strain 

Pounds 

Weight 
Pounds 
per Mile 

Geometric 
Mean 
Radius 
jat 60 

Approx. 

Current 

Carrying 

Capacity 

Ta X 

Resistance 

Ohms per Conductor Inductive Reactance 

per Mile Ohms per Conductor 

per Mile 

25-C. (77“F.) 50*C. (122‘F.) ^P*^*"* 


A.W.G. 

Num¬ 

ber 

eter 

Inches 





Cycles 

Feet 

Ampet 

50 60 

cycles A? cycles 25 50 

cX cy^e. 

60 

cycles 

966 

890 500 

28 

0.1610 

1.650 

36 000 

15 085 

0 0612 

1395 

0 0671 0 0676 0.0734 0.0739 0.1412 0.282 

0.339 

96R1 

750 000 

42 

0.1296 

1.155 

34 

200 

12 345 

0 0408 

1160 

0 0786 0 0791 0.0860 0.0865 0.1617 0.323 

0.388 

939 

660 000 

50 

0.1097 

1.126 

29 

500 

10 761 

0 0406 

1060 

0 0909 0 0915 0.0994 0.1001 0.1621 0.324 

0.389 

360R1 

600 000 

50 

0.1063 

1.007 

27 

500 

9 905 

0.0387 

1020 

0.0984 0 0991 0.1077 0.1084 0.1644 0.329 

0.395 

038 

660 000 

60 

0.1009 

1.036 

25 

200 

9 103 

0 0373 

960 

0 1076 0.1081 0.1177 0.1183 0.1663 0.333 

0.399 

4R6 

610 000 

50 

0.0970 

1.000 

22 

700 

8 485 

0 0360 

910 

0.1173 0.1178 0.1283 0.1289 0.1681 0.336 

0.404 

892R3 

600 000 

18 

0.1558 

1.080 

21 

400 

8 263 

0 0394 

900 

0.1178 0.1184 0 1289 0.1296 0 1630 0.326 

0.391 

933 

450 000 

21 

0.1353 

1.074 

19 

300 

7 476 

0.0398 

850 

0.1319 0 1324 0.1443 0.1448 0.1630 0.326 

0.391 

924 

400 000 

21 

0 1227 

1.014 

17 

200 

6 642 

0.0376 

810 

0 .1485 0 1491 0.1624 0 .1631 0 .1658 0.332 

0.398 

925R1 

380 500 

22 

0.1211 

1 003 

16 

300 

6 331 

0 0373 

780 

0.1666 0.1572 0.1712 0 .1719 0 .1663 0 333 

0.399 

565R1 

360 000 

21 

0.1196 

0.950 

15 

100 

5 813 

0 0353 

750 

0.1695 0.1700 0.1854 0.1860 0.1691 0.338 

0 406 

936 

360 000 

16 

0.1444 

0 860 

15 

400 

5 776 

0.0311 

740 

0.1600 0.1695 0.1849 0.1854 0.1754 0.351 

0.421 

878R1 

350 000 

30 

0.1059 

0.736 

16 

100 

6 7.39 

0,02.53 

700 

0.1685 0.1690 0.1843 0.1849 0.1860 0.372 

0.446 

954 

821 000 

22 

0.1113 

0.920 

13 

850 

5 343 

0 0340 

700 

0.1851 0.1856 0.202 0.203 0.1710 0.342 

0.410 

935 

300 000 

18 

0.1205 

0.839 

13 

100 

4 984 

0 0307 

670 

0.1980 0.1985 0.216 0 217 0.1761 0.352 

0.423 

903R1 

300 000 

15 

0 1338 

0.797 

13 

200 

4 9,53 

0.0289 

660 

0.1969 0.1975 0.215 0.216 0.1793 0.359 

0.430 

178R2 

300 000 

12 

0.1607 

0.750 

13 

OfiO 

4 937 

0 0266 

650 

0.1964 0 1969 0 215 0.216 0 .1833 0.367 

0.440 

926 

260 000 

18 

0 1100 

0.766 

10 

950 

4 1.55 

0 0279 

600 

0 238 0.239 0.260 0 261 0.1810 0 362 

0.434 

915R1 

250 000 

15 

0.1214 

0.725 

11 

000 

4 148 

0 0266 

590 

0 237 0.238 0.2.59 0 260 0.1834 0.367 

0.440 

24R1 

250 000 

12 

0.1868 

0 683 

11 

000 

4 133 

0 0245 

580 

0.237 0 238 0 250 0 260 0.1876 0.375 

0.450 

923 

4/0 

18 

0.1005 

0.700 

9 

300 

3 521 

0 0255 

530 

0 281 0 282 0 307 0 .308 C 1855 0 371 

0 445 

922 

4/0 

15 

0.1109 

0 663 

9 

300 

3 510 

0 0238 

520 

0 281 0.282 0 307 0 308 0 1889 0.378 

0.453 

6QRa 

4/0 

U 

0.1152 

0 650 

9 

300 

3 510 

0 0234 

520 

0 280 0 281 0 806 0.307 0 1898 0.380 

0.455 

158R1 

6/0 

16 

0.0961 

0.606 

7 

500 

2 785 

0 0221 

460 

0.354 0 355 0 387 0.388 0 .1928 0.386 

0 463 

496R1 

8/0 

a 

0.0996 

0.595 

7 

600 

2 785 

0 0214 

460 

0.353 0.354 0 386 0 387 0.1943 0.389 

0.466 

67092 

8/0 


0.1123 

0 560 

7 

600 

2 772 

0 0201 

450 

0.352 0.353 0.385 0 386 0 1976 0 395 

0.474 

9Wm 

2/0 

U 

0.0880 

0 530 

5 

950 

2 213 

0 0191 

370 

0.446 0 446 0.487 0.487 0.200 0.400 

0.481 

412ittl 

2/0 

14 

0.0913 

0.515 

6 

000 

2 207 

0 0184 

370 

0.446 0.446 0.487 0 487 0.202 0.404 

0.485 

937 

2/0 

18 

0 0950 

0 505 

6 

000 

2 203 

0 0181 

370 

0.446 0.446 0.487 0 487 0 203 0.406 

0 487 

930 

125 600 

14 

0 0885 

0 500 

5 

650 

2 083 

0 0180 

360 

0.473 0 473 0.517 0.517 0.203 0.406 

0 487 

934 

121 300 

15 

0 0836 

0 500 

.5 

400 

2 015 

0 0179 

350 

0.491 0 491 0.537 0,537 0 203 0.407 

0.488 

901 

119 400 

12 

0 0936 

0.470 

5 

300 

1 979 

0 0165 

340 

0.507 0.507 0.555 0.555 0 207 0.415 

0.498 


Shunt Capacitive 
Reactance 
Meftohma per 
Conductor 
per Mile 
at 1 Ft. Spacing 


0.1907 0.09M 0.0794 
0 216 0.1080 0.0900 
0.218 0 .1089 0.0008 
0.221 O.llOd 0.0921 
0.224 0.1110 0.0982 
0.226 0.1131 0.0043 
0 221 0.1104 0.0020 
0.221 0.1106 0.0922 


0.1234 0.1 
0.1226 0.1 
0.1246 0.1 
0.1267 0.1 
0.1258 0.1 
0.12780.1 
0.1285 0.1 
0.13100.1 

0.13160.1 
0.1338 0.1 
0 1357 0.1 
0 1368 0 1 
0 1375 0.1 
0.1378 0.1 
0.1378 0 1 
jO . 1400 0 .1 


JFor conductor at 76*C., air at 25‘*C., wind 1.4 milon per hour (2 ft/sec), frequency—60 cycles, average tarnished surface. 

Table 3-B— Characteristics of General Cable TYPE HH HOLLOW COPPER Conductors 

(General CaVde CJorporation) 




hicknt at adg^ of iatoHoolnd MonoDta. tTbieloiMO uniform throi^out. 

taduottei of tiikallor dUin^r for givon crow se c tional area also available: in tbe naught siae 

br eondnetor at. 75 *Cm air at 25*C.. wind 1.4 miles per hour (2 ft/aee), frequenoy-*60 oyeles. 


i, some additional diameter expansion is possible. 
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Table 4 -A—Chabacisbisticb of GOPPERWELD-COPPBR Conductobs 

(Ooppanetkl SM Comtmny) 


Sbn of OondMlor 

Sssi 

wilt 

(Sraakr 
Mila or 
A.w.a. 

lUtad 

Bmk- 

iac 

Load 

Lba. 

U 

Gao- 
matrio 
Maan 
Raditta 
at 60 

7S* 

Curraat 
Carryiaf 
Capacity 
at 60 
Cyelaa 
Ai^* 


fa 

Radatanaa 

Obina par Conduator 
parMUaat60*C.(123*FO 
Cortant An^rox. 76% af 
Capaaity** 

ladoetiaa Raaatanaa 
Ohnia par Conductor 
parMUa 
Onaft. fh^adnc 
Ararafa Curraiita 

No^tad 

Nvite^aadJDIaaflv 

Outdda 

Diaot* 

attr 

Inehaa 

wSm 


Coppuf 

d-« 

26 

eyclaa 

50 

oydaa 

60 

oydaa 

d-a 

26 

cyelaa 

60 

eydaa 

80 

cyelaa 

36 

cyelaa 

60 

eyel« 

80 

eydaa 

860K 

jt.vmr 

12X.1678** 

0.788 

860 000 

82 42C 


0.0220 

660 

0.1668 

0.1728 

0.1780 

SBJE 

mm 

0.1916 

ma 

0 204 

0.1020 

0.886 

0.488 

860 IK 

4x.l47<r 

16s.l47<r 

0.786 

860 000 

r • 

I'M'rT'- 

0.0245 


0.1668 

).1683 

>1700 

3.1706 

3.1812 

3.1846 

3.1878 

3.1882 

3.1876 

>876 

3.460 

mr 

81.1761** 

oi.ioor 

0.764 

860 000 



0.0236 

660 

0.1666 

0.1726 

0.1800 

0.1828 

0.1800 

0.1910 

0.202 

0.208 

0.1016 

0.888 


800K 

7B.146r 

12X.1480** 

0.730 

800 000 



0.0204 


0.1034 


0.207 

0.200 

0.211 

0.222 

0.382 

0.286 

0.1080 

0.804 

0.478 

MOKK 

4B.iiir 

161.1881** 

0.680 

800 000 

20 060 


0.0227 

610 

0.1034 

0.105» 

3.1076 

3.1081 

0.211 

3.216 

3.218 

3.210 

3.1014 

3.888 

3.480 

lOOT 

81.1821** 

Ox.170** 

0.608 

100 000 

»780 

6 630 

0.0200 



SSI 

0.208 

0.210 

ma 

0.223 

0.288 

0.237 

0.1064 

0.801 

0.480 

2WK 

Tx.mr 

lox.iasr 

0.666 

260 000 

28 02C 

6 207 

0.01860 

640 

0.232 

0.230 

0.246 

0.248 

0.264 

0.206 

0.276 

0.270 

0.202 

0.408 

0.484 

260 KK 

4B.124r 

16x.l24r 

0.621 

260 000 

iVgTv 

4 660 

0.0207 

640 

0.232 

0.236 


0.287 

0.264 

0.268 

0.281 

3.281 

0.1980 

3.803 

3.471 

my 

8x 1480** 

ox.iootr 

0.687 

260 000 

I7 4J0 

4 600 

0.01011 

630 

0.232 

0.230 

WJJl 

0.240 

0.268 

0.264 

0.278 

0.281 

0.200 

0.400 

0.480 

4/OB 

7x 1226** 

12x 1226** 

0.618 

4/0 


4 470 

0.01711 

480 

RfSI 

0.281 

0.387 

0.200 


0.812 

0.838 

0.828 


0.411 

0.403 

4/00 

2X.1044** 

fo.1044** 

0.683 

4/0 

16 640 

4 16C 

0.01400 

460 

0.273 

0.284 

0.204 

0.208 

0.200 

0.818 

0.838 

0.842 

0.216 

3.481 

3.617 

4/OIK 

4x.ll4r 

16x1148** 

0.671 

4/0 

16 870 

8 061 

0.01003 

400 

0.374 

o. 2 n 

0.278 

0.270 

riBTnll 

[iR'IiIf 

liVi 



3.401 

3.481 

4/OV 

lx. 1881** 

Ox.UTT 

0.686 

4/0 

16 OOO 

1 ■ Ifl 

0.01768 

470 

0.274 

0 281 

0.288 

0.201 

3ES] 



liBTIl 


3.400 

3.400 

4/or 

lx.l88r 

8x.l88r 

0.660 

4/0 

12 290 


0.01668 

470 

0.273 

0.280 

0.286 

0.287 

0.200 

0.800 

0.818 

0.822 

0.210 

0.421 

0.606 

8/OB 

7X.1001'* 

12x1001** 

0.648 


16 800 


0.01631 

420 

0 846 

0 363 

0.860 

0.861 

0.878 

0.801 



0.212 

0.423 

0.608 

8/0 J 

81.1861** 

4x1861** 

0.666 

mXM 

16 170 


0.01166 

410 

0.844 

0.366 

0 867 

0.872 

0.877 

0.808 


0.428 

0.236 

3.461 


8/OQ 

2X.1781** 

21.1781** 

0.619 


12 860 


0.01264 

400 

0.344 

0.366 

0.866 

0.860 

0.877 

0.807 

0.418 

0.428 

0.221 

0.448 

[ijliil 

8/0 BK 

4x.l0ir 

4i.l0ir 

0.600 

mEm 

12 87C 

B ■> ft 

0.01807 

420 

0.346 

0.348 

0.860 

0.861 


[iirryB 

0.888 

0.888 

0.208 

0.412 

3 406 

vov 

8X.U11** 

Ox.Ull** 

0.622 


12 22C 

8 164 

0.01666 

410 

0 346 

0*362 

0.360 

0.863 

0.877 

0.800 

0.408 

0.408 

0 210 

0.420 

0.604 

8/OP 

lx.l88r 

8x.l88r 

0.400 

8/0 

0 980 

2 074 

0.01388 

410 

r»¥m 

0.361 

0.366 

0.868 

0.877 

0.888 

0.807 

0.401 

0.218 

0.432 

0.619 

2/OK 

4x 1780** 

8x 1780** 

0.684 

2/0 

17 600 

3 411 

0.00012 

860 

0.484 

0 447 

0.460 

0.466 

0.476 

0.400 

0.624 

0.686 

0.387 

0.476 

mm 

2/0 J 

8x.l64r 

4x 1648** 

0.404 

2/0 

18 48C 

2 060 

0.01030 

360 

0.484 

0 446 

0 467 

0.462 

0.476 

0.408 

0.620 

0.680 

0.281 

0.488 


2/00 

2x.l64r 

6a.l64r 

0 468 

2/0 

10 61C 

2 637 

0.01110 

360 

0.434 

0.446 

0.466 

0.460 

0.476 

0.407 

0.618 

0.626 

0.237 

0.464 


2/OV 

8x 1080** 

ox.iior 

0 466 

2/0 

0 841 

2 607 

0.01306 

360 

0 436 

0.442 

0 460 

0 462 

0.476 

0.480 

0.604 

0.600 

0.218 

0.432 

[jTJTj 

2/OF 

lx. 1464** 

Ox. 1464** 

0.486 

3/0 

8 004 

ItM 

0.01236 

360 

0.434 

0.441 

0.446 

0.448 

0.476 

0.487 

0.407 

0.601 

0.222 

0.444 

221 

1/OK 

4X.1686** 

8x.l68r* 

0.476 

I/O 

14 400 

2 703 

0 00812 

310 





0.600 

0.826 

0.862 

0.884 

mm 

0.487 

0.884 

1/63 

8i.l48r 

4xJ48r 

0.440 

1/0 

10 07C 

B¥ir. 

0.00017 

810 

III 



0.676 

0.600 

B.824 

0.648 

0.860 


3.474 

3.680 

1/00 

fx.UTT 

6x.l87r 

0.412 

1/0 

86M 

2 0781 0.00006 

310 

111 


0.668 

0.678 

0.600 

0.623 

0.846 

[ty?TB 



0.660 

1/OF 

u.ioor 

8x.t204** 

0.888 

1/0 

6 684 

1 870 

0.01000 

310 


0,5M 

0.660 

0.662 


0.612 

0.822 

0.837 

0.228 

0.468 

0.647 

IN 

6x.l64r 

2x.l64r 

0.464 

1 

16 410 

2 641 

0.00688 

280 

0.601 

EIS] 

0.710 

0 726 

0.766 

0.787 

0.818 

0.882 

0.268 

0.612 

0.814 

IK 

4x.l4ir 

8x.l4ir 

0.428 

1 

11 oa 

2 144 

0 00728 

270 

0.601 

0.704 

0.716 

0.722 

0.766 

0.784 

0.8U 

0.826 

0.240 

0.408 

0.608 

IJ 

8x.l80r 

4x.l80r' 

0.802 

1 


1 861 

0.00817 

270 

0.801 


WlM 

0.710 

0.766 

0.788 

0.808 

0.830 

0 348 

0.488 

3.688 

10 

2x.l22r 

ox.mr 

0 867 

1 

IIT!!- 

UTE 



0.601 

0.702 

0.712 

0.716 

0 766 

0.781 


0.816 

0 280 

0.478 

0.678 

IF 

lx.iior* 

6x.ll6r 

0.846 

1 

6 866 

1 483 

1 0.00080 


0.801 

0.608 

0.704 

0.705 

0.766 

0.780 

0.781 

0.788 

0.284 

0.488 

0.681 

2P 

6x 1640** 

lx. 1640** 

0 462 

2 

[IE2 

3 487 



0.871 

0.886 

0.001 

0.000 

0.063 

0.088 

[E!l 

1.040 

0.288 

0.688 

0.048 

2N 

6x,1877** 

2x.l87r 

0.418 

2 


2 OU 

[0.00668 


0.871 

0.886 


uKZl 

0.062 

0.088 


1.086 

0.381 

0.633 

0.827 

2K 

4x 126r 

8x.l26r 

o.8n 

2 

9m 

1 701 

0.00644 


0.871 

0.884 

HKl 


0.063 

0.088 

1.014 

1.028 

0.266 

0.610 

o.tu 

2J 

8x1164** 

4x1164** 

0.849 

2 


agjr/. 



0.871 

0.883 

0.804 

0.800 

0.963 

0.083 



0.249 

0.408 

0.608 

3A 

lx. 1800** 

2x 1600** 

0.866 

3 



BtYnrMl 

240 

0.860 

0.876 

[QFT?! 


0.060 

0.982 

riji‘vlB 

[iji'Vi'B 

0.347 

0.408 

0.692 

20 

2x 1080** 

6x 1069** 

o.8n 

2 


■B !t// 


230 

0.871 

0.882 


0.806 

0 062 

0.080 

ilitV.B 

iBihB 

0.246 

0 480 

0.687 

2F 

lx.ioor 

ox.ioor 

0.808 

2 

4 238 

1 176 

0.00878 

280 

0.871 

0.878 

0.884 

0.886 

0.962 

0.087 

0.970 

0.986 

0.280 

0.470 

0.676 

8P 

6x1871** 

lx. 1871** 

0.411 

8 

18 010 

1 073 

0.00446 

230 

1.008 

1.113 

P.127 

1.186 

1.200 

1.280 

1.378 

1.208 

0.274 

0 647 

0.867 

8N 

6x 1228** 

2x 1228** 

0.868 


10 80( 

1 601 

0.00606 

210 

1.008 

1.112 

1.136 

1.188 

1.200 


1.278 

1.280 

0.287 

0.684 

0 841 

8K 

4x.ll2(r 

8 i.ll 2 ir 

0.886 


7 OK 

1 841 

0.00674 

210 

1.008 

1.111 

1.138 

1.120 

1.200 


1.287 

1.381 

0.281 

0.622 

0.638 

8J 

8x.l08r 

4x.lQ6r 

0.811 


60K 

1 171 


200 

1.098 

1.110 

1.121 

1.136 

1.200 

1.283 

1.262 

1.276 

0.266 


0 811 

8A 

u.i6ir 

2x.l6ir 

0.836 


4 810 

1 076 

0.00679 

210 

1.006 

1.102 

1.107 

1.100 

1.108 

1.311 

1.226 

1.230 

0.263 

yjgl 

0.808 

4P 

•x.1221** 

lx. 1221** 

0.866 


11 420 

1 664 

0.00807 

190 

1.386 


1.414 

1.423 

1.614 

1.666 

1.608 

1.818 

0 280 

0.660 

0 871 

4N 

6x.lQ0r 

2x 1082** 

0.838 


8 46( 

1 261 

0 00461 

180 

1.386 

1.809 

1.413 

1.420 

1.614 

1.664 

1.603 

1 810 

0.378 

0.548 

0 866 

4D 

2X.161F* 

lx. 1616** 

0.848 



1 191 


190 

1.882 

1.880 

1.806 

1.800 

1.611 

1.629 

1.644 

1 642 

0 383 

0.623 

0 828 

4A 

lx.l84r 

2x 1847** 

0.200 



863 

0 00604 

180 

1.382 

1 388 

1.893 

1.806 

1.611 

1.626 

1.640 

1.646 

0.268 

0.617 

0.820 

6P 

ox.ioor 

lx.ioor 

0.826 



1 240 

0.00868 

160 

1.747 

1.763 

1 no 

1.786 

1 000 

1.064 

2.00 

3.02 

0 386 

0.671 

0 886 

6D 

2x.l4ir 

U.1438** 

EUri 



04i 


160 

1.743 

1.740 

1 766 

1.760 

1 006 

1.034 

1.041 

1.030 

0 388 

0 686 

0 642 

6A 

1x 1200^ 

H.mr 

0.268 



674 


160 

1.742 

1.748 

1.768 

1.766 

1.005 

1.020 

1.038 

1.041 

0 364 

0.628 

0.884 

8D 

tx.1281** 

U.1281** 

0.276 



74fl 

0.00440 

140 

2.20 

2.21 

2.21 

3.22 

2.40 

2.43 

2.44 

2.44 

0.273 

0.647 

0 868 

8A 

u.Mor 

2x.l06r 

0.220 


B 

68< 

0.00479 

140 

2.20 

2.20 

3 31 

3.21 

2.40 

2.42 

2.44 

2.44 

0.270 

0.640 

0.848 

6C 

u.ioir 

2x 1048** 

0.226 


Uii 

614 

0.00460 

130 

2.30 

3.20 

2 21 

2.21 

2.40 

2.42 

2.44 

2.44 

0 271 

0.643 

0.861 

7D 

2x1141** 

U.1141** 

0.246 

T 

40H 

604 

0.00400 

120 

2.77 

2.78 

2.79 

2.70 

8.03 

8.06 

3 07 

8 07 

0.370 

0.668 

0,870 

7a 

ix.uar 

2x 0801** 

0 228 


2 761 

404 

0.00441 

120 

2.77 

2.76 

2.78 

3 78 

3.03 

ES3 

3.07 

8.07 

0.274 

0.648 

0.868 

8D 

2x.ioir 

u.ioir 

0.219 


F 

471 

ItTTW 

110 

8.40 

rm 

8.61 

3.61 

8.83 

8.84 

8.86 

8.88 



0.884 

8A 

lx ii2r 

2x.070r 

0.109 


#t' 

80! 

'Bill!*: !‘!i 


8.40 

3.60 

8.61 

3.61 

8.82 

8.84 

8.88 

8.87 

FI 


0.873 

8C 

ix.ooor 

2x 0884** 

0.170 



88C 

0.00878 

100 



8.61 

8.61 

8.82 

8.84 

8.88 

8.88 



0.870 

WD 

ii.oior 

iiooor 

0.174 



291 

0.00288 

86 



4.02 

4.93 

6.37 

6.30 

6.43 

6.42 

|0.207 

0.603 

0.712 



U 

oyelM 


CkiMMitifa 
BMeUooe MafirfunB 
par Cooduotor 

PwMUe 

Ontft SpMiiig 


0.248 

0.848 

0.248 

0.240 

0.284 

0.282 

0.288 

0.800 

0.288 

0.281 

0.208 

0.208 

0.204 

0.200 

0.270 

0.208 

0.278 

0.274 

0.278 

0.277 

0.271 

0.277 

0.281 

0.281 

0.288 

0.270 

0.288 

0.280 

0.204 

0.281 

0.288 

0.208 

0.208 

0.802 

0 281 
0.280 
0.200 
0.801 
0 208 
0 800 
0.810 

10.200 
0.208 
0.804 
0 800 
0.800 

0.208 

0.800 

0.801 

0.814 

0.800 

0.810 

0.828 

0.318 

0.331 

0.888 

0.820 

0.833 

0.884 

0.841 

0.840 

0.851 


1210 0 . 


0 

0.1241 

0.128M0. 


0.1244to.l087 
>1007 
0.1060 


0.1270 0.1004 
0.1801 ( 
0.1202C 


1824H>. 


1008 
.1108 
0.1881 0.1100 
0.18220.1101 
0.18440.1120 

0 18480.1128 

-0.1118 

.1187 
0 1872 0.1148 

- 1180 

1166 


1129 
1162 
.1171 
1170 
|0.142710.1180 

0 1807 0.1104 
0 14280.1180 
0.1447 0.1200 
0.14000.1224 


60 


00 

eyelM 


.1014 

10.1084 

lor 


.1200 

1260 


0.1084 

0.1077 


1800k) 


18080. 


18860. 

18660. 
1888 0. 
1400 0 
1404 0. 


0.1400 0 
0.1440 0 
0.1479 0. 


1448k) 


0 . 

0.1487] 
0 . 
0.1647 
0.1681 


14800. 


1628 0 


0.1672 

0.1681 

0.1648( 

0.1014 

0.16001 
0.1066 
0.1003 

0.1811 

0.1008 

0.1072 

0.17001 

0.1744 

0.1764 


140610.1171 
1488H).1108 
1221 
1240 
10.160010.1268 


1.1172 
^.1205 
1282 
0 160010.1266 
0.1480n.l241 
0 1629K.1276 
0. loom. 1202 


.1207 

1.1280 

1288 

10.1280 

0.1276 


0.1241 
0.1274 
0.1607 0.1260 
10.1810 


0.1276 

0.1200 

0.1846 

0.1826 

0.1879 

0.1880 

0.1860 

0.1888 

0.1803 

0.1423 

0.1468 

0.1482 


7i*C.MdaoMBhlitof 28^ wbd t4Mil<tpErho«r(2ft/neJ,friqpaciyOO 
ttrc, lotel tMpEntoM, bwtd os u ■■bloat of 2^. pho 26*C. riM dat to htathit fffaet ■ onmmt. 
21* C. rlH ii 76% of Ibo ** Approifaaolo Oomot Oonyiac (^padtp at 00 opdoo.** 


erdoi, a?«mo torniahed turfaM. 

Tbe appmiottto magnitade of oarraat 


naraawry to pcodaea ibo 


finding the ai^ropriate table for a particular conductor. 
For these figures open circles, solid circles, and cross- 
hatched circles represent copper, steel, and aluminum con¬ 
ductors respectively. The double cross hatched area in the 
insert for Table 2-B, Characteristics of 'EXPANDED* 


Aluminum Cable Steel Reinforoed, re p r e s e nts stranded 
paper. 

The authors wish to aoknordedge the cocqmaticm of the 
cmiduetmr manufacturers in suppl]ring the information for 
compiling these tables. 
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Table 4-B— Characteristics op COPPERWELD Conductors 

(Coppanreld Steel Compeny) 


Nominal 

Coo- 

duetor 

^se 


Number 
endSUe 
of Wires 


Outeide 

Diem* 

eter 

Inehee 


Areeof 

Con¬ 

ductor 

Qrouler 

Mile 


Sftted 

, Breeldng , 
Loud Poundsl 


Strength 


High 


Extn 

High 


JWeight 

fPoundel 

£!!. 


Qeometric 

Menn 

Rediue 

|M«0^eh.| 

Arerege 

Currente 

Feet 


Approx. 

Current 

Cerrying 

Cepecit/* 

Ampo 

et 

(K) Cycles 


Ta 

Resistance 

Ohms per Conductor 
per Mile 
at 25*C. (77^.) 

Small Currents 

Resistance 

Ohms per Conductor 
per Mile at 75*C. (lOrF.) 
Current Approx. 75% of 
Ci^iacity** 


Xa 

Capacitive 
Reactance Megohms 
per Conductor 
per Mile 

Oae Ft. ^;iaeing 

d-c 

25 

cycles 

50 

cycles 

60 

cycles 

d-e 

25 

cycles 

50 

cycles 

60 

cycles 

25 

cydee 


60 

cycles 

35 

cycles 

50 

cycles 

60 

cycles 


30% Conductiyity 


7/r 

18/ir 

28/3r 

il/W 

•/ir 

5/r 

»/ir 

\/r 

7/15'' 

8/r 

ii/sr 

5/16" 

a No. 5 
a No. 6 
3 No. 7 

8 No. 8 
3No.O 
a No. 10 




40% Conductivity 



* Bsi ed on oondnetor tempemture of 135*C. end en ambient of ..... « . i 

^Reeiitanoe at 76*C. total temperature, based on an aml^t of 86T. pliM SOT. nse due to heating effect of currOTt. . i »» 

The approximate magnitude of current neossmry to produce the 50^^. rise is 75%. of the **Approximate Current Carrying Capacity at 30 Cyolcs* 


Table 5—Skin Effect Table 


X K X K 


0.0 1.00000 1.0 1.00519 
0.1 1.00000 1.1 1.00758 
0.2 1.00001 1.2 1.01071 

0.8 1.00004 1.3 1.01470 
0.4 1.00013 1.4 1.01969 
0.6 1.00032 1.5 1.02582 

0.6 1.00067 1.6 1.03323 
0.7 1.00124 1.7 1.04205 
JO.8 1.00212 1.8 1.05240 
0.9 1.00340 1.9 1.06440 


X K X K 


2.0 1.07816 3.0 1.31809 

2.1 1.09375 3.1 1.35102 

2.2 1.11126 3.2 1.38504 

2.3 1.13069 3.3 1.41999 

2.4 1.15207 3.4 1.45570 

2.5 1.17538 3.5 1.49202 

2.6 1.20056 3.6 1.52879 

2.7 1.22753 3.7 1.56587 

2.8 1.25620 3.8 1.60314 

2.9 1.28644 3.9 1.64051 
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Table 6— INDUCTIVE Reactance Spacing Factor (x^) Ohms per Conductor per Mile 


25 CYCI.ES 


SEPARATION 


1 2 

3 4 

5 

6 

7 

8 

9 

1 

10 

11 

-0.1266 

-0 0906 

-0.0701 -0.0666 

0.(H43 

-0.0360 

-0 0273 

0.0*206 

-0.0145 

-0.0092 

-0 0044 

0.0040 

0.0078 

0.0113 0.0145 

0.0176 

0.0205 

0.0232 

0.0258 

0.0283 

0.0306! 

0.0,329 

) 0.0371 

[ 0.0391 

0.0410 0.0428 

0.0446 

0.0463 

0.0480 

0.0496 

0.0511 

0.05271 

0.0541 

) 0.0669 

0.058:) 

0.0596 0 0609 

0 0621 

0.0633 

0.0645 

0.0657 

0 0668 

0.06791 

0.0690 

1 0.0711 

0.0722 

0.0732 0,0711 

0.0751 

0.0760 

0.0770 

0.0779 

0.0788 

0.0797 

0.0805 

1 0.0822 

0.0830 

0.08,38 0.0846 

0 0854 

0 0862 

0 0869 

0.0877 

0.0884 

0 0892 

0.0899 

1 0.0913 

0.0920 

0.0927 0.0933 

0 0940 

0.0946 

0.0963 

0.0969 

0 0966 

0.0972 

0.0978 

i 0.0990 

L ■■■'■ 

0.0996 

0.1002 0.1007 

0.1013 

0.1019 

0.1024 

0.1030 

0.1036 

0.1041 

0.1046 


X, at FUNDAMENTAL 

25 cycles EQUATIONS 

1164 logic ^ _ _ _ I t ^ N 

ri*separation, feet. ^a \ J\*ai*d/ 

2o = Ta + r. +j{Xa + X, - 2Xj) 


60 CYCLES 


SEPARATION 


1297 

i;)34 

Inches 


teet 











1402 

1432 

0 

1 

2 

3 4 

5 

6 

7 

8 

9 

10 

11 

1461 

0 

-0 2513 

-0 1812 

-0.1402 -0 .1111 

-0.0885 

-0.0701 

^.0545 

-O.IHIO 

-0.0291 

-0.0184 

-0.0088 

1489 

1 0 

0 0081 

0 0156 

0.0226 0.0291 

0.0352 

0.0410 

0.0465 

0.0517 

0.0566 

0.0613 

0.06.68 

1515 

2 0.0701 

0.0742 

0.0782 

0.0820 0.0857 

0.0892 

0.0927 

0 0960 

0.0992 

0.1023 

0 10.63 

0.1082 

1539 

3 0.1111 

0.1139 

0.1166 

0.1192 0.1217 

0.1242 

0.1267 

0.1291 

0.1314 

0.1.337 

0 . 1.3.69 

0.1380 

1563 

4 0 .1402 

0.1423 

0.1443 

0.1463 0.1483 

0.1502 

0.1.621 

0 15;i9 

0 1558 

0.1670 

0 1593 

0 1610 

1585 

5 0.1627 

0.1644 

0.1661 

0 1677 0.1693 

0 1708 

0.1724 

0.1739 

0.1754 

0.1769 

0.1783 

0.1798 

1607 

6 0.1812 

0.1826 

0 1839 

0 1853 0.1866 

0 1880 

0 1893 

0.1906 

0.1918 

0.1931 

0.1943 

n.1956 

1627 

7 0.1968 

0 1980 

0.1991 

0.20a3 0 2015 

0.2026 

0 2037 

0 2049 

0.2060 

0.2071 

0.2081 

0.2092 

1647 

8 0.21031 












Xa at 
50 (\vpIps 

2328 logic d 
<i«separation, feet. 


66 CYCLES 


SEPARATION 


• 

1 

2 

3 

4 

5 

6 

7 

8 

9 

10 11 


-0 3015 

-0 2174 

-0.1682 

-0.1333 

-0 1062 

-0 0841 

-0 0654 

-0 0492 

6.0349 

4) 0221 0 0106 

0 

• ••97 

0.0187 

• 0271 

0.0349 

0.0423 

• 0492 

0 0558 

0 0620 

0.0679 

0 0735 0 0789 

• 0841 

0.0891 

0.0938 

0.0984 

0.1028 

0.1071 

0 1112 

• 1152 

0 1190 

0 1227 

0 126 4 0.1299 

• 1333 

0 1366 

0.1399 

0.1430 

0.1461 

0 1491 

• 1520 

0 1549 

0.1577 

0 1604 

0 1631 0 1657 

• 1682 

0.1707 

• 1732 

• 1756 

0.1779 

0 1802 

0 1825 

0 1847 

0 1869 

0 1891 

0 1912 0.1933 

• 1953 

• 1973 

0.1993 

0 2012 

0 2031 

0.2050 

0.2069 

0 2087 

0 2105 

• 2123 

• 2140 0.2157 

0.2174 

0 2191 

0 2207 

• 2224 

0 2240 

• 2256 

0.2271 

1 0 2287 

0 2302 

• 2317 

0.2332 0.2347 

0.2361 

0.25231 

0.2376 

• 2390 

0 2404 

0.2418 

0 2431 

0.2445 

0 2458 

0 2472 

0 2485 

0.2498 0 2511 


1 0 
i •0841 

3 0.1333 

4 0 1082 

5 0 1953 
0 0.2174 

7 0.2301 

8 0.2523 

9 0.2000 

10 0.2794 

11 0.2910 

12 0.3015 

13 0.3112 

14 0 3202 

15 0.3280 
10 0 3304 

17 0.3438 

18 0.3507 

19 0 3573 

20 0.3035 

21 0.3094 

22 0.3751 

23 0 3805 

24 0.3850 

25 0.3900 
20 0 3953 


29 0.4080 

30 0.4127 

31 0.4107 

32 0.4205 

33 0 4243 

34 0 4279 

35 0.4314 
30 0.4348 

37 0 4382 

38 0.4414 

39 0.4445 

40 0 4470 

41 0.4500 

42 0.4535 

43 0.4504 

44 0.4592 

45 0 4019 


Xa at 
60 cycles 

x^»0.2794 lofiio d 
d«gepmnitlon« feet* 


Table 7—Zero-Sequence Resistance and Inductive Reactance 
Factors 

Ohms per Conductor per Mile 


P 

Meter 

FREQUENCY 

Ohm 

25 Cycles 

50 Cycles 

60 Cycles 

Ail 

0 1192 

0 2383 

0 2860 

1 

0 921 

1.736 

2 050 

5 

1 043 

1 980 

2 343 

10 

1 095 

2 085 

2 469 

50 

1.217 

2 329 

2 762 

loot 

1 270 

2 434 

2 888 

500 

1 392 

2 079 

3.181 

1000 

1.444 

2.784 

3 307 

5000 

1 666 ! 

3 028 

3 600 

10 000 

1 619 

3 133 

3.726 


♦From Forinulas; 
re-0 004764/ 

x«-0 006983/ logt* 4 660 600^ 

where /—frct^uency 

^>*Re»ietivtty (meter, ohm) 


tThis is an average value which may 
be used in the abMnce of definite in¬ 
formation. 
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Table 8—Shunt CAPACITIVE Reactance Spacing Factor (xJ) Megohms per Conductor per Mile 


M CYCLES 


SEPARATION 


Feet 

0 

1 

2 

3 

4 

5 

6 

7 

8 

9 

10 1 

11 

0 

— 

-0.1789 

-0.1278 

-0.0987 

-0.0782 

-0.08231-0.0494 

-0.0384 

-0.0289 

-0.0206 

-0.0130-0.0082 

1 

0 

0.0057 

0.0110 

0.0159 

0.0205 

0.0248 

0.0289 

0.0327 

0.0384 

0.0398 

0.0432 

0.0483 

2 

0.0494 

0.0623 

0.0651 

0.0577 

0.0803 

0.0828 

0.0852 

0.0876 

0.0898 

0.0720 

0.0742 

0.0782 

3 

0.0782 

0.0802 

0.0821 

0.0839 

0.0857 

0.0875 

0.0892 

0.0909 

0.0925 

0 0941 

0.0967 

0.0972 

4 

0.0987 

0.1002 

0.1018 

0.1030 

0.1044 

0.1058 

0.1071 

0.1084 

0.1097 

0.1109 

0.1122 

0.1134 

5 

0.1148 

0.1158 

0.1189 

0.1181 

0.1192 

0.1203 

0.1214 

0.1226 

0.1235 

0.1248 

0.1258 

0.1288 

6 

0.1278 

0.1288 

0.1295 

0.1306 

0.1314 

0 1324 

0.1333 

0.1342 

0.1351 

0.1380 

0.1368 

0.1377 

7 

8 

0.1388 

0.1481 

0.1394 

0.1402 

0.1411 

0.1419 

0.1427 

0.1435 

0.1443 

0.1450 

0.1458 

0.1468 

0.1473 


Xd'at 

25 cycles 

.1(V40 locie d 
d>BBepftrAtion, feet. 


o'lSSo •’iO CYCLES 

o!i707 

0.1769 

0.1826 - 

0.1879 

0.1928 Feet- 

0.1974 ^ 0 

0.2017 _ 

0.2058 A _ 


SEPARATION 


1 

2 

3 

4 

6 

6 

7 

8 

9 

10 

11 

-8.0886 

-0.0838 

-0.04941-8.03911-0.0312 

-8.0247 

-0.0192 

-0.0144 

-0.0102 

-0.0085 

-0.0031 

0.0028 

0.0055 

0.0079 

0.0102 

0.0124 

0.0144 

0.0184 

0.0182 

0.0199 

0.0218 

0.0232 

0.0281 

0.0275 

0.0289 

0.0302 

0.0314 

0.0328 

0.0338 

0.0349 

0.0380 

0.0371 

0 0381 

0.0401 

0.0410 

0.0420 

0.0429 

0.0437 

0.0446 

0 0454 

0.0483 

0.0471 

0.0478 

0.0486 

, 0.0501 

0.0508 

0.0515 

0.0522 

0 0529 

0.0535 

0.0542 

0.0548 

0.0555 

0.0581 

0.0567 

i 0.0579 

0.0586 

0.0590 

0.0598 

0.0601 

0.0807 

0.0612 

0.0818 

0.0823 

0 0828 

1 0.0833 

1 0.0843 

0.0848 

0.0852 

0.0857 

0.0882 

0.0886 

0.0671 

0.0875 

0.0680 

0.0884 

0.0889 

1 0.0897 

0.0701 

0.0705 

0.0709 

0.0713 

0.0717 

0.0721 

0.0725 

0.0729 

0.0733 

0.0737 


66 CYCLES 


FUNDAMENTAL 
EQUATIONS 
x/^xj ■=-xJ+xJ 
xj =^xj+xj—2xJ 


xi at 
50 cycles 


x/»0.08198 logie d 
d—separetion. feet. 


SEPARATION 


1 0 
2 0.0266 

3 0.0326 

4 6.6411 

5 0.0478 

6 0.0532 

7 0.0577 

8 6.6617 . 

9 0 0652 

10 0.6683 

11 0.0711 

12 0 0737 

13 0.0761 

14 0.6783 

15 0.6803 

16 0.0823 

17 0 0841 

18 0 0858 

19 0.6874 

20 6 6889 

21 0.0903 

22 0.0917 

23 0.0930 

24 0.6943 

25 0 0955 

26 0.6967 

27 6.0978 

28 6.0989 

29 0 6999 
36 0.1609 

31 0.1019 

32 0.1028 

33 0.1037 

34 0.1046 

35 6.1055 

36 0.1063 

37 6.1071 

38 6.1079 

39 0.1687 

40 0.1094 

41 0 1102 

42 0.1169 

43 0.1116 

44 6.1123 

45 6.1129 

46 0.1136 

47 0.1142 

48 6.1149 

49 0.1155 


-6.0532 -0.0411 -6.0326 -0.6260 
0 0646 0 0066 0.0085 0.0103 
0.0229 0 0241 0.0251 0.0262 
0 0342 0 0350 0.0357 0 0365' 
0.0423 0.0429 0 0435 0.0441 
0.0487 0.0492 0 0497 0.0501 
0.0546 0.0544 0.0548 0 0552 
0 0584 0 0588 0 0591 0.0594 


-6.6266 -6.6160 -6.0120 -6.6085 -0.6054 -6.6626 
0 0120 6.0136 0.0152 6.0166 0.6186 6.6193 
0 0272 0 0282 6 6291 6.6360 6 0369 6 0318 

0 0372 0 0379 6.6385 0.0392 0 6399 6.6465 

6.6446 0 6452 6.6457 6.6462 0.6467 6.6473 

0.0566 6 0516 6.0515 6.6519 6.0523 0.6527 

0.6555 6 6559 6.6563 6.6567 0.6576 6.6574 

0.6598 6.6661 0.6664 6.6668 0.6611 6.6614 


at 

60 cycles 

JU-0.M8}! loftMd 
cf«*Mparatloii, fMt 


Table 9—Zero-Sbsquence Shunt Capacitive Reactance Factor 

Xa 

Megohms per Conductor per Mile 


Conductor 
Height Above 
Ground 

Feet 


FREQUENCY 

25 Cycles 

50 Cycle* 

0.640 

0.320 

0.727 

0.363 

0.788 

0.394 

0.836 

0.418 

0 875 

0.437 

0 936 

0.468 

0 984 

0.492 

1.023 

0.511 

1.056 

0 528 

1 084 

0 542 

1.109 

0 555 

1 132 

0 566 


X,'—2 k 

where 6« height above ground. 
/-froQuency. 
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IV CORONA 

With the increased use of high-voltage transmission lines 
and the probability of going to still higher operating volt¬ 
ages, the common aspects of corona (radio influence and 
corona loss) have become more important in the design of 
transmission lines. 

In the early days of high-voltage transmission, corona 
was something which had to be avoided, largely because of 
the energy loss associated with it. In recent years the RI 
(radio influence) aspect of corona has become more im¬ 
portant. In areas where RI must be considered, this factor 
might establish the limit of acceptable corona performance. 

Under conditions where abnormally high voltages are 
present, corona can affect system behavior. It can reduce 
the overvoltage on long open-circuited lines. It will atten¬ 
uate lightning voltage surges (see Sec. 29 Chap. 15) and 
switching surges. By increasing the electrostatic cou¬ 
pling between the shield wire and phase conductors, co¬ 
rona at times of lightning strokes to towers or shield wires 
reduces the voltage across the supporting string of insu¬ 
lators and thus, in turn, reduces the probability of flash- 
over and improves system performance. On high-voltage 
lines grounded through a ground-fault neutralizer, the in- 
phase current due to corona loss can prevent extinction of 
the arc during a line to ground fault. 


6. Factors Affecting Corona 

At a given voltage, corona is determined by conductor 
diameter, line configuration, type of conductor, condition 
of its surface, and weather. Rain is by far the most im¬ 
portant aspect of weather in increa.sing corona. Iloaffrost 
and fog have resulted in high values of corona loss on ex¬ 
perimental test lines. However, it is believed that these 
high losses w^ere caused by sublimation or condensation of 
water vapor, w^hich are conditions not likely to occur on an 
ojx^rating line l)ecause the conductor temperature would 
normally be above ambient. For this reason, measure¬ 
ments of loss made under conditions of fog and hoarfrost 
might be unreliable unless the conductors were at operat¬ 
ing temperatures. Falling snow generally causes only a 
moderate increase in corona. Also, relative humidity, tem¬ 
perature, atmospheric pressure, and the earth's electric 
field can affect corona, but their effect is minor compared 
to that of rain. There are apparently other unknowm factors 
found under desert conditions which can increase corona. 

The effect of atmospheric pressure and temperature is 
generally considered to modify the critical disruptive volt¬ 
age of a conductor directly, or as the % power of the air 
density factor, 6, which is given by: 


5-. 17.96 
459 

where 

6 = barometric pressure in inches of mercury 
= temperature in degrees Fahrenheit. 


(78) 


The temperature to be used in the above equation is gen¬ 
erally considered to be the conductor temperature. Under 


Table 10—Standard Barometric 
Pressure as a Function of Altitude 


Altitude, 

feet 

Pressure, 
in. Hg. 

Altitude, 

feet 

Pressure, 
in. Hg. 

-1000 

31.02 

4 000 

25.84 

- 500 

30.47 

5000 

24.89 



6 000 

23.98 

0 

29.92 

8 000 

22.22 

1000 

28.86 

10 000 

20.58 

2000 

27.82 

15 000 

16.88 

3000 

26.81 

20 000 

13.75 


standard conditions (29.92 in. of Hg. and 77‘^F) the air 
density factor equals 1.00. The air density factor should 
be considered in the design of transmission lines to be built 
in areas of high altitude or extreme temperatures. Table 
10 gives barometric pressures as a function of altitude. 

Corona in fair weather is negligible or moderate up to 
a voltage near the disruptive voltage for a particular con¬ 
ductor. Above this voltage corona effects increase very 
rapidly. The calculated disruptive voltage is an indicator 
of corona performance. A high value of critical disruptive 
voltage is not the only criterion of satisfactory corona 
performance. Consideration should also be given to the 
sensitivity of the conductor to foul weather. Corona in¬ 
creases somewdiat more rapidly on smooth conductors than 
it does on stranded conductors. Thus the relative corona 
characteristics of these two types of conductors might 
interchange between fair and foul weather. The equation 
for critical disruptive voltage is: 

Eo = 9n r rn log* S/r (79a) 

when*: 

A'o = critical disruptive voltage iu kv to neutral 
y«=critical gradient in kv per centimeter. (Ref. 10 and 1(> use 
go-21.\ kv/cm. Recent work indicates value given in S<*c. 
10 is more accurate.) 
r=radiu.s of conductor in centimeters 

D = the distance in centimeters between c.onductors, for single- 
plni.se, or the equivalent plnise spacing, for three-phiuse 
voltages. 

m”.surface factor (common values, 0.84 for stranded, 0.92 for 
segmental conductors) 
a =air density factor 

The more closely the surface of a conductor approaches 
a smooth cylinder, the higher the critical disruptive volt¬ 
age assuming constant diameter. For equal diameters, a 
stranded conductor is usually satisfactory for 80 to 85 per¬ 
cent of the voltage of a smooth conductor. Any distortion 
of the surface of a conductor such as raised strands, die 
burrs, and scratches will increase corona. Care in handling 
conductors should be exercised, and imperfections in the 
surface should be corrected, if it is desired to obtain the 
best corona performance from a conductor. Die burrs and 
die grease on a new conductor, particularly the segmental 
type, can appreciably increase corona effects when it is 
first placed in service. This condition improves with time, 
taking some six months to become stable. 

Strigel^ concluded that the material from which a con¬ 
ductor is made has no effect on its corona performance. In 
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Curve 1—1.4 in. HH ooi^;>er. ^■■0.88. Ref. 19. Corona looe test 
made in deeert at a location where abnormally high corona loae ie 
observed on the Hoover-Los Angeles 287.5-kv lino, which is strung 
with this conductor. Measurement made in three-phase test line. 
This particular curve is plotted for 6 ->0.88 to show operating con¬ 
dition in desert. All other curves are for S >■ 1.00. 

Curve 2 —Same as curve 1, except converted to a “ 1.00. 

Curve 3—1.4 in. HH copper. Ref. 12. Corona loss test made in 
California. Comparison with curve 2 shows effect of deeert condi¬ 
tions. Measurements made on three-phase test line. 30-foot flat 
spacing, 16-foot sag, 30-foot ground clearance, 700 feet long. 

Curve 4—1.1 in. HH. Ref. 13. Measurements made on three-phase 
test line, 22-foot flat spacing, 16-foot sag, 30-foot clearance to 
ground, 700 feet long. 

Curve 5—1.65 in. smooth. Ref. 12. This conductor had a poor sur¬ 
face. Measurements made on three-phase test line, 30-foot spac¬ 
ing, 16-foot sag, 30-foot ground clearance, 700 feet long. 

Curve 6—1.65 in. smooth aluminum. Ref. 27. Reference curve ob¬ 
tained by converting per-phase measurement to loss on three-phase 
line. Dimensions of line not given. 

C’urve 7—1.04 in. smooth cylinder. Ref. 23. In reference this con¬ 
ductor is referred to as having an infinite number of strands. 
Plotted curve obtained by conversion of per-phase measurements 
to three-phase values, using an estimated value for charging kva, 
to give loss on a line having 4j-foot flat configuration. 

Curve 8—1.96 in. smooth aluminum. Ref. 28. Reference curve gives 
three-phase loss, but line dimensions are not given. 

Curve 9—1.57 in. smooth. Ref. 23. This conductor was smooth and 
clean. Reference curve gives per-phase values. Plotted curve is 
for 45-foot flat spacing. 


Fig. 27—Fair-Weather Corona-Loss Curves for Smooth Con¬ 
ductors; Air Density Factor, 5-1. 


industrial areas, foreign material deposited on the con¬ 
ductor can, in some cases, seriously reduce the corona per¬ 
formance. (Reference 28 gives some measurements made 
in an industrial area.) 

Corona is an extremely variable phenomenon. On a con¬ 
ductor energized at a voltage slightly above its fair weather 
corona-starting voltage, variations up to 10 to I in corona 
loss and radio-influence factor have been recorded during 
fair weather. The preseiice of rain produces corona loss on 
a conductor at voltages as low as 65 percent of the voltage 
at which the same loss is observed during fair-weather. 
Thus it is not practical to design a higli-voltage line such 
that it will never be in corona. This also precludes ex¬ 
pressing a ratio between fair- and foul-weal her corona, 
since the former might be negligibly small. 

If a conductor is de-energized for more than about a day, 
corona is temporarily increased. This effect is moderate 
compaied to that of rain. It can be mitigated by re-ener- 
gizing a line during fair weather where such a choice is pos¬ 
sible. 

7. Corona Loss 

Extensive work by a large number of investigators has 
beeu done in determining corona loss on conductors oper¬ 
ated at various voltages. This work has lead to the devel¬ 


opment of three formulasgenerally used in this 
country (Reference 18 gives a large number of formulas). 
The Carroll-Rockwell and the Peterson formulas are con¬ 
sidered the most accurate especially in the important low 
loss region (below 5 kw per three-phase mile). The Peter¬ 
son formula, when judiciously used, has proved to be a re¬ 
liable indicator of corona performance (see Sec. 9) for 
transmission voltages in use up to this time. Recent work 
on corona loss has been directed toward the extra-high- 
voltage range and indicates that more recent information 
should be used for these voltages. 

Fair-weather corona-loss measurements made by a num¬ 
ber of different investigators are shown in Figs. 27, 28, and 
21). All curves are plotted in terms of kilowatts per three- 
phase* mile. The data presented in these curves has been 
corrected for air density factor, 6, by multiplying the test 
voltage by 1/5^'*. Some error might have been introduced 
in these curves because in most cases it was necessary to 
convert the original data from per-phase measurements. 
The conversions were made on the basis of voltage gradient 
at the surface of each conductor. The curves should be 
used as an indicator of expected performance during fair 
weather. For a particular design, reference should be made 
to the original publications, and a conversion made for the 
design under consideration. The relation between fair- 
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Curve 1—1.4 in. ACSR. Ref. 12. Conductor was washed with gaso> 
line then soap and water. Test configuration: three-phase line, 
30-foot flat spacing, 16-foot sag, 30-foot ground clearance, 700 feet 
long. 

Curve 2—1.0 in. ACSR. Ref. 11. Conductor weathered by exposuiV 
to air without continuous energization. Test configuration: three- 
phase line, 20-foot flat spacing, 700 feet long. 

Curve 3—1.125 in. hollow copj>er. Ref. 14. Washed in same manner 
as for curve 1. Test configuration: three-phase line, 22-foot flat 
spacing. 

Curve 4—1.49 in. hollow copper. Ref. 14. Washed in same manner 
as for curve 1. Test configuration: three-pha.se line, 30-foot flat 
spacing, 16-foot sag, 30-foot ground clearance, 700 feet long. 

Curve 5—2.00 in. hollow aluminum. Ref. 14. Washed in same man¬ 
ner as for curve 1. Test configuration: three-phase line, 30-foot 
flat spacing, 16-foot sag, 30-foot ground clearance, 700 feet long. 

Curve 6—1.09 in. steel-aluminum. Ref. 22. Reference curve is aver¬ 
age fair-weather corona loss obtained by converting j)er-pha8e 
measurements to three-phase values, for a line 22.9 foot flat spac¬ 
ing, 32.8 feet high. This conductor used on 220-kv lines in Sweden 
which have above dimensions. 

Curve 7—1.25 in. steel-aluminum. Ref. 22 App. A. Plotted curve 
obtained by estimating average of a number of fair-weather per- 
pha.se curves given in reference and converting to three-phase loss 
for line having 32-foot flat spacing, 50-foot average height. 

Curve 8—1.04 in. steel-aluminum, 24-8trand. Ref. 23. Plotted curve 
obtained by conversion of per-pha.se measurements to three-phase 
values, using an estimated value for charging kva, to give loss on a 
line having 45-foot flat configuration. 

Curve 9—0.91 in. Hollow Copper. Ref. 11. Conductor washed. 
Test configuration: three-pha.se line, 20-foot flat spacing, 700 feet 
long. 


Fig. 28—Fair-Weather Corona-Loss Curves for Stranded Con¬ 
ductors; Air Density Factor, 5-1. 


and foul-weather corona loss and the variation which can 
be expected during fair-weather is shown in Fig. 30 for 
One conductor. 

Corona loss on a satisfacKwy line is primarily caused by 
rain. This is shown by the fairly high degree of correlation 
between total rainfall and integrated corona loss which has 
been noted. The corona loss at certain points on a 

transmission line can reach high values during bad storm 
conditions. However, such conditions arc not likely to oc¬ 
cur simultaneously all along a line. Borgquist and Vre- 
them expect only a variation from 1.6 to 16 kw per mile, 
with an average value of 6.5 kw per mile, on their 380-kv 
lines now under construction in Sweden. The measured 
loss on their experimental line varied from 1.6 to 81 kw p)cr 
mile. The calculated fair-weather corona loss common in 
the U.S.A. is generally less than one kw per mile, based on 
calculations using Reference 16. Where radio-influence 
must be considered, the annual corona loss will not be of 
much economic importance*®, and the maximum loss will 
not constitute a serious load. 

Corona loss is characterized on linear coordinates by a 
rather gradual increase in loss with increased voltage up to 
the so-called ‘‘knee^' and above this voltage, a very rapid 
i^creasQ^in loss. The kned^f the fair-^^eather loss curve is 
JiisilerAlIy near the oHlical ^sruptive voltagtif. A transmis¬ 


sion line should be operated at a voltage well Ix^low the 
voltage at which the loss begins to increase rapidly under 
fair-weather conditions. Operation at or above this point 
can result in uneconomical corona loss. A very careful an¬ 
alysis, weighing the annual energy cost and possibly the 
maximum demand against reduced capitalized line cost, 
must be made if operation at a voltage near or above the 
knee of the fair-weather loss curve is contemplated. 

Corona loss on a conductor is a function of the voltage 
gradient at its surface. Thus the (effect of reduced con¬ 
ductor spacing and lowered height is to increase the corona 
loss as a function of the increased gradient. On transmis¬ 
sion lines using a flat conductor configuration, the gradient 
at the surface of the middle phase conductor is higher than 
on the outer conductor. This results in corona being more 
prevalent on the middle conductor. 

8. Radio Influence (RI) 

Radio influence is probably the factor limitinj{lfl|||Slj(loice 
of a satisfactory conductor for a given voltag4(^^Phe RI 
performance of transmission lines has not been as thor¬ 
oughly investigated as corona loss. Recent publications 
(see references) present most of the information available. 
RI plotted against voltage on linear graph paper 
is characterized by a gradual increase in RI up to a vol- 
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Curve 1—4/0.985/15.7* (Smooth) Ref. 25. 6 not given, but assumed 
1.10, which is average value for Germany. Reference curve ob¬ 
tained by converting single-phase measurements to three-phase 
values on the basis of surface gradient. Dimensions of line used in 
making conversion are not given. 

Curve 2—4/0.827/15.7* (stranded aluminum-steel). Ref. 25. 5* 
1.092. See discussion of Curve 1. 

Curve 3—3/0.985/11.8* (Smooth). Ref. 26. 5 = 1.092. Reference 
curve gives single-phase measurements versus line-to-ground volt¬ 
age, but it is not (rlear whether actual test voltage or equivalent 
voltage at line height is given. Latter was used in making the con¬ 
version to three-phase. If this is wrong, curve is approximately 
15 percent low in voltage. CJonverted to flat configuration of 45 
feet. 

Curve 4—2/1.09/17.7* (Stranded aluminum-steel). 5 = 1.01. Ref. 12, 
App. A. Reference curve gives per-phase measurements versus 
gradient. Ck)nverted to three-phase corona loss on line of 42.5-foot 
average height, 39.4-foot flat configuration. 

Curve 5—2/1.25/17.7* (Stranded aluminum-steel) 5 not given, prob¬ 
ably close to unity. Ref. 12. Reference curve, which gives three- 
pha.se corona loss, was converted from per-phase measurements. 
Dimensions 42.5 feet average height, 39.4 feet flat configuration. 
This conductor was selected for use on the Swedi.sh 380-kv .system. 
Oiginal author probably selected a worse fair-weather condition 
than the writer did in plotting curve 4, which could account for 
their closeness. 

Curve 6 —2/1.04/23.7* (Stranded aluminum-steel). 5 not given. Ref. 
13. Plotted curve is average of two single-pha.se fair-weather 
curves, converted to three-phase loss for 45-foot flat configuration. 
See Curve 7. 

Curve 7 —2/1.04/15.7* (Stranded aluminum-steel). 5 not given. Ref. 
13. Plotted curve is average of two single-pha.se fair-weather 
curves, converted to three-pha.s(‘ loss for 45-foot flat (‘onfiguration. 
Data for curves 6 and 7 were takcai at .same time in order to show 
effect ()f sub-conductor .st'paration. 

*Hundl(‘-conductor designation—number of sub-conductors/out¬ 
side diamet<‘r of each sub-conductor in inches/.separation between 
adjacent sub-conductors in inches. 

and Four-conductor Bundles; Air Density Factor, 5 = 1.00. 


tage slightly below the minimum voltage at which meas¬ 
urable corona loss is detected. Above this voltage, the 
increase in the RI is very rapid. The rate of increase in HI 
is influenced by conductor surface and diameter, being 
higher for smooth conductors and large-diameter con¬ 
ductors. Above a certain voltage, the magnitude of the 
RI field begins to level off. For practical conductors, the 
leveling off value is much too high to be acceptable, and 
where RI is a factor, lines must be designed to operate be¬ 
low the voltage at which the rapid increase starts during fair 
weather. Figures 32 and 33 are characteristic RI curves. 
The relation between fair- and foul-weather corona per¬ 
formance is shown in Fig. 32. 

An evaluation of RI in the design of a high-voltage line 
must consider not only its magnitude, but its effect on the 
various communication services which require protection. 
Amplitude-modulated broadcasting and power-line carrier 
are the most common services encountered but other serv¬ 
ices such as aviation, marine, ship-to-shore SOS calls, po¬ 
lice and a number of government services might also have 
to be considered. 

In determining the RI performance of a proposed line, 
the magnitude of the RI factors for the entire frequency 


range of communication services likely to be encountered, 
should be known. An evaluation of these factors in terms 
of their effect on various communication services must take 
into consideration many things. These arc available signal 
intensities along the line, satisfactory signal-to-noise ra¬ 
tios, effect of weather on the RI factors and on the im¬ 
portance of particular communication services, number 
and type of receivers in vicinity of the line, proximity of 
particular receivers, transfer of RI to lower-voltage (‘ir- 
cuits, the general importance of particular communication 
services, and means for improvement of reception at indi¬ 
vidual receiver locations.For extra-high-voltage and 
double-circuit high-voltage lines the tolerable limits of RI 
might be higher because the number of receivers affected, 
the coupling to lower voltage circuits, and the coupling to 
receiver antennas is reduced. Also fewer lines are required 
for the same power handling ability, and wider right-of- 
ways are used which tend to reduce the RI problem. 

Although RI increases very rapidly with increased gradi¬ 
ent at the surface of a conductor, theoretical considerations 
of the radiation characteristics of a transmission line as 
spacing is reduced, indicate that the RI from a transmission 
line will not be seriously affected by reduced spacing.^* 
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Fig. 30—Goroiui Lom on 1.09 Inch Stranded Aluminum-Steel 
Conductor under Different Weather Conditions. This con¬ 
ductor la In uae on the Swedish 220-ky system. Note variation 
In fair-weather corona loss and the relation between fair- and 
foul-weather corona loss. Plotted curves obtained by convert¬ 
ing per-phaae measurements to three-phase values for a line 
having 33-foot flat spacing, 50-foot average height. No cor¬ 
rection made for air density factor. Ref, 32, App. A. 

The conductor configuration, the number of circuits, and 
the presence of ground wires affect the radiation from the 
line with a given RI voltage on the conductors. Very little 
is known about the radiation characteristics of transmis¬ 
sion lines and caution should be exercised in applying data 
not taken on a line configuration closely approximating the 
design under consideration. 

The RI field from a transmission line varies somewhat 
as the inverse of the radio frequency measured. Thus serv¬ 
ices in the higher-frequency bands, (television*’, frequency- 
modulated broadcasting, microwave relay, radar, etc.) are 
less apt to be affected. Directional antennas which are 
gener^y used at these frequencies, on the average, in¬ 
crease the signal-to-noise ratio. The lower signal stren^hs, 
and wider band-widths generally found in the high-fre¬ 
quency bands can alter this picture somewhat. Frequency- 
modulated broadcast is inherently less sensitive to RI 
because of its type of modulation. 


Standard radio-noise meters***** can measure the aver¬ 
age, quasi-peak, and peak values of the RI field. The aver* 
age value is the amplitude of the RI field averaged continu¬ 
ously over ^ second. For quasi-peak measurements, a cir¬ 
cuit having a short time constant (0.001-0.01 sec.) for 
charging and a long time constant (0.3 to 0.6 sec.) for dis¬ 
charging is used, with the result that the meter indication 
is near the peak value of the RI field. Aural tests of radio 
reception indicate that quasi-peak readings interpreted in 
terms of broadcast-station field strengths represent more 
accurately the ‘‘nuisance'’ value of the RI field. The peak 
value is the maximum instantaneous value during a given 
period. The type of measurements made must be known 
before evaluating published RI information or misleading 
conclusions can be drawn. 

The lateral attenuation of RI from a transmission line 
depends on the line dimensions and is independent of volt¬ 
age. At distances between 40 and 150 feet from the outer 
conductor, the attenuation at 1000 kc varies from 0.1 to 0.3 
db per foot, with the lower values applying generally to 
high-voltage lines. Typical lateral attenuation curves are 
shown in Fig. 34. Lateral attenuation is affected by local 
conditions. Because of the rapid attenuation of RI later¬ 
ally from a line, a change of a few hundred feet in the loca¬ 
tion of a right-of-way can materially aid in protecting a 
communication service. 

9. Selection of Conductor 

In the selection of a satisfactory conductor from the 
standpoint of its corona performance for voltages up to 
230 kv, operating experience and current practice are the 
best guide. Experience in this country indicates that the 
corona performance of a transmission line will be satisfac¬ 
tory when a line is designed so that the fair-weather 
corona loss according to Peterson's formula,^* is less than 
one kw per three-phase mile. Unsatisfactory corona per¬ 
formance in areas where RI must be considered has been 
reported for lines on which the calculated corona loss is in 
excess of this value, or even less in the case of medium high- 
voltage lines. Figure 31 is based on Peterson's formula and 
indicates satisfactory conductors which can be used on 
high-voltage lines. For medium high-voltage lines (138 kv) 
considerably more margin below the one kw curve is neces¬ 
sary because of the increased probability of exposure of re¬ 
ceivers to RI from the line, and a design approaching 0.1 
kw should be used. 

10. Bundle Conductors 

A “bundle conductor" is a conductor made up of two or 
more “sub-conductors", and is used as one phase conduc¬ 
tor. Bundle conductors are also called duplex, triplex, etc., 
conductors, referring to the number of sub-conductors and 
are sometimes referred to as grouped or multiple con¬ 
ductors. Considerable work on bundle conductors has 
been done by the engineers of Siemens-Schuckertwerktf ’ 
who conclude that bundle conductors were not economi¬ 
cal at 220 kv, but for rated voltages of 400 kv or more, are 
the best solution for overhead transmission. Rusck and 
Rathsman** state that the increase in transmitting capac¬ 
ity justifies economically the use of two-conductor bun¬ 
dles on 220-kv lines. 
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Fig. 31—Qulck-Estinuitiiig Corona-Loss Gurres* Curves based on Peterson’s formula with a few check points from the 

Carrol and Rockwell paper for comparison. 


The advantages of bundle conductors are higher disrup¬ 
tive voltage with conductors of reasonable dimensions, re¬ 
duced surge impedance and consequent higher power capa¬ 
bilities, and less rapid increase of corona loss and RI with 
increased voltage.” *^ ** These advantages must be weighed 
against increased circuit cost, increased charging kva if it 
cannot be utilized, and such other considerations as the 
large amoimt of power which would be carried by one cir¬ 
cuit. It is possible with a two-conductor bundle composed 
of conductors of practical size to obtain electrical charac¬ 
teristics, excepting corona, equivalent to a single conductor 
up to eight inches in diameter. 

Theoretically there is an optimum sub-conductor separa¬ 
tion for bundle conductors that will give minimum crest 
gradient on the surface of a sub-conductor and hence high¬ 
est disruptive voltage. For a two-conductor bundle, the 
separation is not very critical, and it is advantageous to 
use a larger separation than the optimum which balances 
the reduced corona performance and slightly increased cir¬ 
cuit cost against the advantage of reduced reactance. 

Assuming isolated conductors which are far apart com¬ 
pared to their diameter and have a voltage applied be¬ 
tween them, the gradient at the surface of one conductor 
is given by: 


e 

^ rlog*Z>/r 


(79b) 


where the symbols have the same meaning as used in Eq. 
(79a). This equation is the same as equation (79a), except 
that surface factor, m, and air density factor, 3, have been 
omitted. These factors should be added to Eqs. 80 and 81 
for practical calculations. For a two-conductor bundle, the 
equation for maximum gradient at the surface of a sub- 
conductor” is: 


e(l+2r/S) 


(80) 


where: 

S=separation between sub-conductors in centimeters. 


Because of the effect of the sub-conductors on each 
other, the gradient at the surface of a sub-conductor is not 
uniform. It varies in a cosinusoidal manner from a maxi¬ 
mum at a point on the outside surface on the line-of-cen- 
ters, to a minimum at the corresponding point on the inside 
surface. This effect modifies the corona performance of a 
bundle conductor such that its corona storting point cor¬ 
responds to the voltage that would be expected from calcu¬ 
lations, but the rate of increase of corona with increased 
voltage is less than for a single conductor. This effect can 
be seen by comparing curve 6 of Fig. 28 with curve 2 
of Fig. 29. Cahen and Pelissier*‘‘** concluded that the 
corona performance of a two-conductor bundle is more 
acouratdy indicated by the mean between the average 
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Fig. 32—Radio influence and corona ioM measurements made 
on an experimental test line. Ref. 26. 



Fig. 33—Fair-Weather Radio-Influence Field from a Trans¬ 
mission Line as a Function of Voltage. Measurements made 
opposite mid-span on the 230-kv Covington-Grand Coulee 
Line No. 1 of the Bonneville Power Administration. RI values 
are quasi-peak. 1.108 inch ACSR conductor, 27-foot flat spac¬ 
ing, 41-foot height, test frequency—800 kc. 


and maximum gradient at the surface of a sul:>-conductor, 
which is given by: 




2rlog. 


'VTs 


( 81 ) 


If it is desired to determine the approximate disruptive 


voltage of a conductor, (;o = 21.1^H—centi¬ 
meter rms can be substituted for g and the equations solved 
for Co in kv rms. This value neglects air density Factor 
and surface factor, which can be as low as 0.80 (consult 
references 10 and 16 for more accurate calculations). 

380 kv Systems using bundle conductors are being built 
or under consideration in Sweden, France, and Germany. 


Curve 1—Average lateral attenuation for a number of transmission 
lines from 138- to 450-kv. O X A □ are plotted values which apply 
to this curve only. Test frequency 1000 kc. Ref. 21. 

Curve 2—Lateral Attenuation from the 220-kv Eguxon-Chaingy line 
in Fran(;e. Line has equilateral spacing, but dimensions not given. 
Distance measured from middle phase. Test frequency—868 kc. 
Ref. 24. 

Curve 3—Lateral Attenuation from 230-kv Midway-Columbia Line 
of the Bonneville Power Administration. Conductor height 47.6 
feet, test frequency 830 kc. Ref. 42. 



Fig. 34—Lateral Attenmidon of Radio Influence in Vicinity of 
Righ-Volti||a TranamiMion Linea. 
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CHAPTER 4 


ELECTRICAL CHARACTERISTICS OF CABLES 

Original AiUhor: Revised by: 

H. N. MuUer, Jr. J. S. Williams 


C ABLES are classified according to their insulation as 
paper, varnished-cambric, rubber, or asbestos, each 
of these materials having unique characteristics 
which render it suitable for particular applications. Be¬ 
cause cables for power transmission and distribution are 
composed of so many different types of insulation, con¬ 
ductors, and sheathing materials, the discussion here must 
be limited to those cable designs most commonly used. 
Reasonable estimates of electrical characteristics for cables 
not listed can be obtained in most cases by reading from 
the table for a cable having similar physical dimensions. 

Paper can be wound onto a conductor in successive lay¬ 
ers to achieve a required dielectric strength, and this is the 
insulation generally used for cables operating at 10 000 
volts and higher. Paper insulation is impregnated in dif¬ 
ferent ways, and accordingly cables so insulated can be 
sub-divided into solid, oil-filled, or gas-filled types. 

Solid paper-insulated cables are built up of layers of 
paper tape woimd onto the conductor and impregnated 
with a viscous oil, over which is applied a tight-fitting, 
extruded lead sheath. Multi-conductor solid cables are 
also available, but the material shown here covers only 
sin^e- and three-conductor types. Three-conductor cables 
are of either belted or shield^ construction. The belted 
assembly consists of the three separately insulated con¬ 
ductors cabled together and wrapp^ with another layer of 
impregnated paper, or belt, before the sheath is appli^. In 
the shielded construction each conductor is individually 
insulated and covered with a thin metallic non-magnetic 
shielding tape; the three conductors are then cabled to¬ 
gether, wrapped with a metallic binder tape, and sheathed 
with lead. The purp<^ of the metallic shielding tape 
around each insulated conductor is to control the electro¬ 
static stress, reduce corona formation, and decrease the 
thermal resistance. To minimize circulating current under 
normal operating conditions and thus limit the power loss, 
shielding tape only three mils in thickness is used. Solid 
single-conductor cables are standard for all voltages from 
1 to 69 kv; solid three-conductor cables are standard from 
1 to 46 kv. Sample sections of paper-insulated single-con¬ 
ductor, three-conductor belted, and three-conductor shielded 
cables are shown in Fig. 1(a), (b), and (c) respectively. 

Oil-filled paper-insulated cables are available in single- or 
three-conductor designs. Single-conductor oil-filled cable 
consists of a concentric stranded conductor built around an 
open helical spring core, which serves as a channel for the 
flow of low-viscosity oil. This cable is insulated and 
sheathed in the same manner as solid cables, as a compar¬ 
ison of Figs. 1(a) and 1(d) indicates. Three-conductor oil- 
filled cables are all of the shielded design, and have three 



(a) Single-conductor solid, compact-round conductor. 



(b) Three-conductor belted, compact-sector conductors. 



(c) Three-conductor shielded, compact-sector conductors. 



(d) Single-conductor oil-filled, hollow-stranded conductor. 



(e) Three-conductor oil-filled, compact-sector conductors. 

Fig. 1—Paper-insulated cables. 

CmtnrU9y of Oonoral CabU Corporation 


oil channels composed of helical springs that extend 
through the cable in spaces normally occupied by filler 
material. This construction is shown in Fig. 1(e). Oil- 
filled cables are relatively new and their application has 
become widespread in a comparatively short time. The oil 
used is only slightly more viscous than transformer oil, and 
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remains fluid at all operating temperatures. The oil in the 
cable and its connected reservoirs is maintained under 
moderate pressure so that during load cycles oil may flow 
between the cable and the reservoirs to prevent the devel¬ 
opment of voids or excessive pressure in the cable. The 
prevention of void formation in paper insulation permits 
the use of greatly reduced insulation thickness for a given 
operating voltage. Another advantage of oil-filled cables is 
that oil will seep out through any crack or opening which 
develops in the sheath, thereby preventing the entrance of 
water at the defective point. This action prevents the 
occurrence of a fault caused by moisture in the insulation, 
and since operating records show that this cause accounts 
for a significant percentage of all high-voltage cable faults, 
it is indeed a real advantage. Single-conductor oil-filled 
cables are used for voltages ranging from 69 to 230 kv; the 
usual range for three-conductor oil-filled cables is from 23 
to 69 kv. 

Gas-filled cables of the low-pressure type have recently 
become standard up to 46 kv. The single-conductor type 
employs construction generally similar to that of solid 
cables, except that longitudinal flutes or other channels are 
provided at the inner surface of the sheath to conduct 
nitrogen along the cable. The three-conductor design em¬ 
ploys channels in the filler spaces among the conductors, 
much like those provided in oil-filled three-conductor 
cables. The gas is normally maintained between 10 and 15 
pounds per square inch gauge pressure, and serves to fill 
all cable voids and exclude moisture at faulty points in the 
sheath or joints. 



CowUty of the OkonUo^aiUndor CabU Company 


Fig. 2—High-preMure pipe-type oil-ftlled cable. 

High-pressure cables, of either the oil- or gas-filled vari¬ 
ety, are being used widely for the higher range of voltages. 
The physical and electrical characteristics are fairly well 
known, but their specifications are not yet standardized. 
The usual application calls for pressure of about 200 pounds 
per square inch, contained by a steel pipe into which three 
single-conductor cables are pulled. The immediate pres¬ 
ence of the iron pipe makes difficult the calculations of 
circuit impedance, particularly the zero-sequence quanti¬ 
ties. Most high-pressure cables are designed so that the 
oil or gas filler comes into direct contact with the conductor 
insulation; in oil-filled pipe-type cables a temporary lead 
sheath can be stripped from the cable as it is pulled into the 
steel pipe; in gas-filled pipe-type cables the lead sheath sur¬ 
rounding each conductor remains in place, with nitrogen 
introduced both inside and outside the sheath so that no 
dlifferential pressure develops across the sheath. Examples 
of oil- and gas-filled pipe-type cables are shown in Figs. 2 
aQd 3. 



CourUoy of Gonoral CahU Corporation 

Fig. 3->GroM-8ectlon of high-pressure pipe-type gas-filled 
cable. Oil-filled pipe-type cable may have a similar cross- 

section. 

Compression cable is another high-pressure pipe-type 
cable in which oil or nitrogen gas at high pressure is intro¬ 
duced within a steel pipe containing lead-sheathed solid- 
type single-conductor cables; no high-pressure oil or gas is 
introduced directly inside the lead sheaths, but voids with¬ 
in the solid-type insulation are prevented by pressure 
exerted externally on the sheaths. This construction is 
sketched in Fig. 4. 

During recent years there has been a trend toward the 
modification of cable conductors to reduce cost and im¬ 
prove operating characteristics, particularly in multi-eon- 
ductor cables. Referring to Fig. 5, the first departure from 
concentric round conductors was the adoption of sector¬ 
shaped conductors in three-conductor cables. More re¬ 
cently a crushed stranding that results in a compacted 
sector has been developed and has found widespread use 
for conductor sizes of 1/0 A.W.G. and larger. Its use in 
smaller conductors is not practical. The principal advan¬ 
tages of such a conductor are: reduced overall diameter for 
a given copper cross-section; elimination of space between 
the conductor and the insulation, which results in higher 



Fig. 4—Gmt-tectiofuil sketch of compression oaMe. 
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(h) 

Photographs in this figurs fumishod Jty the Okonito-CaUonder CabU Company 

Fig. 5--GAbl6 conductofi. 

(a) Standard concentric stranded* 

(b) Compact round. 

(c) Non-compact sector. 

(d) Compact sector. 

(c) Annular stranded (rope core). 

(f) Segmental. 

(g) Rope stranded. 

(h) Hollow core. 

electrical breakdown; low a-c resistance due to minimizing 
of proximity effect; retention of the close stranding during 
bending; and for solid cables, elimination of many lon¬ 
gitudinal channels along which impregnating compound can 
migrate. While most single-conductor cables are of the 



concentric-strand type, they may also be compact-round, 
annular-stranded, segment^, or hollow-core. 

L ELECTRICAL CHARACTERISTICS 

The electrical characteristics of cables have been dis¬ 
cussed comprehensively in a series of articles^ upon which 
much of the material presented here has been based. This 
chapter is primarily concerned with the determination of 
the electrical constants most commonly needed for power- 
system calculations, particular emphasis being placed on 
quantities necessary for the application of symmetrical 
components.* A general rule is that regardless of the com¬ 
plexity of mutual inductive relations between component 
parts of individual phases, the method of symmetrical 
components can be applied rigorously whenever there is 
symmetry among phases. All the three-conductor cables 
inherently satisfy this condition by the nature of their con¬ 
struction ; single-conductor cables may or may not, although 
usually the error is small in calculating short-circuit cur¬ 
rents. Unsymmetrical spacing and change in permeability 
resulting from different phase currents when certain meth¬ 
ods of eliminating sheath currents are used, may produce 
dissymmetry. 

Those physical characteristics that are of general inter¬ 
est in electrical application problems have been included 
along with electrical characteristics in the tables of this 
section. 

Ail linear dimensions of radius, diameter, separation, or 
distance to equivalent earth return are express^ in inches 
in the equations in this chapter. This is unlike overhead 
transmission line theory where dimensions are in feet; the 
use of inches when dealing with cable construction seems 
appropriate. Many equations contain a factor for fre¬ 
quency, /, which is the circuit operating frequency in cycles 
per second. 

!• Geometry of Cables 

The space relationship among sheaths and conductors in 
a cable circuit is a major factor in determining reactance, 
capacitance, charging current, insulation resistance, dielec¬ 
tric loss, and thermal resistance. The symbols used in this 
chapter for various cable dimensions, both for single-con¬ 
ductor and three-conductor types, are given in Figs. 6 and 
7. Several factors have come into universal use for defining 
the cross-section geometry of a cable circuit, and some of 
these are covered in the following paragraphs.‘ ^ 
Geometric Mean Radius (GAfR)—This factor is a 
property usually applied to the conductor alone, and de¬ 
pends on the material and stranding used in its construc¬ 
tion. One component of conductor reactance* is normally 
calculated by evaluating the integrated flux-linkages both 
inside and outside the conductor within an overall twelve- 
inch radius. Considering a solid conductor, some of the flux 
lines lie within the conductor and contribute to total flux- 
linkages even though they link only a portion of the total 
conductor current; if a tubular conductor having an infi¬ 
nitely thin wall were substituted for the solid conductor, its 
flux would necessarily all be external to the tube. A theo¬ 
retical tubular conductor, in order to be inductively equiv¬ 
alent to a solid conductor, must have a smaller radius so 
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LEAD SHEATH 

CONDUCTOR INSULATION 
CONDUCTOR 


^LEAD SHEATH 

/BELT INSULATION 

CONDUCTOR 
INSULATION 


SINGLE-CONDUCTOR CABLES 
EQUILATERALLY SPACED 


PHASE C 



THREE-CONDUCTOR CABLE 



SINGLE-CONDUCTOR CABLES 

UNSYMMETRICALLY SPACED, BUT PERFECTLY TRANSPOSED 
Fig. 6—Geometry of cables. 


that the flux-linkages present inside the solid conductor but 
absent within the tube will be replaced by additional link¬ 
ages between the tube surface and the limiting cylinder of 
twelve-inch radius. A solid copper conductor of radius (1/2 
can be replaced by a theoretical tubular conductor whose 
radius is 0.779 d/2. This equivalent radius is called the geo¬ 
metric mean radius of the actual conductor, denoted herein 
by GMRio where the subscript denotes reference to only a 
single actual conductor. This quantity can be used in re¬ 
actance calculations without further reference to the shape 
or make-up of the conductor. The factor by which actual 
radius must be multiplied to obtain GMRio varies with 



SECTOR 

DEPTH 


Fig. 7—Typical sector shape of conductor used in three-con¬ 
ductor cables. 

stranding or hollow-core construction as shown in Chap. 3, 
Fig. 11. Sometimes in calculations involving zero-se¬ 
quence reactances, simplification may result if the three 
conductors comprising a three-phase circuit are considered 
as a group and converted to a single equivalent conductor. 
This requires the use of a new GMR, denoted here as 


GMRsc, which applies to the group as though it were one 
complex conductor. This procedure is illustrated later in 
Eq. (18). 

Geometric Mean Distance (GAfD)— Spacings among 
conductors, or between conductors and sheaths, are impor¬ 
tant in determining total circuit reactance. The total flux- 
linkages surrounding a conductor can be divided into two 
components, one extending inward from a cylinder of 12- 
inch radius as discussed in the preceding paragraph, and the 
other extending outward from this cylinder to the current 
return path beyond which there are no net flux-linkages.* 
The flux-linkages per unit conductor current between the 
12-inch cylinder and the return path are a function of the 
separation between the conductor and its return. The re¬ 
turn path can in many cases be a parallel group of wires, so 
that a geometric mean of all the separations between the 
conductor and each of its returns must be used in calcula¬ 
tions. Geometric mean distance, therefore, is a term that 
can be used in the expression for external flux-linkages, not 
only in the simple case of two adjacent conductors where it 
is equal to the distance between conductor centers, but also 
in the more complex case where two circuits each composed 
of several conductors are separated by an equivalent GMD. 

The positive- or negative-sequence reactance of a three- 
phase circuit depends on separation among phase conduc¬ 
tors. If the conductors areequilaterallyspaced the distance 
from one conductor center to another is equal to the GMD 
among conductors for that circuit. Using the terminology 
in Fig. 6, 

GMD 3 c = S for an equilateral circuit. 

The subscript here denotes that this GMD applies to sepa¬ 
rations among three conductors. If the conductors are 
arranged other than equilaterally, but transposed along 
their length to produce a balanced circuit, the equivalent 
separation may be calculated by deriving a geometric mean 
distance from the cube root of three distance products* (see 
Chap. 3): 

GMD,.= AyS.b-5bc-5c. (1) 

The component of circuit reactance caused by flux outside 
a twelve inch radius is widely identified as “reactance 
spacing factor” (Xd) and can be calculated directly from 
the GMD; 

Xd=0.2794 ^logio ^^J^" ohms per phase per mile. (2) 

When the equivalent separation is less than twelve inches, 
as can occur in cable circuits, the reactance spacing factor 
is negative so as to subtract from the component of con¬ 
ductor reactance due to flux out to a twelve-inch radius. 

The zero-sequence reactance of a three-phase circuit may 
depend on spacing among conductors and sheath as well as 
among conductors. A distance that represents the equiv¬ 
alent spacing between a conductor or a group of conductors 
and the enclosing sheath can be expressed as a GMD. Also, 
the equivalent separation between cable conductors and 
the sheath of a nearby cable, or the equivalent separation 
between two nearby sheaths, can be expressed as a GMD. 
Because these and other versions* of geometric mean dis¬ 
tance may be used successively in a single problem, care 
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must be taken to identify and distinguish among them dur¬ 
ing calculations. 

Geometric Factor —The relation in space between the 
cylinders formed by sheath internal surface and conductor 
external surface in a single-conductor lead-sheathed cable 
can be expressed as a '‘geometric factor.” This factor is 
applicable to the calculation of such cable characteristics 
as capacitance, charging current, dielectric loss, leakage 
current, and heat transfer, because these characteristics 
depend on a field or flow pattern between conductor and 
sheath. The mathematical expression for geometric factor 
G in a single conductor cable is 

(? = 2.303Iog,o^‘ (3) 

a 

where: 

fi = inside radius of sheath. 

d = outside diameter of conductor. 

Geometric factors for single-conductor cables can be read 
from Fig. 8. Geometric factors for three-phase shielded 
cables having round conductors are identical, except for 
heat flow calculations, to those for single-conductor cables. 
The shielding layer establishes an equipotential surface 
surrounding each conductor just as a lead sheath does for 
single-conductor cables. The heat conductivity of the 
three-mil shielding tape is not high enough to prevent a 
temp)erature differential from developing around the shield 
circumference during operation: this poses a more complex 
problem than can be solved by the simple geometric factors 
given here. 



RATIO T 


Pig. 8—Geometric factor for tingle-conductor cables, or 
three-conductor thielded cables haring round conductors. 

NOTE: This is approximately correct for shielded sector-conductor 
cables if curve is entered with the dimensions of a round-conductor 
cable having identical conductor area and insulation thickness. 
This geometric factor is not applicable for heat-flow calculations in 
shielded cables. See Secs. 6 and 6. 


Because of the various possible combinations of con¬ 
ductors and sheaths that can be taken in a three-conductor 
belted cable, several geometric factors are required for com¬ 
plete definition. Two of these factors, the ones applicable 
to positive- and to zero-sequence electrical calculations, are 
shown in Fig. 9. 

2. Positive- and Negative-Sequence Resistance 

Skin Effect —It is well known that the resistance of a 
conductor to alternating current is larger than its resistance 
to direct current. The direct-current resistance in cables 
can be taken as the resistance of solid rod of the same 
length and cross-section, but increased two percent to take 
into account the effect of spiraling of the strands that com¬ 
pose the conductor. When alternating current flows in the 
conductor there is an unequal distribution of current, with 
the outer filaments of the conductor carrying more current 
than the filaments closer to the center. This results in a 
higher resistance to alternating current than to direct cur¬ 
rent, and is commonly called skin effect. The ratio of the 
two resistances is known as the skin-effect ratio. In small 
conductors this ratio is entirely negligible, but for larger 
conductors it becomes quite appreciable, and must be con¬ 
sidered when figuring the 60-cycle resistances of large con- 


Table 1— DniENSiONS AND 60-Cycle Skin-Effect Ratio of 
Stranded Copper Conductors at 66®C. 


CJonductor 

Size 

(Circular 

Mils) 

Round 

Concentric-Stranded 

Inner Diameter of Annular 
Stranded Conductor, inches 

0.50 

0.75 

Diameter 

inches 

Ratio 

Outer 

Diam. 

Ratio 

Outer 

Diam. 

Ratio 

211 6(X) 

0.528 

1.00 





250 000 

0.575 

1.005 





300 000 

0.630 

1.006 





400 000 

0.728 

1.012 





500 000 

0.814 

1.018 

0.97 

1 01 



600 000 

0.803 

1.026 

1.04 

1.01 



800 000 

1.031 

1.046 

1.16 

1.02 

1.28 

1.01 

1000 000 

1.152 

1.068 

1.25 

1.03 

1.39 

1.02 

1 500 000 

1.412 

1.145 

1.52 


1.63 


2000 000 

1.631 

1.239 

1.72 

1.17 



2 500 000 

1.825 

1.336 


1.24 



3 000 000 

1.998 

1.439 


1.36 

1 2.15 



ductors. Some skin-effect ratios are tabulated in Table 1 
for stranded and representative hollow conductors.* 

Proximity Effect —The alternating magnetic flux in a 
conductor caus^ by the current flowing in a neighboring 
conductor gives rise to circulating currents, which cause an 
apparent increase in the resistance of a conductor. This 
phenomenon is called proximity effect. The increase in 
resistance is negligible except in very large conductors. 

Proximity effect can, however, become important under 
certain conditions of cable installation. When cables are 
laid parallel to metal beams, walls, etc., as is frequently the 
case in buildings or ships, proximity effect increases the 
apparent impedance of these cables appreciably. Booth, 
Hutchings and Whitehead^ have made extensive tests on 
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t/T 



Fig. 9—'Geometric factor for three*coiuluctor belted cables haring round or sector conductors. 


NOTE: For cables having sector conductors, enter the curve with the dimensions of a round-conductor cable having identical oonduotor 
area and insulation thicknesses. Multiply the resultant geometric factor by the sector correction factor given above. 

(Oi is calculated for three-phase operation; Go is calculated for single-phase operation, with three conductors paralleled and re¬ 
turn in sheath. See Secs. 5 and 6.) 
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the impedance and current-carrying capacity of cables, as 
they are affected by proximity to flat plates of conducting 
and magnetic materi^. Figures 11 and 12, taken from this 
work, illustrate forcefully that proximity effect can be 
significantly large. Although these tests were performed 
at 50 cycles it is believed that the results serve to indicate 
effects that would be experienced at 60 cycles. The results 
in an actual installation of cables close to metal surfaces are 
influenced so greatly by the material involved, and by the 
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Fig. 10—Geometric factor for three-conductor shielded cables 
having sector conductors, in terms of insulation thickness T 
and mean periphery P. 


structural shape of the surface, that calculation and pre¬ 
diction is difficult. 

The additional losses caused by placing a metal plate or 
other structural shape close to a cable circuit arise from 
both hysteresis and eddy-current effects within the plate. 
Hysteresis losses are large if the flux density within the plate 
is high throughout a large proportion of the plate volume. 
A material having high permeability and very high re¬ 
sistivity would promote hysteresis loss, because flux devel¬ 
oped by cable currents could concentrate within the low- 
reluctance plate, and because the action of eddy-currents 
to counteract the incident flux would be comparatively 
small in a high-resistance material. Eddy-current losses 
depend on the magnetic field strength at the plate, and 
also upon the resistance of the paths available for flow 
within the plate. 

Because the factors that affect hysteresis loss and those 
that affect eddy-current loss are interdependent, it is seldom 
easy to theorize on which material or combination of ma- 



DISTANCC FROM STEEL PLATE - INCHES 


Fig* 11—Increase in cable resistance and reactance caused 
by proximity to steel plate for single phase systems (cable 
sheaths are insulated). 


terials will contribute lowest losses. Some practical pos¬ 
sibilities, drawn from experience in the design of switch- 
gear, transformers, and generators, are listed here: 

a. The magnetic plate can be shielded by an assembly of 
laminated punchings, placed between the cables and 
the plate, so that flux is diverted from the plate and 
into the laminations. The laminations normally have 
low eddy-current losses and they must be designed so 
that flux density is not excessive. 

b. The magnetic plate can be shielded with a sheet of 
conducting material, such as copper or aluminum, 
placed so that the magnetic field acts to build up 



Fig. 12—IncreaM In cable resistance and reactance caused 
by proximity to steel plate for three-phase systems (cable 
sheaths are Insulated). 
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and 


ri<-1.284 inches. 


From Eq. (6), 

0.200 

’^•“(2.701)(0.133) 

«0.557 ohms per phase per mile. 


Substituting in Eq. (8), 

44160(0.664)* 


y 10-^ 

0.557(2.701)* 

= 0.00479 ohms per phase per mile. 


From Table 6 it is found that fc, the conductor resistance, 
including skin effect is 0.091 ohms per phase per mile. The 
total positive- and negative-sequence resistance is then, 
=0.091+.005 = 0.096 ohms per phase per mile. 
Sheath currents obviously have little effect on the total 
alternating-current resistance^ of this cable. 

Theoretically some allowance should be made for the 
losses that occur in the metallic tape on the individual con¬ 
ductors of shielded cable, but actud measurements indicate 
that for all practical purposes these losses are negligible 
with present designs and can be ignored in most cases. The 
resistance to positive- and negative-sequence in shielded 
cable can be calculated as though the shields were not 
present. 

Three Conductors in Steel Pipe —Typical values for 
positive- and negative-sequence resistance of large pipe- 
type cables have been established by test*, and an empir¬ 
ical calculating method has been proposed by Wiseman* 
that checks the tests quite closely, l^ause the calcula¬ 
tions are complex, only an estimating curve is presented 



o 


Pig. 13—Posltlve-tequence resistance of high-voltage cables 
in steel pipe (estimating curve). 


here. The ratio of actual resistance as installed to the d-c 
resistance of the conductor itself based on data obtained in 
laboratory tests is shown in Fig. 13. The increased resist¬ 
ance is due to conductor skin effect, conductor proximity 
effect in the presence of steel pipe, and to PR loss in the 
pipe itself. In preparing Fig. 13, the pipe size assumed for 
each cable size was such that 60 percent of the internal pipe 
cross-sectional area would have been unoccupied by cable 
material: choosing a nearest standard pipe size as a prac¬ 
tical expedient does not affect the result appreciably. The 
conductor configuration for these tests was a triangular 
grouping, with the group l 3 dng at the bottom of the pipe. 
If, instead, the conductors were to be laid in an approx¬ 
imately flat cradled arrangement, some change in resist¬ 
ance would be expected. Actual tests on the flat arrange¬ 
ment produced variable results as conductor size was 
changed, some tests giving higher losses and some lower 
than the triangular. If a maximum value is desired, an 
estimated increase of 15 percent above the resistance for 
.triangular configuration can be used. Field tests have been 
made on low-voltage circuits by Brieger^*, and these results 
are shown in Table 2. 


3. Positive- and Negative-Sequence Reactances 


Single-Conductor Cables— The reactance of single¬ 
conductor lead-sheathed cables to positive- and negative- 
sequence currents can be calculated from the following 
equation, which takes into account the effect of sheath 
currents. 


Xi — Xi*—0.2794 ~ logio 
oU 

ohms per phase per mile. 


GMD,. 

GMR,. 


3^* 

Xm’ + V 


( 10 ) 


or 


Xi 


ij=» 


X.+Xd — 


Xm* 

Xm*+r.* 


ohms per phase per mile. (11) 


The conductor component of reactance is 

where 


( 12 ) 


GMRio = geometric mean radius of one conductor. 

The separation component of reactance is 

Xd=0.2794 ^1og.o^^ (13) 

where 

GMDao = geometric mean distance among 
three conductors (see Eq. 1). 

The component to be subtracted^ because of the effect of 
sheath currents is composed of terms defined by Eqs. 
(5) and (6). 

Three-’Conductor Cables —Because negligible sheath 
current effects are present in three-conductor non-shielded 
cables, the reactance to positive- and negative-sequence 
currents can be calculated quite simply as: 

n n^7t\A f I GMDfc 

ohms per phase per mile (14) 

or 


(15) 


xi«xj>«a;,-fid ohms per phase per mile 
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Tabia 2 — Impedance op Three-Phase 120/208 Volt Cable Circuits in Fibre and in Iron Conduits 

PodU'W rad Neiktive-Seqaenoe Impedraoe, Ohms per Phase per Mile at 60 Cycles. 


Phaae Conductor 
8ixe 

Conductor Aaoembly 

Duct Material 
(4 Inch) 

Cable Sheath 
(Phase Conductors) 

600 MCM 

Uncabled* 

Fibre 

Non-leaded 

(1 per phrae) 



Lead 



Iron 

Non-leaded 




Lead 


Cabled* 

Fibre 

Non-leaded 



Iron 

Non-leaded 


Cabled^ 

Fibre 

Non-leaded 

1 


Iron 

Non-leaded 

0000 AWO 

Uncabled* 

Fibre 

Non-leaded 

(2 per phaee) 


Iron 

Non-leaded 




Lead 


Cabled* 

Fibre 

Non-leaded 



Iron 

Non-leaded 


Resifitance 
(Ohms at 25X.) 


0.120 


0.127 


0.135 


0.156 

0.125 


Reactance 

(Ohms) 


0.189 


0.188 



Zero-Sequenoe Impedance^ Ohms Per Phase Per Mile at 60 Cycles. 



Resistance 
(Ohms at 25®C.) 


Reactance 

(Ohms) 



Cable Sheath 
(Phase 
Conductors) 


Non-leaded 


Lead 

Lead 


Non>leaded 


Non-leaded 


Non-leaded 

Non-leaded 


Non-leaded 


Non-leaded 


Lead 


Non-leaded 


Non-leaded 


Non-leaded 


* ICalOTial ialran fron **Inipedaiiot of ThrEO'PhMO Sooondary Mmins in Non-Metallio and Iron Conduita/* by L. Briegor, E£I Bulletin. Vol. 6, No. 2, pg. Cl, Feb* 

niarjr 

* Aiimbly of four oooduetort orrmaged leotangularly, in the aequenoe (olockwiee) A>B*Oneutral. while being pulled into the duct; conductors may assume a ran¬ 
dom ooailgiimUoB niter entering the duet. 

* Aeeembly ae In note S. except tbnt conductors nre onbled in position. .... 

* Amemhly of three pheee coCMluetore nrmnged triangularly with three neutral conductors xnterpoeed in the tpacee between phase conductoni. All conductors ari> 

* iVmemblj of eta phaee oondueton arranged hexagooally, in the aequenoe A-B-OA-B-C. with either one or two neutral conductors inside the phase conductor group. 
This arrangamant is maintained only at tha duet entrance; a random configuration may develop within the duct. 

* Amambly aa In noto 6. asoapt t^t eonduetora are oabled in position. 



where: 

GMDi,*S«>geometrio mean distance among 
three etmduetors, and the remaining values are as 
defined in Eqs. (12) and (13). 

For awtffi^^iniwd oonduetm no aoourate data on change 
in reaotanoe bemuM of conductor shape is available, but 
Or. WmmnM ran <{uoted M authority for the statement 
that the roaetaaoo is from five to ten percent less than for 
mmd oowhwiote of ths mme area and insulation thick- 


For shielded three-ccmductor cables the reactance to 
positive- and negative-sequence currents can be calculated 
as though the shields were not present, making it similar to 
belted three-conductor cable. This is true because the 
effect on reactance of the circulating currents in the 
shielding tapes has been calculated by the method used for 
determining sheath effects in single-conductor cables and 
proves to be ne^igible. 

Three Conductors in Steel Pipe —Conductor skin 
effect and proximity effects influence the apparent reactance 
of high-v(^tage cables in steel pipe. Because the detailed 
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calculation of these factors is complex, a curve is supplied 
in Fig. 14 that serves for estimating reactance within about 
five percent accuracy. The curve is drawn for triangular 
conductor grouping, with the group lying at the bottom of 
the pipe. If the grouping is instead a flat cradled arrange¬ 
ment, with the conductors lying side by-side at the bottom 
of the pipe, the curve results should be increased by 15 
percent. A calculating method that accounts in detail for 



Fi^. 14—Positive-sequence reactance of hi^h-voltage cables 
in steel pipe (estimating curve). 


the variable factors in this problem has been presented by 
Del Mar^ Table 2 contains information*^ useful in esti¬ 
mating the impedance of low-voltage (120/208 volt) cables 
in iron conduit. 

4. Zero-Sequence Resistance and Reactance 

When zero-sequence current flows along the phase con¬ 
ductors of a three-phase cable circuit, it must return in 
either the ground, or the sheaths, or in the parallel combi¬ 
nation of both ground and sheaths.^ As zero-sequence cur¬ 
rent flows through each conductor it encounters the a-c 
resistance of that conductor, and as it returns in the ground 
or sheaths it encounters the resistance of those paths. The 
zero-sequence current flowing in any one phase encounters 
also the reactance arising from conductor self-inductance, 
from mutual inductance to the other two phase conductors, 
from mutual inductance to the ground and sheath return 
paths, and from self-inductance of the return paths. Each 


of these inductive effects cannot always be identified in¬ 
dividually from the equations to be used for reactance cal¬ 
culations because the theory of earth return circuits*, and 
the use of one GMR to represent a paralleled conductor 
group, present in combined form some of the fundamental 
effects contributing to total zero-sequence reactance. The 
resistance and reactance effects are interrelated so closely 
that they are best dealt with simultaneously. 

Cable sheaths are frequently bonded and grounded at 
several points, which allows much of the zero-sequence 
return current to flow in the sheath. On the other hand, 
when any of the various devices used to limit sheath current 
are employed, much or all of the return current flows in the 
earth. The method of bonding and grounding, therefore, 
has an effect upon the zero-sequence impedance of cables. 
An actual cable installation should approach one of these 
three theoretical conditions: 

1 Return current in sheath and ground in parallel. 

2 All return current in sheath, none in ground. 

3 All return current in ground, none in sheath. 

Three-Conductor Cables —Actual and equivalent cir¬ 
cuits for a single-circuit three-conductor cable having a 
solidly bonded and grounded sheath are shown in Fig. 15 
(a) and (c). The impedance of the group of three paralleled 
conductors, considering the presence of the earth return 
but ignoring for the moment the presence of the sheath, is 
given in Eqs. (16) or (17) in terms of impedance to zero- 
sequence currents. 

2.-r.+r.+j0.8382ilog,.gi^ 


ohms per phase per mile 

(Ki) 

Ze = Tc + Te + j(Xa + Xe - 2Xd) 

ohms per phase per mile. 

(17) 


Table 3 —Equivalent Depth of Earth Return (DJ, and Earth 
Impedance (r, and x,), at 60 Cycles 


Earth 

Resistivity 

(meter-ohm) 

Equivalent 

I)epth of 

Earth ^turn, D. 

Piquivalent 

PJarth 

Resistance 

r* 

(ohms per mile) 

Equivalent 

Earth 

Reactance 

X, 

(ohms per mile) 

inches 

feet 

1 

3.36x10* 

280 

0.286 

2.05 

5 

7.44xl0» 

620 

0.286 

2.34 

10 

1.06x10* 

880 

0.286 

2.47 

50 

2.40x10* 

2000 

0.286 

2.76 

100 

3.36x10* 

2 800 

0.286 

2.89 

500 

7.44x10* 

6 200 

0.286 

3.18 

1 000 

1.06x10* 

8 800 

0.286 

3.31 

5 000 

2.40x10* 

20 000 

0.286 

3.60 

10 000 

3.36x10* 

28 000 

0.286 

3.73 


where: 

Te-a-c resistance of one conductor, ohms per 
mile. 

r,»a-c resistance of earth return (See Table 3), 
ohms per mile. 

distance to equivalent earth return path, 
(See Table 3), inches. 
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ACTUAL CIRCUIT 
(ONE THREE-CONOUCTOR CABLE) 
(•) 





MODIFIED eOUIVALENT OlflOUIT 
(IMRIDANOCS EXPREBSCDIN ZERO'BaBUeNOE TCRMB) 

W 

IS-ActHRl smt DeMbalMit Mro-MauMM for 

three-conductor and •Iniil'MMMOter lMt*olMathel DillBo. 


GMRfcX geometric mean radius of the conducting 
path made up of the three actual conductors 
ta ken as a grou p, inches. 

— ^(GMRic)(/S)* for round conductors. ( 18) 

• 

GMRio* geometric mean radius of an individual 
conductor, inches. 

reactance of an individual phase conductor 
at twelve inch spacing, ohms per mile. 

Xe= reactance of earth return. 

«0.8382 ^ logic ^ ohms per mile. (Refer to 

Table 3). (19) 

Xd= 0.2794 ^ logio ohms per mile. 

GMDio = geometric mean distance among conductor 
centers, inches. 

= S=(d+27") for round conductors in three 
conductor (rabies. 

The impedance of the sheath, considering the presence of 
the earth return path but ignoring for the moment the 
presence of the conductor group, is given in terms of im¬ 
pedance to zero-sequence currents: 

/ 2D 

2 . = 3r,+r.+j0.8382 ~ log,o ohms per 

oU r© I r i 

phase per mile. (20) 

or 

^• = 3r,-l-r.-|-j(3x,+Xe) ohms per phase per 

mile. (21) 

where: 

r, = sheath resistance, ohms per mile. 

—-^ for lead sheaths. 

(ro+ri)(ro~ri) 

ri = inside radius of sheath, inches. 

To = outside radius of sheath, inches. 
x, = reactance of sheath, ohms per mile. 

/ 24 

=» 0.2794 ^ logic —;— ohms per mile. (22) 

oO roi-ri 

The mutual impedance between conductors and sheath, 
considering the presence of the earth return path which is 
common to both sheath and conductors, in zero-sequence 
terms is 

f 2D 

^ = r,+j0.m2 - log .0 


ohms per phase per mile. (23) 

or 

ohms per phase per mile. (24) 

The equivalent circuit in Fig. 15(d) is a conversion from 
the one just above it, and combines the mutual impedance 
into a common series element. From this circuit, when 
both ground and sheath return paths exist, total *ero- 
sequence impedance is: 


‘Z,—- ohms per phase per mile. 


(25) 
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If current returns in the sheath only, with none in the 
ground: 

= z,+z,-2z^ (26) 

~r.+3r.+A8382 £ lo*„ ohn» per 

phase per mile. (27) 

= re+ 3 r, 4 *j( 2 'a —2xd~3x,) ohms per phase per 
mile. (28) 

If current returns in ground only with none in the sheath, 
as would be the case with non-sheathed cables or with 
insulating sleeves at closely spaced intervals, the sero- 
sequence impedance becomes: 

Zq ~ (Zc 2in) d" 

= ohms per phase per mile. (29) 

The zero-sequence impedance of shielded cables can be 
calculated as though the shielding tapes were not present 
because the impedance is affected only slightly by cir¬ 
culating currents in the shields. 

The equivalent geometric mean radius (GMR»c) for 
three-conductor cables having sector conductors is difficult 
to calculate accurately. The method used to calculate 
values of GMRjo for the tables of characteristics is of 
practical accuracy, but is not considered to be appropriate 
for explanation here. As an alternate basis for estimations, 
it appears that the GMRjo for three sector-conductors is 
roughly 90 percent of the GMRio for three round conduc¬ 
tors having the same copper area and the same insulation 
thickness. 

Example 2 —Find the zero-sequence impedance of a 
three-conductor belted cable, No. 2 A.W.G. conductor (7 
strands) with conductor diameter of 0.292 inches. Con¬ 
ductor insulation thickness is 156 mils, belt insulation is 
78 mils, lead sheath thickness is 109 mils, and overall 
cable diameter is 1.732 inches. Assume D,» 2800 feet and 
resistance of one conductor = 0.987 ohms per mile at 60 
cycles. DisUtnce between conductor centers is: 

5=0.292+ 2 X0.156 = 0.604 inches. 


GMR of one conductor is (see Chap. 3, Fig. 11): 

GMRic = 0.726X0.146 *0.106 inches. 

GMR of three conductors is: 

G MRto = ^(0. 106) (0.604)* = 0.338 inches. 
The conductor component of impedance is 
(r, = 0.987, 0.286): 


ec = 0.987+0.286+i0.8382 log,o 


2800X12 


0.338 

« 1.27+jf4.18*4.37 ohms per mile. 

This would represent total zero-sequence circuit impedance 
if all current returned in the ground, and none in the 
sheath. 

For.the sheath component of impedance: 

0-200 , 

^1.13 ohzns per mile 


(1.623) (0.109) 

= 3X1.13+0.286 +j0.8382 log,o 
>3.68+^3.87 ohms per mile 


2 X2800X12 


The mutual component of impedance is: 
z».*0.286+i3.87 


If all current returned the sheath, and none in the 
ground, 

zo* 1.27+i4.18+3.68+i3.87-0.67-j7.74 
* 4.38+j0.31 *4.39 ohms per mile. 


If return current may divide between the ground and 
sheath paths, 

(0.286+i3.87)* 

.-1.27+34,18- 

* 1.27+y4.18+1.623-j2.31 
*2.89+71.87 * 3.44 ohms per mile. 


The positive-sequence impedance of this cable is: 
21*0.987+^.203 ohms per mile 


Therefore the ratio of zero- to positive-sequence resistance 
is 2.9, and the ratio of zero- to positive-sequence reactance 
is 9.2. 


Zero-sequence impedance is often calculated for all 
return current in the sheath and none in the ground, be¬ 
cause the magnitude of the answer is usually close to that 
calculated considering a paralleled return. The actual 
nature of a ground-return circuit is usually indefinite, since 
it may be mixed up with water pipes and other conducting 
materials, and also because low-resistance connections 
between sheath and earth are sometimes difRcult to 
establish. 

Single-^Conductor Cables—Fig. 15 also shows the 
actual and equivalent circuits for three single-conductor 
cables in a perfectly transposed three-phase circuit, where 
the sheaths are solidly bonded and grounded. The im¬ 
pedance expressions applying to single-conductor cables 
differ in some respects from those for three-phase cables: 

*.-r.+r.+j0.8382 ^log „ ohms 

per phase per mile. (30) 


or 

r,—r,+r,4-i(x»+at,—2jCd) ohms 

per phase per mile. (31) 

where; 

r,»a.c. resiatance of odc conductor, ohms per 
mile. 

r.>‘a.c. resistance of earth (see Table 3), ohms 
per mile. 

D, ■> distance to equivalent earth return path (see 
Table 3), inches. 


GMRi«-> geometric mean radius of the conducting 
path made up of the three actual conduc* 
to r^fa^^^^agw^ , inches. 

z. reactance of an individual phase conductor 
at twelve-inch spacing, ohms per mile. 
z.»reactanoe of earth return. 

(See Table 3.) 

Xd-0.27M ^ logw I* 


1.623 



Chapter 4 


Eleetrieal Charaeterittiea of Cables 


77 


QMDte»geonetrio mean distanoe among conductor 
eentw*. inohw. 


^.r,+r,+i0.8382ilog„^ 

per phase per mile 


ohms 


or 


z.*rg+r,+j(x,-|-ar.-"2xd) ohms per phase 
per mile 

where: 

GMRs. ~ geometric mean radius of the conducting 
path made up of the three sheaths in parallel 

3 


(32) 

(33) 




r, a resistance of one sheath, ohms per mile 
3- ^^ for ig|^ sheaths. 

(ro+ri)(ro~ri) 

ri« inside radius of sheath, inches. 

To*outside radius of sheath, inches. 

= reactance of one sheath, ohms per mile 


/ 


Z>. 


2m“r.+j0.8382 ^ log,o ^ 

per phase per mile. 


ohms 


or 


rm**rt+j(a;«+x,~-2xd) ohms per phase per 
mile. 

where: 

QMDio-s« *= geometric mean of all separations between 
sheaths and conduc tors._ 


(34) 

(35) 


From the equivalent circuit of Fig. 15, total zero- 
sequence impedance when both ground and sheath paths 
exist is: 


-ohms per phase per mile. 

r* 


(25) 


If current returns in the sheath only, with none in the 
ground: 

Ze«‘Zo+z.*~2za ohms per phase per mile (26) 


*ro+r.+0.8382 logw ohms per phase 

per mile. (36) 

*re+r,+j(Xa—X,) ohms per phase per mile. (37) 


If current returns in the ground only: 

ohms per phase per mile. (29) 


Cables in Steel Pipes or Conduits— When cables are 
installed in iron conduits or steel pipes, the sero-sequence 
resistance and reactance are affected by the magnetic 
material because it closely surrounds the phase conductors 
and forms a likely return path for aeroniequence current. 
No method of calculating this aero-sequence impedance is 
available, but some rather complete results are available 
from field tests on installed low-vdtage cables, as shown 


in Table 2. Some special tests of the zero-sequence im¬ 
pedance of high-voltage pipe-type cable have been made 
but the results are not yet of a sufficiently wide scope to 
be generally usable. 


5. Shunt Capacitive Reactance 

Shunt capacitive reactances of several types of cables 
are given in the Tables of Electrical Characteristics, 
directly in ohms per mile. In addition, shunt capacitance 
and charging current can be derived from the curves of 
geometric factors shown in Figs. 8 and 9, for any cable 
whose dimensions are known. The geometric factors given 
in these curves are identified by symmetrical-component 
terminology. 

The positive-, negative-, and zero-sequence shunt capac¬ 
itances for single-conductor metallic-sheathed cables are 
all equal, and can be derived from the curves of Fig. 8. 
Three-conductor shielded cables having round conductors 
are similar to single-conductor cable in that each phase 
conductor is surrounded by a grounded metallic covering; 
therefore the positive-, negative-, and zero-sequence values 
are equal and are dependent upon the geometric factor 
relating a conductor to its own shielding layer. The 
geometric factor for three-conductor shielded cables having 
sector-shaped conductors is approximately equal to the 
geometric factor, (7, applying to round conductors. How¬ 
ever, if the sector shape of a shielded cable is known, then 
the curve in Fig. 10, based on insulation thickness and 
mean periphery of insulation, is recommended as giving 
more accurate values of geometric factor. 

For single-conductor and three-conductor shielded ca¬ 
bles (see Fig. 8), 

^ ^ ^ 0.0892/c . , , , 

C1 =C2 = Co =-—7:7— microfarads per phase per 

(r 

mile. (38) 


xr = X!’=Xo' = 


1.79G 

fk 


megohms per phase per mile. 


(39) 




0.323fkkv , 

—amperes per phase per 

mile. (40) 


Three-conductor belted cables having no conductor 
shielding have zero-sequence values which differ from the 
positive- and negative-sequence; the appropriate geo¬ 
metric factors are given in Fig. 9; 


C, = Ct=— 7 ^— microfarads per phase per mile. 


X|' = X»' 


C. 
0.0892* 
Go 

0.597G, 


fk 


microfarads per phase per mile. 
, megohms per phase per mile. 


(41) 

(42) 

(43) 


Xo = 


1.79G« 

fk 


megohms per phase per mile. 


(44) 


lx- 


amperes per phase per mile. (45) 

lOOOt/i 

— amperes per phase per mile. (46) 
lOOOCro 
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When three-conductor belted cables have sector-shaped 
conductors, the ge<»netric factor must be corrected from 
the value which api^ies to round conductors. This cor¬ 
rection factor is plotted in Fig. 9, and its use is explained 
below the curve. 

In the foregoing equations, 

Cl, Cl, and C« are positive-, negative-, and sero- 
sequence capacitances. 

xi', xt and x^ are positive-, negative-, and sero- 
sequence capacitive reactances. 

Ji', Ir and are positive-, negative-, and aero- 
sequence charging currents. 

^r=>=line-to-line system voltage, kilovolts. 

dielectric constant, according to the values in 
Table 4. 


Tablb 6— Maxuum Pownt Factors* of Cable Insulation 


Temperature 
of Cable 
(Deg. C,) 

Solid 

Paper 

Oil- 

Filled 

(low-pressure) 

Gas- 

Filled 

(low-pressure) 

25 to 60 

0.009 

0.0060 

0.009 

70 

0.015 

0.0075 

0.013 

80 

0.021 

0.0090 

0.018 

85 

0.025 

0.0097 

0.022 

90 

0.030 

0.0105 

0.027 


*Tbe power factor of new cable ie ueually below these values by a wide margin. 


IL TABLES OF ELECTRICAL 
CHARACTERISTICS 


It is important to note that in converting shunt capaci¬ 
tive reactance from an ‘^ohms per phase per mile’’ basis 
to a total *^ohms per phase” basis, it is necessary to divide 
by the circuit length: 




Xc' 


If length in miles* 


, ohms per phase. 


(47) 


6. Insulation Resistance. 


The calculation (rf cable insulation resistance is difficult 
because the properties of the insulation are generally 
predictable only within a wide range. The equations pre¬ 
sented below are therefore quite dependent upon an 
accurate knowledge of insulation power factor. 

For single-conductor and three-conductor shielded 
cables, 




1.79Q 
/•ik*cos 4 
per mile. 


*10* ohms per phase 

(48) 


For three-conductor belted cables, 


ri* = r2' = - 


0.597Gi 
f‘k cos 0 


> 10* ohms per phase per mile. 

(49) 


1.79(?o 
f k-cos 4> 


• 10* ohms per phase per mile. 


(50) 


In these equations, 

ri', r 2 % and tq* are positive-, negative-, and sero- 
sequence shunt resistances. 

= dielectric constant (see Table 4). 
cos power factor of insulation, in per unit. 

In Table 5 are listed maximum values of insulation 
power factor, taken from specifications of the Association 
of Edison Illuminating Companies**. These standard 
values will very probably be several times larger than 
actual measured powder factors on new cables. 


Table 4—Dielbctric Ck>N8TANTS of Cable Insulation 


Insulation 

Range of k 

Typical k 

Solid Paper 

3.0-4.0 

3.7 

Oil-Filled 

3.0-4.0 

3.5 

Gas-Filled 

3.0-4.0 

3.7 

Varnished Cambric 

4.0-^.0 

5.0 

Rubber 

4.0-9.0 

6.0 


The 60-cycle electrical characteristics of the most usual 
sizes and voltage classes of paper insulated cable are con¬ 
tained in Tables 6 through 11. In each case the positive-, 
negative-, and zero-sequence resistances and reactances 
are tabulated, or else constants are given from which these 
quantities can be calculated. Also, included in these 
tables are other characteristics useful in cable work, such 
as typical weights per 1000 feet, sheath thicknesses and 
resistances, conductor diameters and GMR’s, and the type 
of conductors normally used in any particular cable. 

In each of these tables the electrical characteristics have 
been calculated by the equations and curves presented in 
the foregoing pages. Where sector-shaped conductors are 
used, some approximations are necessary as pointed out 
previously. In Table 6 the positive- and negative-sequence 
reactance for sectored cables has arbitrarily been taken 
7.5 percent less than that of an equivalent round-conductor 
cable, in accordance with Dr. Simmons' recommendations. 
The equivalent GMR of three conductors in sectored 
cables is necessarily an approximation because the GMR of 
one sector cannot be determined accurately. This condi¬ 
tion arises since the shape of sectors varies and a rigorous 
calculation is not justified. The variation in sector shapes 
probably is greater than any error present in the approxi¬ 
mation given in the tables. The reactances calculated 
from these approximate GMR’s are sufficiently accurate 
for all practio^ calculations. 

Table 7 for shielded cables is similar in form to Table 6 
and where sectored cables are listed the same approxima¬ 
tions in GMR and reactance apply. Table 8 for three- 
conductor oil-filled cables is similar to both Tables 6 and 
7 and the same considerations apply. 

In these tables for three-conductor cables, the zero- 
sequence characteristics are calculated for the case of all 
return current in the sheath and none in the ground. As 
pointed out in the discussion of zero-sequence impedance, 
this is usually sufficiently accurate because of the indefinite 
nature of the ground return circuit. Where ground must 
be considered or where there are paralleled three-phase 
circuits, the impedance must be calculated as illustrated 
in the examples given. 

From the quantities given in these tables of three-con¬ 
ductor cables, the overall diameter of any particular cable 
can be calculated. 

/)»2.155(d+2r)+2(f+L) 


(51) 
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Table 6—60-Cycle Characteristics of THREE-CONDUCTOR BELTED Paper-Insulated Cables 

Grounded Neutral Service 


! 

o 

t 

"o 

> 

Insulation 

Thickness 

Mils 

Circular Mila 
or AWG (B. A S.) 

Type of (•) 

Conductor 

h 

Diameter or 

Sector ^pth (‘) 
inches 

§ 

xt 

cS 

OMR of One 

Conductor—inches (*) 

POSITIVE & 
NEGATIVE— 
SEQ. 

GMR—Three 

Conductors 

ZERO-SEQUENCE 

SHEATH 

Conductor 

Belt 

«* 

dSo 

Shunt Capacitive 
Reactance 

Ohms per Mile (*) 

Series Resistance 
Ohms per Mile (U 

Series Reactance 
Ohms per Mile (*) 

Shunt Capacitive 
Reactance 

Ohms per Mile (*) 

Thickness 

Mils 

Resistance, Ohms 
per ^lile at 50 C 


60 

35 

6 

8R 

1 500 

0.184 

2. .50 

0.0<i7 

0 185 

0300 

0.184 

10 66 

0 315 

11 600 

85 

2 69 


60 

35 

4 

SR 

1 910 

0.232 

1. .58 

0.084 

0.175 

5400 

0.218 

8.39 

0 293 

10 200 

W 

2 27 


60 

35 

2 

8R 

2 390 

0 292 

0.987 

0 106 

0.165 

4700 

0 262 

6.99 

0.273 

9 000 

90 

2 00 


60 

35 

1 

SR 

2 820 

0.1.12 

0 786 

0.126 

0.155 

43(X) 

0 295 

6.07 

0.256 

8 400 

9.5 

1.76 


60 

35 

0 

SR 

3 210 

0.173 

0.622 

0.142 

0.152 

4000 

0.326 

5.54 

0 246 

7 900 

9.5 

1 64 


60 

35 

00 

CS 

3 160 

0.323 

0 495 

0 151 

0.138 

28(X) 

0.290 

5 96 

0.250 

5 400 

9.5 

1.82 


60 

35 

000 

CS 

3 650 

0.164 

0 .192 

0.171 

0 134 

23(H) 

0.320 

5.46 

0.241 

4 .500 

95 

1.69 


60 

35 

0000 

CS 

4 390 

0 417 

0 .110 

0.191 

0. L31 

2000 

0.355 

4.72 

0.237 

4 000 

100 

1.47 


60 

35 

250 000 

CS 

4 900 

0 4.5.5 

0 263 

0.210 

0.129 

1800 

0.387 

4.46 

0.224 

3 000 

100 

1.40 


60 

35 

300 000 

CS 

5 660 

0.497 

0 220 

0.230 

0.128 

1700 

0.415 

3.97 

0.221 

3 400 

105 

1.25 


60 

35 

350 000 

CS 

6 310 

0.539 

0 190 

0 249 

0.126 

1500 

0.446 

3.73 

0.216 

3 100 

105 

1.18 


60 

35 

400 000 

CS 

7 080 

0.572 

0.106 

0.265 

0 121 

1500 

0.467 

3.41 

0.214 

2 900 

110 

1.08 


60 

35 

500 000 

CS 

8 310 

0.642 

0 1.14 

0 297 

0.123 

1300 

0.517 

3.11 

0.208 

2600 

no 

0 993 


65 

40 

600 000 

CS 

9 800 

0 700 

0.113 

0 327 

0.122 

1200 

0 507 

2 74 

0.197 

2 400 

115 

0.877 


65 

40 

750 000 

CS 

11 800 

0 780 

0 091 

0 366 

0 121 

1100 

0 623 

2 40 

0.194 

2 100 

120 

0.771 


70 

40 

6 

SR 

1 680 

0 184 

2 .50 

0.067 

0 192 

6700 

0 192 

9 67 

0.322 

12 .500 

90 

2 39 


70 

40 

4 

SH 

2 030 

0 232 

1. .58 

0.084 

0.181 

5800 

0.227 

8.06 

0.298 

11 200 

90 

2. 16 


70 

40 

2 

SR 

2 GOO 

0 292 

0 987 

0.106 

0. 171 

5100 

0 271 

6.39 

0 278 

9 800 

95 

1.80 


70 

40 

1 

SR 

2 930 

0.332 

0 786 

0.126 

0.161 

4700 

0 3(H 

5.83 

0 263 

9 200 

95 

1.68 


70 

40 

0 

SR 

3 440 

0 373 

0 622 

0.142 

0. 150 

4400 

0 33.5 

5.06 

0 250 

8 600 

100 

1 48 


70 

40 

00 

CS 

3 300 

0 323 

0 495 

0 151 

0 142 

3500 

0 297 

5.69 

0.259 

6 700 

95 

i .73 


70 

40 

000 

CS 

3 890 

0.164 

0 392 

0.17I 

0.138 

2700 

0.329 

5.28 

0.246 

5 100 

95 

1.63 

Id 

70 

40 

0000 

CS 

4 530 

0 417 

0.310 

0 191 

0 135 

2400 

0.367 

4.57 

0.237 

4 600 

100 

1.42 

w 

70 

40 

250 000 

CS 

5 160 

0 455 

0 263 

0.210 

0.132 

2100 

0.396 

4.07 

0.231 

4 200 

105 

1.27 


70 

40 

300 000 

CS 

5 810 

0.497 

0 220 

0.230 

0 130 

1900 

0.424 

3.82 

0.228 

3 800 

105 

1 .20 


70 

40 

350 000 

CS 

6 470 

0.539 

0 190 

0 249 

0.129 

1800 

0.4.55 

3.61 

0 219 

3 7(X) 

105 

1.14 


70 

40 

400 000 

CS 

7 240 

0.572 

0 160 

0.265 

0.128 

1700 

0.478 

3.32 

0 218 

3 400 

no 

1.05 


70 

40 

500 000 

CS 

8 060 

0.642 

0 134 

0 297 

0.126 

1500 

0.527 

2.89 

0 214 

3 000 

115 

0 918 


75 

40 

600 000 

CS 

9910 

0.700 

0.113 

0.327 

0.125 

1400 

0 577 

2.68 

0 210 

2 800 

115 

0.8.55 


75 

40 

7.50 000 

CS 

11 920 

0 780 

0 091 

0 306 

0 123 

1300 

0 633 

2 37 

0 204 

2 500 

120 

0.7.58 


105 

55 

6 

SR 

2 1.50 

0 184 

2.50 

0.067 

0 215 

8500 

0 218 

8 14 

0.342 

i.5 000 

9.5 

1.88 


100 

55 

4 

SR 

2 470 

0.232 

1 58 

0.084 

0 199 

7600 

0 2.50 

6 86 

0.317 

13 600 

9.5 

1.76 


95 

50 

2 

SR 

2900 

0.292 

0 987 

0.106 

0.184 

6100 

0 291 

5.88 

0 290 

11 .300 

95 

1.63 


90 

45 

1 

SR 

3 280 

0 .132 

0.786 

0 126 

0 171 

5400 

0 321 

5.23 

0.270 

10 200 

100 

1.48 


00 

45 

0 

SR 

3 060 

0 373 

0 622 

0 142 

0 165 

.5000 

0 3.52 

4.79 

0.2.59 

9 600 

1(K) 

1.39 


85 

45 

00 

CS 

3 480 

0 323 

0.495 j 

0.151 

0 148 

3600 

0.312 

5.42 

0 263 

9 3(H) 

95 

1.64 


85 

45 

000 

CS 

4 080 

0 364 

0 392 

0 171 

0 143 

3200 

0 343 

4 74 

0 2.54 

6 7(H) 

100 

1 4.5 

'X 

85 

45 

0000 

CS 

4 720 

0.417 

0.310 

0 191 

0 141 

2800 

0 380 

4.33 

0 245 

8 300 

100 

1.34 

•0 

85 

45 

2.50 000 

CS 

5 370 

0.455 

0 263 

0.210 

0 138 

2600 

0 410 

3.89 

0 237 

7 800 

105 

1.21 


85 

45 

3<X)000 

CS 

6 050 

0.497 

0 220 

0 230 

0 135 

2400 

0 438 

3.67 

0 231 

7 400 

10.5 

1 15 


85 

45 

3M0O0 

CS 

6 830 

0 539 

0 190 

0 249 

0 133 

2200 

0 470 

3.31 

0 225 

7 000 

1 to 

I 01 


85 

45 

400 000 

CS 

7 480 

0 572 

0 166 

0.265 

0. 131 

2000 

0 493 

3 17 

0 221 

6 700 

no 

1.00 


85 

45 

500 000 

CS 

8 890 

0.042 

0 134 

0 297 

0 129 

1800 

0 542 

2.79 

0 216 

6 200 

1 1,5 

0 885 


85 

45 

600 000 

CS 

10 .100 

0.700 

0 113 

0 327 

0 128 

1600 

0 587 

2 51 

0 210 

5 SOO 

120 

0.798 


85 

45 

7.50 000 

CS 

12 340 

0 780 

0.091 

0 366 

0 125 

1500 

0 t»43 

2 21 

0 2(H') 

.5 400 

12.5 

0.707 


130 

65 

6 

SR 

2 450 

0 184 

2 50 

0.067 

0 230 

9600 

0 236 

7 57 

0 3.53 

16 300 

95 

1 69 


125 

65 

4 

SR 

2900 

0 232 

1.58 

0.084 

0 212 

83(X) 

0 269 

6 08 

0 329 

14 ,500 

UH) 

1 .*►0 


115 

60 

2 

SR 

3 280 

0 292 

0 987 

0.106 

0 193 

6800 

0 307 

5 25 

0 302 

12 5(.H) 

1(H) 

1.42 


110 

56 

1 

SR 

3.560 

0.332 

0 780 

0.126 

0 179 

6100 

0 338 

4 90 

0 280 

11 400 

1(H) 

1 .37 


110 

55 

0 

SR 

4090 

0 373 

0 622 

0 142 

0 174 

.5700 

0 368 

4 31 

0 272 

10 700 

105 

1 23 


105 

55 

00 

CS 

3 870 

0.323 

0 195 

0 151 

0 156 

43(X) 

0 .330 

4 79 

0 273 

8 3(H) 

100 

1 43 


105 

55 

000 

CS 

4 390 

0 364 

0 392 

0 171 

0 151 

3800 

0 362 

4 41 

0 263 

7 4(K) 

100 

1.34 


105 

55 

0000 

CS 

5 150 

0 417 

0.310 

0 191 

0 147 

3500 

0 399 

3 88 

0 254 

6 600 

10.5 

1. 19 

00 

105 

55 

250 000 

CS 

5 830 

0.455 

0 263 

0 210 

0 144 

3200 

0 428 

3 50 

0 246 

6 200 

no 

1.08 


105 

55 

300 000 

CS 

6500 

0 497 

0 220 

0.230 

0 141 

2900 

0 458 

3.31 

0 239 

5 600 

no 

1 .03 


105 

55 

350 000 

CS 

7 160 

0 539 

0 190 

0 249 

0 139 

2700 

0.489 

3 12 

0 233 

5 200 

no 

0 978 


105 

55 

400 000 

CS 

7 980 

0.572 

0. 166 

0 205 

0 137 

2.500 

0 513 

2 86 

0 230 

4 900 

11.5 

.8\*9 


105 

55 

500 000 

CS 

9 4.10 

0 642 

0 134 

0 297 

0 135 

2200 

0 563 

2 53 

0.224 

4 300 

120 

0 8(H) 


105 

55 

600 000 

CS 

10 680 

0 700 

0 113 

0 327 

0.132 

2000 

0.006 

2 39 

0 218 

3 900 

120 

0 7.58 


105 

55 

750 000 

CS 

12 740 

0 780 

0 091 

0.366 

9 129 

1800 

0 663 

2 11 

0 211 

3 500 

125 

0 673 


170 

85 

2 

SR 

4 3i>0 

0 292 

0 987 

0 lOti 

0 217 

8600 

0.349 

4.20 

0 323 

1.5 000 

no 

1.07 


165 

80 

1 

SR 

4 640 

0 332 

0 786 

0 126 

0 202 

7800 

0.381 

3.88 

0.305 

13 800 

no 

1.03 


160 

75 

0 

SR 

4 990 

0.373 

0 622 

0 112 

0 193 

7100 

0 409 

3 62 

0 288 

12 800 

no 

1 00 


155 

75 

00 

SR 

5600 

0 419 

0 495 

0 159 

0.185 

6500 

0 439 

3.25 

0 280 

12 000 

115 

0.918 


155 

76 

000 

SR 

6 2.10 

0 470 

0 .192 

0 178 

0 180 

6000 

0.476 

2 99 

0 272 

11 300 

115 

0.867 

> 

155 

75 

0000 

SR 

7 180 

0.528 

0 .110 

0 200 

0 174 

5600 

0.520 

2.64 

0.263 

10 600 

120 

0.778 

Ui 

155 

75 

250 000 

SR 

7 840 

0 .575 

0 26>.l 

0 218 

0 168 

.5300 

0 555 

2 .50 

0.2.56 

10 200 

120 

0.744 

•o 

155 

75 

300 000 

CS 

7 480 

0 497 

0 220 

0 230 

0 155 

5400 

0 507 

2.79 

0 254 

7 900 

115 

0.8.55 


155 

75 

350 000 

CS 

8.140 

0 .539 

0 190 

0 249 

0 152 

5100 

0 536 

2.54 

0 250 

7 200 

120 

0.784 


155 

75 

400 000 

CS 

9 030 

0 572 

0 166 

0 265 

0 149 

4900 

0 561 

2.44 

0.245 

6900 

120 

0.758 


155 

75 

500 000 

CS 

10 .v»o 

0 642 

0 1.11 

0 297 

0 145 

4600 

0 611 

2 26 

0 239 

6 200 

125 

0 680 


155 

75 

600 000 

CS 

12 030 

0 700 

0 113 

0 327 

0 142 

4300 

0.656 

1.97 

0 231 

5 700 

130 

0.620 


155 

75 

750 000 

CS 

14 190 

0 780 

0 091 

0 366 

0 139 

4000 

0 712 

1 77 

0 220 

5 100 

135 

0 558 


•A-o rMMtance based upon 100% conductivity at 65“C. includina 2% allowance for strandinR. 

*QMR of aootor-ahaped conductors is an approximate figure cloee enough for moat practical applications. 
*For dislMtrio constant*>3.7. 

*Baaad upon all return current in the sheath; none in ground. 

*8ee Fig 7 

•The fcuiowing symbols are used to designate the cable types; SR—Stranded Hound; Cb—Compact Sector. 
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Chapter 4 


Table 7—60-Cycle Characteristics of THREE-CONDUCTOR SHIELDED Pafbr-Insulated Cabuis 


Grounded Neutral Service 


o 

1 

"o 

> 

i 

Jd 

u 

3 

H 

I 

h 

CirruUr Mila or 

AWG (B. A 8.) 

Type of 

Conductor (•) 

Weight per 

1000 Feet 

Digmeter or 

Sector Depth (*) inchea 

1 

fc 

fi 

OMR of one 

Conductor (*) inchea 

POSITIVE k 
NEGATIVE 
SEQUENCE 

GMR—Three Coadueiots 

ZERa--8£gUENCE 

SHFdATH 

k 

ll 

|g 

lo 

ij 

^|i 

III 

|i 

|l 

Jl 

II 

ifs 

a VA 

III 

j 

II 

.1 


'20S 

4 

SR 

3 860 

0 232 

1.58 

0.084 

0.248 

8200 

0.328 

5.15 

0.325 

8200 

105 

1.19 


m) 

2 

SR 


0.292 

0.987 

0.106 

0 226 

6700 


4.44 

0.298 

6700 

105 

1.16 


ISo 

1 

SR 


0.332 

0.786 

0.126 

0.210 


0.398 

3.91 

0.285 

6000 

no 

1.04 


180 

0 

SR 


0.373 

0.622 

0.141 

0.201 

5400 

0.425 

3.65 

0.275 

5400 

no 

1.01 


175 

00 

C8 

4 790 

0 323 

0.495 

0.151 

0.178 

6200 

0.397 

3.96 

0.268 


105 

1.16 


17.5 

000 

CS 

5 510 

0.364 

0.392 

0.171 

0.170 

4800 

0.432 

3.48 

0.256 

4800 

no 

1.03 

u; 

175 

0000 

CS 

6 180 

0.417 

0.310 

0.191 

0.166 

4400 

0.468 

3.24 

0.249 

4400 

no 

0.976 


175 

250 000 

CS 

6 910 

0.455 

0.263 


0.158 

4100 

0.408 

2.95 

0.243 

4100 

116 

0.897 


17.5 

300 000 

CS 

7 610 

0.497 

0.220 

0.230 

0.156 

3800 

0.530 

2.80 

0.237 

3800 

115 

0.860 


175 

350 000 

CS 

8480 

0.539 

0.190 


0.153 

3600 

0.561 

2.53 

0.233 

3600 

120 

0.783 


175 

400 000 

CS 

9 170 

0.572 

0.166 

0.265 1 

0.151 

3400 

0.585 

2.45 

0.228 

3400 

120 

0.761 


175 

500 000 

CS 

10 710 

0 642 

0.134 


0.146 

3100 

0.636 

2.19 

0.222 

3100 

125 

0.684 


175 

600 000 

CS 

12 230 

0 700 

0.113 

0.327 

0.143 

2900 

0.681 

1.68 

0.215 

2900 

130 

0.623 


175 

750 000 

CS 

14 380 

0 780 

0.091 

Bisai 

0 139 

2600 

0.737 

1.78 

0.211 

2600 

136 

0.562 


265 ! 

2 

SR 

5 590 

0 292 

0 987 

0.106 

0.250 

8300 

0.418 

3.60 

0.817 

8300 

115 

0.870 


250 1 

1 

SR 

5 860 

0.332 

0.786 

0.126 

0.232 

7500 

0.450 

3.26 

0.298 

7500 

116 

0.861 


2.50 

0 

SR 

6 440 

0.373 

0.622 

0.141 

0.222 

6800 

0.477 

2.09 

0.290 

6800 

120 

0.788 


240 

00 

CS 

6 060 

0 323 


0.151 

0.196 

6600 

0.446 

3.16 

0.285 

6600 

116 

0.890 


240 

000 

CS 


0.364 

0.392 

0.171 

0.188 

6000 

0.480 

2.95 

0.285 

6000 

116 

0.861 

> 

240 


CS 

7 480 


0.310 

0.191 

0.181 


0.515 

2.64 

0.268 

5600 

120 

0.776 


240 

250 000 

CS 


0.447 

0.263 

0.210 

0.177 

5200 

0.545 

2.50 

0.261 

5200 

120 

0.747 


240 

300 000 

CS 

8 990 

0 490 

0.220 

0.230 

0.171 

4000 

0.579 

2.29 

0.252 

4900 

126 

0.690 


240 

350 000 

CS 

9 720 

0.532 

0.190 

0 249 

0.167 

4600 

0.610 

2.10 

0.249 

4600 

126 

0.666 


240 

400 000 

CS 

10 650 

0.566 

0.166 

0.265 

0.165 

4400 

0.633 

2.03 

0.246 

4400 

130 

0.620 


240 

500 000 

CS 

12 280 

0.635 

0.134 

0.297 

0.159 

3900 

0.687 

1.82 

0.237 

3900 

135 

0.662 


240 

600 000 

CS 

13 610 


0.113 

0 327 

0.154 

3700 


1.73 

0.230 

3700 

136 

0.540 


240 

750 000 

CS 

15 830 

0.767 

0.001 

0 366 

0.151 

3400 

0 787 

1 .56 

0.225 

3400 

140 

0.488 


355 j 

0 

SR 

8 520 

0.288 

0 622 


0.239 

9900 

0.523 

2.40 

0.330 

9000 

130 

0.694 


345 


SR 

0 180 

0.323 

0.495 


0 226 

9100 

0.548 

2.17 

0.322 

9100 

135 

0.669 


345 1 


SR 


0.364 

0.392 


0.217 

8500 

0.585 

2.01 

0.312 

8500 

135 

0.638 


345 1 


CS 

9 830 

0.410 

0.310 


0.204 

7200 

0.594 

2.00 

0.290 

7200 

135 

0.663 

> 

345 ; 

250 000 

CS 


0.447 

0.263 

0.210 

0.197 

6800 

0.628 

1.90 

0.280 

6800 

135 

0.545 


345 

300 000 

CS 

11 290 


0 220 

0.230 

0.191 

6400 

0.663 

1.80 

0 273 

6400 

135 

0.627 


345 

350 000 

CS 

12 280 

0.532 

0.190 

0.249 

0.187 

6000 

0 693 

1.66 

0.270 

6000 

140 

0.491 

n 

345 ; 

400 000 

CS 

13 030 

0.566 

0.166 

0.265 

0.183 

5700 

0.721 

1.61 

0.265 

5700 

140 

0.480 


345 

.vwooo 

CS 

14 760 

0.635 

0.134 

0.297 

0.177 

5200 

0.773 

1.46 

0.257 

5200 

145 

0.441 


345 

600 000 

CS 

16 420 

0 690 

0.113 

0 327 

0.171 

4900 

0.819 

1.35 

0.248 

4000 

150 

0.412 


345 

■H 

CS 

18 860 

0 767 

0 091 

0 366 

0.165 

4500 

0.879 

1.22 

0.243 

4500 

155 

0.877 


‘A-c resiatanoe baaed on 100% conductivity at 65*C. including 2% allowance for stranding- 

of sector-shaped conductors is an approximate figure close enough for most practical applications. 
>For dielectric constant"3.7. 

*Based on all return current in the sheath; none in ground. 

‘See Fig. 7. 

‘The following symbols are used to designate conductor types: 8R—Stranded Round; C8—Compact Sector. 


in which, according to Fig. 6, 

D = outside diameter in inches. 

diameter of individual conductor in inches. 

T = conductor insulation thickness in inches. 

/ = belt insulation thickness in inches (when present). 

L = lead sheath thickness in inches. 

This equation refers to cables with round conductors. For 
sectored cables there is no exact rule, but a close approxi¬ 
mation can be obtained by using an equivalent cable with 
round conductors and calculating the diameter D by Eq. 
(11), and then subtracting 0.3 to 0.4 times the round con¬ 
ductor diameter d, depending upon the shape of the sector. 

A set of calculated constants is given in Table 10 for 
single-conductor cables, from which the positive-, negative- 
and zero-sequence characteristics can be quickly deter¬ 
mined by using the equations given at the foot of the 
tabulation. These equations arc derived directly from 


those given for the calculation of sequence impedances in 
the sections under Electrical Characteristics. Since 

1.-0.2794 i 106. 


ohms per phase per mile 


•0.2794 ^log,« 


24 




r.+ri 

ohms per phase per mile 

/ s 

'0.2794 ^ logio ohms per phase per mile 


( 12 ) 

( 22 ) 

(13) 


and r, and r, are conductor and sheath resistances respec¬ 
tively, the derivation of the equations given with Table 10 
becomes evident. Table 12 gives the one other quantity, 
Xd, necessary for the use of Table 10. Hiese reactance 
spacing factors are tabulated for equivalent cable spacings 
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Table 8—BO-Cycle Characteriotics of THREE-CONDUCTOR OIL-FILLED Pafer-Insulatbd Cables 


Grounded Neutral Service 


J 

1 


ad 

os 

£ 

5 

1 

'S 

K 

n 

Diameter or 

Sector Depth (*)—tncbee 

1 

Per Mile (>) 

GMRof One 

Conductor (»)—inehee 

POSITIVE a 
NEGATIVE SEQ. 

GMR—Three 

Conductors 

2ER(>--SEQUENCE 

SHEATH 

|| 

k 

II 

ll 

cSb 

ill 

|| 

if 

II 

Ij 

m! 

li 

P 

M 

ll 



00 

cs 

6 600 

0.323 

0.496 

0 151 

0.186 

6030 

0.406 

3.66 

0.266 

6080 

116 

1.02 



000 

C8 

6 160 

0 864 

0 392 

0.171 

0.178 

5480 

0.439 

3.80 

0.266 

6480 

116 

0.970 



0000 

CS 

6860 

0.417 

0.310 

0.191 

0.172 

4840 

0.478 

3.06 

0.243 

4840 

116 

0.918 



260000 

CS 

7 680 

0.466 

0.263 

0.210 

0.168 

4570 

0.608 

2.72 

0.238 

4670 

126 

0.820 


9 

800 000 

cs 

9 000 

0.497 

0.220 

0.230 

0.164 

4200 

0.639 

2.68 

0.232 

4200 

125 

0.788 



350 000 

cs 

0 180 

0.530 

0. 

190 

0.249 

0.160 

3900 


2.44 

0.227 

8900 

125 

0.762 

So 


400 000 

cs 

9 900 

0.672 

0 

166 

0 265 

0.167 

3690 

0 696 

2.36 

0.223 

8690 

126 

0.729 



600 000 

cs 

11 660 

0.642 

0. 

134 

0.297 

0.163 

3400 

0.646 

2.04 

0.217 

8400 

136 

0.686 



600 000 

cs 

12 900 


0. 

113 

0.327 

0.160 

3200 

0.691 

1.94 

0.210 

8200 

136 

0.606 



760 000 

cs 

15 660 

0.780 

0.091 

0.366 

0.148 

3070 

0.763 

1.73 

msm 

3070 

140 

0.648 


1 


C8 

6 360 

0 323 


0.161 

0.195 

6700 

0.436 

3.28 

0.272 

6700 

115 

0.928 




cs 

6 940 

0.364 


0.171 

0.188 

6100 

0.468 

2.87 

0.265 

6100 

126 

0.826 

1 



cs 

7660 

0.410 


0 191 

0.180 

6620 

0.603 

2.67 

0.266 

6620 

126 

0.788 




cs 

8 280 

0.447 



0.177 

5180 

0.683 

2.66 

0.247 

5180 

126 

0.761 




cs 

0 690 

0.400 


0 230 

0.172 

4820 

0.666 

2.41 

0.241 

4820 

126 

0.729 


§ 

860 000 

cs 

10 100 

0.632 


190 

0 249 

0.168 

4490 

0.506 

2.16 

0.237 

4490 

136 

0.668 

s 

Si 

400 000 

cs 

10 820 

0.666 


166 

0 265 

0.165 

4220 

0.623 

2.08 

0.232 

4220 

136 

0.689 



500 000 

cs 

12 220 

0.686 


134 

0.297 

0.160 

3870 

0 672 

1.94 

0.226 

3870 1 

136 

0.608 



600 000 

cs 

13 030 

0 690 

0. 

113 

0.327 

0.166 

3670 

0.718 

1.74 

0.219 

3670 

140 

0.642 



760 000 

cs 

16 040 

0.767 

0.001 

0 366 

0.161 

3350 

0.778 

1.62 

0.213 

8360 

140 

0.610 



1 000 000 

cs 

















CR 

8 240 

0.376 


0.147 

0.234 


0.632 

2.41 


8330 

136 

0.639 




cs 

8 830 

0.364 

0.392 

0.171 

0.208 

7660 

0.538 

2.32 


7660 

136 

0.642 




cs 

9660 

0.410 


0.191 


6840 

0 676 

2.16 


6840 

136 

0.618 




cs 

10 330 

0.447 

0 263 

0.210 

0.195 

6500 

0.607 

2.06 


6600 

136 

0.697 




cs 

11 640 

0 490 


0 230 

0.190 

6030 

0.640 

1.86 

0.260 

6080 

140 

0.648 



360 000 

cs 

12 230 

0.532 

0. 

190 

0.249 

0.186 

5700 

0.672 

1.77 

0.264 

6700 

140 

0.627 

g 

<0 

400 000 

cs 


0.666 

0. 

166 

0.265 

0.181 

6430 

0.700 

1.66 

0 248 

6480 

140 

0.618 



600 000 

cs 

14 880 

0 635 

0. 

134 

0.297 

0.176 

5060 

0.760 

1.61 

0.242 

6060 

150 

0.460 



600 000 

cs 

16 320 

0.600 

0. 

113 

0.327 

0.171 

4740 

0.797 

1.44 

0.236 

4740 

150 

0.442 



760 000 

cs 

18 080 

0 767 

0.091 

0 366 

0.166 


0.864 

1.29 

0.230 

4360 

166 

0.899 



1000 000 




L_ 





■■ 







'A-o rasiflUnoa bMod on 100% conduotivity 66*C. inoludins 2% allowRooe (or stranding. 

*QMR of aector-ahapad oonductors is an approximate figure cloee enough for most practieal applications. 
iFor dielectric oonBtant«'3.fi. 

«Based on all return current in sheath; none in ground. 

•See Fig. 7. 

•The flowing symbols are used to designate the cable types: CR—Compact Round; C8—Compact Sector. 


from 0.5 to 36.0 inches, which should cover the range met 
in practice. For all spacings less than 12 inches, Xd is 
negative. 

The constants calculated in this manner apply to one 
three-phase circuit of single-conductor lead-sheath cables, 
assuming all sero-sequence return current to be in the 
sheaths, none in the ground. 

The 60-cycle characteristics of single-conductor oil- 
filled cables are given in Table 11. This table is similar in 
form to Table 10 and the impedance characteristics are 
determined in precisely the same way. Here again the 
sequence constwts apply to one three-phase circuit of 
thm cables with sero-sequence return current assumed to 
be all in the cable sheaths. Single-conductor oil-filled 
cables have hollow conductors (the oil channel forms the 
core), consequently Table 11 includes cables of the two 
most common inside diameters, 0.5 and 0.69 inches. 

In each of the tabulations, the voltage class listed in the 
first column refers specifically to grounded-neutral operar 
tion. Frequently cable systems are operated with other 
than a solkUy grounded neutral. In low-voltage cables Uie 


same insulation thickness is used for both groimded and 
ungrounded operation, but in cables rated 7000 volts and 
above, a greater thickness of insulation is recommended 
for a given voltage class when cable is operated with an 
ungrounded neutral. A good approximation of the elec¬ 
trical characteristics of these higher voltage cables when 
operated with other than a solidly grounded neutral, can 
be had by referring in each specific case to the next higher 
voltage class listed in the tables. 

The constants of several t 3 rpical cables calculated by the 
methods outlined are listed in Table 13. These typical 
cases are included to be used as a check on the general 
magnitude of cable constants when making calculations for 
a specific case. Representative siaes and types of cable 
have been chosen to cover as many types of oidculation as 
possible. 

III. TABLES OF CURRENT CARRYING 
CAPACITY 

One of the most common problems in cable calculations 
is that of determining the maximum permissiU# amperes 
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Table 9—SO-Cycle Characteristics of THREE-CONDUCTOR GAS-FILLED Paper-Insulated Cables 

(Shielded Type) 

Grounded Neutral Service 


I 

0 

1 

o 

> 

t 

c 

u 

IS 

e 

Circular Mila or 

AWG (B. * 8.) 


-^1 

J 

s 

T 

..-2 

o a 

SI 

U 

g 

II 

ll 

GMR of One 

Conductor (*)—inches 

POSITIVE & 
NEGATIVE SEQ, 

GMR—Three 

Conductors 

ZERO-SEQUENCE 

SHEATH 

Series ReacUince 
Ohms Per Mile 

Shunt Capacitive 
Reactance-Ohms 

Per Mile {•) 

Series Resistance 
Ohms Per Mile (•) 

Series Reactance 
Ohms Per Mile (*) 

Shunt Capacitive 
Reactance-Ohms 

Per Mile (») 

1 

l| 

P 

■sS 


130 

2 

SR 


0 292 

0 987 

0.106 

0 197 

5100 

0 321 

4.86 

0.289 

5100 

110 

1.29 


130 

1 

SR 

4 320 

0 332 

0.786 

0 126 

0.189 

4600 

0 354 

4.42 

0.274 

4600 

no 

1.21 


130 

0 

cs 

4010 

0 288 

0 622 

0 135 

0 172 

4500 

0.326 

4.52 

0 279 

4500 

110 

1.30 


130 

00 

CS 

4 440 

0 323 

0 495 

0.151 

0 165 

4200 

0.355 

4 34 

0 267 

4200 

110 

1 28 


130 

000 

CS 

4 970 

0.364 

0 392 

0 171 

0.158 

3800 

0.392 

3.90 

0.245 

3800 

no 

1.17 


130 

0000 

CS 


0.417 


0 191 

0.156 

3600 

0.437 

3 58 

0.234 

3.500 

no 

1.09 


130 

250 000 

CS 

6 180 

0 455 

0 263 

0.210 

0 153 

3200 

0 462 

3 41 

0 230 

3200 

no 

1 05 


130 

350 000 

CS 

7 530 

0.5.39 

0 190 

0 249 

0 146 

2800 

0 521 

3 05 

0 222 

2800 

no 

0.953 


130 

500 000 

cs 

9 540 

0 642 

0 134 

0 297 

0 141 

2400 

0.600 

2 70 

0 210 

2400 

no 

0 854 


UO 

750 000 

cs 

12 900 

0.780 

0 091 

0 366 

0 137 

2200 

0.715 

2.21 

0.198 

2200 

115 

0.707 


150 

1 000 000 

cs 

16 450 


0 070 

0 430 

0 134 

2000 

0.810 

1 80 

0.193 

2000 

125 

0.578 



2 

SR 

4 670 

0 292 

0 987 

0 106 

0 224 

6900 

0 376 

4.17 

0 302 

6900 

no 

1 06 



1 

SR 

5 120 

0 332 

0.786 

0 126 

0 215 

6300 

0.410 

3 82 

0 286 

6300 

no 

1.01 



0 

CR 

5 300 

0 288 

0 622 

0 131 

0 211 

6200 

0 398 

3 62 

0 302 

6200 

no 

1.00 



00 

cs 

5 360 

0 323 


0 151 

0 188 

5800 

0.412 

3 56 

0 281 

5800 

no 

1 02 

> 



CS 

5 910 

0 364 

0 392 

0 171 

0 178 

5800 

0 445 

3 31 

0,271 

5300 

no 

0.971 


Q 


CS 

6 570 

0.417 

0 310 

0 191 

0 175 

4800 

0 483 

3 08 

0 258 

4800 

no 

0 922 



250 000 

CS 

7 160 

0 455 

0.263 

0 210 

0 171 

4500 

0.520 

2 92 

0 249 

4500 

no 

0.885 



350 000 

CS 

8 540 

0 539 


0 249 

0 163 

4000 

0.575 

2.64 

0 240 

4000 

no 

0 816 



500 000 

CS 

10 750 

0 642 

0 134 

0 297 

0 155 

3500 

0.655 

2 36 

0 230 

3500 

no 

0 741 



750 000 

CS 

14 650 

0 780 

0 091 

0 466 

0 147 

2900 

0 760 

1 84 

0 218 

2900 

125 

0.582 



1 000 000 

CS 

18 560 


0 070 

0 430 

0 144 

2600 

0 850 

1 49 

0 210 

2600 

140 

0.473 

i 


0 

CR 

6 900 

0 288 

0 622 

0 131 

0 242 

8400 

0.477 

3 00 

0 320 

8400 

no 

0 794 



00 

CR 

7300 

0 323 

0 495 

0 147 

0 2.33 

7900 

0 509 

2.69 

0 310 

7900 

no 

0 763 




CR 

8 200 

0.364 

0 392 

0 165 

0.222 

7300 

0 .545 

2 58 

0 284 

7300 

115 

0.730 




CS 

8 660 

0 410 

0 310 

0 191 

0 201 

6700 

0.570 

2.43 

0 281 

6700 

115 

0 707 

> 

o 

250 000 

CS 

9 380 

0.447 

0 263 

0 210 

0 195 

6300 

0 604 

2.32 

0 270 

6300 

115 

0 685 



350 000 

CS 

11 200 

0 532 

0 190 

0 249 

0 185 

5600 

0 665 

1 95 

0 264 

5600 

125 

0 587 

CO 


600 000 

cs 

12 790 

0 635 

0 184 

0 297 

0 175 

4800 

0 745 

1 63 

0 251 

4800 

136 

0 .500 



750 COO 

CS 

18 190 

0.767 


0 366 

0 165 

4200 

0 847 

1 32 

0 238 

4200 

150 

0 409 



1000 000 

cs 

22 100 

0.898 

0 070 

0.430 

0.168 

3700 

0 930 

1.13 

0 234 

3700 

160 

0.353 


resistance based on 100% conductivity at 65*C. ineludioa 2% allowance for stranding. 

KjMR of sector-shaped conductors is an approximate figure dose enough for most practical applications. 

•For dielectric oonstaot*-3.7. 

•Based on all return current in sheath; none in ground. 

•See Fig. 7. 

•The following symbols are used to designate conductor types: 8R- Stranded Round; CR—Compact Round; C8--Compact Sector. 


per conductor for any given cable. The limiting factor in 
cable applications is not always the maximum permissible 
insulation temperature. Sometimes regulation, efficiency, 
economy, etc., may dictate the maximum permissible am¬ 
peres. However because temperature rise is most often the 
controlling factor, the calculations of current-carrying 
capacity are usually based upon this limitation. 

In Tables 14 through 19 earth temperature is assumed to 
be uniform at 20 degrees Centigrade. These tables were 
taken from a publication'* of the Insulated Power Cable 
Engineers Association and give maximum allowable am¬ 
peres per conductor for representative cable types. Cor¬ 
rections for earth temperatures other than 20 degrees 
Centigrade are given within the tables. 

Special conditions may make it advisable to calculate a 
cable temperature problem in detail,'®" taking into 
account variable losing, “hot spots’" along the cable 
route, and other factors not contemplated in making up 
the tabulated information. 

Approximations can also be obtained for the current- 
carrying capacities of other types of insulation by applying 


multipliers to the tables presented for paper-insulated ca¬ 
bles. The value for varnished cambric-insulated cables can 
be obtained by multiplying the value given in the tables 
for paper insulation by 0.91, the resulting figure being 
accurate to within five percent of the calculated value. 
Similarly, carrying capacities for rubber insulation can be 
determined with the same degree of accuracy by applying 
a factor of 0.86 to the figure given for an equivalent paper- 
insulated cable. For special heat-resisting rubber this 
factor becomes 0.96. 

Circuits are frequently installed with each duct con¬ 
taining three cables. The current capacity of these cir¬ 
cuits will be less than that tabulated here for one cable 
per duct, but will be somewhat higher than the capacity 
of an equivalent shielded three-conductor cable of the 
same conductor size and voltage rating. 

The number of overhead power cables is a small per¬ 
centage of the number in ducts, and for this reason space 
does not permit inclusion of loading tables for cables in air. 
Unfortunately there is no simple correction factor or curve 
that can be used to translate the figure for cables in ducts 

















Chapter 4 


Electrical Characteristics of Cables 


83 


Table 10— 60-Cyclb Characteristics op SINGLE-CONDUCTOR Concentric-Strand 

Paper-Insulated Cables 

Grounded Neutral Service 
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00 

0 

600 

0 184 

0 067 

0 028 

0 480 

2 50 

6 20 

4040 

75 














00 

4 

070 

0 232 

0 084 

0.002 

0,476 

1 58 

6 56 

3360 

75 


220 

4 

1 340 

0 232 

0 084 

0 602 

0.412 

1 68 

2 91 

8560 

85 


60 

2 

880 

0.202 

0 100 

0.673 

0 468 

0 987 

4 55 

2760 

80 


215 

2 

1 500 

0 292 

0 106 

0 573 

0 406 

0 987 

2 74 

7270 

85 


00 

1 

200 

0.332 

0 126 

0.662 

0 460 

0 786 

4 25 

2490 

80 


210 

1 

1 610 

0 332 

0.126 

0 652 

0 400 

0 786 

2.64 

6580 

85 


00 

0 

1 110 

0 873 

0 141 

0 639 

0 442 

0 622 

3 61 

2260 

80 


200 

0 

1 710 

0 373 

0 141 

0 639 

0 397 

0.622 

2 69 

5880 

86 


00 

00 

1 270 

0.418 

0 169 

0 624 

0 434 

0 495 

3 34 

2040 

80 


105 

00 

1 940 

0 41S 

0 169 

0 524 

0 391 

0 496 

2 32 

5290 

90 

> 

00 

000 

1 610 

0 470 

0 178 

0 612 

0.426 

0 392 

3 23 

1840 

85 


185 

000 

2 100 

0 470 

0 178 

U 612 

0 386 

0 392 

2,24 

4680 

90 


00 

0000 

1 740 

0 628 

0 200 

0 496 

0 414 

0 310 

2.98 

1660 

85 


180 

0000 

2 300 

0 628 

0.200 

0 496 

0 380 

0 310 

2 14 

4200 

90 


00 

260 000 

1 930 

0.675 

0 221 

0 484 

0 408 

0 263 

2 81 

1530 

85 

»c 

176 

260 000 

2 600 

0.675 

0 221 

0 484 

0 377 

0.263 

2 06 

3820 

90 


00 

860 000 

2 490 

0.081 

0 262 

0.464 

0 392 

0 190 

2 31 

1300 

90 


175 

350 000 

3 no 

0 681 

U 262 

0 464 

0 366 

0 190 

1 98 

3340 

96 


00 

600 000 

3 180 

0 814 

0 313 

0 442 

0 378 

0 134 

2 06 

1090 

90 


176 

500 000 

3 940 

0 814 

0 313 

0 442 

G 852 

0.134 

1 51 

2870 

100 


60 

760 000 

4 380 

0 998 

0 386 

0.417 

0 368 

0 091 

1.65 

885 

95 


175 

750 000 

6 240 

0.908 

0.386 

0 417 

0 336 

0 091 

1 26 

2420 

106 


60 

1 000 000 

5 560 

1 152 

0 446 

0 400 

0 344 

0 070 

1 40 

800 

100 


175 

1 000 000 

6 350 

1 152 

0 446 

0 400 

0 326 

0 070 

1 15 

2130 

106 


60 

1 600 000 

8000 

1 412 

0 643 

0 374 

0 319 

0.050 

1.05 

645 

no 


175 

1 500 000 

8 810 

1 412 

0 646 

0 374 

0 306 

0 060 

0 90 

1790 

116 


00 

2 000 000 

10 190 

1.632 

0 633 

0 356 

0 305 

0 041 

0 894 
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115 
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0.204 
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80 
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85 
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96 
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0 546 

0 374 

0 286 

0 060 


3210 

125 


00 

00 

760 000 

1 000 000 

4 060 

5 860 

0 998 

1 162 

0 386 

0 445 

0 417 

0 400 

0 350 

0 339 

0.091 

0 070 

1 49 

1 27 

1350 

1140 

IOC 

106 


345 

2000 000 

12 830 

1 632 

0 033 

0 356 


^|||n 

U (ill 

2830 

130 















90 

1 600 000 

8 100 

1 412 

0 643 

0 374 

0 316 

0 050 

I 02 

950 

no 












106 


00 

2 000 000 

10370 

1 632 

0 663 

0 356 

0 302 

0 041 

0 870 

820 

116 


475 


3 910 

EME] 


0 512 

0 331 

0 392 

8890 









460 

0000 


0 628 


0 496 

0 329 

iH 

1 19 

mu 



160 

6 

890 

0.184 

0 067 

0 628 

0 431 

2 50 

3 62 

7780 

80 




160 

4 

1 010 

0 232 

0 084 

0 602 

0 425 

1 58 

3 22 

6660 

86 




4 290 


0 221 

0 484 

0 326 


1 16 

1 7570 


140 

2 

1 160 

0 292 

0 100 

0 673 

0 417 

0 987 

3 06 

6400 

86 

> 

445 


4 990 



0 464 

0 319 

0 190 





140 


1 330 

0.332 

0 126 

0 662 

0 411 

0 786 

2 91 

4920 

85 

X 

445 


5 820 



0 442 

Oil!] 

0 134 

ajK^ 


115 







445 

760 000 

7 460 

0 998 

0 385 

0 417 

0 298 

lEMi^ 



120 


186 

0 

1 460 

) 0 373 

0.141 

0 639 

0 408 

0 622 

2 83 

4390 

86 












120 


ISO 

00 

1 690 

1 0 418 

0.169 

0 624 

0 403 

0 496 

2 70 

3890 

85 


446 


8 680 

1 152 

0 445 


0 290 

> 

126 

000 

1 76C 

) 0 470 

0 178 

0 612 

0 397 

0 392 

2 59 

3440 

86 


445 


11 420 

1 412 

lEliSi!] 

0 374 

0 275 


BjSw 



X 

tc 

120 

120 

0000 

260 000 

1 980 

2 260 

1 0.628 

1 0.576 

0 200 

0 221 

0 496 

0.484 

0 389 

0 383 

0 510 

0 263 

2 29 

2 18 

3020 

2790 

90 

90 


445 


13 910 

1.632 

0 633 


0 264 




135 








0 464 

0 292 


BfB? 

1 8590 



116 

360000 

2 730 

1 0.681 

0 262 

0 464 

0 375 

0 190 

1 90 

2350 

96 


BiMi 


6 7 ‘2C 

0 681 



116 

600 000 

3 63( 

) 0.814 

0 313 

0 442 

0 361 

0 134 

1 69 

2010 

95 




7 81C 

dKUU 

0 313 

0 442 

0 284 


1 0 696 


1 125 


116 

760 000 

4 790 

) 0.998 

0 386 

0 417 

0 341 

0 091 

1 39 

1670 

100 

> 

■iMi 


9 42C 


■■iBKiil 

0 417 

0 275 

0 091 

lEKdK 

la.min 

■Rig 





X 

650 



I 152 

0 445 

lEMTilil 

0 267 

0 070 

lataj^ 

6000 

135 


116 

1 000000 

000( 

) 1.162 

0 416 

0 400 

0.330 

0 070 

1 25 

1470 

105 

S 



13 68( 



0 374 

0.266 


Ini 

5250 

140 


116 

1 600 000 

825( 

> 1 412 

0.643 

0.374 

0 310 

0.060 

0 97i 

1210 

no 




1 412 


116 

2 000 000 

10 480 

) 1 632 

0 003 

0 360 

0.297 

0.041 

0 79; 

1055 

120 




16 32( 

1 632 


0 356 

0 246 

liBI 


m 

146 


__ • Conductors are standard concentric-stranded, not compact round. 

Positive- and Negattve-^quence impedances. ResisUnce based on lOOVl conductivity at 65*C. including 2% allowance ior strandinR. 

(a) Neglecting Sheath Currents; *For di^ectric constant»3.7. 

(b) Including Sheath CurrenU; Zero-Sequence Impedance: 

zjl r, / , \ (Based on all return current in sheath; none in ground) 

.o = re+r.+J(x.-*.) 

Where im-(x.-hx<i). 

Note: Xd is obtained from Table 12. 
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Table 11—€0-Cycle Characteristics op SINGLE-CONDUCTOR OIL-FILLED (Hollow Core) 

Paper-Insulated Cables 

Grounded Neutral Service 



>A-o R f i a ta noe bMed on 100% oonduetirity nt inoluding 2% nllowanoe for stranding. Above values calculated from "A Set of Curves for Skin Effect in Isolated 
Tubular Cooduetors'' by A. W. Ewan, 0. E, Rghnc, Vol. 33, April 19^. 

*For dMeetrie constant 3.5. 

*Oalsulatsd for oireular tube as given in Sjfmwutrieai ComponmUt by Wagner A Evans, Cb. VII, page 138. 


Positive- end Negative-Sequence Impedances: 

(a) Neglecting Sheath Currente; 

(b) Including Sheath Currente: 

Where Xa»(i,+id). 

Note: xt ie obtained from Table 13. 

to a reasonable figure for cables in air. The current-carry¬ 
ing capacities of cables in^ur have recently been revis^ 
by the IPCEA and are now available in the cable manu- 
facturere’ catalogs. 

In the discussion on proximity effect it was mentioned 
that where cables are installed parallel to steel plates, the 
extra losses arising from proximity to the plate may affect 
the current-carrying capacity. This reduction in carrying 
capacity is given by the curves of Fig. 19 which are taken 
from the test values presented by Booth. 


Zero-Sequence Impedance: 

(Based on all return current In sheath; none In ground) 
Xo-r.+r,+J(*.-x.) 


IV. CABLES IN PARALLEL 

The problem of current division among paralleled cables 
is frequently encountered, because in many circuits more 
than one cable per phase is installed in order to carry the 
total current. Also, mutual effects may develop between 
cable circuits which are adjacent throughout their length 
but which terminate on separate busses. Depending upon 
the type of circuit, the cable type and configuration, and 
the system conditions being investigated, the problem may 
take any of several forms. 


























































































Chapter 4 


Electrical Characterieties of Cable* 

Table 12—Reactance Spacing Factors (*d)*. Ohms per Mile at 60 Cycles 
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In. 

Xd 

In. 

Xd 

In. 

Xd 

In. 

Xd 

In. 

Xd 



In. 

Xd 

In. 

Xd 



2.75 


6.25 

-0.100 

7.75 


10.5 

-0.016 

15.5 

0.031 

20.5 

0.065 

27.0 

0.098 

0.50 

-0.385 

3.00 

-0.160 

5.50 

-0.096 



11.0 

-0.011 

16.0 

0.035 

21.0 

0.068 

28.0 

0.103 

0.76 

-0.336 

3.25 

-0.159 

5.75 

-0.089 

8.25 

-0.045 

11.6 

-0.005 

16.5 

0.039 

21.5 

0.071 

29.0 

0.107 

1.00 

-0.302 

3.50 

-0.149 

6.00 

-0.084 

8.50 

-0.042 

12.0 

0.0 

17.0 

0.042 

22.0 

0.074 

30.0 

0.111 

1.25 

-0.274 

3.75 

-0.141 

6.25 

-0.079 

8.75 

-0.038 

12.5 

0.005 

17.5 

0.046 

22.5 

0.076 

31.0 

0.115 

1.50 

-0.252 

4.00 

-0.133 

6.50 

-0.074 

9.00 

-0.035 

13.0 

0.010 

18.0 

0.049 

23.0 

0.079 

32.0 

0.119 

1.76 

-0.234 

4.25 

-0.126 

6.75 

-0.070 

9.25 

-0.032 

13.5 

0.014 

18.5 

0.053 

23.5 

0.082 

33.0 

0.123 

2.00 

-0.217 

4.50 

-0.119 

7.00 

-0.065 

9.60 

-0.028 

14.0 

0.019 

19.0 

0.056 

24.0 

0.084 

34.0 

0.126 

2.25 

-0.203 

4.75 

-0.112 

7.25 

-0.061 

9.75 

-0.025 

14.5 

0.023 

19.5 

0.a59 

25.0 

0.090 

35.0 

0.130 

2.60 

-0.190 

5.00 

-0.106 

7.50 

-0.057 

10.00 

-0.022 

15.0 

0.027 

20.0 

0.062 

26.0 

0.094 

36.0 

0.133 


/ ‘S 

•zd■•0.2794 logi* y 2 ' .S is spacing in inches. 


It is difficult to anticipate in detail the problems met in 
practice, but the examples outlined here indicate methods 
of solution that can be modified to fit actual circumstances. 

Almost any problem involving paralleled cables can be 
represented by simultaneous equations of voltage drops 
caused by self and mutual impedances but such equations 
often become numerous and cumbersome. Therefore in 
approaching most problems it becomes desirable to search 
about for one or more simplifying assumptions so that the 
problem can be reduced to simpler terms, still without 
introducing errors large enough to invalidate the solution. 
For example, when paralleled cable circuits connect a 
generating source to a balanced load, it is usually permis¬ 
sible to assume that the total current in each phase is com¬ 
posed only of the respective positive-sequence component: 
this assumption is based on the unsymmetrical cable-cir¬ 
cuit impedances being much smaller than the symmetrical 
load impedances. 

Three outlined examples of calculations on paralleled 
cables are included here, but they assist only by illustrating 
general methods, since there are so many different, and 
more complex, cases to be found in practice. 


SENDING BUS 
0 b c. 


^o‘ 


LENGTH IN MILES- 
Zo‘ 

-WA^A 


RECEIVING BUS 
0 b c 


Ib* 


lb" 


^ob 


Zb-< 


2bV 


IT 


■*OC 


-AAAAA 

Zo* 

-WW- 


2o- 

-vVNAA* 


Zo* 

Zo- 

-VSA/V^ 


Zfl'b’ 


^ob 


ZoV 


Zd’c 


Z l ■ 

bb 


^b’e 


Zb’e* ZeV 


I I i 
I ! ' 
I ! 


77777^7777777777777777777777777777777777777777777777^^^ 


(ZERO CURRENT IN EARTH RETURN MTH) 


Flft. 16—Equivalent circuit for parallel cable*, with open* 
circuited •heath* and no net ground-return current (*ee 
Example 3). 


Table 13—60-Cycle Constants of Typical Cables in Ohms Per Phase Per Mile 



i 

POSITIVE- AND NEGATIVE- 
SEQUENCE 


ZERO-SEQUENCE 
(ALL RETURN IN 
SHEATH) 

DESCRIPTION 

or 

CABLE 

Assumed Operai 
Kilovolts 

RESISTANCE* 

REACTANCE | 


1 

1 


II 

O 3 

1.1 

ill 

h 

0 3 

3 3 

i|i 

Shunt 

Capacitive 

Reactance 

•Resi.stance 

Reactance 

Shunt 

Capacitive 

Reactance 

Sii^le-Conduotor. 1 000 MCM. .30/64 in. Insulation; Vi in. Sheath. 
Three Cablee spaced 4 in. horiioutally . 

44 


0.114 

0 295 

0 284 

4 780 

0 783 

0.113 

4 780 

SiMie-Conductor. 500 MCM. 9/64 in. Insulation; 6/64 in. Sheath. 
Three Cablee spaced 3. 3. 6 in. 

6.9 

0.134 

0.162 

0.302 

O.f^ 

2 440 

1 87 

0 081 

2 440 

Single-Conductor Oil-Filled, 760 MCM.. inaide diam. 0.50 in. 650 mils 
Insulation; 9/64 in. Sheath. Three Cables spaced 13 in. horiiontally 

161 

0 089 

0.221 

0.422 

0.347 

6 :joo 

0 631 

0.115 

6 300 

Sii^e-Conduotor, 250 MCM. 6/64 in. insulation* 7/64 in. Sheath. 
Three Sheathe in contact and 4/0 Copper Neutral Wire. 

0.21 

0 263 

0.239 

0.181 

0 180 

2 270 

0.960 

0 381 

2 270 

Three-Conductor belted: Sectored. 500 MCM. 7/64 in. Conductor In- 
aulation, 4/64 in. Belt. 7.6/64 in. Sheath. 

6.9 

0.134 

0.135 

0.135 


2 410 

2.53 

0.231 

4 670 

Three-Conductor T 3 rpe H; Sectored, 500 MCM. 13/64 in. Insulation, 
8/64 in. Sheath. 


0.134 

0.135 



3 400 

2.10 

0.226 

3 400 

Three Conductor Oil-Filled Type H; Sectored, 500 MCM. 225 Mila In- 
elation, 8.5/64 in. Sheath. 


0 134 

0.135 

0.160 


3 870 

1.94 

0.226 

3 870 


•Conductor temperature 66*C.; Sheath temperature 60*C. 
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Table 14— Current Carrying Capacity of THREE-CONDUCTOR BELTED Paper-Insulated Cables 


Conduc¬ 

tor 

Site 

AWG 

or 

lOOOCM 

Conduc¬ 

tor 

type‘ 

Number of Equally Loaded Cables in Duct Bank 

ONE 

THREE 

BIX 

NINE 

TWELVE 

Per Cent Load Factor 

30 1 50 1 75 1 100 

1 30 1 50 1 75 1 100 

30 1 50 1 75 

100 

30 1 50 1 75 1 100 

30 

50 I 75 1 100 

AMPERES PER CONDUCTOR* 


4500 Volts 


Copper Tempersture 86*C 


6 

S 

82 

80 

78 

75 

81 

78 

73 

68 

79 

74 

68 

63 

78 

72 

65 

58 

76 

69 

61 

54 

4 

SR 

109 

106 

103 

98 

108 

102 

96 

89 

104 

97 

89 

81 

102 

94 

84 

1 74 

100 

90 

79 

69 

2 

SR 

143 

139 

134 

128 

139 

133 

124 

115 

136 

127 

115 

104 

133 

121 

108 

95 

130 

117 

101 

89 

1 

SR 

164 

161 

1.53 

146 

159 

152 

141 

130 

156 

145 

130 

118 

152 

138 

122 

108 

148 

133 

115 

100 

0 

CS 

189 

184 

177 

168 

184 

17.') 

162 

149 

180 

166 

149 

134 

175 

159 

140 

122 

170 

162 

130 

114 

00 

CS 

218 

211 

2a3 

192 

211 

201 

185 

170 

208 

190 

170 

152 

201 

181 

158 

138 

195 

173 

148 

123 

000 

CS 

250 

242 

232 

219 

242 

229 

211 

193 

237 

217 

193 

172 

229 

206 

179 

166 

223 

197 

167 

145 

0000 

CS 

286 

276 • 

264 

249 

276 

260 

240 

218 

270 

246 

218 

194 

261 

234 

202 

176 

254 

223 

189 

163 

250 

CS 

^ 310 

305 

1 291 

273 

305 

288 

263 

239 

297 

271 

239 

212 

288 

258 

221 

192 

279 

244 

206 

177 

300 

CS 

354 

340 

1 324 

304 

340 

321 

292 

264 

332 

301 

264 

234 

321 

285 

245 

211 

310 

271 

227 

19r> 

350 

CS 

392 

376 

357 

334 

375 I 

3,53 

320 

288 

366 

330 

288 

255 

351 

311 

266 

229 

341 

296 

248 

211 

400 

CS 

424 

406 

385 

359 

406 

380 

344 

309 

395 

355 

309 

272 

380 

334 

285 

244 

367 

317 

264 

224 

500 

CS 

487 

405 

439 

408 

4(i5 

433 

390 

348 

451 

403 

348 

305 

433 

378 

320 

273 

417 

357 

296 

251 

600 

CS 

544 

517 

487 

450 

517 

480 

430 

383 

501 

444 1 

383 

334 

480 

416 

350 

298 

462 

303 

323 

273 

750 

CS 

618 

581 

550 

505 

585 1 

541 1 

482 

427 

566 

500 

427 

371 

541 

466 

390 

331 

519 

439 

359 

302 



il 07 at 10*G. 

0 92 at 30*C. 

(1 07 at 10*C. 0.92 at S0*(\ 

(1.07 at 10“C. 

0.92 at 30*C. 

(1.07 at 10*C. 

0.92 at 30*C. 

(1.07 at 10*C, 

0.92 at 30*C. 



0 H3 at 40T. 

0 73 at 

1 0 S3 at 40*C. 

0 73 at 60*CI* | 

1 0 K3 at 40*C. 0.73 at 60*C)» | 

0.83 at 40*C, 

0 73 at 50*0» 

1 0.83 at 40“C, 0 73 at 50*0• 


7500 Volts 


Copper Temperature 83“C 


6 

S 

81 

80 

77 

74 

79 

76 

72 

67 

78 

4 

SR 

107 

105 

101 

1 97 

104 

100 

1 94 

87 

103 

2 

SR 

140 

137 

132 

126 

136 

131 

1 122 

113 

134 

1 

SR 

161 

156 

1.50 

1 143 

156 

! 149 

138 

128 

153 

0 

CS 

186 

180 

174 

Km 

180 

172 

156 

146 

177 

00 

CS 

214 

206 

198 

188 

206 

[ 196 

18! 

166 

202 

000 

CS 

243 

236 

226 

214 

236 

224 

206 

188 

230 

0000 

CS 

280 

270 

258 

243 

270 

255 

235 

214 

264 

250 

CS 

311 

300 

287 

269 

300 

1 283 

2.59 

235 

293 

300 

CS 

349 

336 

320 

300 

335 

1 316 

288 

260 

326 

350 

CS 

38.5 

369 

351 

328 

369 i 

346 

315 1 

283 

359 

400 

CS 

417 

399 

.378 

353 

398 1 

373 

.338 

303 

388 

500 

CS 

476 

454 

429 

399 

454 

42.3 

381 

341 

440 

600 

CS 

534 

508 

479 

443 

.507 

471 

422 

376 

491 

750 

CS 

607 

576 

540 

497 

.575 

532 

473 

413 

565 



(1 08 at 10*C. 

0.92 at 30*C. 

(1.08 at 10*C. 

0.92 at 30*C. 

(1.08 



0 83 at 4(fC, 0.72 at 50*0* 

0 83 at 40*C. 0 72 at 50*C)» 

0.83 


74 

67 

62 

77 

71 

64 

57 

76 

69 

60 

53 

96 

87 

79 

100 

92 

82 

73 

98 

89 

77 

68 

125 

113 

102 

130 

119 

105 

93 

127 

114 

99 

87 

142 

128 

115 

149 

136 

120 

105 

145 

130 

112 

98 

163 

148 

131 

172 

155 

136 

120 

167 

149 

128 

111 

186 

166 

148 

196 

177 

155 

135 

191 

169 

145 

125 

211 

188 

168 

223 

200 

174 

152 

217 

192 

163 

141 

241 

213 

100 

255 

229 

198 

172 

247 

218 

184 

159 

266 

235 

208 

282 

252 

217 

188 

273 

240 

202 

174 

296 

259 

230 

315 

279 

240 

207 

304 

265 

223 

190 

323 

282 

249 

34.5 

305 

261 

224 

333 

289 

242 

206 

348 

303 

267 

371 

317 

279 

239 

360 

309 

267 

220 

392 1 

340 

298 

422 

369 

312 

267 

406 

348 

288 

245 

4.36 

375 

327 

469 

408 

343 

291 

4.51 

384 

315 

267 

489 

418 

363 

629 

456 

381 

323 

507 

428 

350 

295 

10*C, 

0.92 at 30T. 

(1.08 at 10*C. 0.92 at 30*C, 

(1,08 at KPC. 

0.92 at 30*0. 

40*C, 

0.72 at 60*0» 

0.83 at 40*C. 0.72 at 60*0* 

0 83 at 40*0. 0.72 U «rC)* 


15 000 VolU 


Copper Temperature 76*C 


6 

8 

78 

77 

74 

71 

76 

74 

69 

64 

75 

70 

64 

59 

73 

68 

61 

1 54 

72 

65 

57 

50 

4 

SR 

102 

99 

96 

92 

98 

1 95 

1 89 

83 

97 

91 

83 

76 

95 

87 

78 

69 

93 

85 

! 73 

64 

2 

SR 

132 

129 

125 

119 

129 

1 123 

115 

106 

126 

117 

106 

96 

123 

112 

99 

88 

120 

108 

93 

82 

1 

SR 

151 

147 

142 

i 135 

146 

1 140 

131 

120 

144 

133 

120 

109 

140 

128 

112 

99 

136 

122 

107 

02 

0 

CS 

175 

170 

163 

155 

169 

161 

150 

138 

166 

153 

137 

123 

161 

146 

128 

112 

156 

139 

120 

104 

00 

CS 

200 

194 

187 

177 

194 

184 

170 

156 

189 

175 

156 

139 

18:1 

166 

145 

127 

178 

158 

135 

117 

000 

CS 

230 

223 

214 

202 

222 

211 

195 

178 

217 

199 

177 

158 

210 

189 

165 

143 

203 

180 

153 

132 

0000 

CS 

266 

257 

245 

232 

2.53 

242 

222 

202 

249 

228 

201 

179 

240 

215 

187 

158 

233 

205 

173 

149 

250 

CS 

295 

284 

271 

255 

281 

268 

245 

221 

276 

251 

220 

196 

266 

239 

204 

177 

257 

225 

180 

163 

300 

CS 

330 

317 

.301 

283 

316 

297 

271 

245 

307 

278 

244 

215 

295 

264 

225 

194 

285 

248 

208 

178 

350 

CS 

365 

349 

332 

310 

348 

327 

297 

267 

339 

305 

266 

235 

324 

280 

245 

211 

313 

271 

227 

193 

400 

CS 

394 

377 

3.57 

333 

375 

352 

319 

286 

365 

327 

285 

251 

349 

307 

262 

224 

336 

290 

241 

206 

500 

CS 

440 i 

429 1 

40G 

377 

428 

399 

3.59 

321 

414 

396 

319 

280 

396 

346 

293 

250 

379 

326 1 

269 

229 

600 

CS 

.502 

479 

4.50 

417 

476 

443 

396 

352 

459 

409 

351 

306 

438 

380 

319 

273 

420 

358 

294 

249 

750 

CS 

572 

543 

510 

468 

540 

499 

444 

393 

520 

458 

391 

341 

494 

425 

366 

302 

471 

399 

326 

275 



(1.09 at 10*0. 

0.90 at 30*0. 

(1 09 f 

It 10*0. 

0.00 at 30*0. 

(1.09 at 10*C. 

0.90 at 30*0, 

(1.00 1 

It 10*C. 0.90 at 30*C. 

(1 09 at 10*0. 

, 0 90* at 30*C 



1 0.79 at 40*0. 0 67 at 50*C)* | 

1 0.79 at 40*0. 

0.67 at 60*C')* 

0.79 at 40*0. 

0.66 at 80*C)» 

1 0.79 at 40*C. 0.66 at flO*C)» ] 

1 0 79 at 40*0. 0.66 at 60*0 • 


* The followinff symbols are used here to desiimate conductor types: 

8—Solid copper, SR—standard round concentric-strand^, C8—compact-eector stranded. 

* Current ratings are based on the following conditions: 

a. Ambient earth temperature-20''C. 

b. 60 cycle alternating current, 

c. Ratings rnclude dielectric loss, and all induced a-c lossee. 

d. One cable per duct, all cables equally loaded and in outside ducts only. 

* Multiply tabulatsa currents by these factors when earth temperature is other than 20*C. 


Example 3 —Type of Circuit: A three-phase 60-cycle 
cable circuit connected between a sending and a receiving 
bus, using single-conductor unsheathed cables, and having 
two paralleled cables per phase. 

Conditions: The current flowing into the sending bus 
and out of the receiving bus is nearly balanced three-phase 


load current (positive-sequence only), and its magnitude 
is known. The cable conductors can be of different sizes, 
and their spacings can be entirely unsymmetrical. 

Problem: To find the division of load current among all 
conductors. 

Circuit: Refer to Figure 16. 
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Table 15— Current Carrying Capacity op THREE-CONDUCTOR SHIELDED Paper-Insulated Cables 




Number of Equally Loaded Cables in Duct Bank 

Conduo- 



ONE 

\ 


THREE 



SIX 

1 


NINE 

1 

1 


TWELVE 



CondiKJ- 








1 













Siio 

AWG 





















tor 









Per Cent Load Factor 









or 

1000 CM 

1 ype* 




1 








1 




1 






30 { 

80 1 

78 1 

100 1 

30 1 

50 1 

75 1 

100 1 

30 1 

60 1 

76 1 

100 1 

30 1 

50 1 

75 1 

100 1 

30 1 

50 1 

76 1 

100 



AMPERES PER CONDUCTOR* 


15 000 Volta 













Copper Temperature 8l*C 




6 

8 

94 

91 

88 

83 

91 

87 

81 

76 

89 

83 

74 

66 

87 

78 

69 

60 

84 

75 

64 

56 

4 

SR 

123 

120 

115 

107 

110 

114 

104 

06 

116 

108 

96 

86 

113 

102 

89 

77 

109 

96 

83 

72 

2 

SR 

159 

154 

146 

137 

163 

144 

130 

121 

140 

136 

120 

107 

144 

129 

112 

97 

139 

123 

104 

90 

1 

SR 

179 

174 

166 

156 

172 

163 

149 

136 

168 

163 

136 

121 

162 

145 

125 

109 

158 

138 

117 

100 

0 

CS 

203 

195 

182 

170 

196 

186 

169 

154 

190 

173 

154 

137 

183 

164 

141 

122 

178 

156 

131 

112 

00 

CS 

234 

224 

215 

202 

225 

212 

103 

176 

218 

108 

174 

156 

211 

187 

162 

139 

203 

177 

148 

127 

000 

CS 

270 

258 

245 

230 

258 

242 

220 

198 

249 

225 

198 

174 

241 

212 

182 

157 

232 

202 

168 

144 

0000 

CS 

308 

295 

281 

261 

295 

276 

250 

223 

286 

267 

224 

196 

275 

241 

205 

176 

265 

227 

189 

162 

2.'i0 

C8 

341 

327 

310 

290 

325 

305 

276 

246 

315 

283 

245 

215 

300 

265 

224 

193 

291 

250 

207 

177 

300 

CS 

3a3 

366 

344 

320 

364 

339 

305 

272 

351 

313 

271 

236 

337 

293 

246 

211 

322 

270 

227 

194 

350 

CS 

417 

397 

375 

340 

397 

369 

3.30 

293 

383 

340 

293 

255 

366 

318 

267 

227 

350 

.301 

245 

208 

400 

CS 

453 

428 

403 

373 

429 

396 

354 

314 

413 

366 

313 

273 

394 

340 

286 

242 

376 

320 

262 

222 

500 

CS 

513 

487 

4.50 

418 

483 

446 

399 

350 

467 

410 

350 

303 

444 

381 

318 

269 

419 

368 

202 

247 

600 

CS 

i 567 

537 

501 

460 

534 

401 

437 

385 

513 

4.50 

384 

330 

488 

41J) 

346 

293 

465 

390 

317 

269 

750 

; CS 

I 643 

606 

562 

614 

602 

551 

485 

426 

576 

,502 

423 

365 

545 

464 

383 

32 :) 

519 

432 

348 

293 



(l.OK at 10*C. 

0 91 at 

3U‘C. 

(l.0.‘< at lO'C, 

O.ttl at WC. 1 

(1.08 at I0“C. 

(• 91 at 30“C. 

(1.08 at 10*(^ 

0.91 at 30*C. 

(1.08 at 10"C. 0.91 at WC. 



0 82 at 40‘‘C. 

0.71 at 

.50*0» 

0,8 i at 40*C. 

0 71 at WC)» 1 

0.82 at 40“(:. 

0.71 at WO* 

0.82 at 40*C. 

0.71 at WO* 

0 81 at 40-C. 

0.70 at wc>» 


23 000 VoltR 













Copper Temperature 77"C 



2 

SR 

150 

1,50 

143 1 

134 

140 

141 

1.30 

117 

145 

132 1 

117 1 

105 

140 1 

125 

107 

84 

134 

119 

100 

86 

1 

SR 

177 1 

170 

162 

1.52 

170 

160 

145 

133 

164 

149 

132 

117 

159 

140 

121 

105 

164 

133 

112 

97 

0 

CS 

200 

192 

ia3 

172 

192 

182 

166 

149 

186 

169 

147 

132 

178 

1.58 

136 

118 

173 

149 

126 

109 

00 

CS 

227 

220 

210 

197 

221 

208 

189 

170 

212 

193 

168 

149 

202 

181 

156 

134 

196 

172 

144 1 

123 

000 

CS 

262 

251 

238 

223 

2,54 

238 

216 

193 

242 

220 

191 

109 

230 

206 ; 

175 

150 

222 

195 

162 1 

139 

0000 

CS 

301 

289 

271 

251 

291 

273 

246 

219 

278 

2.50 

215 

190 

264 

233 ! 

197 

169 

255 

221 

182 

157 

2.50 

CS 

334 

315 

298 

277 

,321 

299 

270 

239 

308 

275 

236 

207 

290 

258 

216 

184 

279 

242 

199 

170 

300 

C:s 

373 

,34<) 

.328 

106 

.3.54 

,329 

297 

263 

341 

302 

259 

227 

320 

283 

232 

202 

309 

266 

217 

186 

3,50 

CS 

405 

:C9 

.3.58 

3.31 

384 

356 

318 

283 

369 

327 

280 

243 

347 

305 

255 

217 

336 

285 

233 

199 

400 

CS 

4,14 

469 

.386 

3,56 

412 

379 

.340 

302 

396 

348 

298 

2t)0 

374 

325 

273 

232 

359 

303 

247 

211 

.500 

CS 

402 

465 

436 

401 

461 

427 

379 

.335 

443 

391 

333 

288 

424 

363 

302 

2.57 

400 

336 

275 

230 

IKX) 

CS 

543 

516 

484 

440 

512 

470 

414 

366 

489 

428 

365 

313 

464 

396 

329 

279 

441 

367 

299 

248 

750 

CS 

616 

583 

.541 

495 

577 

528 

465 

407 

5.50 

479 

402 

347 

520 

439 

364 

306 

490 

408 

329 

276 



(1 00 at lO^C. 

n (>o At 


(1 09 at 10’(\ 

0 00 at 

.30”!'. 

0.00 ; 

at 1()®C. 

0 90 at 

30* 

(1.09 

at 10"C. 

0.90 at 30'(;, 

1 (1.09 at 10'‘C. 0.90 at WC. 



0 80 at 40*»C. 

0 67 at .50*0* 

0 80 at 4(I'»C\ 

6 67 at WC)* 

1 0.79 at 40“C, 

0.67 at 

.WO* 

1 0 79 at 40*C. 0.66 at WC* 

1 0 79 at 40*C, 0.6S at WC)» 


34 500 VolfH 













Copper Temperature 70*C 



0 

CS 

103 

185 

176 

165 

184 

174 

1.58 

141 

178 

161 

140 

124 

171 

149 

129 

111 

164 

142 

119 

103 

00 

CS 

219 

209 

199 

i87 

208 

197 

178 

160 

202 

182 

158 

140 

194 

170 

145 

126 

185 

161 

134 

115 

(XK) 

CS 

250 

238 

225 

211 

2.38 

222 

202 

182 

229 

206 

179 

1.58 

220 

193 

165 

141 

209 

182 

152 

128 

0000 

CS 

2.S8 

27.5 

260 

241 

273 

256 

229 

205 

263 

234 

203 

179 

251 

219 

186 

160 

238 

205 

170 

114 

2.50 

CS 

3)6 

.302 

285 

266 

301 

280 

253 

224 

289 

2.58 

222 

196 

276 

240 

202 

174 

262 

222 

187 

157 

300 

c:s 

3.52 

335 

315 

293 

334 

:uo 

278 

246 

320 

284 

244 

213 

304 

2tV4 


190 

288 

244 

203 

171 

350 

CS 

384 

364 

342 

318 

363 

336 

301 

267 

346 

308 

264 

229 

329 

285 

238 

204 

311 

263 

HI 

184 

400 

CS 

413 

392 

367 

341 

384 

360 

321 

284 

372 

329 

281 

244 

352 

.303 

254 

216 

.334 

282 

232 

195 

500 

CS 

468 

442 

414 

381 

4.36 

402 

358 

317 

41H 

,367 

312 

271 

393 

337 

281 

238 

372 

313 

2,56 

277 

215 

232 

255 

600 

CS 

514 

487 

4,55 

416 

481 

440 

391 

344 

4.j9 

401 

,340 

294 

4.30 

367 

304 

2.59 

406 

340 

7.50 

CS 

584 

548 

510 

466 

541 

496 

435 

3a3 

515 

447 

378 

324 

481 

409 

337 

284 

452 

377 

304 


1 11.10 at 10*C. 0.89 at 30*C. 

1 0.76 at 40“C, 0.01 at WO* 

(1.10 at 10"C. 0.89 at 30®C, 
0.76 at 40“C. 0.60 at WO* 

(1 10 at lO^C, 0 89 St 30“C, 
0.76 at 40"C. 0 60 at WO* 

(1.10 at M®C. 0.88 at 

0.75 at 40“C, 0 58 at WO* 

1 (1 10 at 10"C. 0.88 at WC. 

1 0.74 at 40*C, 0.56 at WC)» 


* The following symbols arc used here to designate conductor typcH: 

S—solid copper, SR - standard round concentric-stranded. CS—compact-sector stranded. 

* Current ratings are based on the following conditions; 

a. Ambient earth temperature-20“C. 

b. GO cj^rle alternating current, 

c. Ratings include dielectric lofji, and all induced a-c Iomcs. 

d. One cable per duct, all cables equally loaded and in outside d\u ta only. ^ 

* Multiply tabulated currents by these factors when earth temperature is other than 20”C. 


Complete voltage drop equations: 

Eaf'= I + Itif'Z aV" 4" ^h'Z a'b' 4“ Ih"Z a'b" 4~ / aZ aV 4“ Ic’Zefc' 

= I u:Zt:tr 4 -1 trZ^** 4- 4- IwZ tTh **+/ cZ +1 o'Z 

Eh* ItkZt^h* 4" IB.**Zaf*h* 4“ Ih*Z b*4" / b"Z b'b'*4" Ic'Zh*c 4“ Io**Zh*c* 
Eh** /s'^a'b" 4“ ItrZtTh** + 1h*Zh*h** 4“ Ih**Z b'' 4- / c*Zh**o 4- 1c**Zw'c** 

feV-/a'2aV + /a-2aV4-/b'^bV + /b^'-ZbV4-/c'Ze' + /^^^^^^^ 

Ec**--h*Z^*c*'+h''Z.''c'*+IwZh*o-+h**Zh**c**+Ic^^^^^^ 

Simplifying assumptions: It is apparent that Etf — EtTi 
Eh*-Eh**, and E^*-E^^; therefore these voltages can be 
eliminated by subtraction. Also if one ampere positive 
sequence current is assumed to flow through the overall 
circuit, then /a''=1.0—/aS Ih" — o}—Ih*, and Ic** — a—Ic*^ 


Applying these assumptions leads to a set of three simul 
taneous equations relating three currents: 

Modified equations: 

7,4^,' + Z,'' ~ 2ZaV') + /b'(Za'b' 4- Za%- - Za%' ~ Za'b'O 
4" Io*{Zb,*c 4“ Z Z a'’o' Za c") ^ (Za" Za'a"') 

+ a^Za-b- ~ Za'b-) 4- a(ZaV' - Za'c'O • 

/a^Za'b' 4- Za^'b" — Za'b" — Za"bO 4" 7b' (Zb' 4" Zb" — 2ZbV') 

4” /c'(ZbV 4“ Z — Z b'V Zh'o**) ~ (Za"b" Za"bO 
4" u*(Zb''—Zb'b") 4" u(Zb"c'" Z b'o") • 

7a'(ZaV + Z^**c** — ZaV Z aV) 4^ 7b4Zb'c' 4“ Z b^'c" “* Z bV ““ 
ZbV)4-7«4Zc' + Zc"-2ZcV) - (Za-o— ZaV) 

+a*(ZbV' ~ Zbv) 4- uCZc" — Z c^c"). 
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EUetrical Charaeteriatiea of CabUt 


Chapter 4 


Tablb 16—Cubbint Cabbyinq Capacity pob THRBB- 
OONDUCTOR OIL-FILLBO PAPm Insulatsd Cabub 
( ampera par conductor)* 


Circular Mils, 
or A.W.O. 
(B.A S.) 

Rated Line Voltage—Grounded Neutral 

34 500 

46 000 

69 000 

Maximum Copper Temperature—Deg. C. 

75 

75 

75 

0 

168 



00 

190 

190 


000 

210 

210 

210 

0000 

240 

240 

240 

250 000 

265 

265 

265 

SOO 000 

295 

295 

295 

350 000 

320 

320 

320 

400 000 

342 

342 

342 

500 000 

382 

382 

380 

600 000 

417 

417 

412 

700 000 

445 

445 

440 

750 000 

460 

460 

455 

Deg. C. 

Correction Factor for Various Earth Temps. 

10 

1.08 

1.08 

1 08 

20 

1.00 

1.00 

1 00 

30 

0.90 

0.90 

0.90 

40 

.79 

.79 

.79 


75% IcMkd factor MBUOied. 

Rauiupi include dielectric loee end extra a-c. loeeee such aa aheath and prox¬ 
imity Toaa. 

Above valuea apply apecifically to sector shaped conductors. For round con¬ 
ductors multiply by O.W. 

^Applies to thm similar loaded cables in a duct bank; for six loaded cables 
in a duct bank, multiply above values by 0.88. 


After substituting the proper self and mutual impedance 
values as defined later, these equations can be solved by the 
method of determinants for current distribution, bas^ on 
a total of 1.0 ampere positive-sequence current in the cir¬ 
cuit. To obtain actual currents, the distribution factors 
must be multiplied by the actual load current in amperes. 

Apparent conductor impedances: Using the current- 
distribution factors for each conductor to solve the com¬ 
plete voltage drop equations, an ^*apparent'^ impedance for 
each phase of the circuit can be calculated. This apparent 
impedance is valid only for the particular current division 
calculated: 

Apparent impedance of phase a 




1.0 




ohms. 


Apparent impedance of phase h 


Ew 

/b'4-/b" 



aEwy ohms. 


Apparent impedance of phase c 
aa —ohms. 


Supplementary equations: The original assumption of 
positive-sequence current flow through the circuit pre¬ 
cludes the existence of any net ground return current. This 
assumption simplifies the determination of the various 
seif and mutual impedances, because the effects of a 


ground return path may be ignored with very small error: 
where 

fa circuit length in miles. 

fo—a-c. resistance of conductor a', ohms per mile. 

Xa reactance of conductor a \ to a twelve inch radius, 
ohms per mile. 

jO.2794 logic conductor a', inches 

Za'% Zb', Zb", Zo', and Zo" are determined similarly, based 
on the respective conductor characteristics. 

12 

2»v*t i0.2794 logic ^—Xd) where is the axial 

spacing in inches between conductors a' and a". The re¬ 
maining mutual impedance are calculated similarly, using 
the appropriate spacing for each. 

A series of more complex examples of the above type of 
problem is described by Wagner and Muller.* 

Example 4 —Type of circuit: A three-phase 60-cycle 
cable circuit connected between a sending and a receiving 
bus, using two dissimilar three-conductor lead sheathed 
cables in parallel. 

Conditions: Each cable contains three conductors that, 
by the nature of the cable construction, are symmetrically 
transposed so that the flow of positive- or negative- 
sequence currents will cause no zero-sequence voltage 
drops. Therefore, the sequence networks are not interde¬ 
pendent and an impedance value of each sequence may be 
calcula^ and used independently. 

Problem: To find the zero-sequence impedance of the 
entire cable circuit, and to determine how zero-sequence 
current divides between cables. 


o b c 0 b c 




eOUIVALCNT ClfICUIT, WITH ALL OUANTITICS 
EXPflESSeO IN ZERO-SEQUENCE TERMS 


Fig. 17—Actual and equlTalant zaro-sequanca circuit for two 
parallal thraa-conductor laad-ahaathad cablaa (aaa Bzampla 4). 
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Table 17—Curkbnt Cabbying Capacity of THREE-CONDUCTOR GAS-FILL£D Papbb-insulatbd Cables 


Gondup* 

tor 

Siae 

AWO 

or 

MCM 


Number of Equally Loaded Cablea 

ONE 

THREE 

BIX 

NINE 

TWELVE 

tor 

Per Cent Load Factor 

80 1 60 1 75 1 100 

30 1 60 1 76 100 

80 1 60 1 76 1 100 

80 1 60 1 76 1 100 

80 1 60 76 100 

APPROXIMATE AMPERES PER CONDUCTOR* 


16 000 VolU Copper Temperature 81*C 


8 

SR 

169 

154 

146 

137 

153 

144 

188 

121 

149 

186 

120 

107 

144 

129 

112 

97 

139 

123 

104 

90 

1 

SR 

179 

174 

166 

156 

172 

163 

149 

136 

168 

163 

136 

121 

162 

146 

125 

109 

168 

188 

117 

100 

0 

CS 

903 

195 

182 

176 

196 

186 

169 

154 

190 

173 

154 

137 

183 

164 

141 

122 

178 

156 

131 

112 


C8 

234 

224 

216 

202 

226 

212 

193 

175 

318 

198 

174 

156 

211 

187 

162 

139 

203 

177 

148 

127 


CS 

270 

258 

245 

230 

258 

242 

220 

198 

249 

225 

198 

174 

241 

212 

182 

157 

232 

202 

168 

144 


CS 


296 

281 

261 

296 

276 

250 

223 

286 

267 

224 

196 

275 

241 

206 

176 

265 

227 

189 

162 

360 

CS 

341 

327 

310 

290 

325 

305 

276 

246 

315 

mm 

245 

215 

803 

266 

224 

193 

291 



177 


CS 

417 

897 

375 

846 

397 

369 

330 

293 

383 

K?T!1 



366 

318 

267 

227 


301 

246 

208 


CS 

613 

487 


418 

483 

446 

399 

850 

467 

KIE] 



444 

< 381 

318 

269 

419 

358 

292 

247 

760 

CS 

643 

606 1 

662 

514 

602 

551 

485 

426 

576 



366 

645 1 464 

383 

323 

619 

432 

348 

293 



(1.08 at 10*C. 0.91 at 8(rc. 

(1.08 at 10*C. 

0.91 at 80*C. 

(1.08 at 10*0. 0.91 at 


(1.08 at 10*0, 0.91 at 80*0. 

(1.08 at 10*0. 0.91 at 30*0. 



0.82 at 40*C. 0.71 at 60*0* 

0.82 at 40*C. 0.71 at f^C)» 

0.82 at 40*0, 0.71 at 


0.82 at 40*0, 0.70 at 50*0* 

0.81 at 40*0. 0.70 at 50*0)* 


23 000 VolU Copper Tempeiature 77*C 


2 

SR 

156 

150 

143 

134 

149 

141 

130 

117 

145 1 

132 

117 

105 

140 

125 

107 

84 

134 

no 

100 

86 

1 

SR 

177 

170 

162 

152 

170 

160 

146 

133 

164 

149 

132 

117 

159 

140 

121 

105 

154 

133 

112 

97 

0 

CS 

WSm 

192 

183 

172 

mSm 

182 

166 

149 

186 

169 

147 

132 

178 

158 

136 

118 

173 

149 

126 

100 

00 

CS 

227 


mum 

197 

221 

208 

189 

170 

212 ! 

103 

168 

140 

202 

181 

156 

134 

196 

172 

144 

123 

000 

CS 

262 

261 

238 

223 

264 

238 

216 

193 

242 1 


101 

169 

230 

206 

175 

150 

222 

195 

162 

189 

0000 

CS 

801 

289 

271 ! 

251 

291 

273 

246 

210 

278 

Wjjil 

215 

190 

264 

233 

197 

169 

256 

221 

182 

157 

250 

CS 

334 

816 

298 

277 

321 

209 


230 

308 

276 

236 

mSm 

200 

258 

216 

184 

279 

242 

199 

170 

360 

CS 

405 

379 

358 

331 

384 

356 j 

818 

283 

369 

827 


243 

347 

306 

256 

217 

835 

286 

233 

199 

600 

CS 

492 

466 

436 

401 

461 

427 

379 

335 

448 

301 

833 

288 

424 

363 

302 

257 

400 

336 

276 

280 

760 

CS 

616 

583 

541 

405 

577 

528 ! 

465 

407 


470 

402 

347 

520 1 

430 

364 

306 

490 

408 

829 

276 



(1.09 at 10*0. 0.90 at 30*0. 

(1.09 at 10*0. 0.90 at 30*0. 

(1.09 at 10*0, 0.90 at 80*0. 

(1.09 at 10*C. 0.90 at S0*C. 

(1.09 at 10*C. 0.90 at 80*C. 



0.80 at 40*0. 0.87 at 50*0^* 

0.80 at 40*0. 0.67 at 50*C)* 

0.79 at 40*0. 0.67 at 50*O)» 

1 0.79 at 40*C. 

0.66 at 60*0* 1 

0.79 at 40*C. 0.65 at 50*C)* 


34 600 VolU Copper Temperature 70*C 


0 

C8 

203 

194 

185 

173 

193 

183 

166 

148 

187 

169 

147 1 

130 

180 

156 

135 

116 

172 

149 

125 

108 

00 

CS 

230 

220 

200 

106 

218 

207 

187 

168 

212 

191 

166 1 

147 

203 

178 

152 

132 

194 

160 

141 

131 

000 

CS 

262 

250 

236 

222 

250 

233 

212 

101 

240 

216 

188 1 

166 

231 

203 

173 

148 

220 

191 

160 

134 

0000 

CS 

302 

289 

273 

253 

287 

269 

240 

215 

276 

246 

213 

188 

264 

230 

195 

168 

250 

215 

179 

151 

260 

CS 

332 

317 

300 

279 

316 

294 

266 

235 

304 

271 

233 

206 

290 

252 

212 

183 

275 

233 

196 

165 

360 

C8 

403 

382 

359 

334 

382 

353 

316 

280 

363 

323 

277 

240 

346 

300 

250 

214 

327 

276 

228 

193 

500 

CS 

402 

464 

435 

400 

458 

422 

876 

333 

439 

386 

328 

285 

413 

354 

205 

250 

890 

329 ! 

369 

226 

750 

CS 

613 

575 

536 

490 

570 

521 

457 

402 

540 

460 

397 

340 

505 

430 

364 

298 

475 

396 

830 

368 



(1 10 mt lore. 

o.Ro at ao*c. 

(1.10 at 10*C. 0.89 at 30*0. 

(1.10 at 10*0. 0.89 at 80*0. 

(1.10 at 10*0. 0.88 at 80*0. 

(1.10 at 10*0. 0.88 at 80*0. 



1 0.76 at 40*C. 0.61 at 60*0* | 

0.76 at 40*0. 0.60 at 50*O)» 

0.76 at 40*0. 0.60 at 50*O)» 

0.76 at 40*0. 0.58 at 50*O)» 

0.74 at 40*0. 0.56 at 50C)* 


' The following symbols are used here to designate conductor types; 

8R—standard round concentric-stranded. C8—compact-sector stranded. 

* Current ratings are based on the folloaUM conditions: 

a. Ambient earth temperature • 20*0. 

b. 60 cycle alternatiM current. 

c. Ratings include di^ectric loss, and all induced a-c losses. 

d. One cable per duct, all cables equally loaded and in outside duoU only. 

• Multiply tabulated currents by these factors when earth temperature is other than 20T?. 


Circuit: Refer to Fig. 17. The three actual conductors 
in each cable have been reduced to one equivalent con¬ 
ductor in this figure, and all impedances are to be ex¬ 
pressed in zero-sequence terms considering the earth as a 
return path for each circuit. 

Complete voltage drop equations: 

Eo =* IffZc + + /s'^oY “h 

Eo ** I(fZc*o* I{i**Zii ^+/,'ZoV "t" I»"Zo**tr 
0= I(fZo*» + I(f 2oV+7 
0 *» /(fZoV + + /,'Z+ 1^**Z 

The voltage drop l?o can be eliminated by subtraction, and 
the sheath currents can be solved in terms of conductor 
currents by using the last two equations only. Also, it is 
convenient to assume that the total zero-sequence current 
flowing into the sending bus is one ampere, which makes 

/^-1.0-/(^. 

After maki ng these changes, the following single equation 
results: 


Modified equation: 

h[{Ze - ZovO (Z.'Z." - - ZcvO (Z.'Z.^ - Z*.vO 

+ (ZeV - ZcV) (Ze'.'^Z.'.'^ - ZeVZ.'O + (^cV ” Z.v) 
(Zc'vZ,'," Zc'vZ,") + (Zc'."—ZovO (Zc'.'ZjY' "~ZoV^*') 
+ (ZeY—ZcV)(ZeVZ.V~ZcY''Z.O] - (Ze—ZcV) 

(Z. Zy - zw) + (ZoV - ^cv) (ZoV'^.v - ZcvZ.-) 

+ (Zcv—Z c^y) (2cvZ.v—^cV'Z.') 


This equation furnishes a solution for /o', from which /(T 
follows directly. To find the zero-sequence impedance of 
the entire circuit requires that one of the complete voltage 
drop equations be solved for Eq, Then 


Zo 


go 


El 

1.0 


Eof ohms. 


Supplementary equations: The equations necessary to 
determine each iiQi^ance value are shown here: every 
impedance must be expressed in zero-sequence terms, with 
the effect of earth as a return path included. 
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Table 18— Current Carrying Capacity op SINGLE-CONDUCTOR SOLID Paper-Insulated Cables 



7300 Volte 


Copper Temperature, 85®C 


6 lie 113 109 103 113 no 103 96 113 107 98 90 111 104 94 86 

4 154 149 142 135 162 144 134 126 149 KO 128 116 147 130 122 110 

2 202 196 186 175 190 189 175 162 106 183 167 151 192 178 160 142 

1 234 226 214 201 230 218 201 185 226 210 190 172 222 204 181 162 

0 270 262 245 232 266 251 231 212 361 242 210 106 256 234 208 184 

00 311 300 283 262 309 290 270 241 303 278 260 224 295 268 236 208 

000 356 344 324 300 366 333 303 275 348 319 285 255 340 308 270 286 

0000 412 305 371 345 408 380 347 314 398 364 325 290 390 352 307 269 

250 456 438 409 379 449 418 379 344 437 400 356 316 427 386 336 294 

300 512 491 459 423 499 464 420 380 486 142 394 349 474 428 371 325 

350 561 637 500 460 546 507 457 403 532 483 429 379 518 466 403 352 

400 607 580 540 496 593 548 493 445 576 522 461 407 560 502 434 378 

500 692 660 611 561 679 626 560 504 659 597 524 459 641 571 490 427 

600 772 735 679 621 757 696 621 557 733 663 579 506 714 632 542 470 

700 846 804 741 877 827 758 674 604 802 721 629 548 779 688 587 508 

750 881 837 771 702 860 789 700 627 836 750 651 568 810 714 609 526 

800 914 866 707 725 892 817 735 648 865 776 674 588 840 740 630 544 

1000 1037 980 898 816 1012 922 816 725 980 874 756 657 950 832 705 606 

1850 1176 1108 1012 914 1146 1039 914 809 1104 981 845 730 1068 941 784 673 

1500 1300 1884 1110 1000 1268 1146 1000 884 1220 1078 922 794 1178 1032 855 731 

1750 1420 1888 1304 1080 1382 1340 1078 949 1342 1166 992 851 1280 1103 919 783 

8000 1546 1448 1800 1162 1500 1348 1168 10)9 1442 1260 1068 914 1385 1190 986 839 

(1.07 a 10*C. 0.98 M aO*C. 0.83 (1.07 at 10*C. 0.93 at 80*C. 0.8S (1.07 at 10*C. 0.92 at 80*C. 0 83 (1 07 at 10*C. 0.92 at 30*C. 0.83 

at 40K3. 0.78 at at 40*C. 0.78 at 50^^)^ at 40*C. 0.73 at 50*C)* at 40*C. 0.73 at 60-C)< 


15 000 Volta 


Copper Temperature, 81*C 


6 

113 

no 

105 

100 

4 

149 

145 

138 

131 

2 

195 

190 

180 

170 

1 

226 

218 

208 

195 

0 

256 

248 

234 

220 

00 

297 

287 

271 

254 

000 

344 

330 

312 

2w0 

0000 

399 

384 

361 

335 

250 

440 

423 

396 

367 

300 

490 

470 

439 

406 

350 

639 

616 

481 

444 

400 

586 

561 

522 

480 

500 

669 

639 

592 

543 

600 

746 

710 

656 

601 

700 

810 

772 

712 

652 

750 

840 

797 

736 

674 

800 

869 

825 

762 

696 

1000 

991 

939 

864 

786 

1250 

1130 

1067 

975 

864 

1600 

1250 

1176 

1072 

966 

1750 

1368 

1282 

1162 

1044 

2000 

1464 1 1368 1 1233 

(1.08 at 10*C. 0.93 at 80*C 
at 40*C 0 71 at 50*C} 

1106 
0 82 


23 000 Volta 


3 

186 

181 

172 

162 

1 

214 

aor 

197 

186 

0 

247 

239 

227 

213 

00 

283 

273 

258 

242 

000 

326 

314 

296 

277 

0000 

376 

362 

340 

317 

250 

413 

396 

373 

346 

300 

463 

444 

416 

386 

350 

508 

488 

466 

422 

400 

548 

525 

491 

454 

600 

627 

600 

559 

514 

600 

695 

663 

616 

566 

700 

766 

729 

676 

620 

750 

797 

759 

702 

643 

800 

826 

786 

726 

666 

1000 

946 

898 

827 

752 

1250 

1080 

1020 

935 

848 

1500 

1192 

1122 

1035 

925 

1750 

1296 

1215 

1106 

994 

2000 

1390 

1302 

1180 

1058 


(1.09 at lO^C. 0.90 at 30*C. 0.80 
at 40*C. 0.48 at 60*0* 


112 

107 

100 

1 93 

110 

104 

96 

87 

108 

101 

92 

83 

147 

140 

131 

1 117 

144 

136 

125 

114 

M2 

132 

119 

107 

193 

183 

170 

157 

189 

177 

161 

146 

ISO 

1 172 

154 

1 137 

222 

211 

195 

179 

218 

204 

185 

167 

214 

I 197 

175 

157 

252 

239 

220 

203 

247 

230 

209 

188 

242 

[ 223 

198 

177 

295 

278 

263 

232 

287 

205 

239 

214 

283 

257 

226 

202 

341 

320 

29S 

267 

333 

306 

274 

245 

327 

296 

2m 

230 

392 

367 

335 

305 

383 

352 

315 

280 

374 

310 

1 

298 

203 

432 

404 

367 

334 

422 

387 

345 

306 

412 

372 

32.'5 

280 

481 

449 

406 

369 

470 

429 

382 

338 

457 

413 

359 

316 

527 

491 

443 

401 

514 

468 

416 

367 

501 

450 

391 

342 

572 

530 

478 

432 

556 

506 

447 

395 

542 

485 

410 

366 

655 

605 

642 

488 

636 

677 

507 

445 

618 

551 

174 

412 

727 

068 

598 

537 

705 

637 

557 

488 

685 

608 

521 

452 

790 

726 

647 

581 

766 

691 

604 

528 

744 

659 

564 

488 

821 

753 

672 

602 

795 

716 

625 

547 

77? 

684 

684 

506 

860 

780 

695 

622 

823 

741 

640 

565 

800 

707 

6C4 

622 

908 

882 

782 

697 

933 1 

832 

724 

631 

903 

794 

675 

581 

1102 

1000 

883 

784 

1063 

941 

816 

706 

1026 

898 

759 

650 

1220 

1105 

972 

856 

1175 

1037 

892 

772 

1133 

987 

828 

707 

1330 

1198 

1042 

919 

1278 

1124 

9r»8 

824 

1230 

1063 

886 

755 

1422 1 

1274 

1105 

970 

1360 

1192 

1013 

869 

1308 

1125 

935 

795 

(1.08 

at 10-C, 0. 

92 at 30*C 

0 82 

(1.08 

at 10*C. 0 

92 at 30"C 

0.82 

(1.08 

at 10“C. 0 

92 at aO'C 

0.82 

at 40*C. 0 7 

1 at 50*Cj 


1 at 40*C, 0.71 at 60*C] 


1 at 40*C. 0.: 

ri at 60*C] 

1 * 


Copper Temperature, 77*C 


184 

176 

162 

150 

211 

200 

185 

171 

244 

230 

213 

196 

278 

263 

243 

221 

320 

302 

276 

252 

367 

345 

315 

288 

405 

380 

346 

310 

450 

422 

382 

349 

493 

461 

418 

380 

536 

498 

451 

409 

616 

670 

614 

464 

684 

632 

568 

511 

744 

689 

817 

554 

779 

717 

641 

674 

808 

743 

663 

596 

921 

842 

747 

667 

1052 

957 

845 

751 

1162 

1053 

926 

818 

1256 

1130 

901 

876 

1352 

1213 

1053 

928 


180 109 154 140 
206 193 176 159 

239 222 197 182 
275 253 226 205 
315 290 269 233 
360 332 297 2b6 

396 365 326 290 
438 404 360 319 
481 442 393 347 
521 478 423 373 
597 546 480 423 

663 603 529 466 
725 666 574 503 
7V4 681 596 527 
782 706 617 640 
889 797 692 6(33 

1014 904 781 676 
1118 993 855 736 
1206 1067 911 785 
1293 1137 967 831 


178 104 147 132 
203 187 167 160 

234 210 192 171 
267 246 217 193 
307 280 247 220 
351 320 281 250 

386 351 307 272 
428 389 310 301 
468 424 369 326 
507 458 398 349 
580 521 450 302 

646 577 496 431 
703 627 538 467 
732 660 558 483 
769 674 576 600 
860 759 646 660 

980 858 725 630 
1081 940 701 682 
1162 1007 843 720 
1240 1073 893 760 


(1.09 at 10*C. 0.90 at SQ*C. 0.80 I (1 09 at 10*C. 0.(K) at 30*0. 0.80 I (1.09 at 10*C. 0.90 at SQ^C. 0.80 
at 40*C. 0.03 at 6^0* I at 40*C. 0.08 at I at 40*0, 0.03 at AO^O* 


Continued 
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Table 18— Current Carrying Capacity op SINGLE-CONDUCTOR SOLID Paper-Insulatbd Cables 

(Continued) 


Number of Equally Loaded Cables in Duct Bank 


Conductor 


THREE 

1 


SIX 


1 NINE 


1 


TWELVE 


Si so 
AWG 

Per Cent Load Factor 

or 

MCM 

30 

50 

75 1 

100 1 

30 1 

50 1 

75 

1 100 1 .30 1 50 1 

75 

100 1 

30 

60 1 75 1 

100 


AMPERES PER CONDUCTORS 


34 500 Volte 


Copper Temperature. 70*C 



46 000 Volta 


Copper Temperature, 65*C 


000 

279 

270 

256 

240 

274 

259 

239 

221 

268 

249 

226 

204 

262 

241 

214 

191 

0000 

322 

312 

294 

276 

317 

299 

274 

251 

309 

287 

250 

232 

302 

276 

244 

217 

250 

352 

340 

321 

300 

346 

326 

299 

274 

336 

313 

282 

252 

329 

301 

266 

236 

300 

394 

380 

358 

334 

385 

364 

332 

304 

377 

349 

313 

280 

367 

335 

295 

260 

350 

433 

417 

392 

365 

425 

398 

364 

331 

413 

382 

341 

304 

403 

366 

321 

283 

400 

469 

451 

423 

393 

459 

430 

391 

356 

446 

411 

367 

326 

433 

394 

344 

307 

500 

534 

512 

482 

444 

522 

487 

441 

400 

506 

464 

412 

365 

492 

444 

386 

339 

600 

602 

577 

538 

496 

589 

546 

494 

447 

570 

520 

460 

406 

553 

497 

430 

877 

700 

663 

633 

589 

542 

645 

598 

538 

486 

626 

569 

.502 

441 

606 

542 

468 

408 

750 

689 

658 

611 

561 

672 

622 

559 

504 

650 

590 

520 

467 

629 

562 

485 

422 

800 

717 

683 

638 

583 

698 

645 

578 

622 

674 

612 

538 

472 

652 

582 

501 

436 

1000 

816 

776 

718 

657 

794 

731 

653 

585 

766 

691 

604 

528 

740 

657 

562 

487 

1250 

927 

879 

810 

738 

900 

825 

732 

654 

8C5 

777 

675 

589 

834 

736 

626 

541 

1500 

1020 

968 

887 

805 

992 

904 

799 

703 

951 

850 

735 

638 

914 

802 

679 

585 

1750 

1110 

1047 

959 

867 

1074 

976 

859 

762 

1028 

915 

788 

682 

987 

862 

726 

623 

2000 

1184 

1115 

1016 

918 

1144 

1035 

909 

805 

1094 

970 

8:i3 

718 

1048 

913 

766 

656 

2500 

1314 

1232 

1115 

1002 

1265 

1138 

994 

875 

1205 

1062 

1K)5 

778 

It 51 

996 

830 

708 


(1 11 at 10“C. 0 87 at SO^C. 0.78 I 

at 40*C. 0.54 at 50*C)* 

(l.ll at 10*C. 0 87 at 30'C, 0.72 
at 40*C. 0.53 at 60®C)» 

(1.11 at 0.87 at 30“C, 0.72 

at 40*C. 0.52 at 50*0* 

(l .r> at 10*C, 0.87 at SO^C. 0.70 
at 40*C, 0 51 at 50*0’ 


69 000 VoltB 


Copper Temperature, 60*C 


350 

395 

382 

300 

336 

387 

364 

333 

305 

400 

428 

413 

389 

362 

418 

393 

358 

328 

500 

489 

470 

441 

409 

477 

446 

406 

370 

600 

545 

524 

490 

454 

532 

496 

450 

409 

700 

699 

573 

536 

495 

582 

543 

490 

444 

750 

623 

597 

566 

514 

605 

562 

508 

460 

800 

644 

617 

575 

631 

626 

582 

625 

475 

1000 

736 

702 

052 

599 

713 

660 

592 

533 

1250 

832 

792 

734 

672 

806 

742 

664 

595 

1500 

918 

872 

804 

733 

886 

814 

724 

647 

1750 

994 

942 

865 

788 

957 

876 

776 

692 

2000 

1066 

1008 

924 

840 

1020 

931 

822 1 

732 

2500 

1163 

1096 

100! 

903 

1115 

1013 

892 1 

791 


(1.13 at 10*C, 0.85 at 80*C, 0.67 
at 40*C. 0.42 at 50*C)» 

(1.13 at 10*0. 0,85 at 30*(:. 0 60 
at 40*C, 0.40 at 50*C')* 


375 

348 

312 

279 

365 

332 

293 

250 

405 

375 

335 

300 

394 

358 

315 

278 

461 

425 

379 

337 

447 

405 

354 

312 

513 

471 

419 

371 

497 

448 

391 

343 

561 

514 

455 

403 

542 

489 

425 

372 

583 

533 

472 

417 

563 

506 

430 

384 

603 

554 

487 

430 

582 

523 

463 

396 

085 

622 

547 

481 

660 

589 

508 

442 

772 

698 

610 

535 

741 ' 

659 

564 

489 

848 

763 

r>64 

580 

812 

718 ’ 

612 

529 

913 

818 

711 

618 

873 

770 

653 

563 

972 

868 

7.50 

651 

927 

814 

688 

502 

1060 

942 

811 

700 

1007 

880 

741 

635 

(1 13 at 10®C. 0 

84 at 30“C 

0.65 

(1 14 

at 10*0. 0 84 at 80*C, O.tU 

at 40‘'C. 0 36 at 50*0* 

1 at 40*0. 0.32 at 60*0* 


*Current ratings are based on the following conditions: 

a. Ambient earth temperature«"20®C. 

b. * 00 cycle alternating current. . , . 

c. Sheaths bonded and grounded at one point only (open circuited sheaths). 

d. Standard concentric stranded oondactors. 

e. Ratings include dielectric loss and skin effect. 

f One cable per duct, all cables equally loaded and in outside ducts only. 

’Multiply tabulated values by these factors when earth temperature is other than 20 O. 
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ohms, where i«circuit 
length in miles, and the other terms are defined 
as for Eq. (19). 

Zo** is defined similarly. 

Z,' = J[3r,+re+i(3x,+Xe)] ohms, where the terms are 
defined as for Eq. (23). 

Z,- is determined similarly. 

^cV = ^[re+i(3xs+Xe)] ohms, where the terras are 
defined as for Eq. (26). 

ZoV' is determined similarly. 

ZoV' = ZcV = ^.V' = i[ro+i(Xe—3xd)] ohms, where 

g 

Xd=0.2794 logic using for S the center-to-center 
12 

spacing between cables,* in inches. 

A more general version of the above type of problem, 
covering those cases where the cables are not necessarily 
bussed together, is described by Cheek.® 

Example 5—The use of complex GMR’s and GMD’s 
will very often reduce a complicated problem to workable 
terms. The use and significance* of these factors should be 
studied thoroughly before attempting a solution by this 
method (see Chap. 3). 

Table 19— Current Carrying Capacity for SINGLE¬ 
CONDUCTOR OIL-FILLED Paper-Insulated Cables 
(amperes per conductor)* 


1 

Circular Mils, 
or A.W.G. 
(B.A S.) 

Rated Line Voltage—Grounded Neutral 

34 500 

46 000 

69 000 

115 000 

138 000 

Maximum Copper Temperature—Deg. C. 

75 

75 

75 

70 

I 70 

0 

256 





00 

287 

286 

282 



000 

320 

310 

300 



0000 

378 

367 

367 

347 

335 

250 000 

405 

395 

390 

365 

352 

300 000 

450 

440 

430 

402 

392 

350 000 

492 

482 

470 

438 

427 

400 000 

528 

512 

502 

470 

460 

500 000 

592 

592 

568 

530 

522 

600 000 

655 

650 

628 

585 

578 

700 000 

712 

710 

688 

635 

630 

750 000 

742 

740 

715 

667 

658 

800 000 

767 

765 

740 

685 

680 

1000 000 

872 

870 

845 

775 

762 

1 250 000 

990 

982 

955 

875 

852 

1500 000 

1082 

1075 

1043 

957 

935 

1 750 000 

1 165 

1 162 

1 125 

1030 

1002 

2000 000 

1240 

1240 

1 200 

1 100 

1070 

Deg. C. 

Correction Factor for Various Earth Tempt. 

10 

1.08 

1.08 

1.08 

1.08 

1.09 

20 

1.00 

1.00 

1.00 

1.00 

1.00 

30 

0.90 

0.90 

0.90 

0.89 

0.89 

40 

.79 

.79 

.79 

.77 

.77 


load factor aaminied. 

Ratings inclnde dielectric loss and skin effect. 

Rat in gs baaed on open-^irouited sheath operation; Le.—no sheath loss oon- 

^AppUee to three similar loaded cables in a duct bank; for six loaded cables in 
a duct bank, multiply above values by 0.91. 


Tablb 20— Suggbbtbd Withstand Iiipulsb Voltaohs 
FOR Cables with Metallic Coverino* 


Insulation 

Class 

lev 

Basic 
Impulse 
Insulation 
Level for 
Equipment 

Solid-Paper 

Insulation 

Oil-Filled Paper 
Insulation 

Insulation 

Thickness 

mils 

Withstand 

Voltage 

kv 

Insulation 

Thickness 

mils 

Withstand 

Voltage 

kv 

1.2 

30 

78 

94 



2.5 

45 

78 

94 



5.0 

60 

94 

113 



8.7 

75 

141 

169 



15 

no 

203 

244 

no 

132 

23 

150 

266 

319 

145 

174 

34.5 

200 

375 

450 

190 

228 

46 

250 

469 

563 

225 

270 

69 

350 

688 

825 ! 

315 

378 

115 

550 



480 

575 

138 

650 



560 

672 

161 

750 



648 

780 

230 

1050 



925 

1110 


*Based on recommendations by Halperin and Shanklin.** 


Circuit: Four paralleled cables similar to the three- 
conductor belted cable described in Example 1, and ar¬ 
ranged in a duct bank as illustrated in Fig. 18. 

Problem: To find the overall zero-sequence impedance 
of the circuit, with sheaths and ground in parallel, or with 
return current only in the sheaths. 

GMR of three conductors, 

GMR8o = 0.338 inches (from example 1). 



(a) Cable configuration. 


CONDUCTOR BRANCH 




r OF ONE CONDUCTOR 
NO. OF CIRCUITS 


.__ fo-ffi 

2(GMR) CONDUCTORS 
^ (GMR) CONDUCTORS 


0.800 


SHEATH 

BRANCH 

GROUND 

BRANCH 


0 286 


V^iMNOOF SHEATHS), 

(b) General equivalent circuit. 




20 . 

10.838 logic TTPK 

OR Q 

jO.838 logic , 


Pig. 18—Pour throe-conductor cablet in a duct bank (tee 
Example 5). 
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GMR of the four conductor groups, 

GMR«, - !^(0.338)‘(6)'(10)«(16)»=3.479 inches. 
Ek}uivalent spacing of three conductors to their sheath, 

5*0=-^-^^=0.812 inches. 


GMD among the conductors and the sheaths, 
GMD( 4 ,- 4 .) = ‘^(0.812)\6)»(10)\15)’ = 4.330 inches. 
From Fig. 18(b), resistance of the sheath branch, 
0.600 

(1.623)(0.I09)(4) 

Also from Fig. 18(b), impedance of the ground branch 


-0.286+J0.838 logw 


2800X12 

4.330 


*“0.286+^3.260 ohms per mile. 



Fig. i9—Effect of steel plates on current-carrying capacity of 
single-conductor cables. Three phase system; flat config¬ 
uration. 



Fig. 20~'Summary of some impulse tests on paper-insulated cables 
(based on information presented by Foust and Scotti^). 


Key: 

1 Dayis and Eddy^i^ 1 i It negatlye waye, high density 
paper, eolid insulation (Simplex Wire and Gable Co.). 

2 Held and Leichsenring,i7 negatiye ware, solid insulation. 

3 Held and Leichsenring, positiye and negatiye wares, oil- 
flUed insulation. 

4 Held and Leichsenring, positiye waye, solid insulation. 

5 An unpublished test, regular density paper, oil-filled in¬ 
sulation (General Cable Corporation). 

6 Foust and Scott, ayerage of fire tests, 1 x 16 positiye wave, 
regular density paper, solid insulation (General Electric 
Co.). 

7 An unpublished test, high density paper, oil-filled insu¬ 
lation (General Cable Corporation). 


8 An unpublished test, solid insulation (The Okonite 
Company). 

9 Foust and Scott, 1.5 x 40 positive wave, regular density 
paper, solid insulation. 

10 Foust and Scott, combination regular and medium den¬ 
sity paper, solid insulation. 

11 Foust and Scott, high density paper, solid insulation. 

12 Foust and Scott, m^ium density paper, solid insulation. 

13 Foust and Scott, 1.5 x 40 positive wave, combination reg¬ 
ular and medium density paper, solid insulation. 

14 Foust* and Scott, 0.5 x 40 positive wave, regular density 
paper, solid insulation. 

15 Foust and Scott, 0.5 x 5 positive wave, regular density 
paper, solid insulation. 






94 


Electrical Characteristics of Cables 


Chapter 4 


The lero-sequence impedance with sheath and ground 
in parallel, 




0.848(0.2864-j3.260) 


0.848+(0.286-}-i3.260) +>0.0797 

1.022+J0.275 ohms per phase per mile. 


The absolute value of this impedance is 1.06 ohms per 
phase per mile. 

The zero-sequence impedance considering all return 
current in the sheath and none in the ground, 


Zo = (0,247+;0.0797) +0.848 

*= 1.096+j0.0797 ohms per phase per mile. 


The absolute value of this impedance is 1.1 ohms per phase 
per mile, or substantially the same as with the sheath and 
ground in parallel. In this case the effect of high sheath 
resistance is minimized by the fact that four sheaths are 
paralleled. 


V. IMPULSE STRENGTH OF CABLES 

Power-transmission circuits are often made up of cables 
and overhead-line sections connected in series, and this 
construction may impose lightning-surge voltages on the 
cable insulation. Even when circuits are totally under¬ 
ground, it is possible that cable insulation will be stressed 
by transient overvoltages caused by switching operations. 
For these reasons the impulse strength of cable insulation 
is information of some value for predicting cable perform¬ 
ance in an actual installation. 

No industry-wide standards have been established for 
pable impulse strength. Test data from various sources is 
available,and some of these results for paper-insulated 
cables are shown in Fig. 20. Several variables are inherent 
in the curves, so that the spread of the test points is wider 
than might be obtained with uniformly controlled test 
conditions. The factors not yet completely investigated 
include the effect of normal insulation aging, the relation 
between actual voltage gradient within the insulation and 
the average gradient, wave shape and polarity of the test 
impulse voltage, and grade or compounding of insulation. 

Using 1200 volts per mil average stress as a safe with¬ 
stand impulse strength for paper-insulated cables, as sug¬ 
gested by Halperin and ShankJin,*® the withstand voltages 
for representative cables may be listed as in Table 20. 
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CHAPTER 5 


POWER TRANSFORMERS AND REACTORS 

Original Authors: Revised by: 

J. E. Hobson and R. L. Witzke R. L. Witzke and J. S. Williams 


I N this chapter are included the fundamental theory, 
operating practices, pertinent application data, and 
s(Hne of the ph 3 r 8 ical characteiirtics of power trans¬ 
formers and reactors. No attempt is made to give a com¬ 
plete exposition of the material. It is expected that the 
listed references will be consulted for a more detailed con¬ 
sideration of each section. Although the fundamental the¬ 
ory presoited here holds also for distribution transformers, 
the standards of operation and present practices regarding 
distribution transformer application are not included in 
this chapter. Grounding tra^ormers are included since 
they are ordinarily associated with power 83 r 8 tems. 

I. THEORY 

1. Fundamental Considerations 

Before going into the various problems involved in the 
application of transformers and the methods used in ana¬ 
lysing their effect on system operation, it is well to review 
briefly the fundamental theory of transformer action. 

Two windings on a common magnetic core are pictured 
in Fig. 1. Let the number of turns in the P winding be ni. 



and the number of turns in the S winding be n,. Assume 
that there is a flux in the core which links both windings 
and is a sinusoidal function of time. 

( 1 ) 

Then the voltage induced in the P winding at any instant 
by the flux is 

10^ volte (2) 

at 

* coe wtX 10^ volts 

where w>«2s/ 

heQoe« 2w:/ni^Mr coscotXlO^ voHs 


and the rms value of this voltage is 

volts 

«4.44/niABmMX10 ® volts (3) 

where, /=frequency in cycles per second. 

A s cross sectional area of magnetic circuit in 
square centimeters (assumed uniform). 

Bjamx maximum flux density in the core in lines 
per square centimeter. 

Similarly, the rms voltage induced in the S winding by the 
flux is given by 

4.44/nii4Bmax X 10“® volts. (4) 

Thus it is evident that a sinusoidal flux linking a coil in* 
duces in it a-voltage which is also sinusoidal and which 
lags the flux by 90 electrical degrees. 

To apply the above principle to the operation of a trans> 
former, refer again to Fig. 1 and consider the S winding as 
open and let a sinusoidal voltage be impressed on the P 
winding. The current, /., that flows in the P winding 
under this condition (/■“O) is called the exciting current 
and sets up an alternating flux about that winding, which 
consists of two parts: a mutual flux whose path is wholly 
in the core and which, therefore, links both windings, and 
a leakage flux whose path is partly in air and which links 
only the P winding. The ratio of the leakage flux to the 
mutual flux depends on the relative reluctance of their 
respective paths, which in turn is a function of the satura¬ 
tion of the core and the magnitude of the current. It is 
convenient to consider the voltage induced in the P wind¬ 
ing, by the flux linking it, as made up of two components, 
one produced by the linkages resulting from the mutual 
flux and the other produced by leakage flux. In the or¬ 
dinary commercial transformer the leakage flux is small 
and can be neglected for the present. Then, if the small iR 
drop in the winding is also ignored, the voltage induced in 
the P winding by the mutual flux can, with close approx¬ 
imation, be set equal and opposite to the impressed voltage. 
If, as assumed, the latter is sinusoidal, then the mutual 
flux must also be sinusoidal and the induced voltage is 
given by Eq. (3), 

Ep * X volts. 

By hypothesis, all of the mutual flux which has just 
been considered in connection with the P winding must 
also link the 8 winding. Hence, a voltage is induced in the 
8 winding, which is expressed by Eq. (4), 

£»»4.4VfitAAM>XlO^ volts. 
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If the circuit connected to the ;S winding it « 

ounent, flows and, in the manner alnady described in 
connection with the P winding, sets up a mutual and leak¬ 
age flux about the winding. The direction of this current 
is such that the mutual flux produced by it opposes that 
produced by the P winding and it, therefore, tends to 
nullify the flux in the core. Consideration of the enerpee 
involved shows that an additional component, Zp', must be 
added to the current in the P winding before the S winding 
is closed, such that the magnetomotive force acting on 
the magnetic circuit remains unchanged after S is closed. 
In other words, the resultant flux in the core produced by 
the combined action of the currents flowing in the P and S 
windings must equal the mutual flux present when the iS 
winding is open. Therefore, 

n,/,-n,/p -n*/., (6) 

remembering that the flux caused by /, is opposite that 
caused by Zp which accounts for the negative sign. In 
a well-designed transformer, the exciting current is small 
in comparison to the normal load current Z'p, hence we can 
assume the total current, Zp, in the P winding to be equal 
to Z'p and obtain 

Z.-+-Zp. (6) 

The leakage flux produced by Z. induces a voltage in the 
iS winding opposing that produced by the mutual flux. 
However, it is small as in the case of the P winding, and, 
if neglected along with the resistance drop, permits writing 
the relation between the P and S voltages as 

(7) 

The seven equations developed above summarise the 
general relation^ips between the flux, the induced volt¬ 
ages, and the primary and secondary voltages and currents 
involved in transformer action. However, they are based 
on a number of assumptions that, in analysing the opera¬ 
tion of the transformer or of the system to which it is con¬ 
nected, cannot always be made. A more rigorous develop¬ 
ment that takes into consideration the effects of exciting 
current, losses, and leakage fluxes is therefore required. 

Referring again to Fig. 1, and considering instantaneous 
currents and voltages, the classical equations for the 
coupled circuits are 

( 8 ) 

at at 

where J?p and are, respectively, the effective resistances 
of the primary and secondary windings: Lp and L% are the 
self-inductances of the primary and secondary windings: 
and Af is the mutual inductance between the two windings. 
The pocitive direction of current flow in the two windings 
is taken such that the fluxes set up by the two currents 
will be in opposition. 

The coefficients Lp, and M are not constant but vary 
with the saturation of the magnetic circuit*. As previously 


stated, the total flux linking either winding can be divided 
into two components, a leakage flux whose path is wholly 
or partly in air and a mutual flux most of which lies in the 
iron core. Furthermore, the mutual coupling between cir¬ 
cuits must have an energy component to furnish the iron 
loss in the magnetic circuit. With the above considerations 
in mind the equivalent circuit representing the two coupled 
windings in Fig. 1 can be derived*. 

The equivalent circuit is shown in Fig. 2(a), where the 
mathematical artifice of an ideal transformer* is introduced 
to preserve actual voltage and current relationships at the 
terminals, and to insulate the two windings. The ideal 
transformer is defined as having no losses, no impedance 
drop, and i^uiring no exciting current. The ratio of 
transformation for the ideal transformer is where 



(b) 




USA 


ZftX 

-AAAAA- 


i>a> 



Fig. 2—fiquiyalent circuits for two-winding transformer. 

(s) Equivalent circuit in ohms, with magnetising current con¬ 
sidered. 

(b) Equivalent circuit in ohms, with all impedances on the primary 
voltage bass. 

(c) Equivalent circuit in ohms, with the magnetiiing breneh 
neifsoted. 

(d) Equivalent circuit in ohms, with the leakage impiMimmii 
ferred to the secondary voltage base. 

(e) Equivalent circuit in percent. 
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The shunt resistance branch in Zm represents the iron 


losses and the shunt reactive branch 



provides a 


path for the no load, or exciting current of the transformer. 
The variation in M during the cycle of instantaneous cur¬ 
rent and voltage variation is ignored, and a mean value is 


used. The branches, Zp = /?p+j( 


iw^Lp-^Af^ 


and, Za = RB 



Ls- 


5? 


") 


are essentially constant, regardless of in¬ 


stantaneous current variations, since their corresponding 
leakage fluxes lie mostly in air. Zp and Zg are components 
of the leakage impedance between the P and S windings 
such that 


Zps = Zp+ 


( 10 ) 


oo- 




t; 


■‘if 


Zm 

i: 


Im 




-00 




(o) 



Zps is defined as the leakage impedance between the P 
and S windings, as measured in ohms on the P winding 
with the S winding short-circuited. Actually it is not 
possible* to segregate Zps into two parts, Z? associated 
with the P winding and Zg associated with the S winding 
by any method of test; for example, Zp, the portion of 
Zp8 associated with the primary winding, varies with ex¬ 
citation and load conditions. It is customary, in many 
calculations involving the equivalent circuit, to make 

• ( 11 ) 
/V* 

The ideal transformer can he shifted to the right, as in 
Fig. 2(b), to get all branches of the circuit on the same 
voltage base. Since the impedance of the shunt branch is 
large compared to Zps, it can be omitted for most calcula¬ 
tions involving transformer regulation, and the equivalent 
circuit becomes that of Fig, 2(c). A notable exception to 
those cases where the shunt branch can be disregarded is 
the case of the three-phase core-form transformer excited 
with zero-sequence voltages. This will be discussed in 
detail later 

The form of the equivalent circuit given in Fig. 2(c) can 
be changed to show the leakage impedance referred to the 
secondary voltage, by shifting the ideal transformer to 
the left, as in Fig. 2(d). For this condition Zsp, the leakage 
impedance between the P and S windings as measured in 
ohms on the S winding with the P winding short-circuited, 
is related to Zps as follows: 

Zap = Ar*Zp8 = ^P8 • (12) 

The equivalent circuit using percentage impedances, 
percentage voltages, and currents in per unit is given in 
Fig. 2(e). An ideal transformer to maintain transformation 
ratios is not required 

2. Transformer Vector Diagram 

The vector diagram illustrating the relationship between 
the terminal voltages, the internal induced voltages and 
the currents in the transformer of Fig. 1 can be drawn 
directly from the equivalent circuit for the transformer. 
This circuit is repeat^ in Fig. 3(a) and the various voltages 


Fig. 3—Equivalent circuit and corresponding vector diagram 
for two-winding transformer. 

and currents are identified there. The primary and second¬ 
ary leakage impedances Zp and Zs are shown separately, 
and the primary and secondary resistances Rp and Rs are 
also indicated, /h and /„> represent the core-loss component 
and the magnetizing component respectively of the exciting 
current /e. The vector diagram in Fig. 3(b) is drawn for 
a 1:1 ratio of transformation and for a load of lagging power 
factor. The power-factor angles at the P winding terminals 
and the S winding terminals are designated in the diagram 
as 6p and 6s respectively. 

II. ELECTRICAL CHARACTERISTICS 
3. Transformer Impedances 

The turns ratio of a two-winding transformer determines 
the ratio between primary and secondary terminal volt¬ 
ages, when the transformer load current is zero. However, 
when load is applied to the transformer, the load current 
encounters an apparent impedance within the transformer 
which causes the ratio of terminal voltages to depart from 
the actual turns ratio. This internal impedance consists 
of two components: (1) a reactance derived from the effect 
of leakage flux in the windings, and (2) an equivalent 
resistance which represents all losses traceable to the flow 
of load current, such as conductor PR loss and stray 
eddy-current loss. 

Impedance drop is conveniently expressed in percent, 
and is the imp>edance-drop voltage expressed as a percent¬ 
age of rated terminal voltage, when both voltages are 
referred to the same circuit; in three-phase transformer 
banks, it is usually appropriate to refer both impedance- 
drop voltage and rated voltage to a line-to-neutral basis. 
Percent impedance is also equal to measured ohmic im¬ 
pedance, expressed as a percentage of "normal" ohms. 
Normal ohms for a transformer circuit are defined as the 
rated current (per phase) divided into rated voltage (line- 
to-neutral). 

Representative impedance values for distribution and 
power transformers are given in Table 1; for most purposes 
the impedances of power transformers may be considered 
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Tabus 1—Transporiibr InnsDANCBi 

(a) Standard Reactances and Impedances for Ratings 
600 kva and below (for 60-cycle transformers) 


Rated-Voltage Class in kv 


Sing^ 

2.5 

15 

25 

69 ^ 

Phase 

Aver- 

Aver- 

Aver- 

Aver- 

Aver- 

Aver- 

Aver- 

Aver- 

Kva 

age 

age 

age 

age 

age 

age 

age 

age 

Rating* 

Re- 

Im- 

Re- 

Im- 

Re- 

Im- 

Re- 

Im- 


act- 

ped- 

act- 

ped- 

act- 

ped- 

act- 

ped- 


ance 

ance 

ance 

ance 

ance 

ance 

ance 

ance 


% 

% 

% 

% 

% 

% 

% 

% 

3 

1.1 

2.2 

0.8 

2.8 


1 



10 

1.6 

2.2 

1.3 1 

2.4 

4.4 

5.2 



25 

2.0 

2.5 

1.7 

2.3 

4.8 

5.2 



50 

2.1 

2.4 

2.1 

2.5 

4.9 

5.2 

6.3 

6.6 

100 

3.1 

3.3 

2.9 

3.2 

5.0 

5.2 

6.3 

6.5 

500 

4.7 

4.8 

4.9 

5.0 

5.1 

5.2 

6.4 

6.5 


*For three-phase tranaformere use H of three-phase kva rating, and enter 
table with rated line-to-line voltages. 


as equal to their reactances, because the resistance com¬ 
ponent is so small. The standard tolerances by which the 
impedances may vary are ±7J percent of specified values 
for two-winding transformers and ±10 percent for three- 
winding, auto, and other non-standard transformers. 

The percent resistance of transformers is less consistent 
among various designs than is the impedance, and though 
the curves in Fig. 4 show definite values for transformer 
resistance, considerable deviation from these figures is 
possible. 

Transformers can be designed to have impedances within 
closer tolerances than mentioned above, or impedances 
outside the normal range, but usually at extra cost. 

A guide to the impedances of three-winding transformers 
is given below (this guide does not apply to auto-trans- 
formers). 

(1) Select a kva base equal to the kva rating of the 



Fig. 4—Peroeat resistance of transfornMrs, based on OA kva 

ratings. 


Table I—Transpormbb Impedances (Continued) 

(b) Standard Range in Impedances for Two-Winding 
Power Transformers Rated at 65 C Rise 
(Both 25- and 60-cycle transformers) 


High- 

Voltage 

Winding 

Insulation 

Class 

kv 

Low- 

Voltage 

Winding 

Insulation 

Class 

kv 

Impedance Limit in Percent 

Class 

OA 

OW 

OA/FA* 

OA/FA/FOA* 

Class 

FOA 

FOW 

Min. 

Max. 

Min. 

Max. 

15 

15 

4.5 

7.0 

6.75 

10.5 

25 

15 

5.5 

8.0 

8.25 

12.0 

34.5 

15 

6.0 

8.0 

9.0 

12.0 


25 

6.5 

9.0 

9.75 

13.5 

46 

25 

6.5 

9.0 

0.75 

13.5 


34.5 

7.0 

10.0 

10.5 

15.0 

69 

34.5 

7.0 

10.0 

10.5 

15.0 


46 

8.0 

11.0 

12.0 

16.5 

92 

34.5 

7.5 

10.5 

11.36 

15.75 


69 

8.5 

12.5 

12.75 

18.75 

115 

34.5 

8.0 

12.0 

12.0 

18.0 


69 

9.0 

14.0 

13.5 

21.0 


92 

10.0 

15.0 

15.0 

23.25 

138 

34 5 

8.5 

13.0 

12.76 

19.5 


69 

9.5 

15.0 

14.25 

22.5 


115 

10.5 

17.0 

16.75 

25.5 

161 

46 

9.5 

15.0 

13.5 

21.0 


92 

10.5 

16.0 

15.75 

24.0 


138 

11.5 

18.0 

17.25 

27.0 

196 

46 

10 

15.0 

15.0 

22.5 


92 

11.6 

17.0 

17.26 

25.5 


161 

12.5 

19.0 

18.75 

28.5 

230 

46 

11.0 

16.0 

16.5 

24.0 


92 

12.5 

18.0 

18.75 

27.0 


161 

14.0 

20.0 

21 0 

30.0 


*The impedanoM are expressed in percent on the self-cooled rating of OA/FA and 
OA/FA/lbA 

Dehnition of transformer classes: 

OA—Oil-immersed, self cooled OW—Oil-immersed, water-cooled. 

OA/FA— ^1-immersed, self-«ooled/forced-air-ooo\(Bd. 

OA/FA/FOA—Oil-immersed, solf-cooled/forced-air-cooled/foroed oil cooled. 
POA--^l-immerBed, foroed-oil-cooled with forced air cooler. 

FOW—Oil-immersed, forced-oil-cooled with water cooler. 

Note; The through impedance of a two-windiiu: autotransformer can be 
estimate knowing rated circuit voltages, by multiplying impedance obtained from 

this table by the factor f —— V 

largest capacity winding, regardless of voltage rating. All 
impedances will be referred to this base. 

(2) Select a percent impedance between the medium-volt¬ 
age and the high-voltage circuits (Ziih%), lying between 
the limits shown for two-winding transformers in Table 1. 

(3) The percent impedance between the medium-voltage 
and low-voltage circuits (Zml%) may lie between the limits 
of 0.35 (Zmh%) and 0.80 (Zmh%). Select a value of Zml% 
lying within this range. 
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(4) Having estabUahed Zua% and Zui%$ the percent 
impedance bet w een the high-voltage and low-voltage oir- 
coila {Zmi%) ia detennined aa fdlows: 

^hl%“1-10(Ziih%+^ml%) (13) 

When impedances outside the above ranges are required, 
a suitable transformer can usually be supplied but probably 
at increased coet. 

4. Regulation 

The full load regulation of a power transformer is the 
change in secondary voltage, expressed in percent of rated 
secondary voltage, which occurs when the rated kva output 


at a fg>ecified power factor is reduced to aero, with the 
primary impressed terminal voltage maintained constant. 
Percent regulation can be calculated at any load and any 
power factm* by an approximate formula; 

200 J rated current 

where: <“> 

^Regulation” is a percent quantity; 

r «{percent resistance 

_load losses in kw, at rated kva^ 

“** ^ iia/ 

rated kva 
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percent impedance- —^^^ XIOO 
rated kva 

x-percent reactance« Vz*—r* 
p—cos 6 
9 —sin 6 

9—power factor angle of load (taken as positive when 
current lags voltage). 

The fuIMoad regulation of a transformer can be de¬ 
termined for any power factor from the chart in Fig. 5; 
this chart is based on Eq. (14). 

T 3 rpical regulation for three-phase transformers at full 
load and various power factors is shown in Table 2. These 


Table 2—Approximate Regulation for 60-Cycle 
Three-Phase Type OA Transformers At P^ull Load 


iDSulatioD 

Class 

kv 

Lagging 

Power 

Factor 

Percent 

Percent Regulation 

1000 

kva 

10 000 
kva 

100 000 
kva 

15 

80 

4.2 

3.9 



90 

3.3 

3.1 



100 

11 

0 7 


34 5 

80 

5.0 

4.8 



90 

4.0 

3 7 



100 

1.2 

0.8 


69 

80 

6.1 

5.7 

5.5 


90 

4.9 

4.4 

4 2 


100 

14 

0.9 

0 6 

138 

80 

7.7 

7.2 

7 0 


90 

6 2 

5.6 

5.4 


100 

1.8 

12 

0 9 

230 

80 


9.7 

9.4 


90 


7.6 

7 3 


100 


1.7 

13 


Note: Thate flgimt apply abo to OA/FA and OA/FA/FOA transformers, at 
loads eorrwpoodiat to tbw OA ratinpa 


figures also apply, but less accurately, to transformer 
banks made up of three single-phase transformers; in this 
ease the table should be entered with the three-phase bank 
kva rating. 

The regulation of three-winding transformers can be 
calculated directly from transformer equivalent circuits, if 
the impedance branches and loading for each circuit are 
known. The regulation of four-winding transformers may 
also be calculated using formulas developed by R. D. 
Evans.* 

5. Daflnltlofi of EIBckMicy 

The efioiency of a transformer, expressed in per unit, is 
the ratio of real poiwar output to power input; 



Total losses are the sum of the no-load losses and load 
losses. No*load losses aie eddy-current loss, h^^terem 
loss, PR loss caused by exciting current, and dideetric 


loss; that is, all losses incident to magnetisation at full 
voltage with the secondary circuit open. Load losses are 
PR loss caused by load current, eddy-current loss induced 
by stray fluxes within the transformer stnicUire, and 
similar losses varying with load current. 

No-load losses are measured at rated frequency and 
rated secondary voltage, and can be considered as inde¬ 
pendent of load. Load losses are measured at rated fre¬ 
quency and rated secondary current, but with the second¬ 
ary short-circuited and with reduced voltage applied to 
the primary. Load losses can be assumed to vary as 
the square of the load current. 

6. Methods of Calculating Efficiency 

Conventional Method— This method is illustrated 
below for a transformer having 0.50 percent no-load loss 
and .1.0 percent load loss at full load. Percent no-load loss 
is determined by dividing the no-load loss in watts by 10 
times the kva rating of the transformer, and the percent 
load loss (total minus no-load) is determined by dividing 
the load loss in watts by 10 times the kva rating of the 
transformer. Note that the no-load loss remains con¬ 
stant regardless of the loaa whereas the load loss varies 
directly as the square of the load. 


Percent load . 

100.00 

75.00 

50.00 

25.00 

(1) 


Percent load loss.. 

1.00 

.562 

.25 

.062 

(2) 


Percent no-load loss.. 

.50 

.50 

.50 

.50 

(3) 


Sum of (2) and (3) 

1.50 

1.062 

.76 

.562 

(4) 


Sum of (1) and (4). 

101.50 

76.062 

50.76 

26.562 

(5) 


Dividing 100 times 
(4) by (5). 

1.48 

1.40 

1.48 

2.20 

(6) 


Subtract (6) from 100 

98.52 

98.60 

98.52 

97.80 

(efficiency) 

Slide-Rule Method— 

This method 

is illustrated for 

the same transformer. 

Percent load.. 

100.00 

75.00 

60.00 

26.00 

(1) 

Percent no load loss. . 


.50 

.50 

.50 

.60 

(2) 

Percent load loss . 


1.00 

.562 

.26 

.062 

(3) 

Sum of (2) and (3) .. . 


1.50 

1.062 

.75 

.562 

(4) 

Sum of (1) and (4)... 


101.50 

76.062 

60.75 

25.562 

(5) 


At this point the operations are continued on the slide 
rule, and are described here for the full load point only: 

1. Set 1.5 (sum of no-load and load losses) on D scale. 

2. Set 101.5 over this on the C scale. 

3. Now starting at the right end of scale D, read the 
first figure (i.e., 1) as 90, the next (i.e., 9) as 91, the 
next (i.e., 8) as 92, etc., until 98.52 is read under 
the left end (i.e., 1) of scale C. This 98.52 is the per¬ 
cent efficiency at full load. 

This procedure is repeated in a similar manner for other 
loads. 

Note —If the sum of the percent no-load and load loss 
at full load is 1 percent or lees, the first figure at the right 
end of D scale (i.e., 1) is read as 09 percent and the second 
figure (i.e., 9) is read as 99.1, the third figure (i.e., 8) is 
as 99.2, etc. 

If the sum of the percent no-load and load loss is greater 
than 1 percent as in the case illustrated above, the right 
end is read as 90 percent. In calculating the values for the 
other points, jud^ent will indicate whether 90 or 99 is 
to be used as the first figure on the right end of scale D. 
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Chart Method —^The chart in Fig. 6 may be used to 
calculate transformer efficiency at various loads. The pro¬ 
cedure is described in the caption below the chart. 

7. Lom Ratio and Product 

Maximum operating efficiency for a transformer results 
when the no-lo^ (constant) losses equal the load (variable) 
losses. This condition will likely occur at some load less 
than rated kva: 

CuXL*-Fe (16) 


f¥e 

yen' 


where: 

L = per unit kva load at which transformer operates 
most efficiently. 

Cu»load losses at rated load, kw. 

Fe=» no-load losses, kw. 

load loss at rated load 


/2->loss ratio* 


nrv-load loss 
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Fig. 7—Relation between transformer loss ratio and the most 
efficient loading. 


The relation between loss ratio and most efficient trans¬ 
former loading is shown in Fig. 7. The range through 
which loss ratio may vary in normal transformer designs is 
shown by Table 3. 

The product of percent no-load and load losses is a quan¬ 
tity that has become standardized to the extent that it is 
predictable with fair accuracy for large power transformers. 


Table 3 

Normal Limits of Loss Ratio, R 



1 Loss Ratio, R = (Cu/Fe) 

Voltage Class 
kv 

OA, OW 
OA/FA* 
OA/FA/FOA* 

FOA** 

FOW** 

46 and below. 

1.75 to 3.25 

1.4 to 2.4 

69 to 138, incl. 

1.50 to 2.75 

1.2 to 2.0 

Above 138. 

1.25 to 2.00 

1.0 to 1.8 


*Baaed on \omm at OA ratins- 

'^Baaod on loaaaa at 60 peroent of POA or FOW rating. 


Fig. 8 shows typical values of the product of percent losses, 
as a function of transformer size and voltage rating. To 
estimate values of no-load and load losses for a particular 
transformer rating it is first necessary to select values of 
loss ratio R and loss product P from Table 3 and Fig. 8. 
Then the respective loss values, in kilowatts, are given 
below: 


Fe 


kva /P, 

looVS'™- 




Fig. 8-“Typical values of product of percent losses (percent 
full-load copper-loss times percent iron loss). For OA/FA 
or OA/FA/FOA units use OA rating to evaluate product. For 
FOA and FOW units use 60 percent of rated kva to evaluate 

product. 


Cu = ^xVPR,kw. (19) 

lUU 

where: 

/f = Ioss ratio, 

P = product of the percent values of no-load and 
load 

kva = t ransformer rating. 

8. Typical Efficiency Values 

(conventional transformer efficiency is given on the basis 
of losses calculated at (or corrected to) 75 degrees C and 

Table 4—Approximate Values of Efficiency for 60-Cycle, 
Two-Winding, OA, Three-Phase Power Transformers 


(Full load, unity power factor, at 75°C) 


kva 

Voltage Class 

15 kv 

34.5 kv 

69 kv 

138 kv 

161 kv 

2000 

98.97 

98.89 

98.83 

98.56 

98.47 

10 000 

99.23 

99.22 

99.17 

99.12 

99.11 

50 000 


99.47 

99.45 

99.44 

99.44 


Note: These figures apply also to OA/FA and OA/FA/FOA traiiMoriiiers. at 
loads corresponding to tosir OA ratinga. 



( 18 ) 
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unity pow«r>factor load unleea otherwise specified. Table 4 
giTea ^>proxiinate valuee for 60-cyole power transformers 
at full load, unity power>factor, and 75 degrees C. 

III. TRANSFORMER GLASSIFICATIONS 
f. Forma of Construction. 

C<xro>fonn construction for single-phase transformers 
consists of magnetic steel punchings arranged to provide 
a single-path magnetic circuit. High- and low-volU^ coils 
are grouped together on each main or vertical leg of the 
core, as shown in Fig. 9. In general, the mean length of 
turn for the winding is comparatively short in the core¬ 
form design, while the magnetic p>ath is long. 


Shell-form construction for single-phase transformers 
consists of all windings formed into a single ring, with 
magnetic punchings assembled so as to encircle each side 
of the winding ring, as in Fig. 10. The mean length of turn 
is usually longer than for a comparable core-form design, 
while the iron path is shorter. 

In the design of a particular transformer many factors 
such as insulation stress, mechanical stress, heat distribu¬ 
tion, wei|^t and cost must be balanced and compromised*. 
It appears that, for well-balanced design, both core-form 
and sheU-form units have their respective fields of applica¬ 
bility determined by leva and kv rating. 

In the larger sises, sheU-form construction is quite appro¬ 
priate; the windings and magnetic iron can be assembled 

























Chapter 6 


Power Transformers and Reactors 


105 



Fig. 11—Assembly of 15 000 kva three-phase transformer, 
showing **form-6t’' tank being lowered into position. 


on a steel base stnicture, with laminations laid in horizon¬ 
tally to link and surround the windings. A close-fitting 
tank member is then dropped over the core and coil assem¬ 
bly and welded to the steel base, completing the tank 
assembly and also securing the core to the base member. 
This “form-fit” construction is shown in Fig. 11; it is more 
compact than can be achieved by assembling a core form 
unit within a tank, and the flow of cooling oil can be 
directed more uniformly throughout the interior of the 
coil assembly. 

10. Comparison of Single-Phase and Three-Phase 
Units for Three-Phase Banks 

A three-phase power transformation can be accomplished 
either by using a three-phase transformer unit, or by inter¬ 
connecting three single-phase units to form a three-phase 
bank. The three-phase unit has advantages of greater 
eflSciency, smaller size, and less cost when compared with 
a bank having equal kva capacity made up of three single- 
phase units. 

When three single-phase units are used in a bank, it is 
possible to purchase and install a fourth unit at the same 
location as an emergency spare. This requires only 33 
percent additional investment to provide replacement ca¬ 
pacity, whereas 100 percent additional cost would be re¬ 
quired to provide complete spare capacity for a three-phase 
unit. However, transformers have a proven reliability 
higher than most other elements of a power system, and 
for this reason the provision of immediately available spare 
capacity is now considered less important than it once was. 
Three-phase units are quite generally used in the highest 
of circuit ratings, with no on-the-spot spare transformer 
capacity provided. In these cases parallel or interconnected 
circuits of the system may provide emergency capacity, or. 


for small and medium size transformers, portable sub¬ 
stations can provide spare capacity on short notice. 

If transportation or rigging facilities should not be 
adequate to handle the required transformer capacity as 
a single unit, a definite reason of course develops for using 
three single-phase units. 

!!• Types of Cooling 

Basic types of cooling are referred to by the following 
designations.* 

OA — Oil-Immersed Self-Cooled — In this type of 
transformer the insulating oil circulates by natural convec¬ 
tion within a tank having either smooth sides, corrugated 
sides, integral tubular sides, or detachable radiators. 
Smooth tanks are used for small distribution transformers 
but because the losses increase more rapidly than the tank 
surface area as kva (apacity goes up, a smooth tank trans¬ 
former larger than 50 kva would have to be abnormally 
large to provide sufficient radiating surface. Integral 
tubular-type construction is used up to about 3000 kva 
and in some cases to larger capacities, though shipping 
restrictions usually limit this type of construction at the 
larger ratings. Above 3000 kva detachable radiators are 
usually supplied. Transformers rated 46 kv and below 
may also he filled with Ineiteen fire-proof insulating liquid, 
instead of with oil. 

The OA transformer is a basic type, and serves as a 
standard for rating and pricing other types. 

OA/FA — Oil-Immersed Self-Cooled/Forced-Air 
Ccx)/ed~ This type of transformer is basically an OA unit 
with the addition of fans to increase the rate of heat trans¬ 
fer from the cooling surfaces, thereby increa.sing the per¬ 
missible transformer output. The OA/FA transformer is 
applicable in situations that require short-time peak loads 
to be carried recurrently, without affecting normal ex¬ 
pected transformer life. This transformer may be pur- 
cha.sed with fans already installed, or it may be purchased 
with the option of adding fans later. 



Fig. 12—Inatallation view of a 25 OOg kva» 115-12 kv, three- 
phase, 60 cycle, OA/FA transformer. 
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The higher kva capacity attained by the use of fans is 
dependent upon the self-cooled rating of the transformer 
and may be calculated as follows: 

For 2500 kva (OA) and below: 

kva (FA)-l.l5Xkva(OA). (20) 

For 2501 to 9999 kva (OA) single-phase or 11 999 
kva (OA) three-phase: 

kva (FA) = 1.25Xkva (OA). (21) 

For 10 000 kva (OA) single-phase and 12 000 
kva (OA) three-phase, and above: 
kva (FA) -1.333 X kva (OA). (22) 

These ratings are standardized, and are based on a hot- 
lest-spot copper temperature of 65 degrees C above 30 
degrees C average ambient. 

OA FOA 'FOA-OiUImmersed Self-Cooled!Forced- 
Oil Forced - Air Cooled jForced - Oil Forced - Air 
Cooled—The rating of an oil-immersed transformer may 
he increased from its OA rating by the addition of some 
combination of fans and oil pumps. Such transformers 
are normally built in the range 10 000 kva (OA) single- 
pha.se or 12 000 kva (OA) three-phase, and above. In¬ 
creased ratings are defined as two steps, 1.333 and 1.667 
times the OA rating respectively. Recognized variations of 
these triple-rated transformers are the OA/FA/FA and the 
OA FA FOA types. Automatic controls responsive to oil 
temperature are normally used to start the fans and pumps 
in a selected sequence as transformer loading increases. 
FOA~Oil-Itntnersed Forced-Oil-Cooled With 

Forced-Air Cooler .This type of transformer is intended 

for use only when both oil pumps and fans are operating, 
undfT which condition any load up to full rated kva may 
b(* carried Some designs arc capable of carrying excitation 
current with no fans or pumps in operation, but this is not 
universally true. Heat transfer from oil to air is accom¬ 
plished in external oil-to-air heat exchangers. 

OW — Oil-Immersed Water-Cooled —In this type 
of water-cooled transformer, the cooling water runs through 
coils of pipe which are in contact ^vith the insulating oil of 
the tran.sfnrmer. The oil flows around the outside of these 
pipe coils by natural convection, thereby effecting the 
de.sired heat transfer to the cooling water. This type has 
no self-cooled rating. 

FOW--Oil-Immersed Forced-Oil-Cooled With 
Forced-Water Cooler —External oil-to-water heat ex¬ 
changers are used in this type of unit to transfer heat from 
oil to cooling water; otherwise the transformer is similar 
to the Ff)A type. 

AA — Dry-Type Self-Cooled—Dry-type transform¬ 
ers, available at voltage ratings of 15 kv and below, contain 
no oil or other liquid to perform insulating and cooling 
functions. 

;\ii is the medium which surrounds the core and coils, 
and cooling must be accomplished primarily by air flow 
inside the transfomier. The self-cooled type is arranged 
lo permit circulation of air by natural convection. 

AFA—Dry-Type Forced-Air Cooled—This type of 
tran.sformer has a single rating, based on forced circulation 
of air by fans or blowers. 

AA/FA—Dry-Type Self-Cooled/Forced-Air Cooled 

1'his de.sign has one rating based on natural convection 


and a second rating based on forced circulation of air by 
fans or blowers. 

IV. POLARITY AND TERMINAL MARKINGS 
12. Single-Phase Transformers 

Primary and secondary terminals of a single-phase trans¬ 
former have the same polarity when, at a given instant of 
time, the current enters the primary terminal in question 
and leaves the secondary terminal. In Fig. 13 are illustrated 



subtractive polarity additive polarity 


Fig. 13—Standard polarity markings for two-winding trans¬ 
formers. 

single-phase transformers of additive and subtractive po¬ 
larity. If voltage is applied to the primary of both trans¬ 
formers, and adjacent leads connected together. Hi to Xi 
in Fig. 13(a) and Hi to Xi in Fig. 13(b), a voltmeter across 
the other pair of terminals [Hi and A% in Fig. 13(a) and 
Hi and Xi in Fig. 13(b)] indicates a voltage greater than 
if the transformer is additive as Fig. 13(b), and less than 
En if the transformer is subtractive as Fig. 13(a). 

Additive polarity is standard for all single-phase trans¬ 
formers 200 kva and smaller having high-voltage ratings 
8660 volts (winding voltage) and below. Subtractive po¬ 
larity is standard for all other single-phase transformers.* 

13. Three-Phase Transformers 

The polarity of a three-phase transformer is fixed by 
the connections between phases as well as by the relative 
locations of leads, and can be designated by a sketch 
showing lead marking and a vector diagram showing the 
electrical angular shift between terminals. 

The standard angular displacement between reference 
phases of a delta-delta bank, or a star-star bank is zero 
degrees. The standard angular displacement between ref¬ 
erence phases of a star-delta bank, or a delta-star bank, 
is 30 degrees. The present American standard for such 
three-phase banks is that the high-voltage reference phase 
is 30 degrees ahead of the reference phase on the low 
voltage, regardless of whether the bank connections are 
star-delta or delta-star.® The standard terminal markings 
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HIGH 

VOLTAGE 



LOW 

VOLTAGE 



DELTA-DELTA OR STAR-DELrA OR 

STAR-STAR CONNECTION DELTA-STAR CONNECTION 

(b) LINE-TO-NEUTRAL VOLTAGE VECTOR DIAGRAMS 

Fig. 14~~Standard polarity markings and rector diagrams for 
three-phase transformers. 


for a three-phase, two-winding transformer are illustrated 
in Fig. 14. Also included are the vector diagrams for delta- 
delta, star-star, star-delta and delta-star connected trans¬ 
formers. The phase rotations are assumed to be Hi-Fh-Hz 
and Xi~X 2 ~Xz. 

Fig. 15 summarizes the phase angles that can be obtained 
between high- and low-voltage sides of star-delta and delta- 



Fig. 15—Angular phase displacements obtainable with three- 
phase star-delta transformer units. 


star, three-phase transformers built with standard connec¬ 
tions and terminal markings. In this Figure A, B, and C 
represent the three phases of the high-voltage system, 
whereas a, b, and c represent the three phases of the low- 
voltage system. Phase rotations A-B-<) and a-b~c are 
assumed. 


V. STANDARD INSULATION CLASSES 

14. Choice of Insulation Class 

The standard insulation classes and dielectric tests for 
power transformers are given in Table 5. The insulation 
class of a transformer is determined by the dielectric tests 
which the unit can withstand, rather than by rated operat¬ 
ing voltage. 

On a particular system, the insulation class of the 
connected power transformers may be determined by the 
ratings and characteristics of the protective devices in¬ 
stalled to limit surge voltages across the transformer 
windings. Ratings of the protective devices will in turn 
depend upon the type of system, its grounding connections, 
and some related factors. For example, when the system 
neutral is solidly grounded so that a grounded neutral (80 
percent) arrester can be used, an insulation level corre¬ 
sponding to the arrester rating may be chosen rather than 
an insulation level corresponding to the system operating 
voltage. Many transformer banks having a star-connected 
three-phase winding, with the neutral permanently and 
solidly grounded, have an impulse strength corresponding 
to a lower line-to-line classification than indicated in Table 
5 (See Chap. 18 for a more detailed discussion of this 
subject). 

15. Dielectric Tests 

The purpose of dielectric testing is to show that the 
design, workmanship, and insulation qualities of a trans¬ 
former are such that the unit will actually meet standard 
or specified voltage test limits. Below is a description of 
the various dielectric tests which may be applied to power 
transformers: 

(1) The standard impulse test consists of applying in 
succession, one reduced full wave, two chopped waves, and 
one full wave. 

(a) A full wave is a 1.5X40 microsecond wave, usually of 
negative polarity for oil-immersed transformers, or positive 
polarity for dry type, and of the magnitude given in 
Table 5. 

(b) A reduced full wave is a 1.5X40 microsecond wave, having 
a crest value between 50 and 70 percent of the full wave 
crest. 

(c) A chopped wave is formed by connecting an air gap to cause 
voltage breakdown on the tail of the applied wave. The 
crest voltage and minimum time to fiashover are 8{>ecified 
in Table 5. 

(2) 'The standard applied-potential test consists of apply¬ 
ing a low-frequency voltage between ground and the wind¬ 
ing under test, with all other windings grounded. The 
standard test voltage magnitude is listed in Table 5, and 
its specified duration is one minute. 

(3) The standard induced-potential test in general con¬ 
sists of appl 3 nng between the terminals of one winding a 
voltage equal to twice the normal operating voltage of that 
winding. A frequency of twice rated or more is used for 
this test, so that the transformer core will not be over¬ 
excited by the application of double voltage. The duration 
of the test is 7200 cycles of the test frequency, but not 
longer than one minute. Commonly used test frequencies 
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Table 5—Standard Insulation Classes and Dielectric 
Tests for Distribution and Power Transformers 

(Taken from Table 11.030 AS.V Standard C57.11-1948 for Transformers, Regulators and Reactors.) 


Insula- 
t ion 
(’hiss 

kv 

Hated Vo 
ol Pow 

Single 

tage Between Terminals 
LT-'iVansformers (a) 

Ix>w Frequency 
Tests 

Impulse Tests 

Oil-Immersed Transformers 
500 kva or Less 

OiFlmmersed Transformers 
Above 500 kva 

-Phase 

3-Phjise 

Oil-Im¬ 

mersed 

Type 

kv rms 

Dry 

Type (b) 

kv rms 

Chopped Wave 

Full 

Wave (e) 

Chopped Wave 

Full 

Wave (e) 

For Y- 
C’onneetio.i 
on 3-Phasc 
System (cl 
kv rni.s 

For IVlta- 
Connoction 
on 3-Phase 
System 
kv rms 

Delta or V- 
Conneeted 
kv rms 

(c) 

Kv 

Crest 

Min Time 
to 

Flash- 

over 

Microsec. 

Kv 

Crest 

Kv 

Crest 

Min Time 
to 

Flash- 

over 

Microsec. 

Kv 

Crest 

1 2 

0 cu 

0.69(d) 

12 

10 

4 

36 

1 0 

30 

54 

1 5 

45 

2 5 



2 5 

15 

10 

54 

1 25 

45 




5.0 

2.89 

2.89(d) 

5 0 

19 

12 

69 

15 

60 

88 

16 

75 

8 66 

5 0 

5 00(d) 

8 66 

26 

19 

88 

16 

75 

no 

18 

95 

15 

8 66 

15 0 

i5 0 

34 

31 

no 

1 8 

95 

130 

2 0 

no 

25 0 

14 4 

2.5 0 

25 0 

50 


175 

3 0 

150 

175 

3 0 

150 

34 5 

19 9 

34 5 

34 5 

70 


230 

3 0 

200 

230 

3 0 

200 

46.0 

26 6 

46 0 

46.0 

95 


290 

3.0 

250 

290 

3 0 

250 

69.0 

39 8 

69 0 1 

69 0 

140 


400 

3 0 

350 

400 

3 0 

350 

92 

i 

53 1 

1 

92 

92 

185 


520 

3 0 

450 

520 

3 0 

450 

115 

1 66 4 

' 115 

115 

230 


630 

3 0 

550 

630 

3 0 

550 

138 

! 7 

I 138 

138 

275 


750 

3.0 

650 

750 

3 0 

650 

161 

93 0 

161 

161 

325 


865 

3 0 

750 

865 

3 0 

750 

196 

j 

113 

196 

196 

395 


1035 

3.0 

900 

1035 

3.0 

900 

230 

1 133 

230 

230 

460 


1210 

3 0 

1050 

1210 

3 0 

1050 

2S7 

166 

287 

287 

575 


1500 

3.0 

1300 

1500 

3 0 

1300 

345 

i<.m 

345 

1 690 

> 690 


1785 

3 0 

1550 

1785 

3.0 

1550 


N'ot<^ (u) lntennr<liate voltaic^ ratings are placed in the next higher insulation class unless otherwise speciBed. 

(h) Standard impulse tests have not been established for dry^type distribution and power transformers. Present-day values for impulse tests oi such apparatus 
are as follows* 

1.2 kv class, 10 kv; 2.5 class. 20 kv; 5.0 class, 25 kv; 8.66 kv class, 35 kv; 15 kv class, 50 kv. These values apply to both ehopped-wave and full- 
wave tests. 

(c) Y-cunnectfvl transformers for operation with neutral solidly grounded or grounded through an impedance may have reduced insulation at the nsutrsL When 
this reduced insulation is below the level required for delta operation, transformers cannot be operated delta-connected. 

(d) These apparatus are insulated for the test voltages corresponding to the Y connection, so that a single line of apparatus serves for the Y and delta applica¬ 
tions. The test voltages for such delta-connected single-phase apparatus are therefore one step higher than needM for their voltage rating, 

(c) 1.5X40 microsecond wave. 


are 120 cycles for GO-cycle transformers, and 60 cycles for 
2.>eycle transfonnei-s. 

Comhination.s and. modifications of the tests described 
above are contained in transformer standard publications, 
for example ASA C57.22-1948, and these publications 
should be consulted for detailed infonnation. 

16. Insulation Class of Transformer Neutrals 

Transformers designed for wye connection only with the 
neutral brought out may-have a lower insulation level at 
the neutral than at the line end. The following rules are 
included as a guide in‘selecting the permissible neutral 
insulation level: 

(a) A solidly grounded transformer may have a mini¬ 
mum neutral insulation class in accordance with column 
2 of Table 6. 

(b) A transformer grounded through a neutral imped¬ 
ance must have a neutral insulation class at least as high 
as the maximum dynamic voltage at the transformer neu¬ 
tral during system short-circuit conditions. In no case 


should the neutral class be lower than that given in Column 
2, Table 6. 

(c) If the neutral of a transformer is connected to ground 
through the series winding of a regulating transformer, the 
neutral insulation class must be at least as high as the 
maximum raise or lower voltage (phase to neutral) of the 
regulating transformer. In no case should the neutral class 
be less than that given in Column 3 of Table 6. 

(d) A transformer grounded through the series winding 
of a regulating transformer and a separate neutral imped¬ 
ance shall have a neutral insulation class at least as high 
as the sum of the maximum raise or lower voltage (line 
to neutral) of the regulating transformer and the maximum 
dynamic voltage across the neutral impedance during sys¬ 
tem short-circuit conditions. In no case should the neutral 
insulation class be less than that given in Column 3 of 
Table 6. 

(e) If the neutral of a transformer is connected to ground 
through a ground fault neutraliser, or operated un¬ 
grounded but impulse protected, the minimum neutral 
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Table 6—MiNiifuii Insulation Class at Transformer 
Neutral 


(l) 

Winding 
Insulation 
Class at 
Line End 

(2) 

Grounded 
Solidly or 
Through 
Current 
Transformer 

(3) 

Grounded 

Through 

Regulating 

Transformer 

(4) 

Grounded 
Through 
Ground Fault 
Neutralizer or 
Isolated but 
Impulse Protected 

1.2 




2.5 




5.0 


Same as Line 

End 

8.66 




15 

8.66 

8.66 

8.66 

25 

8.66 i 

8.66 

15 

34.5 

8.66 

8.66 

25 

46 

15 

15 

34.5 

69 

15 

15 

46 

92 

15 

25 

69 

115 

15 

25 

69 

138 

15 

34 5 

92 

161 

15 

34.5 

92 

196 

15 

i 

i 115 

230 

15 

! 46 

: 138 

287 

15 

69 

1 161 

345 

i 15 

1 69 

i 196 


insulation class shall be in accordance with Column 4 of 
Table 0. 

VI. TEMPERATURE AND SHORT-CIRCUIT 
STANDARDS 

17. Temperature Standards 

The rating of electrical apparatus is inherently deter¬ 
mined by the allowable operating temperatures of insu¬ 
lation, or the temperature rise of the insulation above 
ambient temperature. For transformers and voltage reg¬ 
ulators with Class A insulation, either air or oil cooled, 
the rating is based on an observable temperature rise (by 
resistance or thermometer) of 55 C above an ambient 
temperature at no time.in excess of 40 C, and the average 
during any 24-hour period not exceeding 30 C, Trans¬ 
formers and other induction apparatus are designed to 
limit the hottest-spot temperatures of the windings to not 
more than 10 C above their average temperatures under 
continuous rated conditions. The limits of observable 
temperature rise for air-cooled transformers with Class H 
insulation is 80 C by resistance measurement. 

18. Short-Circuit Conditions 

A proposed revision to American Standard C57.12-1948 
(section 12.050) reads in part: 

“1. Transformers shall be capable of withstanding with¬ 
out injury short circuits on any external terminals, 
with rated line voltages maintained on all terminals 
intended for connection to sources of power, 
provided: 

(a) The magnitude of the symmetrical current in any wind¬ 
ing of the transformer, resulting from the external short 
circuit, does not exceed 25 times the base current of the 


winding. The initial current is assumed to be com¬ 
pletely displaced from sero. 

(b) The duration of the short circuit is limited to the fol¬ 
lowing time periods. Intermediate values may be 
determined by interpolation. 


Symmetrical Current Time Period 

in Any Winding in Seconds 

25 times base current 2 

20 times base current 3 

16.6 times base current 4 

14.3, or less, times base current 5 


“2. Where kva is mentioned in paragraph 3 the following 
is intended: 

When the windings have a self-cooled rating, the kva 
of the self-coded rating shall be used. When the 
windings have no self-cooled ratings, the largest kva 
obtained from the ratings assigned for other means 
of cooling by the use of the following factors shall 
be used: 

Typ)e of Transformer Multiplying Factor 

Water-cooled (OW) 1.0 

Dry-Type Forced-Air-Cooled (AFA) 0.75 

Forced-oil-cooled (FOA or FOW) 0.60 

“3. For multi-winding transformers: 

The base current of any winding provided with ex¬ 
ternal terminals, or of any delta-connected stabiliz¬ 
ing winding without terminals, shall be determined 
from the rated kva of the winding or from not less 
than 35 percent of the rated kva of the largest 
w inding of the transformer, whichever is larger. 

"In some cases, the short-circuit current, as limited by 
transformer impedance alone, will exceed 25 times base 
current. It must be recognized that such cases can occur 
with transformers manufactured according to these stand¬ 
ards and that the transformers built under these standards 
are not designed to withstand such short-circuit current.” 

Under short-circuit conditions the calculated copper 
temperatures for pow er and distribution transformers shall 
not exceed 250 C w here Class A in.sulation is used assuming 
an initial copper temperature of 90 C, or 350 C where 
Class B insulation is used assuming an initial copper 
temperatuH' of 125 C. 

VII. TRANSFORMER TEMPERATURE-TIME 
CURVES 

19. Constant Load 

\ "heat run” of a transformer on test is made to deter¬ 
mine the temperature rise of the various parts at rated 
load. If the test were made by applying only rated load, 
with the transformer at room temperature, thirty hours or 
more would be required before stationary temperatures 
were reached. Such a process w ould be quite inefficient of 
time, energy, and in the use of testing facilities. Accelerated 
heat runs are made by closing radiator valves, etc., and 
applying loads in excess of rated load until the expected 
temperatures are reached. Radiation restrictions are then 
removed, the load reduced to normal, and the test con¬ 
tinued until stable temperatures are reached. 
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It is evident that the temperature-time characteristics 
of a transformer cannot be obtained from the accelerated 
heat-run data. Information is secured from the heat run, 
however, which permits the temperatures to be calculated 
under assumed load conditions. Exact calculations are 
quite involved, but sufficiently accurate results can be 
obtained by the use of an approximate method due to 
S. B. Griscom for estimating the temperatures reached 
under variable load conditions, changing ambient tempera¬ 
tures, etc. Certain simplifying assumptions can be made 
that permit a quick estimate of the expected temperatures. 

Let L = transformer load in kva. 

W = total losses (in kw) at load L. 

Tw = final temperature rise at load L in degrees C above 
the temperature at i=0. 
thermal capacity in kw hours per degree C. 

A* = radiation constant in kw per degree C. 

T = oil temperature rise in degrees C at time t above 
the temj)erature at ( = 0, 

H = thermal time constant in hours. 
t = time in hours. 

If the heat radiated is directly proportional to the 
temperature rise of the transformer above the ambient, the 
radiation constant can be obtained from the heat run data 
for W and Twi 

W 

( 23 ) 

where the temperature kt is taken as ambient. 

Since the total heat generated is equal to the heat 
radiated plus the heat stored (heat consumed in raising the 
temperatures of the various parts) 

kT+M^ (24) 

dt 


This equation can be solved for T, giving 




(25) 

or 




/ 1 \ 

\ / 

(26) 

where 




— — the transformer time constant in hours. (27) 

This derivation may be broadened to show that Eq. 
(26) is equally correct for the case where the oil temper¬ 
ature rises T and Ty are those above the temperature at 
t = 0, whether the value then is the ambient temperature or 
otherwise. 

The foregoing discussion has been based on the assump¬ 
tion that the temperature throughout all parts of the trans¬ 
former is the same. This, of course, is not the case. When 
the transformer load is increased, the copper temperature 
is above that of the surrounding parts, and when the load 
is decreased, the copper tends to be more nearly the same 
temperature as the surrounding parts. Also, the top and 
bottom oil are at different temperatures. Eq. (26) is 
therefore commonly taken as referring to the top-<^ 


temperature rise, that is, T and Ty are defined as before 
but refer to the top-oil specifically. Further, the final top- 
oil temperature rise Ty is not directly proportional to the 
losses for all types of transformers as Eq. (23) would 
indicate, but is more correctly represented by the relation 


Ty— Ty^tl) 




W 


Total loss at full load; 


(28) 


where: 


m = 0.8 for type OA transformers. 

= 0.9 for type OA/FA transformers. 

= 1.0 for type FOA transformers. 

TF(fi)= final top-oil temperature rise at full load in 
degrees C. 

The use of this relation when substituted in Eq. (23) 
indicates that for other than the type FOA transformer the 
radiation constant k and the time constant H are not 
completely independent of load but vary according to a 
small fractional power of the total loss. However for con¬ 
venience in calculations this variation in k and H is nor¬ 
mally overlooked and the values obtained from Equations 
(23) and (27) for the full load condition are taken as 
’constant. The error introduced by the procedure is not 
large compared to that normally expected in transient 
thermal calculations. 

To determine the temperature rise curve for any load L 
therefore, the radiation constant k under full load condi¬ 
tions is first determined from the heat run data using 
Eq. (23). The thermal capacity M is dependent on the 
thermal capacities of the various parts of the transformer. 
For convenience it can be assumed that the transformer 
parts can be separated into three elements: the core and 
coils, the case and fittings, and the oil. Although the core 
and coils are of copper, iron, and insulation the specific 
heats of those elements do not vary widely. Since, also, 
there is a reasonably constant proportion of these elements 
in different transformers, a single weighted coefficient of 
thermal capacity for the coils and core is warranted. The 
following relation is accordingly suggested: 


M = 


1 

1000 


[0.06 (wt. of core and coils) 


+0.04 (wt. of case and fittings) 

+0.17 (wt. of oil)] (29) 


Here the coefficients of the last two terms are also weighted 
to make further allowance for the fact that all parts of the 
case and fittings and the oil are not at a uniform tempera¬ 
ture. The values of k and M found as above may be 
substituted in Eq. (27) to obtain H. The value of Ty for 
the desired load L is determined next by substitution of 
heat run data in Eq. (28). The quantity W for the load L 
may be evaluated by the relation 

"'“[( fuII iL 

+(no-load loss) 1 (30) 


The quantities H and Tr nuiy now be substituted in Eq. 
(26) from which the top-oil temperature-rise curve may be 
plotted directly. 
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For example, a 6000-kva, three-phase, self-cooled, 
24 000-6040 volt transformer has the following full load 
performance data as supplied by the manufacturer: 

Iron lo88= 10 920 watts. 

Copper loss * 43 540 watts. 

Total =*54 460 watts. 

Top-oil rise *= 40 C (from heat-run test data). 
LV copper rise**46.3 C. 

HV copper rise = 43.3 C. 

Wt. of core and coils = 25 000 pounds. 

Wt. of case and fittings = 18 000 pounds. 

Wt. of oil** 17 400 pounds. 

From this information the time constant H may be evalu¬ 
ated and the expression for T obtained for the load L equal 
to the rated load. 

^ a 1.36 kw per degree C. 

i F 40 

Af»-^[0.06 X 25 000 +0.04X18 000 + 0.17X17 400| 

= 5.18 kw hours per degree C. 

// = ^ = ^^ = 3.81 hours. 
k 1.36 

r= rp(l - =40(1 - 

The full load top-oil temperature rise curve shown in Fig. 
16 was calculate from this relation. 

To plot the top-oil temperature-rise curve for half-load 
conditions for this transformer thp same time constant H 
is used as found above. 

From Eq. (28): 

r,-40(<M)-.X43.Mtl0.92Y;„,c 

\ 54.46 / 

7’=* 19.2^1 

The curve represented by this equation also appears in 
Fig. 16. 

The rise of the hottest-spot copper temperature above 
the top-oil temperature is known as the hottest-spot cop¬ 
per gradient and at full load may be estimated from the 
relation 

(31) 

where: 

OH(n) = hottest spot copper gradient at full load in 
degrees C. 

Oc(fi)* apparent copper gradient at full load in 
degrees C. 

A«10 C for type OA and OW transformers. 

= 10 C for type GA/Fa transformers. 

*5 C for type FOA and FOW transformers 
with directed flow over coils. 

The apparent copper gradient at full load (Gc(fi)) is the 
difference between the average copper temperature rise 
and the top-oil temperature rise, both of which are de- 



Fig. 16—Top-oil temperature rise versus time» for a typical 
transformer. 

termined during the heat-run. Fhe average copper tem¬ 
perature rise above ambient at full load is required by 
standards not to e.xceed 55 C for class A insulation. The 
use of that value to obtain the apparent copper gradient 
will generally lead to overly pessimistic results since (he 
actual value of the average copper temperature rise is 
normally below the limit. Therefore it is advisable to use 
the value measured on the heat run and obtained from the 
manufacturer. 

For any load L, the hottest-spot copper gradient may be 
calculated from the relation 

X (:V2) 

From the performance data of the transformer previously 
cited: 

Gccfi) = 46.3 —40 = 6.3 C for the LV winding. 

<7u(f,) = 6.3T10=16.3 C. 

The hottest-spot copper temperature for full-load is thus 
16.3 C above the top-oil temperature. For, say, half-load, 
Eq. (32) must be used to obtain 

= 16.3 X (0.5)^ ^ = 5.4 C. 

It is not feasible in a study of this kind to keep track of 
short time variations of copper or hottest-spot tempera¬ 
ture, and it is suggested if it is desirable to show roughly 
how this varies, a time constant of 15 minutes be used. 
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Fig. 17—Step-by-step graphical calculation of temperatures under changing load conditions. 


20. Variable Load 

A step-by-step analysis using Eqs. (28) to (32) can be 
made to consider conditions of variable locwl, changing 
ambient temperatures, etc. The method of approach is 
based on the fact that the initial rate of change of tempera¬ 
ture is the slope of a line joining the initial and final tem¬ 
peratures, the two temperatures being separated by a time 
interval equal to the thermal time constant of the trans¬ 
former. As before Tf is calculated from heat run data and 
the total loss W for each load condition through the use of 
Eq. (28). The loss W is obtained from Eq. (30). The final 
top-oil temperature is then found by adding Tr to the 
aml)ient temperature. Since the load is varying, the final 
temperature cannot be reached for each load condition and 
the step-by-step analysis must be employed to obtain the 
tup-oil temperature curve. Points on the hottest-spot 
temperature time curve may then be obtained by adding 
the hottest-spot copper gradient Gh for each load to the 
top-oil temperature at the time corresponding to the load 
for which the gradient was calculated. Gh is obtained in 
the same manner as previously outlined. 

To illustrate the step-by-step method, the oil tempera¬ 
ture-time curve for the 6000-kva transformer previously 
described will be calculated, starting with an oil tempera¬ 
ture of 55 C.for an assumed load cycle as tabulated in the 
adjacent column. 

Figure 17 illustrates the use of the calculated data in the 
graphical step-by-step process to plot the curve of top-oil 
temperature with time and the manner in which the hottest- 
spot gradients are added to obtain the hottest-spot tem¬ 
perature-time curve. The accuracy can be increased by 
using shorter time intervals. 


Time 

Ambient 

Load 

(mva) 

Lass 
Eq. (30) 

Final 

Oil Rise 
Eq. (28) 

Final Oil 
Temp, 
ambient 
plus 

final rise 

Hottest- 
Spot 
Gradient 
Eq. (32) 

12 

29C 

2 

15.7 

14.7C 

43.7C 

2.8C 

2 AM 

29 

2 

15.7 

14.7 

43.7 

2.8 

4 

28 

2 

15.7 

14.7 

42.7 

2.8 

6 

27 

3 

21.8 

19.2 

46.2 

5.4 

8 

29 

4 

30.2 

24.9 

53.9 

8.5 

10 

31 

5 

41.1 

31 9 

62.9 

12 2 

12 

33 

6 

54 5 

40 0 

73.0 

16.3 

2 PM 

35 

6 

54 5 

40 0 

75.0 

16.3 

4 

37 

6 

54 5 

40 0 

77.0 

16 3 

6 

34 

5 

41.1 

31 9 

65.9 

12.2 

8 

32 

4 

30 2 

24 9 

56.9 

8.5 

10 

30 

3 

21.8 

19 2 

49.2 

5.4 

12 

29 

2 

15.7 

14 7 

43 7 

2.8 


VIII. GUIDES FOR LOADING OIL-IMMERSED 
POWER TRANSFORMERS 

21. General 

The rated kva output of a transformer is that load which 
it can deliver continuously at rated secondary voltage 
without exceeding a given temperature rise measured 
under prescribed test conditions. The actual test tempera¬ 
ture rise may, in a practical case, be somewhat below the 
established limit because of design and manufacturing 
tolerances. 

The output which a transformer can deliver in service 
without undue deterioration of the insulation may be more 
or less than its rated output, depending upon the following 
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design characteristics and operating conditions as they 
exist at a particular time*: 

(1) Ambient temperature. 

(2) Top>-oil rise over ambient temperature. 

(3) Hottest-spot rise over top-oil temperature 
(hottest-spot copper gradient). 

(4) Transformer thermal time constant. 

(5) Ratio of load loss to no-load loss. 

22. Loading Based on Ambient Temperature 

Air-cooled oil-immersed transformers built to meet es¬ 
tablished standards will operate continuously with normal 
life expectancy at rated kva and secondary voltage, pro¬ 
viding the ambient air temperature averages no more than 
30 C throughout a 24-hour period with maximum air 
temperature never exceeding 40 C. Water-cooled trans¬ 
formers are built to operate continuously at rated output 
with ambient water temperatures averaging 25 C and 
never exceeding 30 C. 

When the average temperature of the cooling medium is 
different from the values above, a modification of the trans¬ 
former loading may be made according to Table 7. In 


Table 7- Percent Change In kva Load for Each Degree 
Centigrade Change In Average Ambient Temperature 


Type of Cooling 

Air alxive 30 C avg. 
or 

Water above 25 C avg. 

Air below 30 C avg. 
or 

Water below 25 C avg. 

Self-cooled 

— 1.5% per deg. C 

-f 10% per deg.C 

Water-cooled 

-15 

4-1.0 

Forced-A ir-Cooled 

-1.0* 

+0.75* 

Forced-Oil-Cooled 

-1 0* ! 

+0 75* 


•Based on forred-coolod ratinx- 


cases where the difference between maximum air temper¬ 
ature and average air temperature exceeds 10 C, a new 
temperature that is 10 C below the maximum should be 
used in place of the true average. The allowable difference 
between maximum and average temperature for water- 
cooled transformers is 5 C. 

23. Loading Based on Measured Oil Temperatures 

The temperature of the hottest-spot within a power 
transformer winding influences to a large degree the de¬ 
terioration rate of insulation. For oil-immersed transform¬ 
ers the hottest-spot temperature limits have been set at 
105 C maximum and 95 C average through a 24 hour 
period; normal life expectancy is based on these limits. 
The top-oil temperature, together with a suitable tem¬ 
perature increment called either hottest-spot copper rise 
over top-oil temperature or hottest-spot copper gradienty is 
often used as an indication of hottest-spot temperature. 
Allowable top-oil temperature for a particular constant 
load may be determined by subtracting the hottest-spot 
copper gradient for that load from 95 C. The hottest-spot 
copper gradient must be known from design information 
for accurate results, though typical values may be assumed 
for estimating purposes. If the hottest-spot copper grad¬ 
ient is known for one load condition, it may 1^ estima¬ 
ted for other load conditions by reference to Fig. 18. 



Fig. 18—Hottest-spot copper rise above top-oii temperature 
as a function of load, for various values of full load copper rise. 



Fig. 19—Loading guide based on top-<dl temperature. 

(A) OA, OW, OA/FA types. 

(B) OA/FA/FOA, FOA, FOW types. 


A conservative loading guide, based on top-oil temperar 
tures, is given in Fig. 19. 

24. Loading Based on Capacity Factor 

Transformer capacity factor (operating kva divided by 
rated kva) averaged throughout a 24-hour period may be 
well below 100 percent, and when this is true some com¬ 
pensating increase in maximum transformer loading may 
be made. The percentage increase in maximum loading 
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Table 8—Permissible Transformer Loading Based on 
Average Percent Capacity Factors* 


Table 9—Permissible Daily Short-Tibib Transformer 
Loading Based On Normal Life Expectancy 


Type of Cooling 

Percent Increase 
Above Rated kva 

For each Percent By 
Which Capacity Factor 
Is Below 100 

Maximum 
Percent 
Increase, 
Regardless of 
Capacity Factor 

Self-Cooled 

0.5 

25 

Water-cooled 

0.5 

25 

Forced-A ir-Cooled 

0.4 

20 

Forced-Oil-Cooled 

0.4 

20 


♦Here, percent capacity factor is equal to X100. averafed throuRh- 

out a 24>hour period. 


as a function of capacity factor, based on a normal trans¬ 
former life expectancy, is given in Table 8. 

25. Loading Based on Short-Time Overloads 

Short-time loads which occur not more than once during 
any 24-hour period may be in excess of the transformer 
rating without causing any predictable reduction in trans¬ 
former life. The permissible load is a function of the aver¬ 
age load previous to the period of above-rated loading, 
according to Table 9. The load increase based on capacity 
factor and the increase based on short-time overloads can¬ 
not be applied concurrently; it is necessary to chose one 
method or the other. 

Short time loads larger than those shown in Table 9 
will cause a decrease in probable transformer life, but the 
amount of the decrease is difficult to predict in general 
terms. Some estimate of the sacrifice in transformer life 
can be obtained from Table 10(a) which is based on the 


Period of 
Increased 
Loading, 
Hours 


Maximum Load In Per Unit of Transformer Rating^‘ 


OA, OW 


OA/FA^*'^ 


OA/FA/FOA,<®^ 

FOA 


AverageInitial Load, In Per Unit of 
Transformer Rating 



0 

90 

0 

70 

0 

50 

0 

90 

o 

70 

0 

50 

0.90 

0 

70 

0.50 

0 5 

1 

.59 

1 

.77 

1 

.89 

1 

45 

1 

.58 

1 

,68 

1.36 

1. 

.47 

1.50 

1 

1 

.40 

1 

.54 

1 

.60 

1 

.31 

1 

.38 

1 

.50 

1.24 

1 

.31 

1.34 

2 

1 

.24 

1 

.33 

1 

.37 

1 

.19 

1 

23 

1 

.26 

1.14 

1 

.18 

1.21 

4 

1 

.12 

1 

.17 

1 

.19 

1 

.11 

1 

13 

1 

.15 

1.09 

1 

.10 

1.10 

8 

1 

06 

1 

.08 

1 

.08 

1 

06 

1 

.07 

1 

07 

1 05 

1 

.06 

1 06 


(a) Ambient temperatures of 30C for air and 25C for water are a.Hnumcd through¬ 
out this table. 

(b) Based on FA rating. 

(c) Based on FOA rating. 

(d) Use either average load for two hours previous to overloiul period, or average 
load for 24 hours (less the overload period), whichever is greater. 


theoretical conditions and limitations described in Table 
10(b). These conditions were chosen to give results con¬ 
taining some probable margin, when compared with most 
conventional transformer designs. For special designs, or 
for a more detailtKl check on some particular unit, the 
hottest-spot copper temperature can be calculated by the 
method shown in section 19, and the probable sacrifice in 
transformer life can then he estimated from 'Fable 11. 

26. Limiting of Load by Automatic Control 

The. loading of a transformer can be supervised by con¬ 
trol devices to insure that hottest-spot copper temperatures 


Table 10(a)—P ermissible Short-Time Transformer Loading, Based On Reduced Life Expectancy 


Type of 
Cooling 

Period of Increased 
Loading Hours 

Following 50 percent or less of rated kva^^^ 

Following 100 p(Tcent of rated 

Probable Sacrifice In Percent of Normal Life Caused By Each Overload 

0.10 

0.25 

0 50 

1.00 

0 

10 

0.25 

0 50 


Maximum I^ad In Per Unit Of Transformer Rating 


0 5 

2.00 

2.00 



1 

75 

1 92 



OA 

10 

1.76 

1.91 




54 

1.69 

1.81 

1.02 

or 

2.0 

1.50 

1.62 

1.72 

1.82 

1 

35 

1 .48 

1.58 

1.68 

OW 

4 0 

1.27 

1.38 


1.53 

1 

20 

1.32 


1.48 


8.0 

1.13 

1.21 


1.37 

1 

11 

1.20 

1.28 

1.35 


24 0 

1.05 

1.10 

1 15 

1.23 

1 

05 

1.09 

1 15 

1.23 


0 5 

1.97 

2 00 



1 

67 

1.82 

1.94 


OA/FA'” 

1.0 

1.66 

1.79 



1 

47 

1.60 

1.71 

1.81 

2.0 

1.39 

1 51 

1.59 

1.68 

1 

29 

1 41 

1.50 

1 58 


4.0 

1.21 

1 31 

1.38 

1.45 

1 

.18 

1 28 

1 35 

1 43 


8 0 

1.11 

1.19 

1.26 

1.33 

1 

UM 

1 18 

1.26 

1.33 


24 0 

1.05 

1 09 

1.15 

1 22 

1 

H 

1.09 

1.15 

1.21 

OA/FA/FOA 

0 5 

1.78 

1.92 



1 

56 


1.80 


1.0 

1.53 

1.64 

1.73 

1.82 

1 

39 


1.59 

1.69 

or 

2.0 

1 32 

1.42 

1.49 

1.57 

1 


1.36 

1.43 

1.51 

FOA 

4.0 

1.18 

1.26 

1.33 


1 

16 

1.25 

1.32 

1.39 


8.0 

1.10 

1.17 

1 24 

1.31 

1 

.10 

1.18 

1.24 

1.31 


24 0 

1.05 

1.08 

1.14 


1 



1.14 

mam 


(a) More baaically, following a top-oil nae of 25 C for OA and OA/FA tranaformera, or a 22 C riae for OA/FA/FOA and FOA unita. 

(b) More baaically, following a top-oil rise of 45 C for OA and OA/FA tranaformera, or a 40 C riae for OA/FA/FOA and FOA unite. 

(c) Baaed on the FA leva rating. 

(d) Baaed on the FOA kva rating. 
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Tablb 10(b)—Ck>NDiTioNS And TiUNBroBUBK Characteristics 
Assumed in the Preparation or Table 10(a) 



OA 

OW 

OA/FA 

OA/FA/FOA 

FOA 

FOW 

Hottest-spot rise (C) 

65 

65 

66 

Top-oil rise (C) 

Time constant at full load 

45 

45 

40 

(hours) 

Ratio of full load copper to iron 

3.0 

2.0 

1.6 

loss, 

Ambient temperature - 30 C. 
Maximum oil temperature 
-100 C.* 

Maximum hottest-spot copper 
temperature «160 C. 
Maximum short-time loading 
— 200 percent.** 

2.5 

3.5 

6.0 


!a) BkMd on provision for oil expansion, and inert ^aa above the oil. 

[b) 6hort>time loading for one-half hour or more. TerminaLs or tap-changers 
might in some cases impose a limit lower than 200 percent. 


Table 11—Probable Sacrifice In Transformer Life 
Caused By Prolonged Hottest-Spot Copper Temperature 


Period of 
High 

Temperature, 

hours 

1 0.10 

0 25 

0.50 

1 00 

Temperature In Degrees Centigrade 

To Sacrifice Not ^Iore Than The 

Above Percent of Normal Life 

0.5 

132 

142 

150 


10 

124 

134 

142 

150 

2.0 

117 

126 

134 

142 

4.0 

111 

119 

126 

134 

8 0 

105 

112 

119 

126 

24 0 

99 

104 

100 

115 


are always within a permissible range and duration. This 
control may be accomplished with a thermal relay respon¬ 
sive to both top-oil temperature and to the direct heating 
effect of load current. The thermostatic element of this 
relay is immersed in the hot transformer oil, and it also 
carries a current proportional to load current: in this way 
the temperature of the element is geared to the total tem¬ 
perature that the transformer winding attains during oper¬ 
ation. The relay can be arranged to close several sets of 
contacts in succession as the copper temperature climbs 
with increasing load: the first contacts to close can start 
fans or pumps for auxiliary cooling, the next contacts can 
warn of temperatures approaching the maximum safe limit, 
and the final contacts can trip a circuit breaker to remove 
load from the transformer. 

Loading by copper temperature makes available the 
short-time overload capacity of a power transformer, so 
that emergency loads can be carried without interruption 
of power service, and so that peak loads can be carried 
without the use of over-siae transformers.’ The thermal 
relay can be coordinated with each transformer design to 
which it is applied, and it can inherently follow unpre¬ 
dictable factors that affect permissible safe loading for a 
particular installation. 



Fig. 20—Single-lin« diagram of CSP power transformer. 


IX. THE COMPLETELY SELF-PROTECTED 
TRANSFORMER 

A power transformer design may include protective de¬ 
vices capable of preventing damage to the unit when it is 
subjected to electrical conditions that would probably 
damage conventional transformers. Also, standard switch¬ 
ing, metering, and voltage regulating functions may be 
included within a power transformer assembly. When 
these protective, switching, and metering features are all 
combined at the factory within a single unit, as indicated 
in Fig. 20, it may be designated a CSP power transformer. 

Lightning Profecfion—Coordinated arresters are in¬ 
stalled to protect both high- and low-voltage circuits from 
lightning or other voltage surges. 



Fig. 21—Fully assembled 3000 kva. 33-4.16 kv CSP power 
transformer. 
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Pig. 23—Inatallation Waw of 1500 km, 13.2-4.33 kv CSP power 
tnmaformer. 

Internal Fault Protection—¥\xsMt protective links 
of high intemipting capacity are connect^ between the 
high-voltage bushings and the winding, so that the supply 
circuit can be cleared from internal transformer faults. 

Overload Protection —A thermal relay, responsive to 
copper temperature (see section 26), operates to trip the 
secondary circuit breaker before damaging temperatures 
develop in the winding. 

Relaying —Overcurrent relays normally are provided in 
the low-voltage circuit to protect for secondary faults. 

Circuit Breaker —Load switching is accomplished by 
a circuit breaker in the low-voltage circuit of the trans¬ 
former. 

Voltage Regulation —Standard no-load taps are pro¬ 


vided in the high-voltage winding. Tap-changing-under¬ 
load equipment for the secondary circuit may be built into 
the trsmsformer housing. 

Metering —Watthour meters and anuneters are usually 
supplied for circuit metering. 

CSP transformers are available in kva ratings up to 
3000, primary voltages up to 69 kv, and secondary voltages 
up to 15 kv. The units may be used to supply distribution 
circuits from high-voltage lines in either industrial or elec¬ 
tric utility applications; if one unit is used individually on 
a radial circuit, a by-passing switch can be supplied across 
the low-voltage circuit breaker to permit withdrawal and 
maintenance of the breaker without a service interruption. 

X. AUTOTRANSFORMERS 
27. Two-Winding Autotransformer Theory 

The single-phase two-winding autotransformer contains 
a primary winding and a secondary winding on a common 
core, just as a conventional two-winding transformer does. 
However, in the autotransformer the two windings are 
interconnected so that the kva to be transformed by actual 
magnetic coupling is only a portion of the total kva trans¬ 
mitted through the circuit to which the transformer is 
connected. Autotransformers are normally rated in terms 
of circuit kva, without reference to the internal winding kva. 

The autotransformer circuit shown in Fig. 24 contains 


I'o 



Fl^. 24—Circuit for a two-winding autotransformer. 



Pig. 22—Portable aubatation rated 2046 kva, 72 000/24 000 — 
2.5/4.33/5.0/7.5 kv, ahown in operation at a aubatation site. 


a primary winding P which is common to both low- and 
high-voltage circuits, and a secondary winding S which is 
connected directly in series with the high-voltage circuit. 
Under no-load conditions, high-side circuit voltage E\ will 
be the sum of the primary and secondary winding voltages; 
low-side circuit voltage E^, will be equal to the primary 
winding voltage. The relation between primary and sec¬ 
ondary winding voltages will depend upon the turns ratio 

~ between these windings. 
ni 


En 


_^ 


Til 


(33) 


--AT-l. (34) 

n» 

Here N is the overall voltage ratio between high* and low- 
voltage circuits. 

When the transformer is carrying load current, the 
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primary ampere-turns should essentially balance the 
secondary ampere-turns (noting that I',s»Ib): 

ni/p-nj/s-n*/.' (35) 


//=-/p (36) 

Th 

/.=/8+/p = h '+-// = NW = AT^/p = (37) 

The total circuit kva is given by E^Xh or EJXlJ 
(expressing voltages in kv), but the winding kva is given 

by JE?aX/p or The ratio between winding 

kva (C/p or U^) and circuit kva {Uc) is, referring to equa¬ 
tion (37) 


Up ^EtkXlp ^ Ip —I 

(jv=Tj'' 


For example, an autotransformer rated 1000 kva, with a 
(‘ircuit voltage ratio of 22 kv to 33 kv has an 

equivalent two-winding kva of 

(/p= f7a = -~t/c = ^^^-X 1000 = 333 kva 
N 1.5 


The reduced rating of transformer parts required in an 
autotransformer make it physically smaller, less costly, 
and of higher efficiency than a conventional two-winding 
unit for the same circuit kva rating. In the example just 
cited, the autotransformer would theoretically be only as 
large as a 333-kva conventional transformer, and this re¬ 
duced kva would in practice furnish a fairly accurate basis 
for estimating the cost of the l(K)0-kva autotransformer. 
Total losses in the autotransformer would be comparable 
to those in a 333-kva conventional transformer, so that 
efficiency based on circuit transmitted power would be 
quite high. 

An autotransformer will introduce series impedance, as 
well as current and voltage transformation, in the circuit 
where it is connected. The series impedance may be evalu¬ 
ated by referring to Fig. 25(a); here the low-voltage circuit 
terminals are short-circuited, so that the impedance meas¬ 
ured at the high-voltage terminals will be equal to the series 
circuit impedance attributable to the autotransformer. 
Note that the circuit in Fig. 25(a) is exactly the same as the 
circuit that would be used to measure the leakage impe¬ 
dance if Zsp were defined as the ohmic impedance measured 
across the secondary winding with the primary winding 
short-circuited. A circuit providing correct circuit voltage 
and current ratios, and also correct through impedance, is 
shown in Fig. 25(b). Two conversions may now be made, 
the first to move the series impedance to the low-voltage 
side, and the second to express impedance in terms of Zps. 




(39) 



-(.V-l)*Zp8. 


(40) 


la 



(o) DETERMINATION OF IMPEDANCE TEST 



(b) EQUIVALENT OF TEST CIRCUIT 



(c) CONVENTIONAL EQUIVALENT CIRCUIT 

Fig. 25—Equivalent circuits for a two-winding autotrans- 

form^r. 

From this, the conventional form of equivalent circuit is 
shown in Fig. 25(c), where 

Z. = (^yxZps. (41) 

Sequence equivalent circuits for the three-phase two-wind¬ 
ing autotransformer are presented in the Appendix. 

The circuit impedance of an autotransformer is smaller 
than that of a conventional two-winding unit of the same 
rating, as is evident from Eq. (41). This low series im¬ 
pedance, though advantageous in its effect on transformer 
regulation, may allow excessive short-circuit currents 
during system fault conditions. Often the through imped¬ 
ance will be less than four percent based on the autotrans¬ 
former nameplate kva rating, which means that three- 
phase short circuit current could exceed the maximum 
of twenty-five times noimal rated current for two seconds 
as permitted by standards. For this reason autotrans¬ 
formers, like voltage regulators, cannot always protect 
themselves against excessive fault current; reactors or 
other connected circuit elements may have to be relied on 
for this protection. 
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28* The Three-Winding Autotransformer 

Three-phase autotransformers for power service are 
usually star-star connected with the neutral grounded, and 
in most of these cases it is desirable to have a third winding 
on the core delta-connected so as to carry the third har¬ 
monic component of exciting current. This winding could 
be very small in capacity if it were required to carry only 
harmonic currents, but its size is increased by the require¬ 
ment that it carry high currents during system ground 
faults. A widely used rule sets the delta-winding rating at 
35 percent of the autotransformer equivalent two-wind¬ 
ing kva rating (not circuit kva rating). 

Since it is necessary in most cases to have a delta-con¬ 
nected tertiary winding, it is often advantageous to design 
this winding so that load can be taken from it. This re¬ 
sults in a three-winding autotransformer with terminals to 
accommodate three external circuits. The equivalent cir¬ 
cuit for this type of transformer is given in section 59 of 
this chapter. 

29. Autotransformer Taps 

It is frequently necessary to place taps in the windings 
of an autotransformer to regulate either or both circuit 
voltages. It is not advisable to place taps adjacent to the 
line connections for voltages above 22 000 volts, because 
extra insulation is necessary on turns adjacent to the line 
terminals. If taps were placed at the ends of the winding, 
additional padding would be required throughout the 
tapped section. Furthermore, taps placed adjacent to the 
line, where the most severe voltage stresses occur, con¬ 
stitute a weakness that can be avoided by placing the taps 
in the middle of the winding as shown in Fig. 26. Taps 



may be placed in either the primary (common) winding, 
or in the secondary (series) winding, or in both windings: 
however, some tap combinations are more desirable than 
others, if the transformer materials are to be used most 
effectively. 

The low-side and high-side circuit voltages may be 
related, under no-load conditions, by an equation which 
takes account of both primary and secondary taps: 


ni+iiTii rii(l-f-/i) 

rii =» turns on primary winding, not considering taps, 
turns on secondary winding, not considering 
taps. 

ti “ fractional part of ni included in primary winding 
tap (+<ini indicates additional turns) 
it*fractional part of n? included in secondary wind¬ 
ing tap. indicates additional turns). 

If is assumed constant at 1.0 per unit based on normal 
rated low-side circuit voltage, three cases are possible: 

(1) Taps in secondary winding only: 


ni ni 

(43) 

In this case the transformer volts per 
normal. The percent change in EJ is: 

turn remain 

li 

8 

(44) 

(2) Taps in primary winding only: 


ni ni+niti 

(45) 

The transformer volts per turn are ( -1-- 

\ 1 “T* LI 

J times their 

normal value. The percent change in EJi is: 

/ 

X "* 100. 

1+fi 

(46) 


(3) Taps in both primary and secondary windings: 
ni l+<i ni 


(47) 


As in case (2), the transformer volts per turn are 
(rfi) times their normal value. The percent change in 
E: is! 

^100. (48) 

1+^1 ^1 + ^ 


If Ef is assumed constant at 1.0 per unit based on normal 
rated high-side circuit voltage, and is allowed to vary, 
three more cases are possible: 

(4) Taps in secondary winding only: 




ni 


ni 


ntk 


ni+n* ni-fni ni+nt{l+Ud 


(49) 


— . ‘ ■ I times 

ni+ni(l+<i)/ 

their normal value. 

The percent change in will be: 


AEt™ —-fj- 


nt 


- 100 . 


ni+nt(l+tt) 

(5) Taps in primary winding only: 

«! , ni n*/i 




X- 


n,+nt n,-|-ni ni(14-ii)+n» 


(50) 

(51) 
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Transformer volts per turn are ( — —) times 

\ni(l+<i)+n,/ 

their normal value. 

The percent change in Ei is: 




rh 


- 100 . 


Wl(l+^l)+W2 

(6) Taj)8 in both primary and secondary: 




rii 


nx 


X 


^ 2(^1 — ^) 


Ui+n^ ni+n® ni(l-(-ii)+n2(l+^)* 


(62) 


(53) 


Transformer volts per turn are [ -—) 

V^l(l+^l)+n2(l+fe)/ 

times their normal value. The percent change in El is: 


A£a = 


- 100 . 


(54) 


Wl(l+^l)+^t2(l+^) 

If the transformer were designed for constant volts per 

turn ( ^ = —/i—), then the percent change in £a would be: 

\ 

A£a = ^iX100. (55) 


It is often advisable to specify a tap combination which 
will allow the autotransformer to operate at practically 
constant volts-per-turn, regardless of tap position. As 
indicated in some of the cases above, a tap change in 
only one winding may be less effective than would normally 
be anticipated, because of the nullifying effect of the 
accompanying change in volts-per-turn. Also, a significant 
increase in volts-per-turn at some tap setting would be 
reflected in a magnetic core of larger size than otherwise 
necessary. 


30. Autotransformer Operating Characteristics 

An autotransformer inherently provides a metallic con¬ 
nection between its low- and high-voltage circuits; this is 
unlike the conventional two-winding transformer which 
isolates the two circuits. Unless the potential to ground 
of each autotransformer circuit is fixed by some means, 
the low-voltage circuit will be subject to overvoltages 
originating in the high-voltage circuit. These undesirable 
effects can be minimized by connecting the neutral of the 
autotransformer solidly to ground. If the neutral of an 
autotransformer is always to be grounded in service, an 
induced potential shop test is more appropriate than an 
applied potential test, because it represents more closely 
the field operating conditions; building a grounded auto¬ 
transformer to withstand a full-voltage applied potential 
test would not be economical because of the excess insula¬ 
tion near the neutral. 

To summarize the preceding discussion, the autotrans- 
forraer has advantages of lower cost, higher efficiency, and 
better regulation as compared with the two-winding trans¬ 
former; it has disadvantages including low reactance which 
may make it subject to excessive short-circuit currents, the 
arrangement of taps is more complicated, the delta tertiary 
may have to carry fault currents exceeding its standard 
rating, the low- and high-voltage circuits cannot be iso¬ 
lated, and the two circuits must operate with no angular 
phase displacement unless a zig-zag connection is intro¬ 
duced. The advantages of lower cost and improved effi- 




(b) INTERCX>NNECTED-STAR 
GROUNDING TRANSFORMER 
WINDINGS DRAWN PARALLEL 
ARE ON THE SAME CORE 



(C) SCHEMATIC WINDING ARRANGEMENT OF AN INTER¬ 
CONNECTED-STAR GROUNDING TRANSFORMER OF THE 
THREE-PHASE CORE-FORM CONSTRUCTION 



(d) EQUIVALENT CIRCUIT OF AN INTERCONNECTED-STAR 
GROUNDING TRANSFORMER 

Fig. 27 -Star-delta and zig-zag grounding transformers. 
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ciency become le^ apparent as the transformation ratio 
increases, so that autotransformers for power purposes are 
usually used for low transformation ratios, rarely exceeding 
2 to 1. 


XL GROUNDING TRANSFORMERS 

A grounding transformer is a transformer intended solely 
for establishing a neutr: 1 ground connection on a three- 
phase system. The transformer is usually of the star-delta 
or interconnected-star (zig-zag) arrangement as shown in 
Fig. 27. 

The kva rating of a three-phase grounding transformer, 
or of a grounding bank, is the product of normal line-to- 
neutral voltage (kv) and the neutral or ground amperes that 
the transformer is designed to carry under fault conditions 
for a specified time. A one-minute time rating is often used 
for grounding transformers, though other ratings such as 
those suggested in AI EE Standard for “Neutral Grounding 
Devices” (No. 32, May 1947) can be specified depending 
upon the probable duty to be imposed on the unit in 
service. 

Rated voltage of a grounding transformer is the line-to- 
line voltage for which the unit is designed. 

When operated at rated three-phase balanced voltage, 
only exciting current circulates in the windings of a ground¬ 
ing transformer. Current of appreciable magnitude begins 
to flow in the grounding circuit only when a fault involving 
ground develops on the connected system. 

Grounding transformers, particularly the zig-zag type, 
normally are designed so that rated neutral current flows 
when a solid single-line-to-ground fault is applied at the 
transformer terminals, assuming supply voltage to be fully 
maintained. This is equivalent to 100-percent zero-sequence 
voltage impressed at the transformer terminals resulting in 
the circulation of rated neutral current. Transformers so 
designed are said to have 100-percent impedance based on 
rated kva and rated voltage. 

Sometimes a resistor or other impedance is connected 
in the transformer neutral, and in these cases it may be 
desirable to specify that the grounding transformer shall 
have less than the conventional 100 percent impedance. 
Equivalent circuits for star-delta and zig-zag grounding 
transformers with external neutral impedance are includ¬ 
ed in the Appendix. 

Because a grounding transformer is a short-time device, 
its size and cost are less than for a continuous duty trans¬ 
former of equal kva rating. The reduced size can be estab¬ 
lished in terms of an “equivalent two-winding 55 C kva” 
Ux by applying a reduction factor K to the short-time 
rated kva of the grounding transformer, and this reduced 
kva can be used for a price estimate. 

Ux = f/o X/Ca for a three-phase grounding unit. (56) 
Ux = 3C/o X/Ci for a bank of single-phase grounding 
units (57) 

where 


Table 12—"K*' Factors for Dbtbrmining Equivalent 
Two-Winding 66 C kva op Grounding Transporb^brs* 


Time 

Rating 

Star-Delta 

Zig-Zag Connection 

Connec¬ 

tion 

2.4 to 
13.8 kv 

23 to 
34.5 kv 

46 kv 

69 kv 

92 kv 


Ka, For A Three Phase Unit 


10 seconds 


0.064 

0.076 

0.080 

0.085 

0.092 

1 minute 

0.170 

0.104 

0.110 

0.113 

0.118 

0.122 

2 minutes 

0.240 

0.139 

0.153 

0.160 

0 167 

0.174 

3 minutes 

0.295 

0.170 

0.187 

0.196 

0.204 

0.212 

4 minutes 

0.340 

0.196 

0.216 

0.225 

0.235 

0.245 

5 minutes 

0.380 

0.220 

0.242 

0.253 

0.264 

0.275 


Ki, For A Single Phase Unit (One of three in a bank) 


1 minute 

0.057 

0 033 

0.037 

0.040 

0.043 

0.046 

2 minutes 

0.080 

0 046 

0.051 

0.055 

0.060 

0.064 

3 minutes 

0.098 

0 057 

0.064 

0.068 

0.074 

0.080 

4 minutes 

0.113 

0.065 

0.073 

0.078 

0.084 

0.091 

5 minutes 

0.127 

0 073 

0.082 

0.088 

0 095 

0 102 


^These valued are calriilatcd on the banis that tho initial average winding t«m- 
peraturo ia not over 75C. that the heat from load loMoea is all stored in the trans¬ 
former. and that the final temperat\irc will not exceed values permitted by sttind- 
ards. The values are applicable only for grounding transformers designed to have 
100 percent impedance. 


classes of grounding transformers; the table includes values 
for both three-phase and single-phase units, though the 
single-phase type is uncommon. 

Conventional power transformers may be connected to 
serve solely as grounding transformers, but the current and 
time ratings for grounding service are open to question 
depending upon the form and details of construction. When 
these modified ratings are desired, they should be obtained 
from the transformer manufacturer. 

Star-Delta Impedances —The impedance to zero- 
sequence currents in each phase of a solidly-grounded star- 
delta grounding bank made up of single-phase units is 
equal to Zps, the ohmic leakage impedance between one 
primary (star) winding and the corresponding secondary 
(delta) winding: 

Zo = Zp8 (68) 


Percent zero-sequence impedance is normally expressed in 
terms of short-time kva and line-to-line voltage: 


Zo%- 


ZpfiX Uq 
lOXkv* 


(59) 


In a three-phase star-delta grounding transformer Zo may 
be smaller than Zps by an amount depending on the form 
of core construction: a typical ratio of Zo to Zps is 0.85, 
though variation from this value for different designs 
is likely. 

Zig-zag Impedances —The impedance to zero- 
sequence currents in each phase of a solidly grounded 
zig-zag bank can be derived on a theoretical basis by 
reference to Fig. 27(d). 

JSo=*/oXZp8 —Cp-}-6p. (60) 


Ux = equivalent two-winding 55 C kva, three-phase. 
Uo * (line-to-neutral kv) X (rated neutral amperes). 



Zpg. 


(61) 


Values for K are listed in Table 12 for various types and 


Percent zero-sequence impedance for the zig-zag connec- 
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tion is normally expressed in terms of short-time leva and 
line-to-line voltage: 


Zo% = 


ZphXUg 

lOXkv* 


(62) 


XIL TAP CHANGING UNDER LOAD 

The modern load tap changer had its beginning in 1925. 
Since that time the development of more complicated 
transmission networks has made tap changing under load 
more and more essential to control the in-phase voltage of 
power transformers, and in other cases to control the phase 
angle relation. Tap-changing-under-load equipment is ap¬ 
plied to power transformers to maintain a constant second¬ 
ary voltage with a variable primary voltage ; to control the 
secondary voltage with a fixed primary voltage; to control 
the flow of reactive kva between two generating systems, 
or adjust the reactive flow between branches of loop cir¬ 
cuits ; and to control the division of power between branches 
of loop circuits by shifting the pha^e-angle position of 
transformer output voltages. 

Various types of tap-changing equipment and circuits 
are used depending upon the voltage and kva and also 
upon whether voltage or phase angle control is required. 
Under-load-tap-changers are built for 8, 16, and 32 steps, 
with the trend in recent years being toward the larger 
number of steps so as to give a finer degree of regulation. 
The usual range of regulation is plus 10 percent and minus 
10 percent of the rated line voltage, with plus and minus 

percent and plus and minus 5 percent being second and 
third, respectively, in popularity. The 32 step, plus and 
minus 10 percent, tap-changing-under-load equipment has 
such wide acceptance as to be considered standard for 
many types of transformers. 
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31. The UT Mechanism 

Figure 28 illustrates schematically the operation of the 
type UT mechanism for changing taps under load. Taps 
from the transformer winding connect to selector switch¬ 
es 1 through 9. The selector switches are connected to 
load transfer switches R, S, and T, The connections for 
the tap changer positions are shown on the sequence 
chart of Fig. 28. The sequence of switching is so coordi¬ 
nated by the tap changing mechanism that the transfer 
switches perform all the switching operations, opening 
before and closing after the selector switches. All arcing 
is thus restricted to switches jR, S, and T, while switches 
1 to 9 merely select the transformer tap to which the load 
is to be transferred. 

When the tap changer is on odd-numbered positions, the 
preventive auto-transformer is short-circuited. On all even- 
numbered positions, the preventive auto-transformer 
bridges two transformer taps. In this position, the rela¬ 
tively high reactance of the preventive auto-transformer 
to circulating currents between adjacent taps prevents 
damage to the transformer winding, while its relatively 
low impedance to the load current permits operation on 
this position to obtain voltages midway between the 
transformer taps. 

32. The UNR Mechanism 

Fig. 29 shows schematically the diagram of connections 
and sequence of operations of the type UNR tap changer. 
The operation of the selector and transfer switches is ex¬ 
actly as described for the type UT tap changer. But the 
type UNR tap changer also has a reversing switch which 
reverses the connections to the tapped section of the 
winding so that the same range and number of positions 
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Fig. 38—Seventeen position, single-phase, Type UT tap 
changer. 


Fig. 29—Seventeen position, single phase, Type UNR tap 

changer. 
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can be obtained with one-half the number of tap sections^ 
or twice the range can be obtained with the same number 
of taps. The reversing switch is a close-before-open switch 
which operates at the time there is no volt^e across 
its contacts. 

a. The URS Mechanism 

The type URS load tap changer is applied to small power 
transformers and large distribution transformers. The 
transfer switches are eliminated, and each selector switch 
serves as a transfer switch for the tap to which it is con¬ 
nected. The schematic circuit diagram and operations 
sequence chart is shown in Fig. 30. 
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Fig, 30—Thirty-three position, single-phase, Type URS tap 

changer. 

Physically, the stationary' selector switch contacts are 
arranged in circles, one for each phase. The moving se¬ 
lector switch contacts, as they rotate about a center shaft, 
both select the taps and make contact with them. The 
reversing switch operates when the selector switches are 
on position 17, at which time there is no current through 
the reversing switches and therefore no arcing on them. 

The URS tap changer, like the other load tap changers, 
can be equipped for hand operation, remote manual opera¬ 
tion, or for full automatic operation under the control 
of relays. 

XIII. REGULATING TRANSFORMERS FOR 
VOLTAGE AND PHASE ANGLE CONTROL 

Consider two systems A and B in Fig. 31 connected by a 
single transmission circuit. A and B may both be generat¬ 
ing units, or one of them may be a generating unit and the 
other a load. Should A generate 10 000 kilowatts in excess 
of its owm load, there can be but one result, the 10 000 


Fig. 31—Power interchange between tystems: 

(a) Two systems with tie. 

(b) Vector diagram of voltages during interchange of power. 

(c) Introduction of an m phase voltage, BC, to correct for exces¬ 
sive voltage drop. 

kilowatts must go over the tie line to B, An increase in 
generator output by A must be accompanied by a corres¬ 
ponding decrease in output (increase in input) by B if there 
is to be no change in system frequency. The transmission 
of power from A to B results in a difference in magnitude 
between terminal voltages and also a shift in phase angle, 
as illustrated in Fig. 31 (b). AO is the terminal voltage at 
Ay BO is the terminal voltage at ByAB is the vectorial volt¬ 
age drop from A to JS, created by the flow of load current /, 
and 0 is the phase-angle difference between terminal volt¬ 
ages. In actual practice the phase angle is not always appa¬ 
rent, but the drop in voltage, AB \is often objectionable. An 
attempt to maintain satisfactory terminal voltages at A 
and B will often result in undesirable circulation of reactive 
kva between the systems. The flow of power from A to B, 
or vice versa, is determined by the governor settings. The 
flow of reactive power over the interconnecting line is 
determined by the terminal voltages held by the machine 
excitations at A and B. Excessive voltage drop between 
the systems can be readily corrected by transformer taps 
of a fixed nature or by tap-changing equipment, introduc- 
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Fig. 33—Regulating transformer for voltage control. 
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ing an in-phase voltage, BC , to compensate for the voltage 
drop and bring the terminal voltage at J5 to a desired value. 
Figure 32 is a simplified sketch of a regulating transformer 
for voltage control, using an exciting autotransformer with 
automatic tap changing equipment indicated by the arrows. 

Consider three systems interconnected with each other 
so that the interconnections from A to B, from B to C, and 
from C to A form a closed loop, as in Fig. 33 (a). An 



delta power transformation in that the angle of phase shift 
of current and voltage is not fixed but depends on the 
tap position. Figure 34 is a schematic diagram of a typical 
regulating transformer for phase angle control. 





Fig. 33—Power interchange with three interconnected 
•ystems. 


entirely new element enters, and adjustment of governors 
will not entirely control the flow of power over any one 
of the interconnecting lines. An attempt to adjust load on 
the tie between two systems results in a change of load on 
the other two tie lines. With the tie line from B to C open, 
and with power transmitted from A to B, the terminal 
voltages of A and C will be equal and in phase, with no 
power being transmitted from A to C, or vice versa (see 
Fig. 33 (b)). There now exists between B and C a difference 
in voltage and a difference in phase angle. If the tie line 
between B and C is closed under these conditions there is a 
redistribution of power flow between A and B, a part going 
over the line from A to B, and a part of the power going 
from A to B over the lines A-C and C-B (see Fig. 33 (c)). 
The distribution of power, both kw and reactive kva be¬ 
tween the various lines is determined solely by the relative 
impedances of the interconnecting lines. 

If at the time of closing B-C an adjustment of trans¬ 
former taps were made, or a regulating transformer for 
voltage control were inserted in the loop, it would be 
possible to make the voltage at C equal in magnitude to 
that at B but it would not have the same phase relation¬ 
ship. There would still be a flow of power from A to C 
and from C to B. 

Conditions similar to that just described occur on inter¬ 
connected systems involving loop circuits. To control the 
circulation of kw and prevent overloading certain lines it 
is often necessary to introduce a quadrature voltage, any 
place in the loop, by the use of a regulating transformer 
for phase-angle control. This differs from the usual star- 


Fig. 34—Regulating transformer for phase-angle control. 

In general the distribution of real power flow over the 
various interconnections found in loop circuits can be con¬ 
trolled by regulators for phase-angle control. The flow of 
reactive kva can be controlled by regulators for voltage 
control. The preceding statements follow from the fact 
that transmission-circuit impedances are predominantly 
reactive. The voltage regulator introduces a series in-phase 
voltage into the loop, and quadrature current (reactive 
kva) is circulated around the loop since the impedances 
are reactive. The regulator for phase-angle control intro¬ 
duces a quadrature series voltage in the loop resulting in 
the flow of currents lagging the impressed voltage by nearly 
90 degrees, or the circulation of in-phase currents (kw). 

For the case of correcting the voltage for line drop, a 
simple voltage control equipment can be used. This simply 
adds or subtracts a voltage in phase with the system volt¬ 
age. For the case of phase-angle control, the equipment 
can be identical except the voltage selected to add or sub¬ 
tract is in quadrature. As the earlier discussion showed, 
there are cases where both voltage and phase angle control 

SERIES 



Fig. 35—Regulating transformer for Independent phase-angle 
and voltage control. 
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Fig. 36—Regulating transformer for voltage control, rated 
26 tot kva, 12.47 kv, plus or minus 10 percent. 


are required. There are a number of combinations of con¬ 
nections to accomplish this, one of them being shown in 
Fig. 35. Where the voltage and phase angle bear a close 
relation, one mechanism may suffice. However, where com¬ 
pletely independent control is desired, two mechanisms 
with two regulating windings and one series winding, or 
with one regulating winding and two series windings are 
necessary. If it is desired to close the loop, and the flow 
of both real and reactive power over the various lines 
forming the loop must be controlled, the economical loca¬ 
tion for the control equipment is at the point of lowest 
load to be transferred. This may dictate the location in a 
loop, unless when in tying several companies together the 
boundary between systems determines the location. The 
voltage to be added or the phase-angle shift that must 
be obtained can be determined by calculation, considering 
the impedances of the tie line and the load conditions in 
the loop. When such calculations become involved, the 
use of the network calculator provides a quick and accur¬ 
ate tool for obtaining the solution. 

Several common connections used for regulating trans¬ 
formers providing voltage control, phase angle control, or 
combined voltage and phase angle control, are tabulated 
in the Appendix under Equivalent Circuits of Power and 
Regulating Transformers. The equivalent circuits of the 
regulating transformers to positive-, negative-, and zero- 
sequence are given. It should be noted that the equivalent 
circuits for phase-angle control regulators involve an ideal 
transformer providing a phase shift of voltage and current. 
Positive-sequence voltage and current are always shifted 
by the same angle in the same direction. The angular shift 
for negative-sequence voltage and current is always equal 
to the angular shift for positive-sequence, but is in the oppo¬ 
site direction. Zero-sequence currents and voltages do not 
undergo an angular shift in being transfoimed. For ex¬ 


ample, refer to F-7 in Table 7 of the Appendix, which is 
the regulating transformer for phase-angle control shown 
in Fig. 34. 

For positive-sequence, neglecting regulator impedance: 

(63) 


u 



_ \ 

>/r+3 


n* 


(64) 


where 


a = tan'*\/3^ 


For negative-sequence, neglecting regulator impedance: 

£,' = Ar«-i-£;,=\/l-f3n*«-i“£;, (65) 


N Vl+3n» 


( 66 ) 


For zero-sequence, neglecting regulator impedance: 

i?o' = £o (67) 

/o' = /o (68) 

For this regulator zero-sequence voltage and current 
are not transformed; h flows through the regulator as 
though it were a reactor. 


It happens with several connections of regulating trans¬ 
formers that zero-sequence voltages and currents are not 
transformed at all, as in F-7; or are transformed with a 
different transformation ratio than for positive- or nega¬ 
tive-sequence quantities as in G-1. This phenomenon, and 
the use of the sequence equivalent circuits for regulating 
transformers has been discussed in papers by Hobson and 
Lewis*, and by J. E. Clem.® 


XIV. EXCITING AND INRUSH CURRENTS 

If normal voltage is impressed across the primary ter¬ 
minals of a transformer with its secondary open-circuited, 
a small exciting current flows. This exciting current con¬ 
sists of two components, the loss component and the mag¬ 
netizing component. The loss component is in phase with 
the impressed voltage, and its magnitude depends upon the 
no-load losses of the transformer. The magnetizing com¬ 
ponent lags the impressed voltage by 90 electrical degrees, 
and its magnitude depends upon the number of turns in 
the primary winding, the shape of the transformer satura¬ 
tion curve and the maximum flux density for which the 
transformer was designed. A brief discussion of each of 
these components follows: 

34. Ma^etizin^ Component of Exciting Current 

If the secondary of the transformer is open, the trans¬ 
former can be treated as an iron-core reactor. The dif¬ 
ferential equation for the circuit consisting of the supply 
and the transformer can be written as follows: 

e^Ri+n^ (69) 

at 

where, eoinstaDtaneous value of supply voltage 
t-instantaneous value of current 
A ■■effective resistance of the winding 

instantaneous flux threading primary winding 
n,-primary turns 
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Normally the resistance, R, and the exciting current, t, 
are small. Consequently the Ri term in the above equa¬ 
tion has little effect on the flux in the transformer and can, 
for the purpose of discussion, be neglected. Under these 
conditions Eq. (69) can be rewritten: 


d<l> 


(70) 


If the supply voltage is a sine wave voltage, 

e»=-\/2S 8in(w<-|-X), (71) 

where, E = rms value of supply voltage 

w=2ii/ 

Substituting in Eq. (70) 

V2£sin(wt-f-X)=ni^ 

dt 

Solving the above differential equation, 

0= — \/2E cos(a)^4‘X)(72) 

omi 

\/2E 

In this solution,-cos (co^+X) is the normal 

omi 

steady-state flux in the transformer core. The second 
term, <^t, represents a transient component of flux the 
magnitude of which depends upon the instant at which the 
transformer is energized, the normal maximum flux and 
the residual flux in the core at the time the transformer is 


IMPRESSED STEADY STATE 



Fig. 37—Impressed voltage and steady-state flux. 


energized. Under steady-state conditions this component 
is equal to zero; the magnitude of is discussed in 
Sec. 38. 

From Eq. (72) it can be seen that the normal steady- 
state flux is a sine wave and lags the sine wave supply 
voltage by 90 degrees. The supply voltage and the normal 
flux are plotted in Fig. 37 as a function of time. 

If there were no appreciable saturation in the magnetic 
circuit in a transformer, the magnetizing current and the 
flux would vary in direct proportion, resulting in a sinu¬ 
soidal magnetizing current wave in phase with the flux. 
However, the economic design of a power transformer re¬ 
quires that the transformer iron be worked at the curved 
part of the saturation curve, resulting in appreciable sat¬ 
uration. Under this condition the magnetizing current 
is not a sine wave, and its shape depends upon the satu¬ 
ration characteristics (the B-H curve) of the transformer 
magnetic circuit. The shape of the current wave can be 
determined graphically as shown in Fig. 38. In Fig. 38(b) 
are shown the impressed voltage and the flux wave lagging 
the voltage by 90 degrees. For any flux the corresponding 
value of current can be found from the B-H curve. Fol¬ 
lowing this procedure the entire current wave can be 
plotted. The current found in this manner does not con¬ 
sist of magnetizing current alone but includes a loss com¬ 
ponent required to furnish the hysteresis loss of the core. 
However, this component is quite small in comparison to 
the magnetizing component and has little effect on the 
maximum value of the total current. 

A study of Fig. 38 shows that although the flux is a sine 
wave the current is a distorted wave. An analysis of this 
current wave shows that it contains odd-harmonic com¬ 
ponents of appreciable magnitude; the third harmonic 
component is included in Fig. 38. In a typical case the 
harmonics may be as follows: 45 percent third, 15 percent 
fifth, three percent seventh, and smaller percentages of 
higher frequency. The above components are expressed in 
percent of the equivalent sine wave value of the total 
exciting current. These percentages of harmonic currents 
will not change much with changes in transformer terminal 
voltage over the usual ranges in terminal voltage. In Fig. 
39 are shown the variations in the harmonic content of the 
exciting current for a particular grade of silicon steel. 


lypsESseo voltage 
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Fift. 39—Harmonic content of exciting current for a particular 
grade of silicon steel. 



Fig. 40—Exciting current vs. terminal voltage. The above 
curve applies for one particular design of transformer; the 
shape of the curve may vary considerably depending upon the 
grade of steel and the transformer design. 


35. Loss Component of Exciting Current 

The no-load losses of a transformer are the iron losses, 
a small dielectric loss, and the copper loss caused by the 
exciting current. Usually only the iron losses, i.e., hys¬ 
teresis and eddy current losses, are important. These 
losses depend upon frequency, maximum flux density, and 
the characteristics of the magnetic circuit. 

In practice the iron losses are determined from labora¬ 
tory tests on samples of transformer steel. However, the 
formulas given below are useful in showing the qualitative 
effect of the various factors on loss. 

Iron loss = TUh4* lU® (73) 

IUh = /Ch/i?*max watts per lb 
- K^pt^B^mnx watts per lb 
IUh = hysteresis loss 
iy’e = eddy current loss 
/= frequency 

^ = thickness of laminations 
I?raax = maximum flux density 

/Ch, Key and X are factors that depend upon the quality 
of the steel used in the core. In the original derivation of 
the hysteresis loss formula by Dr. Steinmetz, x was 1.6. 
For modern steels x may have a value as high as 3.0. The 
iron loss in a 60-cycle power transformer of modem design 
is approximately one watt per pound. The ratio of hys¬ 
teresis loss to eddy current loss will be on the order of 3.0 
with silicon steel and % with oriented steel. These figures 
should be used as a rough guide only, as they vary con¬ 
siderably with transformer design. 

36. Total Exciting Current 

As discussed above, the total exciting current of a trans¬ 
former includes a magnetizing and a loss component. The 
economic design of a transformer dictates working the iron 
at the curved part of the saturation curve at normal volt¬ 
age; hence any increase in terminal voltage above normal 
will greatly increase the exciting current. In Fig. 40 the 
exciting current of a typical transformer is given as a 
function of the voltage applied to its terminals. The 
exciting current increases far more rapidly than the term¬ 


inal voltage. For example, 108-percent terminal voltage 
results in 200-percent exciting current. 

37. Typical Magnitudes of Exciting Current 

The actual magnitudes of exciting currents vary over 
fairly wide ranges depending upon transformer size, volt¬ 
age class, etc. In Table 13 are given typical exciting 
currents for power transformers. The exciting currents 
vary directly with the voltage rating and inversely with 
the kva rating. 


Table 13 

Typical Exciting Current Values for Single-Phase 
Power Transformers 
(In percent of full load current) 

The following values should be considered as very approximate for 
average standard designs and are predicated on prevailing perform¬ 
ance characteristics. Test values will as a rule come below tlie.se 
values but a plus or minus variation must be expected depiending 
upon purchaser’s requirements. Should closer estimating data be 
required, the matter should be referred to the proper manufacturer’s 
design engineers. 


Voltage Class (Full Insulation) 


KVA 

2.5 Kv 

15 Kv 

25 Kv 

69 Kv 

138Kv 

161 Kv 

230 Kv 

500 

3.7% 

3.7% 

3.8% 

4.9% 




1 000 

3.3 

3.3 

3.6 

4.3 




2 500 


3.1 

3.2 

3.8 




5 000 



2.8 

3.1 

2.5% 

4.1% 


10 000 



3.0 

3.1 

2.4 

3.6 

4.0%* 

25 000 



2.2 

2.4 

3.1 

3.9 

3.5 * 

50 000 





3.1 

3.9 

2.8 * 


♦Reduced Insulation. 


38. Inrush Current 

When a transformer is first energized, a transient ex¬ 
citing current flows to bridge the gap between the con¬ 
ditions existing before the transformer is energized and 
the conditions dictated by steady-state requirements. 
For any given transformer this transient current depends 
upon the magnitude of the supply voltage at the instant 
the transformer is energized, the residual flux in the core, 
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and the impedance of the supply circuit. Often the mag¬ 
nitude of this transient current exceeds full-load current 
and may reach 8 to 10 times full-load current. These high 
inrush currents are important principally because of their 
effect on the operation of relays used for differential pro¬ 
tection of transformers. 

In studying the phenomena that occur when a trans¬ 
former is energized it is more satisfactory-to determine the 
flux in the magnetic circuit first and then derive the cur¬ 
rent from the flux. This procedure is preferable because 
the flux does not depart much from a sine wave even 
though the current wave is usually distorted. 

The total flux in a transformer core is equal to the nor¬ 
mal steady-state flux plus a transient component of flux, 
as shown in Eq. 72. This relation can be used to determine 
the transient flux in the core of a transformer immediately 

after the transformer is energized. As-represents the 

OiUi 

crest of the normal steady-state flux, Eq. (72) can be 
rewritten, 

- </>in cos (w/+X)+<^t (74) 


where 


At 


<t>m — 


corii 


/ = 0, 

<t>Q== — <^>m COS X + <^t0 

where <t>o = transformer residual flux 
— <i>m cos X = steady-state flux at ^ = 0 
</)to = initial transient flux. 


(75) 


In the above equation the angle X depends upon the 
instantaneous value of the supply voltage at the instant 
the transformer is energized. If the transformer is ener¬ 
gized at zero voltage, X is equal to 0, whereas if the trans¬ 
former is energized where the supply voltage is at a posi¬ 
tive maximum value, X is equal to 90 degrees. Assume that 
a transformer having zero residual flux is energized when 
the supply voltage is at a positive maximum. For these con¬ 
ditions 4h) and cos X are both equal to zero so <t>io is also 
equal to zero. The transformer flux therefore starts out 
under normal conditions and there would be no transient. 
However, if a transformer having zero residual is energized 
at zero supply voltage the following conditions exist: 


X = 0 
cos X= 

<^0 = 0 
4*i0 ~ 4>tn 


Substituting in Eq. (74) 

</>= cos (a)0 + <#>m (76) 

The flux wave represented by Eq. (76) is plotted in 
Fig. 41a. The total flux wave consists of a sinusoidal flux 
wave plus a d-c flux wave and reaches a crest equal to 
twice the normal maximum flux. In this figure the tran¬ 
sient flux has been assumed to have no decrement; if loss 
is considered the transient flux decreases with time and the 
crest value of the total flux is less than shown. In Fig. 41 
(b) similar waves have been plotted for a transformer 
having 60 percent positive residual flux and energized at 
zero supply voltage. Sixty percent residual flux has been 



(a) PRIMARY CLOSED AT ZERO VOLTAGE-ZERO RESIDUAL FLUX. 



(b) PRIMARY CLOSED AT ZERO VOLTAGE- 
60% POSITIVE RESIDUAL FLUX. 

Fig. 41—Transformer flux during transient conditions. 


assumed for illustration only. Flux waves for any other 
initial conditions can be calculated in a similar manner 
using Eq. (74). 

39. Determination of Current Inrush 

After the flux variation has been determined by the 
method described, the current wave can be obtained 
graphically as shown in Fig. 42. In the case illustrated 
it was assumed that a transformer having zero residual 
flux was energized at zero supply voltage; the flux there¬ 
fore is equal to twice normal crest flux. For any flux the 
corresponding current can be obtained from the trans¬ 
former B-H curve. Although the maximum flux is only 
twice its normal value, the current reaches a value equal 
to many times the maximum value of the normal trans¬ 
former exciting current. This high value of current is 
reached because of the high degree of saturation of the 
transformer magnetic circuit. 

In the above discussion loss has been neglected in order 
to simplify the problem. Loss is important in an actual 
transformer because it decreases the maximum inrush cur¬ 
rent and reduces the exciting current to normal after a 
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period of time. The losses that are effective are the resist¬ 
ance loss of the supply circuit and the resistance and stray 
losses in the transformer. Figure 43 is an oscillogram of a 
typical exciting-current inrush for a single-phase trans¬ 
former energized at the zero point on the supply voltage 
wave.* The transient has a rapid decrement during the 
first few cycles and decays more slowly thereafter. The 
damping coefficient, R/Ly for this circuit is not constant 
because of the variation of the transformer inductance 
with saturation. During the first few current peaks, the 
degree of saturation of the iron is high, making L low. The 
inductance of the transformer increases as the saturation 


I 




Fig. 43—Current inrush for a particular transformer ener¬ 
gized at zero voltage. 

decreases, and hence the damping factor becomes smaller 
as the current decays. 


Table 14—Approximate Inrush Currents to 60-Cycle 
Power Transformers Energized from the High-Voltage 

Side 


Transformer 

Core 

Shell 

Rating Kva 

Form 

Form 

2000 

5-8 


10 000 

4-7 

2 5-5 

20 000 


2.(M 


Note: ‘ The creel inruah currente are expressed in per unit of creel full-load 
current. 


inrush currents to single-phase, 60-cycle transformers can 
be obtained from the data in Table 14. The values given 
are based on the transformer being energized from the 
high-voltage side at the instant the supply voltage passes 
through zero. Energizing a core-form transformer from 
the low-voltage side may result in inrush currrents ap¬ 
proaching twice the values in the table. The per unit 
inrush current to a shell-form transformer is approximately 
the same on the high- and low-voltage sides. 

The inrush currents in Table 14 are based on energizing 
a transformer from a zero-reactance source. When it is 
desired to give some weight to source reactance, the inrush 
current may be estimated from the relation 


where 


l+/oX 

/o== Inrush current neglecting supply reactance in 
per unit of rated transformer current. 

X = Effective supply reactance in per unit on the 
transformer kva base. 



40. Estimating Inrush Currents 

The calculation of the inrush current to a power trans¬ 
former requires considerable detailed transformer design 
information not readily available to the application en¬ 
gineer. For this reason reference should be made to the 
manufacturer in those few cases where a reasonably ac¬ 
curate estimate is required. An order of magnitude of 


XV. THIRD-HARMONIC COMPONENT OF 
EXCITING CURRENT 

41. Suppression of the Third-Harmonic 
Component 

As discussed in connection with Fig. 39, the exciting 
current of a transformer contains appreciable harmonic 
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current. The third harmonic is by far the largest harmonic 
component, being as high as 40 to 60 percent of the 
equivalent sine-wave exciting current. 

If the flux in a transformer magnetic circuit is sinusoidal, 
the exciting current must contain a third-harmonic com¬ 
ponent. If this component cannot flow, because of trans¬ 
former or system connections, the flux will contain a third- 
harmonic component. The third-harmonic flux will, in 
turn, Induce a third-harmonic voltage in the transformer 
windings. The magnitude of the third-harmonic voltage 
induced in a transformer winding, when the third-harmonic 
current is suppressed, will vary between 5 and 50 percent 
depending upon the type of transformers used. With single¬ 
phase transformers or with three-phase shell-form trans¬ 
formers the third-harmonic voltages may be as high as 50 
percent of the fundamental-frequency voltage. In a three- 
phase core-form transformer the reluctance of the third- 
harmonic flux path is high (see Sec. 56), consequently the 
third-harmonic flux in the transformer magnetic circuit is 
small even if the third-harmonic component of the exciting 
current is suppressed. The third-harmonic voltage induced 
is therefore small, usually not more than five percent. 

In a three-phase system, the third-harmonic currents of 
each phase are in phase with each other and hence con¬ 
stitute a zero-sequence set of currents of triple frequency. 
Likewise, the third-harmonic voltages will constitute a 
zero-sequence set of voltages of triple frequency. Thus, 
although a third-harmonic voltage may be present in the 
line-to-neutral voltages, there can be no third-harmonic 
component in the line-to-line voltage. The paths permit¬ 
ting the flow of third-harmonic currents are determined 
by the system and transformer zero-sequence circuits. 

It has been shown that third harmonics must occur in 
either the exciting current or the voltage of a transformer. 
The exciting current will take the shape imposed by the 
particular connections used. It is always preferable to 
have at least one delta-connected winding in a three- 
phase transformer bank. The delta connection will furnish 
a path for the flow of third-harmonic currents and will 
minimize the third-harmonic current in the external cir¬ 
cuits. This is very desirable because third-harmonic cur¬ 
rents in the external circuits may, under some conditions, 
cause telephone interference. A discussion of telephone 


POWER SOURCE 

O 

TRANSFORMER 

TRANSMISSION LINE 


(a) 

A 

' 

(b) 



(c) 

A « A 


(d) 

^ « A 


Ptg. 44 —Ccmnections which Influence the flow of third-har¬ 
monic exciting current. 


interference, as affected by transformer connections, is 
given in Chapter 23, Sec. 11. 

42. Effect of Transformer Connections 

The application of the above principles will be illustrated 
by consideration of a number of typical connections. In 
Fig. 44 is shown a three-phase transformer bank connected 


Table 15—Influence of Transformer Connections on 
Third-Harmonic Voltages and Currents 



SOURCE 

TRANSFORMER 

CONNECTION 

COMMENTS 



PRIM. 

SEC. 


1 


X 

X 

SEE NOTE 1 

2 


4 

T 

X 

s a 1 

3 


X 


s • 1,5 

4 

5 

UNGROUNDED 

(SMALL CAPACITANCE TO 
GROUND, NO GROUNDED 
GENERATORS OR GROUNDED 

i 

X 

i 

A 

M s 1,5 

N N 3 

6 

TRANSFORMER BANKS) 

i' 

A 

W 

S N 3 

7 


A 

X 

H s 3 

e 


A 

» 

M M 3^6 

9 


X 

X 

SEE NOTE 1 

10 


4 

t” 

X 

n eg 

11 


X 

i 

M a 1,5 

12 

GROUNDED 

(GROUNDED GENERATORS OR 



s s 2^ 

13 

GROUNDED TRANSFORMER 

BANKS OR LARGE CAPACI¬ 

T 

X 

T 

A 

S M 3 

14 

TANCE TO GROUND) 


A 

N N A 

IS 


A 

X 

■ w 3 

16 


A 


N N 3,6 


Note: 

1. The third-harmonic component of the exciting current it euppreased and so a 
third-harmonic component will be present in the transformer Une-to-ground voltages. 

2. The third-harmonic component of the exciting current flows over the line and 
may cause interference due to poesible coupling with parallel telephone circuits. 

3. The delta-connected winding furnishes a path for the third-harmonic exciting 
currents required to eliminate the third-harmonic voltagea. No third-harmonic cur¬ 
rent will flow in the line between the source and the transformer and very little third- 
harmonic will be present in the system voltage. 

4. The delta-connected winding furnishes a path for the third-harmonic eseitiBg 
currents required to eliminate the third-harmonic voltages. Very Utile UiM- 
harmonio current will flow in the line and very Uttle third-harmonic will be preeent 
in the system voltage. 

5. If the capacitance-to-mund of the circuit connected to the transformer 
Mcondary is large, appreciable third-harmonic current can flow in the secondary 
windings. This factor will help decrease the magnitude of the third-harmonic volt- 
sgee but may cause interference in telephone linee parslleUng the secondary power 
circuits. The same oommsnts would apply if other ground souroes are connected 
to the eeoondary eireult. Reeonanoe with the secondary capacitance may produce 
high hamonio rf4taces. 

6. Some third-harmoaio current can flow In the secondary windlnci if other 
ground soureee are prseont on the secondary side of the trafMormer bank. The 
magnitude of tbit currant will depend upon the irapodanoe of the ground ■oufcti 
relative to the <Mta drouit impedance and Is usually too smaU to sause trouble 
from telephone interference. 
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to a transmission line, the line in turn being connected 
to a power source. If the star-star connection in Fig. 44(a) 
is us^ the third-harmonic component of the exciting cur¬ 
rent is suppressed and a third-harmonic component will 
therefore be present in the line-to-neutral voltages. With 
the primary neutral and the generator neutral grounded, 
as in Fig. 44(b), a path is furnished for the third-harmonic 
exciting currents. If the impedance of this path is low, 
little third-harmonic voltage will be present on the system. 
However, if the line is long and is closely coupled with 
telephone circuits, telephone interference may result. If 
the transformer bank is close to the power source no tele¬ 
phone interference should result from the use of this 
connection. 

When a delta-connected winding is present in the trans¬ 
former such as in Fig. 44(c) and (d), the delta connection 
furnishes a path for the third-harmonic currents required 
to eliminate the third-harmonic voltages. If the primary 
is ungrounded or the generator is ungrounded, no third- 
harmonic current will flow in the line. If the primary is 
grounded and the generator is also grounded, a little third- 
harmonic current can flow over the line. With this connec¬ 
tion the lypiagnitude of the third-harmonic current in the 
line depends upon the relative impedances of the supply 
circuit and the delta circuit. This current is usually too 
small to cause any troublesome interference. 

The same general comments apply when three-winding 
transformers are used. If one winding is delta connected, 
little or no third-harmonic current will flow in the supply 
circuit and little or no third-harmonic voltage will be 
present on the system. 

In Table 15 is given a summary of a number of typical 
transformer connections with a brief description of the 
effect of the connections on the third-harmonic currents 
and voltages. 

XVL TRANSFORMER NOISE 

Transformer noise is a problem because of its disturbing 
effect upon people. Noise may arise from several sources 
of force induced vibrations, including 

(1) Magnetostriction, the small change in dimensions 
of ferromagnetic materials caused by induction. 

(2) Magnetic forces tending to pull jointcxi core mem¬ 
bers together. 

(3) Magnetic forces acting between two conductors, 
or between a conductor and a magnetic member. 

(4) Fans, pumps, or other transformer auxiliaries. 

The most persistent of these sources of noise is magneto¬ 
striction, which depends upon flux density and cannot be 
eliminated by tight core construction. The only means of 
reducing magnetostrictive force now at hand is to reduce 
flux density in the core. 

Noise arising from any of the sources listed above may 
be amplified by mechanical resonance in the tank or fit¬ 
tings, and careful design is necessary to avoid such re¬ 
inforcement of the original sound. 

Standards'® have been established for permissible, sound 
pressure levels for various t 3 rpes of transformers, in terms 
of decibels referred to 0.002 dynes per square centimeter: 


db-20 

where P, the sound pressure, is expressed in dynes per 
square centimeter. Transformers designed to have sound 
levels below standard levels are available, but at extra cost 
because the magnetic material is worked at an induction 
below normal. 

It is quite difficult to predetermine a sound level which 
will prove satisfactory in the surroundings where a new 
transformer is to be installed. Local conditions affect sound 
transmission, reflection, and resonance to a great degree, 
and these factors are hard to evaluate prior to transformer 
installation. 

XVII. PARALLEL OPERATION 
OF TRANSFORMERS 

43. Single-Phase Transformers 

Transformers having different kva ratings may operate 
in parallel, with load division such that each transformer 
carries its proportionate share of the total load. To achieve 
accurate load division, it is necessary that the transformers 
be wound with the same turns ratio, and that the percent 
impedance of all transformers be equal, when each per¬ 
centage is expressed on the kva base of its respective trans¬ 
former. It is also necessary that the ratio of resistance to 
reactance in all transformers be equal, though most power 
transformers wrill likely be similar enough in this respect 
to permit calculations based on only the impedance 
magnitude. 

The division of current between transformers having 
unequal turns ratios and unequal percent impedances may 
be calculated from an equivalent circuit similar to the one 
shown in Fig. 45. Either percent impedances or ohmic 



impedances may be used in an equivalent circuit for paral¬ 
lel^ transformers. The circuit in Fig. 45 contains ohmic 
impedances and actual turns ratios; this method is perhaps 
more appropriate when the circuit involves unequal turn 
ratios, because the use of percent values in this type of 
circuit involves extra complications. Solution of this cir¬ 
cuit, with a load current It assumed, will indicate the 
division of current between transformers. Also, solution 
of this circuit with total load current set equal to sero will 
indicate the circulating current caused by unequal trans¬ 
former ratios. For satisfactory operation the circulating 
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current for any combination of ratios and impedances 
probably should not ex'^eed ten percent of the full-load 
rated current of the smaller unit. 

More than two transformers may of course be paralleled, 
and the division of load may be calculated from an ex¬ 
tended equivalent circuit similar to the one in Fig. 45. 

44. Three-Phase Transformer Banks 

The same considerations apply for the parallel operation 
of symmetrical three-phase transformer banks as have been 
outlined for single-phase transformers. In addition it is 
necessary to make sure that polarity and phase-shift be¬ 
tween high-voltage and low-voltage terminals are similar 
for the parallel units. A single-phase equivalent circuit 
may be set up on a line-to-neutral basis to represent one 
phase of a balanced three-phase bank, using the theory of 
symmetrical components. 

When three-phase transformer banks having any con¬ 
siderable degree of dissymmetry among the three phases 
are to be analyzed, it is necessary either to set up a com¬ 
plete three-phase equivalent circuit, or to interconnect 
equivalent sequence networks in a manner to represent the 
unbalanced portion of the circuit according to the rules 
of symmetrical components. 

45. Three-Winding Transformers 

Currents flowing in the individual windings of parallel 
three-winding banks can be determined by solving an 
equivalent circuit, such as that shown in Fig. 46. The 



Pig. 46—Equivalent circuit for parallel connection of tingle- 
phase three-winding transformers. 


terminal loads, as well as winding ratios and impedances, 
affect the division of currents among the windings of a 
three-winding transformer, so all these factors must be 
known before a solution is attempted. 

46. Three-Winding Transformer in Parallel With 
Two-Winding Transformer 

The equivalent circuit for a three-winding transformer 
paralleled with a two-winding transformer is given in Fig. 



Fig. 47—Equivalent circuit for a single-phase three-winding 
transformer paralleled with a two-winding unit. 


47. Division of currents may be calculated from this cir¬ 
cuit, if the load currents /»' and /*" are assumed. 

Parallel operation of two such transformers is not usually 
satisfactory, since a change in tertiary load will alter the 
distribution of load between the other two windings. If 
the impedances are proportioned to divide the load prop¬ 
erly for one load condition, the load division between trans¬ 
formers at some other loading is likely to be unsatisfactory. 
An exception is the case wherein the a" circuit of Fig. 47 
represents a delta tertiary winding in a three-phase bank, 
with no load connected to the tertiary; in this instance the 
transformers can be made to divide currents similarly at 
all loads. 

It is possible to design a three-winding transformer so 
that the load taken from the tertiary winding does not 
seriously affect load division between the paralleled wind¬ 
ings of the two transformers. If the impedance Zp is made 
equal to zero, then current division at the a' terminals will 
be determined by Zg and Z only, and this impedance ratio 
will remain independent of tertiary loading. It is difficult 
to obtain zero as the value for Zp, particularly if this 
winding is of high voltage; however, values near zero can 
be obtained with special design at increased cost. Such a 
design may result in a value of Zx which is undes'xable 
for other reasons. 

XVIII. TRANSFORMER PRICES 
47. Two-Winding Type OA Transformers 

Estimating prices for Type OA, oil-immersed, self-cooled, 
60-cycle, two-winding transformers are given in Fig. 48. 
The estimating prices per kva are based on net prices as of 
December 1, 1949. As prices change frequently, the curves 
should be used principally for comparing the prices of 
different voltage classes, comparing banks made of single¬ 
phase and three-phase units, etc. 

If the insulation level of the low-voltage winding is 15 
kv, or higher, the prices in Fig. 48 should be corrected in 
accordance with Table 16. Price additions are also required 
when the rating of either the high- or low-voltage winding 
is 1000 volts and below. 

Transformers designed for star connection of the high- 
voltage winding may be built with a lower insulation level 
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Table 18—Additions to be made to Prices in Fig. 48 

WHEN LOW'VOLTAGE WINDING INSULATION LEVEL IS 15 KV OR HIGHER 


Low-Voltage Winding 


Price Addition in Percent 


Insulation 

Class 

KV 

Basic 

Impulse 

Levds-kv 

Single-Phase Equivalent 55 C kva 
Self-Cooled Rating 

3-Phaae Equivalent 55 C kva 

Self-Cooled Rating 

501 to 
1800 

1801 to 
3500 

3501 to 
7000 

7001 to 
13500 

13501 and 
above 

501 to 
3600 

3601 to 
7000 

7001 to 
14000 

14001 to 
27000 

27001 
and above 

15 

110 

3H% 

1H% 

0% 

0% 

0% 

3H% 


0% 

0% 

0% 

25 

150 

7 

4 

3 

2 

1 

7 

4 

8 

2 

1 

34.5 

200 

10 

7 

6 

5 

4 

10 

7 

6 

5 

4 

46 

250 

14 

11 

10 

9 

8 

14 

11 

10 

9 

8 

60 

350 

21 

18 

17 

16 

15 

21 

18 

17 

16 

15 

92 

450 

29 

26 

24 

23 

21 

29 

26 

24 

23 

21 

115 

550 

37 

34 

32 

30 

28 

37 

34 

32 

30 

28 

138 

650 


42 

39 

36 

34 


42 

39 

36 

84 

161 

750 



46 

44 

41 



46 

44 

41 


at the neutral end than at the line end of the winding. 
Table 17 summarizes the possible savings in cost with these 
designs. Reference should be made to section 16 for a 
discussion of the minimum insulation level that should be 
used at the transformer neutral. 



THREE-PHASE BANK RATIN6-MVA 


(0) SINGLE-PHASE UNITS 



Fig. 4S—Gunre for estimating prices of oll-lmmersed, AS^cyclep 
two-wIndIng, type OA power transformers. 


48. Multi-Winding Units 

If a multi-winding transformer is designed for simul¬ 
taneous operation of all windings at their rated capacities, 
the price of the unit can be estimated from the curves 
given for two-winding transformers by using an equivalent 


Table 17— Price Reduction for Grounded Neutral Service 


Winding Insulation 
Class at 

Line End 

Insulation* 

Class at 

Neutral End 

Price 

Reduction 

Percent 

69 

15 

0 

92 

15 

3.0 

92 

25-69 ! 

1.5 

115 

15 

5.0 

115 

i 25-69 

2.5 

115 

02 

1.0 

138 

15 

6.0 

138 

25-46 

5.0 

138 

09-92 

3.0 

138 

115 

1.5 

161 

15 

7.0 

161 

25-46 

5.5 

161 

69-92 

3.5 

161 

115-138 

2.0 

196 

15 

9.0 

196 

25-46 

7.5 

196 

09-115 

4.5 

196 

138-161 

2.5 

230 

15 

10.0 

230 

25-69 

7.5 

280 

92-138 

5.0 

230 

161 

3.0 

287 

15 

12.0 

287 

25-69 

9.0 

287 

§2-138 

5.0 

287 

161-196 

3.0 


*Refsr«nce should be msde to section 16 for s discussion of minimum permissible 
neutml insulation levels. 
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two-winding capacity equal to the sum of the rated ca¬ 
pacities of the various windings divided by two. If a 
multi-winding transformer is not designed for simultaneous 
operation of all windings at their rated capacities, the price 
of the unit can be estimated from the curves given for 
two-winding transformers, using an equivalent two-winding 
capacity equal to 

Equivalent = A + } (B—A) (79) 

Where A *= J(Sum of the simultaneous loadings). 

B —^(Sum of the maximum rated capacities of 
the various windings). 

In addition, 5 percent must be added for three-winding 
transformers; 7.5 percent for four-winding transformers; 
and 10 percent for five-winding transformers. 

49. Estimating Prices for Other Types of Cooling 

Table 18 is a summary of the approximate cost of three- 
phase power transformers employing auxiliary cooling sys¬ 
tems. All cost figures are expressed in per unit of OA 

Table 18 —Relative Cost or Three-Phase Transformers 
WITH Special Cooling 


transformer cost, where the OA rating used to determine 
the base cost is equal to the highest rating of the force- 
cooled or specially-cooled unit. The kva ratings listed in 
the second column of Table 18 are the highest ratings of 
forced-cooled units; for example, the kva rating listed for 
OA/FA/FOA transformers is the FOA value. 

XIX. REACTORS 

50. Application of Current-Limiting Reactors 

Current-limiting reactors are inductance coils used to 
limit current during fault conditions, and to perform this 
function it is essential that magnetic saturation at high 
current does not reduce the coil reactance. If fault current 
is more than about three limes rated full load current, an 
iron core reactor designed to have essentially constant 
magnetic permeability proves overly expensive, therefore 
air core coils having constant inductance are generally used 
for current-limiting applications. A reactor whose induc¬ 
tance increased with current magnitude would be most 
effective for limiting fault current, but this characteristic 
has not been practically attained. 


Each cost is in per unit, baaed on the cost of an OA transformer hav¬ 
ing a rating equal to the maximum of the special unit being consid¬ 
ered^®^ 


OA/FA 


OA/FA/FOA 


Three- 

Insulation Class—KV 

Bank 

Rating - 

MVA^**^ 15 34.5 69 92 115 138 161 196 230 

1 1.061.071.051.051.051.061.081.061.07 

2 1.001.01 1.01 1.021.021.041.05 1.051.05 

5 0.920.95k).950.960.970.990.990.99 1 00 

10 0.900.910.920.930.930.950.950.960.96 

20 0.880.880.900.900.900.920.910.920.93 

50 0.87 0.87 0.880.890.910.910 920.92 

100 0.87 0 880.890.90 0 900.910 91 

20 0 74 0.75 0 77 0.78 0.79 0.81 0.800.830.83 

50 0 73 0.730.750.770.800.810.810.82 

100 0.720.74 0.750.760.78 0 810 80 

20 0 66 0.67 0.71 0.73 0.75 0.77 0.78 0.81 0 82 

50 0 64 0.680.700.710 750.790.810 82 

100 0.660.67 0.67 0 680.710.75 0 75 

2 1.051.030.990.991.031.07 1.020.97 0.91 

5 0.910.920.920.920.930.970.960.930.91 

10 0.85 0.840.900.880.900.890.93 0.910.90 

20 0.820.84 0.870.880.890.880.910.900.90 

50 0.87 0.860.850.850.84 0.880 87 0.87 

100 0.850.850.850.820.820.850.81 


.850.84( 
.820.84( 
0.87 ( 


FOW 20 0.600.610.650.670.690.710.710.740.75 

50 0.590.620.64 0.650.690.730.710.72 

100 b 600.61 0.62'0.62 0 650.69 0 69 


(t) OA/FA—Oil-lmmsTMd 6slf-Coolsd/Forotd-Air*Cooled. 

OA/FA/FAO^TripU-Rated. Belf-Coolsd/Forosd-AirkJoolsd/Forcsd-Oil- 
Coolsd. 

FQA—Forosd>OU>Cool«d iritb Foresd-Air-CooUn. 

OW—<>U-Imm«ried Water Cooled. 

FOW—For<M^-Oil Cooled with Water Coolers. ^ 

(b) The MVA raUnip Ubulated for OA/FA aad OA/FA/FOA unita are the FA 

the FOA ratingi reepeoiively. ^ ^ , 

(c) Sample: The cost of a IS kv OA/FA three-phase unit rated 10 000 
(FA) is equal to 0.90 times the cost of a IS k v OA th r ee pha se unit rated 10 000 
kva. 



Fig. 49 Oil-immeraed air-core reactor. 
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Fig. 50—Dry-type air-core reactor. 


Oil-immersed reactors can be applied to a circuit of any 
voltage level, for either indoor or outdoor installation. The 
advantages of oil-immersed reactors also include: 

1. A high factor of safety against flashover. 

2. No magnetic field outside the tank to cause heating 
or magnetic forces in adjacent reactors or metal 
structures during short-circuits. 

3. High thermal capacity. 

Dry-type reactors depend upon the surrounding air for 
insulation and cooling. Because of the required clearances 
and construction details necessary to minimize corona, 
these reactors are limited to 34.5 kv as a maximum insula¬ 
tion class. Free circulation of air must be maintained to 
provide satisfactory heat transfer. These coils should not 
be surrounded with closed circuits of conducting material 
because the mutual inductance may be sufficient to produce 
destructive forces when short-circuit current flows in the 
coil. Structures such as I-l^ams, channels, plates, and 
other metallic members, either exposed or hidden, should 
also be kept at a distance from the reactor even though 
they do not form closed circuits. A side clearance equal to 
one-third the outside diameter of the coil, and an end 
clearance of one-half the outside diameter of the coil will 
produce a temperature rise less than 40 C in ordinary 
magnetic steel. For the same size members, brass will have 
about the same rise, aluminum about one and one half 
times, and manganese steel about one-third the rise for 
ordinary magnetic steel. Reinforcing rods less than three- 
fourths inch in diameter which do not form a complete 
electrical circuit are not included in these limitations, be¬ 
cause the insulation clearances from the reactor should be 
sufficient to avoid undue heating in such small metal parts. 

In order to avoid excessive floor loading due to magnetic 
forces between reactors the spacing recommended by the 
manufacturer should he observed. Sometimes this spacing 
can be reduced by use of bracing insulators between units 
or using stronger supporting insulators and increasing the 
strength of the floor. This should always be checked with 
the manufacturer since bracing increases the natural period 
of vibration and may greatly increase the forces to be 
resisted by the building floors or walls. 

51. Reactor Standards 

The standard insulation tests for current-limiting re- 
acjtors are summarized in Table 19. 

Dry-type current-limiting reactors are built with Class 
B insulation and have an observable temperature rise by 
resistance of 80 C with normal continuous full-load current. 
Dry-type and oil-immersed current-limiting reactors are 
designed mechanically and thermally for not more than 
3314 times (3 percent reactive drop) normal full-load 
current for five seconds under short-circuit conditions. 


Air core reactors are of two general types, oil-immersed 
(Fig. 49) and dry-type (Fig. 50). Oil-immersed reactors 
can be cooled by any of the means commonly applied to 
power transformers. Dry-type reactors are usually cooled 
by natural ventilation but can also be designed with forced- 
air and heat-exchanger auxiliaries where space is at a 
premium. 


52. Determioation of Reactor Characteristics 

When specifying a current-limiting reactor, information 
should be included on the following: 

1. Indoor or outdoor service. 

2. Dry- or oil-immersed type. 

3. Single-phase or three-phase reactor. 

4. Ohms reactance. 


Chapto* 5 


Power Traiufformere and Reactors 


135 


Tabli 19— Standard Dibubctric Tistb 
FOR CXJRRRNT-LlHITINa RBACTORS 


Insulation 
Class kv 

(a) 

Low Frequency 
Teato"’* 

Impulse Tests 
(OU Type)*’ 

Oil Type 
kv nns 

Dry 

Type 

(c) 

kv rins 

Chopped Wave 

Full 
Wave 
kv crest 

Voltage 
kv crest 

Min. Time 
to Flash- 
over in fiB 

1.2 

12 

12 

54 

1.5 

45 

2 5 

17 

25 

69 

1.5 

60 

5 0 

21 

30 

88 

1.6 

75 

8.66 

29 

40 

110 

1.8 

95 

15.0 

36 

60 

130 

2.0 

no 

23.0 

60 

85 

175 

3.0 

150 

34 5 

80 

115 

230 

3.0 

200 

46.0 

105 


290 

3.0 

250 

69.0 

160 


400 

3.0 

350 

92.0 

210 


520 

3.0 

450 

115.0 

260 


630 

3.0 

550 

138.0 

310 


750 

3 0 

650 

161 0 

365 

1 

865 

3 0 

750 

196.0 

425 


1035 

3.0 

900 

230 0 

485 


1210 

3.0 

1050 

287.0 

590 


1500 

3.0 

1300 

345 0 

690 


1785 

3 0 

1550 


Notm; 

(a) Intermediate voltage ratings are placed in the next higher insulation class 
unless specified otherwise. 

(b) Turn«U^turn tests are made by applying these low-frequency test voltages, 
at a suitable frequency, across the reactor terminals: ary*type reactors for 
outdoor service require a turn-to-turn test voltage one-third greater than the 
tabulated values. 

(c) No standard impulse tests'hare been established for dry-type current- 
limiting reactors. 



51—Curve for estimating prices of single-phase, 60-cycle, 
dry-type current-limiting reactors. 


5. Continuous current rating, amperes. 

6. Reactor rating in kva. 

7. Voltage class. 

8. Circuit characteristics: 


REACTOR RATING MVA 

Fig. 52—Curve for estimating prices of single-phase, fiO-cycle, 
oil-immersed current-limiting reactors. 



(a) Single-phase or three-phase. 

(b) Frequency. 

(c) Line-to-hne voltage. 

(d) Type of circuit conductors. 

Standardization of current ratings and ohmic reactances 
for current-limiting reactors is not yet completed, but 
semi-standard values are available and should be used 
where feasible in the preparation of reactor specifications. 

53. Reactor Prices 


tion of one percent for each 100 amperes, or fraction thereof, 
above 600 amperes. 

Estimating prices for single-phase, 60-cycle, oil-immersed 
current-limiting reactors are given in Fig. 52 for insulation 
classes between 15 and 138 kv. For current ratings above 
800 amperes make a price addition of two percent for each 
100 amperes, or fraction thereof, above 800 amperes. 

Estimating prices for 60-cycle, oil-immersed, self-cooled 
shunt reactors may be estimated by adding 10 percent to 
the prices given in Fig. 48 (a) for two-winding transformers. 


The estimating prices included in this section should be 
used for comparative purposes only because reactor prices 
are subject to change from time to time. 

Estimating prices for single-phase, 60-cycle, dry-type 
current-limiting reactors are given in Fig. 51 for kva rat¬ 
ings between 10 and 5000. Reactors for use in 1201 to 
13 800 volt circuits may be estimated from the curve 
labeled “15 kv and below.” The prices given apply to 
Hingle-phase reactors with current ratings between 300 and 
600 amperes. For current ratings below 300 amperes, price 
additions must be made in accordance with Table 20. \^en 
the current rating exceeds 600 amperes make a price addi- 


Table 20— Price Additions for Dry-Type Reaciors 
Rated Below 300 Amperes 


Current 

Rating Amperes 

Price 

Addition Percent 

250-299 

5 

200-249 

10 

150-199 

15 

125-149 

22 

100-124 

29 

75- 99 

36 

50- 74 

43 
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XX. EQUIVALENT CIRCUITS FOR SINGLE 
PHASE TRANSFORMERS 

Representation of a transformer by an equivalent circuit 
is a commonly used method for determining its perform¬ 
ance as a circuit element in complex power and distribution 
networks. Without the simplifications offered by the use 
of such equivalent circuits the handling of transformers 
with their complex array of leakage and mutual imped¬ 
ances would be a formidable problem. 

For the purposes of calculating short circuit currents, 
voltage regulation, and stability of a power system, the 
normal magnetizing current required by transformers is 
neglected. Thus Figs. 2(c), (d), or (e), as the choice may 
be, will adequately represent a two-winding transformer 
for calculation purposes. 

For three-, four-, and in general multi-winding trans¬ 
formers, an equivalent network can be always determined 
that will consist only of simple impedances (mutual imped¬ 
ances eliminated) and accurately represent the transformer 
as a circuit element. The impedances which can be most 
readily determined by test or by calculation are those 
between transformer windings taken two at a time, with 
other windings considered idle; therefore the impedances 
in an equivalent circuit can well be expressed in terms of 
these actual impedances between the transformer windings 
taken two at a time. 

The number of independent impedances required in an 
equivalent circuit to represent a multi-winding transformer 
shall be, in general, equal to the number of all possible 
different combinations of the windings taken two at a time. 
Thus, one equivalent impedance is required to represent 
a two-winding transformer, three branch impedances for a 
three-winding transformer, and six independent branch 
impedances to represent a four-winding transformer. 

Equivalent circuits for the two-winding transformer and 
auto-transformer are presented in sections 1 and 27, re¬ 
spectively. The following sections discuss the equivalent 
circuits for three-winding and four-winding transformers. 

54. Equivalent Circuits for Three-Winding Trans¬ 
former 

The equivalent circuit for a transformer having three 
windings on the same core is shown in Fig. 53, where the 
magnetizing branches have been omitted. The number 
of turns in the P, S, and T windings are ni, n^, and ns, 
respectively. The equivalent circuit is shown in Fig. 53 
(b) with all impedance in ohms on the P winding voltage 
base and with ideal transformers included to preserve 
actual voltage and current relationships between the P, 
S, and T windings. On the P winding voltage base: 



ni 





(a) 



Zt *»/2 ZsT-Zps] 

^ I 



Fig. 53—Three-winding transformer. 


(a) winding diagram. 

(b) equivalent circuit in ohnis. 

(c) equivalent circuit in percent. 


Note that Zp and Zs as defined and used here differ 
from Zp and Zs in Eq. 10. The equivalent circuit ex¬ 
pressed in percent is given in Fig. 53 (c) with all imped¬ 
ances referred to the kva of the P winding. 

Zv% - i(zp8% + ZPT% - 
Z8%-i(^Z8T% + Zp8%-ZpT%) (81) 

Zr% - \{Ztr% + ^2st% -Z„%) 

The quantities can be expressed in percent on any arbi¬ 
trary kva base, Uc, by multiplying each impedance by 
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The Dotation used is defined as follows: 

t/p—kva of the P winding. 

I/B—kva of the S winding. 
f/T“kva of the T winding. 

Zp8—leakage impedance between the P and S wind¬ 
ings as measured in ohms on the P winding with 
the S winding short-circuited and the T winding 
open-circuited. 

'?P8% ~ leakage impedance between the P and S wind¬ 
ings, with the T winding open-circuited, ex¬ 
pressed in percent on the kva and voltage of the 
P winding. 

ZpT"> leakage impedance between the P and T wind¬ 
ings as measured in ohms on the P winding with 
the T winding short-circuited and the S winding 
open-circuited. 

^PT% ~ leakage impedance between the P and T wind¬ 
ings, with the <S winding open-circuited, ex¬ 
pressed in percent on the kva and voltage of the 
P winding. 

ZgT^ leakage impedance between the S and T wind¬ 
ings as measured in ohms on the S winding with 
the T winding short-circuited and the P winding 
open-circuited. 

Z8t%“ leakage impedance between the S and T wind¬ 
ings, with the P winding open-circuited, ex¬ 
pressed in percent on the kva and voltage of the 
S winding. 

The equations given in Fig. 53 (b) and Fig. 53 (c) for 
Zr, Zp%, etc., are derived from the relationships: 

Zp8“Zp-l-Z8 Zpe%“Zp%-|-Z8% 

Zpt“Zp-|-Zt ZpT%“Zp%-t-ZT% (82) 

Z,T~Ni*(Zb + Zt) Z8T%“ ^(Zb%+Zt%) 

Up 

also 

Zp^Rp+jXp 

ZpB’^Rp8-^jXpB^Rp-\-Ra’k-j(Xp-\-XB) (83) 

Zp8%“iJp8%+jZ^P8% etc., 

where Xpb is the leakage reactance between the P and S 
windings (with T open-circuited); and Rpb is the total 
effective resistance between the P and S windings, as 
measured in ohms on the P winding with S short-circuited 
and T open-circuited. Rpb% and Xpb% are the respective 
quantities expressed in percent on the kva and voltage of 
the P winding. 

The equivalent circuits completely represent the actual 
transfonner aa far as leakage impedances, mutual effects 
between windings, and losses are concerned (except ex¬ 
citing currents and no load losses). It is possible for one 
of the three legs of the equivalent circuit to be lero or 
negative. 

$5. Equlyalent Clrcuita for Four*Winding Trans¬ 
former 

The equivalent circuit representing four windings on 
the same core, shown in Fig. 54 (a), is given in Fig. 54 (b) 
using ohmic Quantities. form is due to Starr",'* and 


the ratio 


Uc 

Up- 



Fig. 54—Four^windlng trmntformcr. 


(a) winding diagram. 

(b) equivalent circuit. 


here again the magnetizing branches are omitted. The 
branches of the equivalent circuit are related to the leak- 
age impedances between pairs of windings as follows: 



Z,^VKjrt+Ki 


Zi^^VXxKi+Kt 


where, 


K’^VKxKt 


ZJZ, 

Z,-|-Zf 


Ki^ZpT+^^Bv—ZpB—j^ry 
Kf “ ZpT+j^^sv ~ 2pv ~ ^^8T 


The windings will ordinarily be taken in the order that 
makes Kt and Kt positive so that Z. and Zi will be posi¬ 
tive. The leakage impedances are defined as before; for 
example, Zps is the leakage impedance between the P 
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and <S windings as measured in ohms on the P winding 
with the S winding short-circuited and with the T and 
V windings open-circuited. The equivalent circuit in per¬ 
cent has the same form as Fig,. 54 (b), omitting the ideal 
transformers. 

z.% = j(zp8%-|-Zpy% -|?Z8V%-etc. 

/i'i%“ZpT%4|^Z8v%-ZpB%-^ZTv%, etc. (85) 

Us Ut 

Similar equations, derived from Eq, (84), apply for the 
other quantities in the equivalent circuit. 

XXL SEQUENCE IMPEDANCE 
CHARACTERISTICS OF THREE-PHASE 
TRANSFORMER BANKS 

56. Sequence Equivalent Circuits 

The impedance of three-phase transformer banks to 
positive-, negative-, and aero-sequence currents, and the 
sequence equivalent circuits, are given in the Appendix, 
under Equivalent Circuits for Power and R€^lating 
Transformers. The equivalent circuits were developed 
by Hobson and Lewis* “ The same notation as defined 
in the early part of this chapter is used to denote leakage 
impedances in ohms and in percent. 

The impedance to negative-sequence currents is always 
equal to the impedance to positive sequence currents, and 
the equivalent circuits are similar except that the phase 
shift, if any is involved, will always be of the same magni¬ 
tude for both positive- and negative-sequence voltages 
and currents but in opposite directions. Thus, if the phase 
shift is +a degrees for positive-sequence, the phase shift 
for negative-sequence quantities will be —a degrees. 

The impedance of a three-phase bank of two-winding 
transformers to the flow of zero-sequence currents is equal 
to the positive-sequence impedance for three-phase shell- 
form units (or for a bank made up of three single-phase 
units) if the bank is star-star with both star points ground- 



Fig. 55—^Zero-sequence ezciting currents and fluxes In a three- 
phase core-form transformer. 


ed. If the bank is connected star-delta, with the star point 
grounded, the zero-sequence impedance viewed from the 
star-connected terminals for shell-form units, or banks of 
three single-phase units, is equal to the positive-sequence 
impedance; the zero-sequence impedance viewed from the 
delta-connected terminals is infinite. 

The impedance to the flow of zero-sequence currents in 
three-pha^ core-form units is generally lower than the 
positive-sequence impedance. Figure 55 illustrates that 
there is no return for the zero-sequence exciting flux in 
such a unit, except in the insulating medium, or in the 
tank and metallic connections other than the core. The 
flux linkages with the zero-sequence exciting currents are 
therefore low, and the exciting impedance to zero-sequence 
currents correspondingly low. Although the exciting im¬ 
pedance to positive-sequence currents may be several 
thousand percent, the exciting impedance to zero-sequence 
currents in a three-phase core-form unit will lie in the range 
from 30 to 3(X) percent, the higher values applying to the 
largest power transformers. Low exciting impedance 
under zero-sequence conditions is reflected in some re¬ 
duction in the through impedances to zero-sequence cur¬ 
rent flow. A star-star grounded, three-phase, two-winding 
unit of the core-form, or a star-star grounded autotrans¬ 
former of the three-phase core form acts, because of this 
characteristic, as if it had a tertiary winding of relatively 
high reactance. In small core-form units this characteristic 
is particularly effective and can be utilized to replace a 
tertiary winding for neutral stabilization and third har¬ 
monic excitation. 

The zero-sequence exciting impedance is affected by the 
magnitude of excitation voltage, and it is also affect^ by 
tank construction. For example, the zero-sequence excit¬ 
ing impedance of a 40(X>-kva, 66 000-2400-volt unit was 
measured to be 84 percent at normal voltage before the 
core was placed in the tank; it was measured to be 36 
percent at normal voltage after the core and coils were 
placed in the tank. In this case the tank saturated but 
acted as a short-circuited secondary winding around the 
transformer, tending to limit the area of the flux return 
path to that between tank and windings. The zero- 
sequence exciting impedance is measured by connecting 
the three windings in parallel and applying a single-phase 
voltage to the paralleled windings. 

The zero-sequence exciting impedance of three-phase 
core-form units is generally much lower than the positive- 
sequence exciting impedance, and much lower than the 
zero-sequence exciting impedance of three-phase shell- 
form units or three single-phase units. For this reason it 
is necessary to consider the zero-sequence exciting im¬ 
pedance in deriving the zero-sequence impedance char¬ 
acteristics for certain connections involving core-form 
units. The exciting impedance to zero-sequence currents 
has been denoted by Zse, Zpe, etc., where the first sub¬ 
script refers to the winding on which the zero-sequence 
exciting impedance is measured in ohms. Following the 
same notation, Z8 e% is the exciting impedance of the S 
winding to zero-sequence currents expressed in percent on 
the kva of the S winding. The number of branches required 
to define an equivalent circuit of three-phase two- or multi¬ 
winding transformers is the same in general as has been de- 
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scribed for single phase transformers. A notable exception to 
this will exist in the formulation of the aero-sequence im¬ 
pedance of core form transformers with grounded neutral. 
In this case an extra impedance branch must be provided in 
the equivalent circuit, this branch being always short- 
circuit to the neutral bus, and having a value dependent 
upon the aero-sequence excitation impedances of the wind¬ 
ings as well as the grounding impedance in the transformer 
neutral. If the three-phase bank connections are uns 3 rm- 
metrical as in the case of the open-delta connection, mutual 
coupling will exist between the sequence networks. 

57. Derivation of Equivalent Circuits 

In the derivation of equivalent circuits for three-phase 
transformers and banks made up of three single-phase 
transformers, it is convenient to represent each winding of 
the transformer by a leakage impedance and one winding 
of an ideal transformer. This method may be used in the 
development of circuits for two- and three-winding 
transformers. 

Two magnetically-coupled windings of a single-phase 
transformer having ni and tit turns, respectively, are shown 
schematically in Fig, 56(a). The customary equivalent 
circuit used to represent such a single-phase transformer is 
shown in Fig. 56(b) in which Za and Zb are components 
of the transformer leakage impedance, with a more or less 
arbitrary division of the leal^e impedance between Za 
and Zb. Zm is the so-called "magnetising shunt branch.’’ 
Since the numerical value of Zm is very large compared to 
Za and Zb, for most calculations Fig. 56(b) is approx¬ 
imated by Fig. 56(c) where Zm is considered in^te. 
Either of these circuits has serious deficiencies as a device 
representing the actual transformer; the voltage and cur¬ 
rent transformation effected by transformer action is not 
represented in the equivalent circuit, and the circuit 
terminals a and a’ are not insulated from each other as in 
the actual transformer. These disadvantages are evidenced 
particularly when analysing transformer circuits wherein 
several windings or phases are interconnected. To over¬ 
come these deficiencies it is expedient to use the equivalent 
circuit shown in Fig. 56(d) which combines the circuit of 
Fig. 56(b) with an ideal transformer. The ideal trans¬ 
former is defined as having infinite exciting impedance 
(sero exciting current) and lero leakage impedance, and 
serves to transform voltage and current without imped¬ 
ance drop or power loss; the ideal transformer thus re¬ 
stores actual voltage and current relationships at the 
terminals a and a\ The circuit of Fig. 56(e) is obtained 
from Fig. 56(d) by converting the impedance Zb to the EJ 
voltage base (by multiplying Zb by the square of the 
voltage ratio). This process may be thought of as "sliding 
the ideal transformer through” the impedance Zb. If the 
exciting, or no load, current may be neglected (Zm con¬ 
sidered as infinite) the circuit of Fig. 56(e) becomes 
Fig. 56(f). 

Finally, if Zm is considered infinite, the circuit of Fig. 
56(f) becomes Fig. 56(g), in which the two parts of the 
leakage impedance, Za and Zb, combine into the complete 
leakage impedance Zps, where 

Zp8*Za+Zb 



( 0 ) 

i. 5^—Steps in the derivation of the equivalent circuit of a 
two-winding transformer. 


( 86 ) 
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In most developments the circuit of Fig. 56(g) will be 
found most convenient, although in some cases it becomes 
desirable to have part of the leakage impedance associated 
with each winding, and the circuit of Fig. 56(f) may be 
used. 

To be perfectly definite, Zps ‘is understood to mean the 
leakage impedance, as measured in ohms, with the S wind¬ 
ing short circuited, and voltage applied to the P winding. 
When the test is reversed, with voltage applied to the S 
winding, and the P winding short circuited, the impedance 
is denoted by Zgp. It is obvious from the development 
given that, when Zm may be considered infinite, 

Z8P=“^Zp8. (87) 

ni* 

58. Derivation of Equivalent Circuit for Star-Delta 
Bank 

In Fig. 57 each transformer y^inding is represented by an 
impedance and one winding of an ideal transformer, the 
tnuurformer having rii turns in the P winding and nt turns 
in the S winding. The windings shown in parallel are 
assumed to be on the same magnetic core. The voltages 
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(c)NE0ATlVE-SC0<ieNCE EQUIVALENT CIRCUIT 



W) ZERO'SEQUENCE EQUIVALENT CIRCUIT 
Pig. 57—EquiTAlent circuit, of ■ .tar-d.ltN tnuMformw twak. 


Cp and «• represent the voltages across the P and S wind¬ 
ings of the ideal transformers. 

Assuming positive'«equence voltages E^, Eh,, and E,^ 
applied to the terminids abc, and a three-phase short- 
circuit at the a'b'c' terminals, the following relations can be 
written: 


u 

It 

1 

o 

n,/,-ni/. 

-fxZg 

1> 

II 


nt 

ep*— /xZ8=*l - 


nt Th \r 

•*/ 






( 88 ) 


Designating the circuits connected to the abc and o'5V 
terminals as circuits 4 and 5, respectively, 

Za-^-Zp-H^^yZ.-Zp; (89) 


Zo is defined as the impedance between circuits 4 and 5 
in ohms on the circuit 4 voltage base. Zp. is the imped* 
ance between the P and S windings as measured by apply¬ 
ing voltage to the P winding with the S winding ^ort- 
circuited. 

With positive-sequence voltages applied to the abc 
terminals and the a'hV terminals open circuited, 

Eat^aE^, E'tg’^oE'^ 


«. 





(90) 


•-EUI 

n% n* 


LettingW--^, 

As positive-sequence quantities were used in this analy¬ 
sis, the final equation can be expressed as follows: 

ZZ-WZ,.***. (91) 

where Et and Ei are the positive-sequence voltages to 
ground at the transformer terminals. 

The above relations show that the line-to-ground volt¬ 
ages oa the delta side lead the corresponding star-side 
voltages by 30 degrees, which must be considered in a 
complete positive-eequeiice equivalent circuit for the trans¬ 
former. A consideration of Eqs. (88) will show that the 
currents/.', It! and /.' also lead the currents /., It, and 
/• by 30 degrees. 

n. nt nt 
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The complete poeitive-sequeoce circuit in fig. 57(b) 
therefore includes the impedance Zpg and an ideal trans¬ 
former having a turns ratio N and a 30-degree phase shift. 

A similar analysis, made with negative-sequence volt¬ 
ages and currents, would show that 

Pi(93) 
N 

(94) 

The positive- and negative-sequence circuits are there¬ 
fore identical excepting for the direction of the phase 
shifts introduced by the star-delta transformation. 

The xero-sequence circuit is derived by applying a set of 
xero-sequence voltages to the abc terminals. In this case 

Cg—/*Z8 = 0 because no zero-sequence voltage can 
be present between line terminals. (95) 


/x 

E., 

2o 


n* 


/• 


rvi \rvi/ 


'] 


Zg+Zp h=/gZp8 


E E 

~ = Zpg, which is the same impedance as 

h I a 

was obtained with positive-sequence voltages 
and currents. (96) 


If zero-sequence voltages are applied to the a'6'c' ter¬ 
minals, no current can flow because no return circuit is 
present. The zero-sequence impedance of the transformer 
bank is therefore infinite as viewed from the delta side. 



(b) POSITIVE-SeOUENCC EQUIVALENT CIRCUIT 


59. Derivation of Equivalent Circuit for Autotrans¬ 
former with Delta Tertiary 

The basic impedances of an autotransformer with a delta 
tertiary may be defined in terms of the leakage impedances 
between pairs of windings, with the third winding open 
circuited. The impedance between the primary and 
secondary, or common and series, windings of the trans¬ 
former in Fig. 58(a) may be obtained by applying a voltage 
across the P winding with the S winding short circuited, 
and the T winding open circuited. Referring to Fig. 59, 










ni ni* 


(97) 


ni* 


Similar relatiouB can be derived for the impedances 



«o' 




(e) NEGATIVE-SEQUENCE EQUIVALENT CIRCUIT 



(d) ZERO-SEQUENCE EQUIVALENT CIRCUIT 


Pig. 5S—Equlmlenc circuits of s three-winding sutotraits- 

former. 
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©5h 


Flft* g f R tpf—g n tmdon of tlia fNrlmaiy- to •ecoadary-wlnd- 
Ing impodance of an autotransformer. 

between the P and T, and S and T windings, resulting in 
the set of equations 


nt* 


Zt+Z§. 

These equations can be solved for the individual winding 
impedances Zp, Zg and Zt. 

^p*i^Zpg+ZpT— 

Zg * J[ZgT+wi*Zpg—ni*ZpT] (99) 

ZgT+njZpT—n|ZpgJ. 


T ^ Zg+nt*Zp 

(1+n,)* 

<■»» 

Representing the circuit transformation ratio (l+nO by 

XZpg (102) 


The impedance between circuits 4 and 6 may be ob¬ 
tained by appl 3 dng positive-sequence voltages to ter¬ 
minals abCf with terminals a'Vc' open and shorted 

circuited. In this case: 


e%^IxZT 

^4 /^Zt 
n** 




/. n*' 


;+Zp“ZpT. 


With podtive-eequence voltages applied to terminals 
a'h'c', terminals abc open and terminals a''b''c" short 
circuited, 

et-/.ZT 

fh 

«,+g,-i±%--('l±!?lY/.'ZT (104) 

nt V. n* / 

PJ,*ep4-e.—/iCZp+Zs) 


The impedances among circuits 4, 5 and 6 can be de¬ 
rived in terms of the impedances between windings, using 
the same procedure as employed in the derivation of the 
impedances of the star-delta bank in section 58. 

With positive-sequence voltages applied to terminals 
abc, terminals a'&V short circuited and terminals a"b"d' 
open circuited, the following relations can be written: 

c***Wiep 

/;-/.+nx/:-o 

l+ni 

ep+e.-(/.'-/.)Zp-/VZs-0. 

Eliminating e. and /'. from the above equation: 

ep(H-ni) (Zp-1-Z«)—/,Zp 

H-«i 

(ICO) 


Ji.-(^yZT+2 


Zx+Zp+Zg 


Zx+Zp+Zg. 


Expressing Zp, Zg and Zx in terms of impedances be¬ 
tween windings as given in 1^. (90): 


Zm ■■ (1+ni)Zpx+ 




-niZpg. 


The above equati<m is the impedance between circuits 
6 and 6 in ohms on the circuit 5 voltage base. As Z« and 
Zm are ohmic impedances on the circuit 4 base, it is con¬ 
venient to express the circuit 5 to circuit 6 impedance on 
the same base. Dividing by (l-HnO*, 


Zm _ ZpT I ZgT _ !h—Z 

(H-fii)* l+ai aiCl+aO (l+Wi)* 


Zm , ZgT N'-l 

(AT')* AT' "■^y'CAT'-l) N'* 


XZps (106) 
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The transformer can be represented by the positive- 
sequence equivalent circuit in Fig. 58(b). The relations 
between the impedances in the equivalent circuit and the 
impedances between circuits can be expressed as follows: 

Ztn-\-Zai’^Zu 

Zui-\-Zu’‘Zi» ( 107 ) 

Zai-¥Zu’=^^t 


Zai’^i Za+^^^-Zu 

_N'-irN'- 2 ^ 


ZpT + - 


_Z8T-^ ] 

(N'-D* "J 
Zht ~| 

(iV'-l)*J 


„ N* — If „ ^ Zbt 1 

_ _ N'-l \‘ N'+l ^ . ZgT 7 

“ 2N' 

^46 — ZpT 

Z», = (AT' - l)Zp8 

ZpT = ^46 


ZpT = ^46 


In the above equations Zhi, Zmi, Zli, ^^44 and Z46 are in 
ohms on the circuit 4 (a6c terminals) voltage base. Z^e is 
in ohms on the circuit 5 (a'6'c' terminals) voltage base. 
Zp8 and ZpT are in ohms on the P winding voltage base 
and ZsT is in ohms on the S winding voltage base. N' is 
defined as 1+ni, which is the ratio of line-to-line or line- 
to-neutral volti^ges between circuit 5 (a'6'c' terminals) 
and circuit 4 (abc terminals). 

The phase shifts between circuit voltages can be de¬ 
termined by applying positive-sequence voltages to ter¬ 
minals abc with the other two circuits open circuited. 
Under these conditions, 

which shows that the one 
ideal transformer has an ratio but no phase 
shift. 

St«Jffgg" - a*) 

e%^rhep^ntE^ 


IP n _ ^ IP _ ^ tP 

jj, -riSgg — 

l-a* ^ VT^ 






The second ideal transformer therefore has an turns 
ratio and a 30 degree phase shift. 

Negative-Sequence Circuit—A similar analysis 
made with negative-sequence voltages would show that 
the impedandes in the equivalent circuit are the same as in 
the positive-sequence circuit, and that the terminal volt¬ 
ages are related as follows: 

Ei^N'Et 

(113) 

The positive- and negative-sequence circuits are there¬ 
fore identical excepting for the direction of the phase shift 
introduced by the star-delta transformation. 

Zero-sequence circuit —The zero-sequence character¬ 
istics of the transformer can be obtained as follows: 

1. Apply zero-sequence voltages to terminals abc with 
terminals a'fcV connected to ground and the delta opened. 
This permits evaluation of the zero-sequence impedance 
between circuit 4 and circuit 5. 

2. Apply zero-sequence voltages to terminals abc with 
the delta closed and terminals a'b'c' open circuited. 

3. Apply zero-sequence voltages to terminals a'6'c' with 
the delta closed and terminals abc open circuited. 

The general procedure in writing the necessary equa¬ 
tions is similar to that followed in the positive-sequence 
analysis given above, and the zero-sequence analysis in 
section 57. It will be found that the zero-sequence im¬ 
pedances in the equivalent circuit shown in Fig. 58(d) are 
the same as the positive-sequence quantities, that is, 

Zho = Zhi 

( 114 ) 

Zlo = Zli 

If the neutral of the autotransformer is ungrounded, the 
zero-sequence equivalent circuit is altered considerably as 
shown in Fig. 60. In this case zero-sequence current flows 



Fig. 60—Zero-sequence equivalent circuit of an ungrounded 
three-winding autotransformer. 

between terminals abc and a'6'c' without transformation. 
Current in the S winding is balanced by circulating cur¬ 
rents in the tertiary, with no current flow in the P winding. 
The zero-sequence impedance is therefore determined by 
the leakage impedance between the S and T windings. 
Applying zero sequence voltages to the abc terminals, with 
the 0'6'c' terminals connected to ground and the tertiary 
closed, 

I.-U—’Hl, 

fix 

et^IxZr 
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Percent Quantities —The manufacturer normally ex- 
preasee transformer impedances in percent on a kva base 
correq>onding to the rated kva of the circuits involved. 
These percent values can be converted to ohms by the 


familiar relation 
^_10Z%E* 


where 


(116) 


Z -> impedance in ohms. 

Z%a> impedance in percent, 
kva » 3-phase kva rating of circuit. 

£wline-to-line circuit voltage in kv. 

Using the nomenclature onployed in the derivations, 

„ 10Z«% Et* . 

Z*»- ——where 

Ut 

Z 4 »line’to-line voltage, in kv, of circuit 4. 

U 4 « three-phase kva rating of circuit 4. 

Z 4 »% *• impedance between circuits 4 and 5 in per cent on 
kva rating of circuit 4. 

Z 4 (-> impedance between circuits 4 and 5 in ohms on 
the circuit 4 voltage base. 

Similar relations can be written for the other impedances 
involved. 

It should be noted that the impedances, as used in this 
ch^ter and in the Appendix, are expressed in terms of the 
voltage or kva rating d the circuit or winding denoted by 
the first subscript. For example Z 4 t is in ohms on the cir¬ 
cuit 4 voltage hsse, whereas Zt 4 would be in ohms on the 
circuit 5 voltage bam. Them impedances can be converted 
from one circuit bam to another as follows: 


^M-(iyz4, 

Zm%-^‘Z4,% (117) 

(/4 


The equivalent circuits can be based directly on percent 
quantities as shown in Table 7 of the Appendix. Con- 


adering the autotransformer with delta tertiary (cam D-1 
in Table 7), the equivalent circuit impedances can be 
obtained from the impedances between circuits as follows; 


Zm% - j[^Z,«%-|-Z«% -Z4.%] 
Zux% - i[z4,% -|-Z4.% - §-%.%] 
Zu% - §[z4.%+^%,% -Z44%] 


(118) 


The resulting impedances will all be in percent on the 
circuit 4 kva bam. 
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CHAPTER 6 


MACHINE CHARACTERISTICS 


Original Author: 

C. F. Wagner 

B efore the growth of the public utilities into their 
. present enormous proportions with large generating 
stations and connecting tie lines, machine perform¬ 
ance was largely judged in terms of the steady-state char¬ 
acteristics. The emergence of the stability problem gave 
rise to the analysis of the transient characteristics of 
machines and was largely responsible for our present 
knowledge of machine theory. A further contributing urge 
was the need for more accurate determination of short- 
circuit currents for the application of relays and circuit 
breakers. 

The variable character of the air gap of the conventional 
salient-pole synchronous generator, motor, and condenser 
with its concentrated field windings requires that their 
analysis follow a different line from that for machines such 
as induction motors, which have a uniform air gap and 
distributed windings. Blondel originally attacked this 
problem by resolving the armature mmf’s and fluxes into 
two components, one in line with the axis of the poles and 
the other in quadrature thereto. When the study of the 
transients associated with system stability was undertaken 



F4U 1—Cut-awajr vtow of uinlmlla-Qrpo wotorwho^ 
gonotator. 


Revised by: 

C. F. Wagner 



Fig. 2—Cut-away view of conyentional waterwheel generator. 

this conception was quickly recognized as an invaluable 
tooF*^ Since that time the method has been extended by 
subsequent investigators,*^ notably Doherty and Nickle, 
who introduced into the industry several new constants, 
such as transient reactance and subtransient reactance to 
describe machine performance under transient conditions. 

This chapter treats of the characteristics of synchronous 
and induction machines in the light of the development of 
the past twenty-five years. It will consider ste^y-state 
and transient conditions for both salient pole and cylin¬ 
drical rotor machines under both balanced and unbalanced 
conditions. There follows a discussion of the character¬ 
istics of induction motors under such transient conditions 
as might contribute to the short-circuit current of a system 
and might influence the choice of a circuit breaker. 

I. STEADY-STATE CHARACTERISTICS OF 
SYNCHRONOUS MACHINES 

The two general types of synchronous machines are the 
cylindrical rotor machine or turbine generator which has 
an essentially uniform air gap and the salient-pole gener¬ 
ator. Figs. 1 to 5 illustrate the outward appearances and 
cross-sectional views of typical modem machines. 

Typical saturation curves for a hydrogen-cooled turbine 
generator, a waterwheel-generator and a synchronous con¬ 
denser are shown in Figs. 6, 7, and 8 respectively. 

Because of the necessity of matching the speed of water- 
wheel-generators to the requirements of the waterwheels 
it is d^cult to standardise units of this type. However, 
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Fla. 3—Steam turbine generator installed at the Acme Sta¬ 
tion of the Toledo Edison Company, 90 000 kw, 85-percent 
power factor, 85-percent SCR.^ 13 800 volt, 3-phase, 60-cycie. 

great strides have been made with large 3600* rpm con¬ 
densing steam turbine-generators. These find their great¬ 
est application in the electric utility industry. Table 1 of 
Chap. 1 gives some of the specifications*® for these 
machines. 

The concept of per-unit quantity is valuable in compar¬ 
ing the characteristics of machines of different capacities 
and voltages. However, care must be exercised in the case 
of generators to use the same reference value for field cur- 



Flg. 5—Hydrogen-cooled frequency changer set Installed on 
the system of the City of Los Angeles, 60 000 kva; 600 rpm; 
50 cycle—11 500 volts; 60 cycles—13 200 volts. 


rent. Depending upon the application, either the field 
current for rated voltage in the air gap or the actual field 
current for rated voltage, including saturation, is used. 

1. Unsaturated Cylindrical-Rotor Machine Under 
Steady-State Conditions 

The vector diagram of Fig. 9 is the well-known diagram 
of a cylindrical-rotor machine. Consistent with the policy 
of this book, familiarity with this diagram is assumed. Let 
it sufl^ce merely to indicate the significance of the quan¬ 
tities. The vectors €% and i represent the terminal voltage 
to neutral and armature current, respectively. Upon add¬ 
ing the armature resistance drop, ri, and armature leakage 
reactance drop, xii to Ct, the vector ei is obtained, which 
represents the voltage developed by the air-gap flux 4>, 
which leads ei by 90 degrees. This flux represents the net 
flux in the air gap. To produce this flux a field current, /%, 
is required. The current It can be taken from the no-load 


Fig. 4—Cut-away view of hydro¬ 
gen-cooled turbine generator. 
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Fig* 6—Saturation cunret for typical hydrogen-cooled turbine Fig. 8—Saturation curves for typical hydrogen-cooled con- 

generator. denser. 



saturation curve of Fig. 10 as being the current required 
to produce ci. But, the armature current produces an mmf 
by its so-called armature reaction, which is in time phase 
with it and in terms of the field can be expressed as Ai, To 
produce the net mmf represented by the current, /t, the 
field current must be of such magnitude and the field 
structure must adjust itself to such position as to equal /f. 
In other words, It has now such position and magnitude 
tlmt It and Ai added in vectorial sense equals 1%. The 
triangle OAB^ formed by drawing AB perpendicular to t or 
At and OB perpendicular to OC, is similar to the triangle 
ODC; OB has the same proportionality to OC and AB to 
At as e\ has to 1%, Neglecting saturation, OB, designated 
AS €i, is thus the open-circuit voltage corresponding to the 


field current It] it is the voltage taken from the air-gap line 
of the no-load saturation curve for the abscissa corre¬ 
sponding to /f. The side A 5 of the triangle, since it is pro¬ 
portional to Ai and consequently proportional to the arma¬ 
ture current, can be viewed as a fictitious reactance drop. 
It is called the drop of armature reactance and is desig¬ 
nated x»t. The reactance drops x\i and xj can be com¬ 
bined into a single term called the synchronous reactance 
drop and there results 

Xd = X1 “f* X» (1) 

It follows from the foregoing that the internal voltage, ei, 
is equal to the vector sum of Ct, ri and j Xdf. The field 
current, It, can be determined for any condition of loading 
(neglecting saturation, of course) by merely calculating 
€{ and taking It from the air-gap line of Fig. 10, 

At no load the axis of the field winding, the line OC, leads 
the terminal voltage by 90 degrees. At zero power-factor, 
the vector diagram reduces to that shown in Fig. 11, which 
shows that, except for the effect of the resistance drop, the 
foregoing statement would still be true. As ri is only about 
one or two percent in practical machines, the statement 


B 



Fig. 9—Vector diagram of cylindrical-rotor machine. 
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10—No-load and full-load zero power-factor character* 
ittics of a generator. 


done, it can be seen that xj can likewise be thought of as 
arising from the two components of i in the form of x.dtd 
and Xaqiq, respectively, in leading quadrature to id and iq. 
In the case of a cylindrical rotor machine, x.d and x,q are 
both equal to Xa but a case will soon be developed for which 
they are not equal. 

The synchronous reactance, xa, can be obtained most 
conveniently from the no-load curve and the full-load zero 
power-factor curve. In Fig, 10 OA is the field current 
required to circulate fulMoad current under short-circuit 
conditions, the terminal voltage being zero. In this case 
all of the internal voltage (the ri drop can be neglected 
justifiably) must be consumed as synchronous reactance 
drop fxdi) within the machine. If there were no saturation, 
the internal voltage can be determined by simply reading 
the terminal voltage when the short-circuit is removed, 
maintaining the field current constant meanwhile. This 
voltage would in Fig. 10 be equal to AB, Thus the un¬ 
saturated synchronous reactance per phase is equal to the 
phase-to-neutral voltage AB divided by the rated current. 
When the saturation curve is expressed in per unit or per¬ 
cent it is equal to A B; but where expressed in generator- 


terminal voltage and field amperes, it is equal to ^^\l00) 

Iff 


in percent or 


/jr.1 


in per unit. 



Fig. II—Vector diagram of cylindrical-rotor generator at zero 
power-factor. 


2. Unsaturated Salient-Pole Machine Under Steady- 
State Conditions 

Given the proper constants, the performance of an un¬ 
saturated salient-pole machine at zero power-factor is the 
same as for a uniform air-gap machine. For other power- 
factors, conditions are different. A vector diagram for such 
machines is shown in Fig. 12. As before Ct and i are the 



Fig. 12—Vector diagram of salient-pole machine. 


can be accepted as true for all practical purposes. How¬ 
ever, as the real load is applied to the machine the angle 5 
increases from zero and the lead of OC ahead of et increases 
from 90 degrees to 90 degrees plus 6. The angle 5 is a real 
angle; it can be measured without much difficulty. 

It is convenient for some purposes to resolve the reac¬ 
tions within the machine into two components, one along 
the axis of the field winding and the other in quadrature 
thereto. In Fig. 9, the armature current is divided into 
the two components, ta, and, iq, in which the subscripts are 
significant of their respective components. Whep this is 


terminal voltage to neutral and the armature current, 
respectively, and e\ is the "voltage behind the leakage 
reactance drop. ” The flux is required to produce ci. This 
flux can be resolved into two components and <^q. The 
flux 4>d is produced by It and Aid, the direct-axis com¬ 
ponent of Ai, and 4>q is produced by Aiq, the quadrature- 
axis component of Ai. Here the similarity ceases. Because 
of the saliency effect, the proportionality between the 
mmf’s and their resultant fluxes is not the same in the two 
axes. When saturation effects are neglected $d can be re¬ 
garded as made up of a component produced by It acting 
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Fift. 13—Flux resulting from a sinusoidal mmf in 

(a) direct axis, 

(b) quadrature axis. 


the projection of BF upon OG is equal to Xdid so that OG 
becomes equal to e<i, the fictitious internal voltage, which 
is proportional to It- 

The armature resistance is usually negligible in deter- 
mining either the angle 5 or the excitation and for this case 


sin 5 —x<itq = X 42 cos((t> + b) 

Upon expanding the last term and solving for 5 

. . Xqf cos <l> 

tan 0 = —- 

sin <t> 

From Fig. 14, the internal voltage 


( 2 ) 

( 3 ) 


ed-Ct cos 5+Xdi sin (0+5) (4) 


alone and a component produced by Aid. The component 
produced by It can be regarded as producing the internal 
voltage €d. The mmf produced by Aid has a general sinu¬ 
soidal distribution in the direct axis as shown by Fig. 13(a). 
The resultant flux because of the variable reluctance of the 
air gap has the general shape indicated. It is the sinusoidal 
component of this flux that is effective in producing the 
Xad id drop shown in Fig. 12. In the quadrature axis, the 
component of mmf is likewise sinusoidal in nature as shown 
in Fig. 13b, and gives rise to the distorted flux form. In 
proportion to the mmf the sinusoidal component of flux is 
much less than for the direct axis. The effect of this com¬ 
ponent is reflected in the x«q tq drop of Fig. 12. In general 
Xaq is much smaller than x^d. 

The armature resistance and leakage reactance drops 
can also be resolved into its two components in the two 
axe^ much as x*i of Fig. 9 was resolved. When this is done 
the internal voltage Cd can be obtained by merely adding 
rid and n’q and then j Xq tq and j Xd td to the terminal voltage 
e.i. The notation Cd is used to differentiate the internal 
voltage in this development from that used with the 
cylindrical rotor machine theory. 

Another form of the vector diagram of the machine is 
presented in Fig. 14, which shows much better the relation 
between those quantities that are most useful for calcula¬ 
tion purposes. If from B the line BP of length XqX is drawm 
perpendicular to z, then since angle CBP is equal to 0+5, 
the distance BC is equal to XqZ cos (0+5), or XqZq. By 
comparing this line with the corresponding line in Fig. 12, 
it can be seen that the point P determines the angle 5. This 
relation provides an easy construction for the determina¬ 
tion of the angle 5 having given the terminal voltage, the 
armature current, and the power-factor angle, 0. Further, 



Fift. 14—Determination of internal angle, 6, and excitation of 
an unaaturated salient-pole machine when loading is known. 


The unsaturated synchronous reactance, Xd, can be de¬ 
termined from the noload and full-load zero power-factor 
curves just as for the machine with uniform air gap. The 
quadrature-axis synchronous reactance is not obtained so 



FOR SIGNIFICANCE OF QUANTITIES IN PARENTHESES REFER TO FiaiS 

Fig. 15—Determination of internal angle, 5, and excitation 
of a saturated salient pole machine when loading is known. 


easily but fortunately there is not as much need for this 
quantity. It can be determined from a test involving the 
determination of the angular displacement of the rotor as 
real load is applied to the machine and the use of Eq. (2), 
which gives 

fi sin 5 
z cas (</)+5) 

or it can be determined by means of a slip test. The slip 
test is described in the A.I.E.E. Test Code for Sjmehronous 
Machines'® of 1945 for a determination of xa. The test for 
the determination of Xq is identical except that the mini¬ 
mum ratio of armature voltage to armature current is used, 

3. Saturation In Steady-State Conditions 

Short-circuit ratio is a term used to give a measure of the 
relative st rengths of the field and armature ampere turns. 
It is defined as the ratio of the field current required to 
produce rated armature voltage at no load to the field 
current required to circulate rated armature current with 
the armature short-circuited. In Fig. 10 the SCR is equal 
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to When no saturation is present it is simply the 

if.i 

reciprocal of the synchronous impedance, Xd. 

It is impossible to specify the best specific SCR for a 
given system. In the past it has been the practice in Eu- 
^rope to use somewhat smaller SCR's than was the practice 
in this country. In recent years, however, the trend in this 
country has been toward smaller values. The Preferred 
Standards for Large 3600-rpm Condensing Steam Turbine- 
Generators* specifies SCR of 0.8. 

The desire for smaller SCR^a springs from the fact that 
the cost is smaller with smaller SCR, On the other hand, 
static stability is not as good with smaller SCR, Regula¬ 
tion is also worse but both of these effects are alleviated in 
part by automatic voltage regulators. For most economical 
design a high SCR machine usually has a lower Xd. There¬ 
fore, both because of its lower Xd and higher WR^ a high 
SCR has a higher transient stability. This is not usually 
a significant factor particularly in condensing turbine ap¬ 
plications, because transient stability is not of great im¬ 
portance in the systems in which they are installed. It 
may be quite important for hydro-generators; the Boulder 
Dam machines, for example, are designed for SCR'a of 
2.4 and 2.74. 

The effects of saturation arise primarily in the deter¬ 
mination of regulation. Tests indicate that for practical 
purposes both the cylindrical rotor and the salient-pole 
machine can be treated similarly. Consideration will be 
given first to the characteristics for sero-power-factor load¬ 
ing. Fig. 11 shows that for sero power-factor, the ri drop 
of the machine is in quadrature to the terminal voltage 
and internal drop and can have little effect upon regulation. 
It will therefore be neglected entirely. 

The determination of the rated-current zero-power- 
factor curve can be developed as follows. Take any ter¬ 
minal voltage such as MN of Fig. 10. The voltage behind 
leakage reactance is obtained by adding to this voltage the 
leakage reactance drop, SR, which gives the line PQ, The, 
distance PR then gives the field current necessary for 
magnetizing purposes. In addition, however, field current 
is required to overcome the demagnetizing effect of the 
armature current. This mmf is represented on the curve 
by the distance ST, giving MT as the field current required 
to produce the terminal voltage OM with rated current 
in the armature. Other points on the rated-current 
zero-power-factor curve can be obtained by merely 
moving the triangle RST along the no-load saturation 
curve. 

Upon sliding the triangle RST down to the base line, it 
can be seen that the total field current required to circulate 
rated current at short circuit which is represented by the 
point A, can be resolved into the current OD necessary to 
overcome leakage reactance drop and the current DA re¬ 
quired to overcome demagnetizing effects. Neither leakage 
reactance nor the field equivalent of armature current are 
definite quantities in the sense that they can be measured 
separately. They may be calculated but their values are 
dependent upon the assumptions made for the calculations. 
Synchronous reactance, Xd, is a definite quantity and is 
equal to the distance AO expressed in either per unit or 
percent. When either x\ or x* is assumed, then the other 


becomes determinable from Eq. (1) or from the triangle 
just discussed. 

The foregoing anal 3 r 8 is is not strictly correct, as it neg¬ 
lects certain changes in saturation in the pole structure. 
The leakage from pole to pole varies approximately pro¬ 
portional to the field current and the point T was deter¬ 
mined upon the basis that this leakage was proportional 
to the field current MS, The increased field leakage at the 
higher excitation produces greater saturation in the field 
poles and this in turn increases the mmf required to force 
the fiux through the pole. The net effect is to increase the 
field current over that determined by the method just 
discussed causing the two curves to separate more at the 
higher voltages. 

The concept of the determination of the curve of rated 
current at zero-power-factor by the method just described 
is valuable and in an attempt to retain the advantages of 
this method the concept of Potter reactance, Xp, is intro¬ 
duced. The Potier reactance is the reactance that, used in 
a triangle of the general type described, will just fit be¬ 
tween the two curves at rated voltage. It can be deter¬ 
mined from test curves, see Fig. 16, by drawing DE equal 



Fig. 16 —Zero power-factor characteriatlcs of generator. 

to OA and then EF parallel to OB. The distance FG is 
then the Potier reactance drop. Potier reactance is thus a 
fictitious reactance that gives accurate results for only one 
point, the point for which it is determined. For most ma¬ 
chines it is sufficiently accurate to use the one value ob¬ 
tained at rated voltage and rated current. Potier reactance 
decreases with increased saturation. Sterling Beckwith^* 
proposed several approximations of Potier reactance, the 
two simplest are: 

Xp "“Xi-f-O.GSfxd^—Xi) 

and 

Xp>»0.8xd. 

For other loads at zero-power-factor, the conventional 
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method is to divide the lines BA and FD of Fig. 16 in 
proportion to the armature current. Thus for three-fourths 
rat^ current the regulation curve would be the line HJ in 
which BH and FJ are three-fourths of BA and FD, 
respectively. 

For power-factors other than zero, several methods are 
available to determine the regulation. They all give sur¬ 
prisingly close results, particularly at lagging power- 
factors. The problem may take either of two forms; the 
determination of the terminal voltage when the load cur¬ 
rent, load power-factor, and excitation are given, or the 
determination of the excitation when the load current, load 
power-factor, and terminal voltage are given. The resist¬ 
ance drop is so small that it is usually neglected. 

(a) Adjusted Synchronous Reactance Method ^— 
This method utilizes the no-load and the rated-current 
zero-power-factor curves. To obtain the excitation at any 
other power-factor for rated current, an arbitrary excita¬ 
tion is chosen such as OC of Fig. 17. The no-load voltage 



Pig. 17—Determination of regulation cunree for power-factors 
other than aero by the ^‘adjusted synchronous reactance 
method.** 


CA is then regarded as an internal voltage and the distance 
AB as an internal drop of pure reactance, which is laid off 
in proper relation with the terminal voltage as indicated 
by the powei^factor of the load. The construction is as 
follows: The adjusted synchronous reactance drop AB is 
laid off to make an angle with the X-axis equal to the 
power«factor angle. A line equal to the distance AC is then 
scribed from the point A until it intercepts the F-axis at 
*Ds 0 oribed as Method (c) Para. 1.540 in Refeienoe 10. 



Fig. 18—Determination of excitation, including the effects of 
saturation. 


the point F. The vertical distance OF is then the terminal 
voltage for the particular excitation. Following this pro¬ 
cedure another excitation is chosen and the construction 
repeated from which the dotted line is obtained. The inter¬ 
section of the line with the normal voltage gives the excita¬ 
tion for the desired power-factor at rated load. If the 
machine is not operating at rated current, the zero-power- 
factor curve corresponding to the particular current should 
be used. 

(&) General Method —For lack of a better name this 
method has been called the ‘‘General Method.*' It is ba^ 
upon the assumption that saturation is included by reading 
the excitation requirements from the no-load saturation 
curve for a voltage equal to the voltage behind the Potier 
reactance drop. 

The method is described in Fig. 19 with all terms ex¬ 
pressed in per unit. The voltage, Cp, is the Potier internal 
voltage or the voltage behind the Potier reactance drop. 



Fig. 19—Determination of field current for round rotor 
machine with saturation included by adding s in phase 

with Op. 
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The distance jk represents the synchronous reactance drop, 
Xdi. If there were no saturation the 8)mchronou8 internal 
voltage would be Ok. When using per unit quantities 
throughout this is also equivalent to the field current. 
This method includes the effect of saturation by simply 
adding si the increment in field current for this voltage in 
excess of that required for no saturation, to Ok in phase 
with ep, giving as a result, Oh. When per unit quantities 
are not used the consta^^tion is a little more complicated. 
It involves the construction of Cp separately so that s can 
be obtained in terms of field current. This quantity is then 
added to the diagram for no saturation in terms of the field 
current. In Fig. 18, first lay off from the terminal voltage, 
Oa, and then the Xp drop oc at an angle with the horizontal 
equal to the power-factor angle. Oc then represents Cp. By 
scribing this back to the ordinate and reading horizontally, 
the excitation corresponding to this voltage is obtained. 
The effect of saturation is introduced by the distance s. 
The field current required if there were no saturation is 
obtained by the construction Oj and jk where Oj represents 
the excitation, ap, required to produce the terminal voltage 
at no load and jk the excitation, oty for the synchronous 
reactance drop, read from the abscissa. These vectors 
correspond to Ct and jk^ respectively, in Fig. 19 except 
that they are in terms of field current. If kh^ equal to the 
saturation factor, s, is added along a line paraJlel to Oc, 
the total excitation Oh is obtained. 

(c) Round Rotor Potier Voltage Method^—This 
method is the same as (b) except that the effect of satura¬ 
tion s, in Fig. 18 is, for the sake of simplicity laid off along 
OA:, making am the desired excitation. As can be seen, 
there is little difference between those two methods. This 
method gives the best overall results, especially at leading 
power factors. The particular name of this method was 
assigned to distinguish it from the next method. 

(d) Two-Reaction Potier Voltage Method —This 
method is similar to that of (c), except that the two-reac¬ 
tion method of construction shown in Fig. 14 is used to 
determine the excitation before including the saturation 
factor s. Fig. 15 shows the entire construction. For the 
sake of comparison wdth other methods, the construction 
is also showm in Fig. 18. The construction is the same as 
(c) except that the line Oq is made to pass through the 
point g instead of k. This arises because Xq is smaller than Xd. 

4. Reactive Power Capacity 

The capacity of a synchronous machine to deliver re¬ 
active power is dependent upon the real power that it 
delivers. Two limitations from the heating standpoint are 
recognized: (1) that due to the armature, and that due 
to the field. Figure 20 shows the reactive power capability 
of a standardized 3600-rpm steam turbine-generator. Real 
power is plotted as abscissa and reactive power as ordinate. 
All the curves are arcs of circles. The line centering about 
the origin represents the limit imposed by the condition of 
constant armature current whereas the other arc by con¬ 
stant field current. With regard to the latter, the generator 
can be likened to a simple transmission line of pure react¬ 
ance, Xd, with the receiver voltage held at a constant value, 
«t, the terminal voltage of the generator, and with the 

^Described as Method (a) Para. 1.520 in Reference 10. 



Fig. 20—Reactive power capacity of steam turbine generator 
20 000 kw, 23 529 kva, 0.85 p.f., 0.8 SCR, at 0.5 psig hydrogen. 


sending voltage held at a constant value Cd- As shown in 
Chaps. 9 and 10 the power circle of a line of such character- 

istics has its center in the negative reactive axis at — and 

Xd 


its internal voltage, ed, must be such that its radius, 

Xd 

passes through the point of rated real power and rated 
reactive power. Actually, however, the center is usually 
located at a point equal to {SCR) times (rated kva). This 
is to take care of saturation effects. Since, however, with 

no saturation — is equal to SCR, it can be seen that for 

Xd 

this condition both relations reduce to an equivalence. 

The leading kvar capacity (underexcited) of air-cooled 
condensers is usually about 50 percent of the lagging kvar 
capacity but for hydrogen-cooled condensers about 42 
percent. 


11. THREE-PHASE SHORT CIRCUIT 

In addition to its steady-state performance, the action 
of a machine under short-circuit conditions is important. 
The presence of paths for flow of eddy currents as provided 
by the solid core in turbine generators and by the damper 
windings in some salient-pole machines makes the treat¬ 
ment of these machines, from a practical viewpoint, less 
complicated than that for salient-pole machines without 
damper windings. For this reason the three-phase short- 
circuit of these types of machines will be discussed first. 
Armature resistance will be neglected except as it influences 
decrement factors. 
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5. Three-phase Short-Circuit of Machines with 
Current Paths in Field Structures 

Consideration will be given to a simultaneous short- 
circuit on all phases while the machine is operating at 
no-load normal voltage without a voltage regulator. 

The general nature of the currents that appear is shown 
in Fig. 21. They can be divided into two parts: 

a. An alternating component in the armature and as¬ 
sociated with it an unidirectional component in the field. 
These two components decay or decrease together with the 



same time constants. The alternating armature component 
can be regarded as being produced by its associated uni¬ 
directional component in the field. All phase components 
of the alternating current are essentially the same except 
that they are displaced 120 electrical degrees.* 

b. An unidirectional component in the armature and an 
alternating component in the field or in the damper wind¬ 
ings. In this case, likewise, the alternating current in the 
field winding can be regarded as produced by the uni¬ 
directional component in the armature. 

6. Alteraatlnft Component of Armature Current 

This component can in turn be resolved into several 
components, the r.m.s. values of which are sliown in Fig. 
22. They are : 

a. The steady-state component 

b. The transient component 

c. The subtransient component 

Each of these components will be discussed separately. 

Steady-State Components— steady-state com¬ 
ponent, as its name implies, is the current finally attained. 
Because of the demagnetizing effect of the large short- 
circuit current, the flux density within the machine de¬ 
creases below a point where saturation is present. Satura- 

*The machine used In this case was a salient-pole machine. As 
will be seen later, such machines also contain a second harmonic 
component of current. This type of machine was chosen to show 
more clearly the presence of fiidd and damper currents. 



Fig. 22—Symmetrical component of armature short-circuit 
current (three-phase short circuit from no-load rated volt¬ 
age). Values are rms. 


tion is important only as it affects the field current neces¬ 
sary to produce normal voltage at no load. The steady- 
state value of short-circuit current is thus equal to the 
line-io-neutral voltage read from the air-gap Uno for the 
value of field current required to produce normal voltage 
divided by the synchronous reactance in ohms. 

Transient Component —If the excess of the symmet¬ 
rical component of armature currents over the steady-state 
component be plotted on semi-log paper, it can be seen 
that this excess, except for the first few cycles, is an ex¬ 
ponential function of time fthe points lie in a straight line). 
Extending this straight line back to zero time and adding 
the steady-state component, the so-called transient com- 
ponentf id', or armature current is obtained. This compo¬ 
nent is defined through a new reactance, called the transient 
reactance by means of the expression 

. f Crated 

Id = — 7 ~- 
X d 

The manner in which this quantity is related to the ex¬ 
ponential and steady-state terms is shown in Fig. 22. 

In discussing this component, the presence of the 
damper-winding currents of salient-pole machines and 
rotor eddy currents of turbine generators can, for the 
moment, be neglected. Before short-circuit occurs the flux 
associated with the field windings can be broken up into 
two components (see Fig. 23), a component that crosses 
the air gap and a component 4>i, a leakage flux that can 
be regarded as linking all of the field winding. Actually, 
of course, the leakage flux varies from the base of the pole 
to the pole tip. The flux is so weighted that it produces 
the same linkage with all the field turns as the actual leak¬ 
age flux produces with the actual turns. It is approximately 
proportional to the instantaneous value of the field current 
It, The total flux linkages with the field winding are then 
those produced by the flux (.$+^i). As the field structure 
rotates, a balanced alternating voltage and current of nor¬ 
mal frequency are produced in the armature. Because the 
armature resistance is relatively small, its circuit can be 
regarded as having a power-factor of zero. The symmet¬ 
rical current thus produced develops an mmf that rotates 
synchronously and has a purely demagnetizing, as con¬ 
trasted with cross magnetizing, effect on the field fluxes. 

It is a well-known fact that for the flux linkages with a 
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Fig. 23—Air-gap and leakage fluxes at no load. 


circuit to change instantly, an infinitely large voltage is 
necessary and the assumption is justified that, for the tran¬ 
sition period from the no load open-circuited condition to 
the short-circuited condition, the fiux linkages with the field 
winding can be regarded as constant. This is equivalent to 
saying that the flux remains constant. In order 

that this flux remain constant in the presence of the de¬ 
magnetizing effect of the armature current, it is necessary 
that the field current It increase to overcome the demag¬ 
netizing effect of the armature current. If It increases then 
‘^ 1 , which is proportional to it, must likewise increase. It 
follows then that ^ must decrease. Consideration of the 
steady-state conditions has shown that the air-gap voltage, 
€if is proportional to the air-gap flux The armature 

current for short-circuit conditions is equal to —. If ^ and 

Xi 

consequently ei had remained constant during the transi¬ 
tion period, then the transient component of short-circuit 
current would be merely the no-load voltage before the 
short-circuit divided by the leakage reactance and the 
transient reactance would be equal to the armature leakage 
reactance xi. However, as just shown, the air-gap flux 
decreases and, therefore, the armature current is less. It 
follows then that the transient reactance must be greater 
than the armature leakage reactance. It is a reactance 
that includes the effect of the increased field leakage 
occasioned by the increase in field current. 

Under ste^y-state conditions with no saturation, the 
armature current can be viewed as produced by a fictitious 
internal voltage equal to Xd id whose magnitude is picked 
from the air-gap line of the no-load saturation curve for 
the particular field current. At the first instant of short- 
circuit, the increased armature current, id', can likewise be 
viewed as being produced by a fictitious internal voltage 
behind synchronous reactance, whose magnitude is Zdu' or 

Xd^^^, if the short-circuit be from rated voltage, no load. 

Xd 

This voltage provides a means for determining the initid 
value of the unidirectional component of field current by 
picking off the value of U on the air-gap line of the no-load 
saturation curve corresponding to this voltage. If it were 


possible to increase the exciter voltage instantaneously to 
an amount that would produce this steady-state field cur¬ 
rent, then this component of short-circuit current would 
remain sustained. It is important to grasp the significance 
of this truth. There is always a constant proportionality 
between the alternating current in the armature and the 
unidirectional (often called direct-current) component of 
current in the field winding, whether the operating condi¬ 
tion be steady-state or transitory. 

The initial value of armature current, as stated, grad¬ 
ually decreases to the steady-state and the induced current 
in the field winding likewise decreases to its steady-state 
magnitude. The increments of both follow an exponential 
curve having the same time constant. Attention will next 
be given to considerations affecting this time constant. 

If a constant direct voltage is suddenly applied to the 
field of a machine with the armature open-circuited, the 
current builds up exponentially just as for any circuit hav¬ 
ing resistance and inductance in series. The mathematical 
expression of this relation is: 

( 6 ) 

in which 

is the exciter voltage. 

f f is the resistance of the field winding in ohms. 

Tdt, is the open-circuit transient time constant of the 
machine or of the circuit in question in seconds. 
i is time in seconds. 

The time constant is equal to the inductance of the field 
winding divided by its resistance. In the case of the short- 
circuited machine, it was shown that at the first instant 
the flux linkages with the field winding remain the same 
as for the open-circuit condition, but that the direct com- 

pouent of field current increases to —; times the open¬ 
ed 

circuit value before short-circuit. Since inductance is 
defined as the flux linkages per unit current, it follows 
then that the inductance of the field circuit under short- 

circuit must equal — times that for the open-circuit con- 

Xd 

dition. The short-circuit transient time constant, that is, 
the time constant that determines the rate of decay of the 
transient component of current must then equal 
/ 

Td'-*—T'do in seconds 
Zd 

The component of armature current that decays with 
this time constant can then be expressed by 

(»d'-td)«~^ 

When t is equal to T/ the magnitude of the comp<Hient 
has decreased to c~‘ or 0.368 times its initial value. This 
instant is indicated in Fig. 22. 

Subtronsient Component —In the presence of damp¬ 
er windings or other paths for eddy currents as in turbine 
generators, the air-gap flux at the first instant of short- 
circuit is prevented from changing to any great extent. 
This results both from their close proximity to the air g^p 
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and from the fact that their leakage is much smaller than 
that of the field winding. Consequently, the initial short- 
circuit currents of such machines are greater. If this excess 
of the symmetrical component of armature currents over 
the transient component is plotted on semi-log paper, the 
straight line thus formed can be projected back to sero 
time. This sero-time value when added to the transient 
component gives the subtransient current, td". This sub- 
trannent current is defined by the sublransteni reactance in 
the expression 


Xi 

The subtransient reactance approaches the armature leak¬ 
age differing from that quantity only by the leakage of the 
damper windings. 

Since the excess of the armature currents represented 
by the subtransient components over the transient coir. 
ponents are sustained o^y by the damper winding cur 
rents, it would be expected that their decrement would be 
determined by that of the damper winding. Since the 
copper section of this winding is so much smaller than 
that of the field winding, it is found that the short-circuit 
subtransient time constant, Ta", is very small, being 
about 0.05 second instead of the order of seconds as is 
characteristic of the transient component. The component 
of armature current that decays with this time constant is 
HJ'—ie) and can be expressed as a function of time as 

Thus the time in seconds for this component to decrease 
to 0.308 times its initial value gives Td" as indicated in 
Fig. 22. 

Tests on machines without damper windings show that 
because of saturation effects, the short-circuit current even 
in this case can be resolved into a slow transient component 
and a much faster subtransient component. The influence 
of current magnitudes as reflected by saturation upon the 
transient and subtransient reactance is discussed in more 
detail under the general heading of Saturation. 

7. Total Alternating Component of Armature Cur¬ 
rent 

The total armature current consists of the steady-state 
value and the two components that decay with time con¬ 
stants Ta and Td". It can be expressed by the following 
equation 

(fd" -fd') (»d' - id) «■ ’^'+td (7) 

The quantities are all expressed as rms values and are equal 
but displaced 120 electrical degrees in the three phases. 

8. Unidirectional Component of Armature Current 

To this point consideration has been given to flux link¬ 
ages with the field winding only. The requirement that 
these linkages remain constant at transition periods de¬ 
termined the alternating component of armature current. 
Since these components in the three phases have a phase 
displacement of 120 degrees with respect to each other, 


only one can equal sero at a time. Therefore at times of 
three-phase short-circuits, the alternating component of 
current in at least two and probably all three phases must 
change from sero to some finite value. Since the armature 
circuits are inductive, it follows that their currents cannot 
change instantly from zero to a finite value. The “theorem 
of constant flux linkages’’ must apply to each phase sepa¬ 
rately. The application of this theorem thus gives rise to 
an unidirectional component of current in each phase equal 
and of negative value to the instantaneous values of the 
alternating component at the instant of short circuit. In 
this manner the armature currents are made continuous as 
shown in Fig. 24. Each of the unidirectional components 



Fig. 24—The inclusion of a d-c component of armature 
current whose existence is necessary to make the armature 
current continuous at the instant of short circuit. 

in the three phases decays exponentially with a time con¬ 
stant called the armature short-circuit time constant. 
The magnitude of this time constant is dependent upon 
the ratio of the inductance to resistance in the armature 
circuit. As will be shown the negative-sequence reactance, 
Xi, of the machine is a sort of average reactance of the 
armature with the field winding short-circuited, so that it 
is the reactance to use in determining There exists then 
the relation 


r*=;~^in seconds (8) 

2ir/ra 

in which r. is the d-c resistance of the armature. The 
quantity 2ir/ merely converts the reactance to an induc¬ 
tance. 

The maximum magnitude which the unidirectional 


PROJECTION AXIS FOR PHASE b 



Fig. 25—Representation of instantaneous currents of a three 
phase system, (a) Three separate vectors projected on x-azis, 
(b) Single vector projected on three axes. 
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component can attain is equal to the maximum of the 
alternating component. Therefore, 


/^ grat»d 

Xd 


A 83 rmmetrical three-phase sot of currents can be repre¬ 
sented as the projection of tliree equal-spaced and equal 
length vectors upon a stationary reference, say the real 
axis. They can also be represented as the projection, as it 
rotates, of one vector upon three stationary axes, spaced 
120 degrees. These axes can conveniently be taken as 
shown in Fig. 25, as the horizontal-axis and two axes hav¬ 
ing a 120-degree relation therewith. Since the initial mag¬ 
nitude of the unidirectional components are the negatives 
of the instantaneous values of the alternating components 
at zero time, then the unidirectional components can be 
represented as the projection of a single vector onto the 
three equal-spaced axes. This fact is used at times to 
determine the maximum magnitude which the unidirec¬ 
tional component can attain. By its use it is unnecessary 
to await a test in which the maximum happens to occur. 
This method is in error, however, for machines in which 
Xq" and Xd" are radically different. 


9. Total RMS Armature Current 

The rms armature current at any instant is 




The minimum current thus occurs in the phase in which 
the unidirectional component is zero and the maximum 
occurs when the unidirectional component is a maximum, 
that is, when maximum dissymmetry occurs. Since the 
maximum value that the unidirectional component can 


attain is y/2 then 



Of course, a rms value as its name implies, is an average 
quantity and is usually taken over a cycle or half cycle 
of time. The foregoing expression assumes that both the 
alternating and the unidirectional components do not de¬ 
crease, because of the natural decrement, during the first 
cycle. In reality the decrement is usually sufficient to 
make the effect noticeable. In applying circuit breakers 
it is usual to use a factor 1.6 instead of \/3. This factor 
includes a small decrement. 


10. EflFect of External Impedance 

If the short-circuit occurs through an external imped¬ 
ance re,i+j x«it, and is not too large, their effect can 
be introduced by merely increasing the armature constants 
by these amounts. Thus the components of short-circuit 
current become 


^eatl 


At no load 

Id =-- 

T Xajit 


( 12 ) 

(13) 


The short-circuit time constant is affected in a similar 
manner 

a in seconds (14) 

For the armature time constant, the external reactance 
must be added to the negative-sequence reactance of the 
machine and the external resistance to the armature resist¬ 
ance of the machine. The expression then becomes 

Ta = in seconds (15) 

27r/(r.-hr„t) 

Because of the much lower ratio of reactance to resistance 
in external portions of circuits, such as transformers or 
transmission lines, in the vast majority of cases T* for 
faults out in the system is so small as to justify neglecting 
the unidirectional component of current. 

11. Short Circuit from Loaded Conditions 

The more usual case met in practice is that of a short- 
circuit on machines operating under loaded conditions. As 
before, the short-circuit current in the armature can be 
divided into two components, a symmetrical alternating 
component, and a unidirectional component. 

Alternating Component —The alternating compo¬ 
nent in turn can be resolved into three components: (1) 
steady state, (2) transient, and (3) subtransient. Each of 
these components will be discussed individually. 

The load on the machine affects the steady-state com- 
ponent only as it influences the field current before the 
short circuit. The field current can be determined by any 
of the methods discussed under the heading of **Steady- 
State Conditions.” Saturation will be more important than 
for the no-load condition. The steady-state short-circuit 
current is then equal to the line-to-neutral voltage read 
from the air-gap line for the field current obtained for the 
loaded condition divided by xa- 

In the discussion of the determination of the transient 
component from the no-load condition, it was stated that 
the quantity that remained constant during the transition 
period from one circuit condition to another, is the flux 
linkages with the field winding. For the short-circuit from 
loaded conditions this same quantity can be used as a basis 
for analysis. Consideration will be given first to a load 
before short circuit whose power factor is zero, lagging, 
and whose current is I'dL. The flux linkages before short 
circuit will be determined by a superposition method, 
obtaining first the linkages with the field winding for zero 
armature current and any terminal voltage and then the 
flux linkages with armature current, I'dL, and zero terminal 
voltage. The total flux linkages is the sum of the two 
values so obtained. 

Let be the flux linkages with the field winding at 
no-load at rated voltage. For any other terminal voltage 
such as Ct, the flux linkages will be equal to 


Cx 

^rAt©d 




(16) 


By definition the transient reactance of a machine is 
equal to the reactance which, divided into the line-to- 
neutral rated voltage, gives the transient component of 
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short-circuit current at no-load normal voltage. If this 
short-circuit current is designated as tVi, then 


tVi' 




( 17 ) 


At the instant of short-circuit from no-load at rated volt¬ 
age, the flux linkages with the field winding, ^i, remain 
constant. The demagnetizing effect of the armature cur¬ 
rent is overcome by an increase in the field current. Thus 
the armature current id i with its associated field current 
which is always proportional to it, can be regarded as pro¬ 
ducing the flux linkages ipi with the field winding. For any 
other armature current, id', assuming always that the 
armature is short-circuited, the flux linkages with the field 


id' 


winding are equal to — Combined with Eq. (17), 

Id 1 


While this 


id'i can be eliminated giving ^ = id'^^^. 

Crated 

expression was derived from considerations applying only 
to the instant of transition, its application is more general. 
The only necessary considerations that must be satisfied 
are that the armature be short-circuited 8nd that the field 
current contain a component of current to overcome the 
demagnetizing effect of the armature current. But these 
conditions are always satisfied even under steady-state 
conditions of short circuit, so, in general, it is permissible 
to replace id' in this expression by idL- The flux linkages 
with the field winding for the steady-state short-circuit 


condition thus become idL* 


Xd'^l 

Crat«d 


By application of the superposition theorem, the total 
flux linkages with the field winding can then be regarded 
as the sum of the flux linkages produced by the terminal 

Ct 

voltage, namely and those by the armature cur¬ 


^rated 


rent with zero terminal voltage, namely idc' 


^raied 


If the 


armature current lags the voltage by 90 degrees^ then the 
linkages are directly additive, and there results for the 
flux linkages with the field 


... 

yi+tdL- 

Crated 


Crated 


» (Ct+Xd^tdO 


Crated 


( 18 ) 


Since the flux linkages with the field winding produced 
by a unit of current id under short-circuit conditions is 

equal to then the transient component of short- 


^ralad 



Fig. J6—Gonstnictlan for the dotermliuitloii of Internal volt¬ 
ages si' and 6i". 


circuit current can be determined by dividing these 
linkages into the total flux linkages just determined. This 
gives 


^ ^ ei+xqiit 

Xa 


( 19 ) 


Cratad 


The numerator of this quantity can be regarded as an 
internal voltage, Cd', which is equal to the terminal voltage 
plus a transient reactance drop produced by the load 
current. 

When the power factor of the loads considered is other 
than zero lagging, the vector sense of current and terminal 
voltage must be introduced. This can be accomplished by 
computing e^ for the operating condition in the same man- 



Fig. 27—Machine Internal voltage as a function of reactance. 
Full-load rated voltage. 


ner that Cd was determined in Fig. 14, except that Xd should 
be replaced by Xd'. The voltage Cd' should then replace 
et+Xd tdL in Q9). However, for nearly all practical pur¬ 
poses it is sufficiently accurate to replace 6d' by the ampli¬ 
tude of a quantity 6i', which is usually referred to as the 
voltage behind transient reactance to distinguish it from 
similar internal voltages for which leakage, S3mchronous 
or subtransient reactance is used. The construction for 
this quantity is shown in Fig. 26 and to assist in the ready 
evaluation of the amplitude the curves in Fig. 27 are 
provided. The transient component of short-circuit current 
is then 


i' 



( 20 ) 


The subtransient component of short-circuit current is 
obtained in a manner similar to the transient component 
except that the subtransient reactance is used in the calcu¬ 
lation of the internal voltage ci". For loads of zero-power- 
factor lagging the subtransient reactance drop, Xd”idu 
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caused by the armature current is directly additive to the 
terminal voltage and for *ero-power-factor leading directly 
subtractive. For other power-factors e" can be obtained 
from Fig. 27 by using xt". The subtransient component of 
short-circuit current is then 

( 21 ) 

Unidirectional Component —In the three-phase 
short-circuit from no load, the unidirectional component 
of current was introduced to prevent a non-continuous 
transition of the instantaneous value of current from the 
no-load to the short-circuit condition. The unidirectional 
current performs a similar role for the short-circuit from 
loaded condition. Before the short-circuit the armature 
current is equal to tdL and has some position with reference 
to Ct such as shown in Fig. 28. The subtransient com- 





Fig. 28 —Showing that Ido for a short circuit from load is equal 
to the negative of y/J times the difference between i" and i. 


ponent, i", lags ei" by ninety degrees so i" and idL will be 
determined with respect to each other. The y/2 times the 
vector difference between these two quantities (since they 
are rms magnitudes) gives the unidirectional component 
necessary to produce smooth transition. The magnitude 
of this quantity varies between this amplitude and aero 
depending upon the point in the cycle at which short- 
circuit occurs. 

Other Considerations —Time constants are not influ¬ 
enced by the nature of loading preceding the short-circuit. 
Total rms currents can be determined by the relations 
already given. 

12. Three-Phase Short Circuit of Salient-Pole Ma¬ 
chine without Damper Windings 

For most applications it is sufficiently accurate to treat 
the salient-pole machine without damper windings just as 
other machines. It must be recognized, however, that this 
is only an approximate solution. Among other complica¬ 
tions, in reality a strong second harmonic is present in the 
armature current. Doherty and Nickle* have developed 
expressions for the armature currents for a three-i^iase 
short circuit from no load. These are given below. 


cos (2Tft+a) + ^ cos (2irft+a) 

Xd 

— ^ ^co8a(’22) 
4- — coe (2T/f-|-a-120“) 

Xd^d 

+— cos (2irft+a-12Xf) 

Xd 

^ cos 

ZXdXt^ 

cos (a+ 12(f) (23) 

2xd'xq 

COS (2T//+a+120°) 

XdXd 


+%oe (2ir/f+a+120°) 

Xd 

COB (4T/^+a+120°) 

2 xdXQ 

C 08 (a- 12(f). (24) 

2Xd Xq 


Where 

et* Terminal voltage before short-circuit. 

rp 2Xi Xq 

*“r(xa'+x,)- 


(25) 

(26) 


c = Angle which indicates point on wave at which 
short-circuit occurs. 

The instantaneous field current, Id, is 


Id 


Xj-Xd' 

Xd 


li 


[< 


I _ I 

Td'—d ^ cos 27r/i 


] 


+ /f 


Where 


li = Initial value of field current. 


(27) 


III. UNBALANCED CONDITIONS 


13. Phase Currents for Unbalanced Short Circuits 


As explained in the chapter relating to Symmetrical 
Components, the unbalance operating conditions of a 
rotating machine can for most purposes be described in 
terms of three characteristic constants: the positive-se¬ 
quence impedance, the negative-sequence impedance, and 
the zero-sequence impedance. The short-circuit currents 
can be resolved, as before, into the steady-state, transient, 
and subtransient components. The difference between 
these components decreases exponentially as before. The 
components of armature current and the time constants 
for the different kinds of short-circuits are given below for 
short-circuits at the terminals of the machine. 

For three-phase short-circuit: 


Xd Xd Xd Xd 


For terminal-to-termiiial diort circuit, the arc components 
of the phase currents are given by 
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t! _ 

“xa'^+a:* 

ySgi 

id+x* 


Td' 


Xd'+af» 

Xd'+X*^, 

-;-i do 

Xd + X, 


(29) 


in which Xs is the negative-sequence impedance of the 
machine 

For terminal-to-neutral short circuit, the a-c components 
of the phase currents are given by 


t 


3fi" 

Xd" + X2 + Xo 
S^i 

Xd + Xj + Xo 


Xd' + X2 + Xo 

fp / _ ^<1 "^”^2*4 “Xo^; 

id =—^-;—i do 

Xd“rXi-+-Xo 


(30) 


in which Xo is the zero-sequence impedance of the fnachine. 
The subtransient time constant, Td", does not change sig¬ 
nificantly with different conditions and, therefore, the 
single value is used for all conditions. The unidirectional 
components and the rms values are determined just as 
described under the general subject of “Short Circuit from 
Load.” The above values of ei, and e/' will naturally 
be those values corresponding to the particular load 
condition. 

The ratio of the phase currents for terminal-to-neutral 
to three-phase short circuits can be obtained from Eq's (30) 
and (28). Thus, for the phase currents 


Terminal-to-neutral short circuit 3xd^^ 

Three-phase short circuit Xd"*fx 2 -f Xo 

The negative-sequence impedance, xj, is usually equal to 
Xd", but for many machines xo is less than Xd". For 
these cases, the terminal-to-neutral short-circuit current 
is greater than the three-phase short-circuit current. The 
generator standards require that the machine be braced 
only for currents equal to the three-phase values. In order 
that the terminal-to-neutral current not exceed the three- 
phase current a reactor should be placed in the neutral of 
the machine of'such value as to bring the zero-sequence 
impedance of the circuit equal to Xd". Thus, the neutral 
reactor, Xn, should be 


XB^5(xd"~Xo) 

o 


up by the armature current. If the axis of the short- 
circuited field winding lines up with the axis of pulsating 
field then the current is large and if the rotor is moved 
through 90 electrical degrees then the current is much 
smaller. The first position corresponds to the case of a 
transformer in which the secondary winding is short- 
circuited, the field winding in this case corresponding to 
the secondary winding of the transformer. This is the 
position in which the subtransient reactance, Xd", is deter¬ 
mined. It is equal to one-half of the voltage from terminal- 
to-terminal divided by the current. For the second position 
the field winding is in quadrature to the pulsating field 
and consequently no current flows in the field winding. 
The armature current is then determined by the magnetiz¬ 
ing characteristics of the air gap in the quadrature axis. 
The subtransient reactance, Xq", is determined when the 
field is in this position and is equal to one-half the quotient 
of the voltage divided by the current. The reactance for 
intermediate positions varies between these two amounts 
in accordance with the curve shown in Fig. 29. 



Fig. 29—Relation between subtransient and negative-se¬ 
quence reactance. 


14. Negative-Sequence Reactance 

The negative-sequence impedance of a machine is the 
impedance offered by that machine to the flow of negative- 
sequence current. A set of negative-sequence currents in 
the armature creates in the air gap a magnetic field that 
rotates at synchronous speed in a direction opposite to that 
of the normal motion of the field structure. Currents of 
double frequency are thereby established in the field, 
and in the damper winding if the machine has one. The 
imaginary component of the impedance is called the nega¬ 
tive-sequence reactance and the real component the nega¬ 
tive-sequence resistance. These will be discussed sepa¬ 
rately, in the order mentioned. 

If a single-phase voltage is applied across two terminals 
of a salient-pole machine without dampers while its rotor 
is stationary, the resulting current is dependent upon the 
position of the rotor with respect to the pulsating field set 


When a set of negative-sequence currents is made to flow 
through the armature with the field short-circuited and 
rotating in its normal direction, then the field winding 
takes different positions successively as the armature field 
rotates with respect to it. The nature of the impedances 
in the two extreme positions, that is, where the field bind¬ 
ing lines up with the magnetic field and where it is in 
quadrature with it, should be somewhat the same as xa" 
and Xq", the only signnificant difference being the fact that, 
in the determination of xa" and Xq", currents of normal 
frequency were induced in the field, whereas, in the nega¬ 
tive-sequence case the currents are of twice normal fre¬ 
quency. One would expect therefore that the negative- 
sequence reactance X 2 is some sort of a mean between xa" 
and Xq", and such is the case. According to the AIEE test 
code,*® the definition of negative-sequence reactance is 
equal to “the ratio of the fundamental component of re- 
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active armature voltage, due to the fundamental negative- 
sequence component of armature current, to this compo¬ 
nent of armature current at rated frequency.” A rigorous 
interpretation of this definition results in Xt equal to the 

arithmetic mean - -. However, several different defi¬ 

nitions can be given for x«. That this is possible is depend¬ 
ent largely upon the fact that when a sinusoidal set of 
negative-sequence voltages is applied to the armature the 
currents will not be sinusoidal. Conversely if the currents 
are sinusoidal the voltages wiU not be. 

In Table 1 are shown expressions^^ for Xj based upon 
different definitions. This table is based on a machine 
without damper windings for which is equal to x<„ and 
Xd" is equal to xa'. In this table 

, \/^-\/W 
\/J^4-\/x7 


For each test condition it is possible to establish definitions 
based on whether fundamental or root-mean-square cur¬ 
rents are specified. For example, in the first definition if 
the fundamental component of armature current is used 
in calculating Xs then the expression in the first column 
should be used, but if the root-mean-square figure of the 
resultant current is used then the expression in the second 
column should be used. 

In order to orient one’s self as to the relative importance 
of the different expressions, figures have been inserted in 
the expressions given in Table 1 for a typical machine 
having the constants Xd' = 35%, x<, = 70%, and Xd* 100%. 
The magnitudes are tabulated in the righthand columns 
of Table 1. From the standpoint of practical application, 
the negative-sequence reactance that would result in the 
proper root-mean-square current for method (3) would 
appear to be the most important. However, the method 
of test to determine this quantity involves a sudden short- 
circuit and from this standpoint proves rather inconveni¬ 
ent. On the other hand, the figure for Xz obtained from 
the use of the root-mean-square values in a sustained 
single-phase short-circuit current [method (4)], is nearly 
equal to this quantity. When the resistance is negligible 
tt^ negative-sequence reactance is equal to 


V3E 

Xt^—j -Xd 


(31) 


where I equals the root-mean-square armature current in 
the short-circuited phase; and E equals the root-mean- 
square open-circuit voltage between terminals before the 
short-circuit is applied or the no-load voltage correspond¬ 
ing to the field current at which I is read. 

In general, the same arguments can be applied to other 
types of machines such as turbine generators and salient- 
pole machines with damper windings when the parameters 
Xd" and Xq" are used. For such machines the difference 
between Xq" and Xd" is not great. The values for Xq" and 
Xd" of a machine with copper dampers are given in Fig. 29. 
For such machines the difference between x% based on the 
different definitions of Table 1 will become inconsequential. 
In addition, for turbine generators, saturation introduces 
variables of much greater magnitude than those just con¬ 
sidered. For these machines negative-sequence reactance 
can be taken equal to Xd'^ 

Method of Test —In addition to the method implied 
by the AIEE Code and the ASA whereby xt is defined as 
the arithmetic mean for Xd’^ and Xq’^ xs can be determined 
directly from test either by applying negative-sequence 
voltage or by the method shown in Fig. 30. 



/.-O hmi 




/u“H(0+a*/-o/)=.^/ 
£u JE 


If where P* wattmeter reading, 

E . . 

then, coe 


Fig. 3S—Determination of the negatire-eequence impedance 
of eymmetricaliy-wound machinee. 


Table 1—Definitions of Negative-Sequence Reactance 



(1) Application of sinusoidal negative-se¬ 
quence voltage 

(2) Application of sinusoidal negative-se¬ 
quence current 

(3) Initial symmetrical component of sudden 
single-phase short-circuit current 

(4) Sustained single-phase shortrcircuit current 

(5) Same as (4) with 50% external reactance 

(6) A.I.E.E. and ABA. 



Analytical Expremons 


Root-Mean-Square 


V'*,*+*4'* 

Vl —6’—1) + V*a'*. Vl—b’ 
S4 (Vl—6*—1) + Vxd'as, Vl—b* 


Numerical Values 
Xd'-36% Xq-70% Xd-100% 


Funda¬ 

mental 


Root-Mean- 

Square 
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With the machine driven at rated speed, and with a single* 
phase short-circuit applied between two of its terminals 
(neutral excluded) the sustained armature current and the 
voltage between the terminal of the free phase and either 
of the short-circuited phases are measur^. The reading 
of a single-phase wattmeter with its current coil in the 
short-circuited phases and with the above mentioned volt¬ 
age across its potential coil io also recorded. The negative- 
sequence impedance equals the ratio of the voltage to the 
current so measured, divided by 1.73. The negative- 
sequence reactance equals this impedance multiplied by the 
ratio of power to the product of voltage and current. 


induces the voltage in the stator and eB^ in the rotor. 
In the rotor the impedance drop is 

r,It+jex,U (32) 


since the reactance varies with the frequency of the cur¬ 
rents in the rotor. The rotor current is therefore deter¬ 
mined by the equation 


or 


eB^ “ r fl r"f "JeXfl f 

(33) 

o 


15. Negative-Sequence Resistance 

The power associated with the negative-sequence cui^ 
rent can be expressed as a resistance times the square of 
the current. This resistance is designated the negative- 
sequence resistance. For a machine without damper wind¬ 
ings the only source of loss is in the armature and field 
resistances, eddy currents, and iron loss. The copper loss 
in the armature and field is small as is also the ifon and 
eddy loss in the armature, but the iron and eddy loss in 
the rotor may be considerable. Copper damper vnndings 
provide a lower impedance path for the eddy currents and 
hinder the penetration of flux into the pole structure. The 
relatively low resistance of this path results in a smaller 
negative-sequence resistance than if the flux were per¬ 
mitted to penetrate into the rotor. For higher resistance 
damper windings the negative-sequence resistance increases 
to a point beyond which the larger resistance diminishes 
the current in the rotor circuits sufficiently to decrease 
the loss. 

Induction-Motor Diagram —The nature of the neg¬ 
ative-sequence resistance is beet visualised by analysing 
the phenomena occurring in induction motors. In Fig. 31 



Fig. 31—Equivalent circuit of Induction motor. 

is given the usual equivalent circuit of an induction motor 
in which 

stator resistance. 

z.* stator-leakage reactance at rated frequency, 
r, at rotor resistance. 

z,« rotor-leakage reactance at rated frequency. 

Sm" shunt impedance to include the effect of magnetis¬ 
ing current and no-load losses, 
applied voltage. 

/.■■stator current. 

/.■•rotor current. 

«"slip. 

The justification for this diagram is shown briefly as 
follows: The air-gap flux created by the currents /, and /. 


It follows from this equation that the rotor circuit can be 
completely r^reeented by placing a circuit of impedance 

~+J^r across the voltage Eg. The total power absorbed by 

— must be the sum of the rotor losses and the useful shaft 
« 


power, so that, resolving into the resistances r, and 


^-^r„ the power absorbed by r. represents the rotor cop¬ 
per loss. The power absorbed by ^ * r, represents the 
useful shaft power. 

Neglecting r. and the real part of s., the only real power 
is that concerned in the rotor circuit. Assume that the 
induction motor drives a direct-current generator. At 
small slips the electrical input into the stator is equal to 
the copper loss, i.e., the /*,r, of the rotor plus the shaft 
load. With the rotor locked, ^e shaft load is sero, and the 
total electrical input into the stator is equal to the rotor 
copper loss. At 2 () 0 -percent slip, i.e., with the rotor turning 
at synchronous speed in the reverse direction, the copper 

/^. 

loss is /?r„ the electrical input into the stator is — 5 —, 


1—2 —I*r 

and the shaft load -^r./? or —A negative shaft 

load signifies that the direct-current machine instead of 
functioning as a generator is now a motor. Physically that 
is just what would be expected, for as the slip increases 
from lero the shaft power increases to a maximum and 
then decreases to aero for 100-percent slip. A further in¬ 
crease in slip necessitates motion in the opposite direction, 
which requires a driving torque. At 20 ^percent slip the 
electrical input into the stator is equal to the mechanical 
input through the shaft; half of the copper loss is supplied 
from the stator and half through the shaft. This is the 
condition obtaining with respect to the negative-sequence 
in which the rotor is rotating at a slip of 200 percent rela¬ 
tive to the synchronously rotating n^ative-sequence field 
in the stator. Half of the machine loss associate with the 
negative-sequence current is supplied from the stator and 
half by shaft torque through the rotor. 

The factors of fundamental importance are the power 
supplied to the stator and the power supplied to the shaft, 
which can always be determine by solving the equivalent 
circuit involving the stator and rotor constants and the 
magnetising-current constants. A more convenient device, 
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Flf. 33—OevelopoiMit of nogatlve-aequcnce roolatsnce and 
raactanca from equivalent circuit of Induction motor, 
(a) Neiatlve>aequence diagram for Induction motor; (b) ne^* 
lectlng armature and no load loaaee; (c) elmpllfled network* 
negatlve*oequenoe reslatance and reactance. 


since s is constant and equal to 2 for the n^ative-sequence, 
is to reduce the equivalent network to a simple series im¬ 
pedance as shown in Fig. 32 (c). The components of this 
impedance will be called the negative-sequence resistance 
ft, and the negative-sequence reactance zi. The current 
flowing through the negative-sequence impedance is the 
current flowing through the stator of the machine, and the 
power loss in rt is equal to the loss supplied from the stator 
of the machine and the eqiud loss supplied through the 
shaft. 

The total electrical effect of the negative-sequence re¬ 
sistance in system analysis problems is obtained by in¬ 
serting the negative-sequence resistance in the negative- 
sequence network and solving the network in the usual 
manner. All three of the sequence currents are thus af¬ 
fected to some extoit by a change in the n^ative-sequence 
resistance. The total electrical output of a generator, not 
including the shaft torque developed by negative-sequence 
current, is equal to the total terminal power output plus 
the losses in the machine. However, the n^ative- and 
sero-sequence power outputs are merely the negative of 
their losses. In other words, their losses are supplied by 
power flowing into the machine from the system. There¬ 
fore, the contribution of the negative- and sero-sequences 
to the electrical output is sero. The total electrical output 
reduces then to that of the positive-sequence and to include 
the positiveHsequence armature-resistance loss it is neces¬ 
sary only to use the positive-sequence internal voltage in 
the calculations. Or viewed differently, since there are 
no internal generated voltages of the negative- or sero- 
sequence, the corresponding internal power must be sero. 
In addition to this electrical output, which produces a 
torque tending to decelerate the rotor, there also exists the 
n^^ative-sequence shaft power supplied through the rotor. 
It was shown that this power tending to decelerate the 
rotor is numerically equal to the negative-sequence power 


supplied to the stator, which, in turn is equal to the loss 
absorbed by the negative-sequence resistance. Therefore, 
the total decelerating power is equal to the positive- 
sequence power output plus the loss in the negative- 
sequence resistance. 

The assumption was made that the stator resistance 
and the losses in the magnetising branch were neglected. 
For greater refinements, the stator resistance and the losses 
in the magnetising branch can be taken into consideration 
by substituting them in the equivalent circuit and reducing 
that circuit to simple series resistance and reactance, 
wherein the resistance becomes the negative-sequence re¬ 
sistance and the reactance the n^ative-sequence reactance. 
The ratio of the n^ative-sequence shaft power to the loss 
in the negative-sequence resistance is then equal to the 

ratio of the power loss in ~ for unit negative-sequence 


current in the stator to rt. This ratio can be obtained easily 
by test by measuring the shaft torque and the negative- 
sequence input when n^ative-sequence voltages only are 
applied to the stator. 

While this analysis has premised induction-motor con¬ 
struction, the conclusions can also be applied to synchro¬ 
nous machines. 

Method of Test —While rt and xt can be determined by 
applying negative-sequence voltage from another source 
of supply to the armature, the following method has the 
advantage that the machine supplies its own negative- 
sequence voltage. Two terminals of the machine under 
test are short-circuited and the machine driven at rated 
frequency by means of a direct-current motor. The equiv¬ 
alent circuit and vector diagram for this connection are 
shown in Fig. 33. The positive-sequence power per phase 
at the terminals is equ^ to the product of Ei and Ji and 
the cosine of the angle This power is positive. However, 
the negative-se^ence power output per phase is equal to 
the product of Ety I 7 , and the cosine of the angle between 
Et and /*, and since - /i, and Ei »Bi, the negative- 


o 



in which 

P,*" shaft input. 

friction and windage loss. 


Pig. S3—NegadTe-sequence realatance of a ayncliroiioua 

machine. 
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eequence power output ie the negative of the poeitive- 
aequence power output, which, of course, must follow since 
the output of the machine is sero. A negative output is 
equivalent to a positive input. This input is equal to rJl 
per phase. Therefore, the positive-sequence terminal out¬ 
put per phase is rJl, and adding to this the copper loss due 
to /i, gives the total shaft power due to the positive- 
sequence as Z{rJl+rJt). 

Now from ilg. 32^), if t,, be neglected, the negative- 
sequence input per phase is equal to 

(r,+r.-j)nor(^-fr.)75, 

from which it foDows that 


r» 



(34) 


As shown previously the negative-sequence shaft power 

T T 

per phase is equal to —Tj, which on substituting from 

(34) reduces to (r»—r,)J|. But since r.-'n, the expresmon 
for the negative-se^ence shaft i>ower per phase can also 
be written (rt—ri)j^. Incidentally, from this the rotor 
losses are equal to 2(ri—r,)^. Therefore the total shaft 
input into the alternating-current machine is equal to 
3[r»n+riJi+(rj—ri)^ and, since Ji—Jt, reduces to 6r,7i. 

Including the effect of friction and windage, Pir+W), and 
calling P, the total input into the alternating-current 
machine from the driving tool. 


P.-Ppr+W) 


w 


(35) 


and, rince where 7 is the actual measured phase 

current, 


* 27 * 


(36) 


The forgoing n^lects the effects of saturation. Tests on 
salient pole machines with and without dampers verify 
the fact that the loss varies as the square of the negative- 
sequence currents. The loss for turbine generators, on the 
other hand, varies as the 1.8 power of current. 


16. Zero-Sequence Impedance 

The sero-sequence impedance is the impedance offered 
to the flow of unit sero-sequence current, i.e., the voltage 
drop across any one phase (star-connected) for unit current 
in each of the phasM. The machine must, of course, be 
star-connected for otherwise no sero-sequence current can 
flow. 

The sero-sequence reactance of qmchronous machines is 
quite variable and depends largely upon pitch and breadth 
factors. In general, however, the figures are much smaller 
than those of positive and negative sequences. The nature 
of the reactance is suggested by considering that, if the 
armature windings were infinitely distributed so that each 
phase produced a sinusoidal distribution of the mmf, then 
the mmfs produced by the equal instantaneous currents 
of the thrM phases cancel each other and produce sero 
field and consequently sero reactance except for slot and 


end-connection fluxes. The departure from this ideal con¬ 
dition introduced by chording and the breadth of the phase 
belt determines the sero-sequence reactance. 

The sero-sequence renstance is equal to, or somewhat 
larger than, the positive-sequence resistance. In general, 
however, it is ne^ected in most calculations. 

Method of Test —The most convenient method for 
test of sero-sequence impedance is to connect the three 
phases together, as shown in Fig. 34, with the field short- 



Hotor at synchronous speed 
(or blocked) 

Zero-eequence impedance, 

E 

Ftg. 34—CoimectfoQ for meaeurliig lefo-eequence imped¬ 
ance. 

circuited. This connection insures equal distribution of 
current between the three phases. For this reason it is 
preferable to connecting the three phases in parallel. The 

E 

sero-sequence impedance is then equal to as in- 

di 

dicated in the illustration. 

rv. PER UNIT SYSTEM 

The performance of a whole line of apparatus, regardless 
of siae, can often be expressed by a single set of constants 
when those constants are expressed in percentages. By 
this is meant that the loss will be a certain percentage of 
its kilowatt rating, its relation a certain percentage oi 
its voltage rating, etc. The advantage of this method of 
representation extends to a better comparison of perform¬ 
ance of machines of different rating. A 100-volt drop in a 
transmission line has no significance until the voltage base 
is given, whereas, as a percentage drop would have much 
mgnificance. 

A disadvantage of the percentage system is theconfurion 
that results from the multiplication of percentage quanti¬ 
ties. Thus, a 20-percent current flowing through a 40- 
percent reactance would by simple multiplication give 800 
which at times is erroneously consider^ as 800-percent 
voltage drop, whereas, the correct answer is an 8-percent 
voltage drop. 

The per unit system* of designation is advanced as pos¬ 
sessing all the advantages of the percentage system but 
avoids this last mentioned disadvantage. In this system 
the rating quantity is regarded as unity. Any other amount 
of the quantity is expressed as a fraction of the rated 
amount. It is the same as the percentage system except 
that unity is used as a base mstead of 100. The foregoing 
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multiplioation example would in the per unit system be 
expressed as follows: A 0.20 per unit current flowing 
through a 0.40 per unit reactance produces an 0.08 per 
unit voltage drop, which is correct. 

A further advantage of the percentage and per unit 
systems lies in the elimination of troublesome coefficients. 
However, this is not an unmixed blessing as a definite 
disadvantage of the use of the per unit system lies in the 
loss of the dimensional check. 

V. POWER EXPRESSIONS 

It is frequently necessary to know the manner in which 
the power output of a machine varies with its excitation 
and internal angle. A particular application of this knowl¬ 
edge is the stability problem. Several simple cases will 
be considered. 

17. Machine Connected through Reactance to In¬ 
finite Bus and also Shunt Reactance across its 
TermlnalSy Resistance of Machine Neglected 

The schematic diagram for this case is shown in Fig. 
35(a), which also shows the significance of the various 
symbols to be used in this discussion. The reactances 
x«, and the one indicated by the dotted lines represent the 
branches of an equivalent t circuit, for which the resistance 
components are neglected. For the purposes of determin¬ 
ing the power output of the generator the reactance shown 
dotted can be neglected. The vector diagram which ap¬ 
plies is Fig. 35(b). The total machine current is equal to i, 

i, jXc . 

"I ■ '■' ■ ■ i I c 

r 3 oi 

i ★ 

( 0 ) 



Fig. 35—Machine connected to infinite bus through a re¬ 
actance. 


which from the internal and external currents one can 
obtain* 


V V 

And inaerting the equivalents of t. and u 


U-jid 


jx» jx. 


*The symbol caret over a quantity indicates a phasm* quantity. 



(37) 


But i»—«d—idt’d— 

and E^E cos 9—jE sin 9 

Upon substituting it and E in equation (37), there results 


,-7»d“ C®-* “*<•*'* “Wdl 


+/—[£? cos 9—jE sin (?] 

X, 


(38) 


Ekiuating reals 




x,(j,+x«). , E Bin 9 

-i,H- 

X.X. x« 

xJE sin 9 
*.a:.+x,x,+x,x. 


And equating imaginaries 

. X, + Xc, ., 1 „ „ 

td —-[®d — Xd*d]-•E COS 9 

X gXg Xq 

<^x,+x<)ed~x,£ cos 0 

X.Xc4-XdX, + XdXe 


(39) 


(40) 


The power output, P, is equal to the sum of the products of 
the in-phase components of armature current and terminal 
voltage, namely 

P tq(Cd J'd^d) “i”^*d(^q^*q) 

“edtq + (Xq-Xd)idtq 

“ [ed+(Xq-Xd)td]tq (41) 

The power is then obtained by calculating tq and u from 
(39) and (40) and inserting into (41). If and Cd are ex¬ 
pressed in terms of rms volts to neutral and reactances in 
ohms per phase, then the above expression gives the power 
in watts per phase; but if the emf's are expressed in terms 
of the phase-to-phase volts the expression gives total power. 
On the other hand, if all quantities are expressed in p.u. 
then the power is also expressed in p.u. where unity is 
equal to the kva rating of the machine. If rather than 
Cd is known then Cd should be replaced by Cd and Xd by Xd' 
wherever they appear in Eqs. (40) and Ul). 

For the special case of a machine with cylindrical rotor 
in which Xq«Xd, the expression reduces immediately to 

P-Cdiq 

XnEed sin d _ 

X»Xo“^ XqXg "1" XqXe 


Another interesting special case is that for which the 
shunt reactance is not present or x.a oo. Then 


■[ 


ed+(*«“ 
tdE sm 9 


Cd—E COB 9 


X,+Xd 

{xd—x^E* sin 2B 


'1 ^ ” 


sin 9 
+x. 


x,+Xd 2 (xd+*.)(x,+x,) 

And if X.—0 and x.— «, then 

•Xq)E* sin 20 


^^ BdE $m 9 ^ (xd- 
Xd 


2xdX4 


(43) 


(44) 
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Pig. 36—Power-angle diagram of a ealient-pole machine— 
eicitation determined to develop rated kva at 8g-percent 
power factor, xa-1.15; Xg—i.75. 


In Fig. 36 is shown a power-angle diagram of a salient- 
pole machine whose excitation is determined by loading at 
full kva at 80-p)ercent power factor. 

An expression frequently used to determine the maxi¬ 
mum pull-out of turbine generators is the following 

OC 

Pull-out in kw =—(rating of generator in kva) 

where OC is the field current for the particular operating 
condition and OD is the field current for the rated-current 
lero-power factor curve for aero terminal voltage (see Fig. 
17). This expression is based upon the maintenance of 
rated termined voltage up to the point of pull-out. At 
pull-out the angle 8 of Fig. 15 is equal to 90 degrees. Since 
the extent of saturation is measured by the voltage behind 
the Potier reactance drop, it can be seen from Fig. 15 that 
for 8 equal to 00 degrees this voltage is less than rated 
voltage, and that therefore little saturation is present. 
From Eq. (44) since Xd * Xq and 0 * 90 degrees, the pull-out 

is But Cd is proportional to OC on the air-gap line and 

Xd 

Xd is likewise proportional to OD on the air-gap line. 

Examination of Eq. (44) shows that even if the excita¬ 
tion is lero (cd“0) the power-angle curve is not equal to 

.X w (xd~Xq)J5*sin2® 
lero, but equal to---. This results from the 

ZXdXq 

effects of ssliency. Note that it disappears for uniform 
air-gap machines for which Xi = x^. Advantage is some¬ 
times taken of this relation in the case of synchronous 
condensers to obtain a somewhat greater capability in the 
leading (under-excited) kva range. With some excitation 
systems (see Chap. 7, Excitation Systems) it is possible to 
obtain negative excitation. The excitation voltage, ea, in 
Ek}. (44) can be somewhat negative without producing an 
unstable power-angle diagram. By this device the leading 
kva range can be increased as much as 15 or 20 percent. 

18. Inclusion of Machine Resistance or External 
Resistance 

If the machine is connected to an infinite bus through a 
reostance and reactance circuit, the external re^tance 
and reactance can be lumped with the internal resistance 
and reactance and the following analysis used. The vector 
diagram for this case is shown in Fig. 37 for which 

Ct sin tf-f rid—*q»,-0 (45) 



FIS. 37—Victor diagram of talient-pole machine Including 
effect of eeriee reeittance. 


6% cos ff-frtq+Xdid—«d*0 

From (45) 

iq»-^(et sin tf+rtd) 

Xq 

(46) 

(47) 

Substituting (47) into (46) 


T • 

C; COS fl-l—Ct sm OH—t'aH-Xdfd—Cd—O 

I, X, 


from which 


td = j^x,Cd—rct sin 0—x,et cos 0J 

(48) 

and substituting in (47) 


*q—IT"- 1 »‘«aH-Xde« sin $—ret cos 6 

r*-rXdXqL J 

(49) 

The power output^ P, is equal to the sum of the products 
of the in-phase components of t and €t, or 

P = i,et cos OH-tdCt sin 9 

(50) 

Upon substituting (48) and (49) this reduces to 


P--—-red(rco8 0H-x, 8inO)H- '’et8in20 

r*-|-idX,L 2 

•re,J 


(51) 


The power inpiU into the machine is equal to P plus rt*. 
The expression for this quantity does not simplify and it 
is better to calculate it through the intermediate step of 
evaluating ri*, which is equal to r(td+tq). 

The foregoing expressions apply to the steady-state con¬ 
ditions. In stability problems it is necessary to determine 
the average power from instant to instant. In general for 
this purpose it is permissible to neglect both the unidirec- 
tion^ component of currents and the subtransient com¬ 
ponent of the alternating current, leaving only the transient 
component. These latter are determined by the instanta¬ 
neous value of ed^ It follows then that the power express 
sions are simply those derived for the steady-state condition 
with Cd replaced by Cd and Xd by Xd'. 

VI. EFFECT OF CHANGE IN EXCITATION 

Field forcing in certain industrial applications and con¬ 
siderations of system stability require that the voltage 
increase in response to a sudden need. This increase is 
brought about automatically either by means of the same 
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control that produced the increase in load or through the 
use of a voltage regulator. It is necessary, therefore, to be 
able to predetermine the effect of an increase in exciter 
voltage upon the output of the synchronous machine. In 
general, significant changes in exciter voltage never require 
lees than about one-tenth ai a second to bring about the 
change. By the time this effect has been felt through the 
synchronous machine, which has a time constant of about 
a second, it will be found that the result is alwa 3 rs slow 
when ccanpared to the subtransient and unidirectional 
components of the transients associated with the change. 
In other words, variatiws in exciter voltage are reflected 
mily in the transient components. As an example, suppose 
it is desired to calculate the armature current of a machine 
for a three-phase short-circuit while it is operating at no 
load with a voltage regulator set for rated voltage. 

Immediately after the inception of the short circuit there 
is a slight lag in the regulator until its contacts and relays 
dose. The exciter voltage (and voltage across the field of 
the tnain machine) then rises as shown in the upper curve 
of Fig. 38. The bottom curve refers to the armature cur- 



Plg. 38—Illiutnitiofi ahowing rclaHve Importance of dUlcrent 
co m ponents of armature short-drcutt current and response 
of trandent component to the exciter voltage. 

rent, the dotted line showing the nature of transient com¬ 
ponent if there were no isolator, the exciter voltage 
rgnaining constant. The line immediately above shows 
how the transient component changes as a result of the 
change in exciter voltage. To approximatdy the same 
scale, the cross-hatched area shows the increment in cur¬ 
rent caused by subtransient effects. The blackened area 
shows how the unidirectional component would contribute 
its effect. This component is quite variable and for a 
diort-circuit on the line might be entirely completed in a 
cycle or less. In any event regardless of its magnitude it 
can be merely add^ to the transient and subtransient 
component. It is independent of the exciter voltage. 

19. Fundamental Equation 

Bdng restricted to the toanaent comp<ment, the effect of 
exdter response can then be defined entirely by effects in 


the field circuit. The beauty of the per unit system is 
exemplified in the analysis of this problem. In p.u. the 
differential equation for the field circuit takes the following 
form 

(62) 

In this equation es represents the exciter voltage or the 
voltage across the field if there is no external field resistor 
in the field circuit. The unit of e. is that voltage required 
to circulate such field current as to produce rated voltage 
at no load on the airgap line of the machine. The term Cd 
is the synchronous internal voltage necessary to produce 
the instantaneous value of armature current for the given 
armature circuit r^ardless of what it may be. Its unit is 
rated voltage. It is synonymous with field current when 
unit field current is that field current necessary to produce 
rated voltage at no load on the air-gap line. It will be seen 
then that the use of is merely a convenient way of 
specifying the instantaneous field current during the tran¬ 
sient conditions; it is the field current necessary to produce 
the armature current existent at that instant. As shown 
previously, e^, is proportional to the flux linkages with the 
field winding. It is the quantity that, during the transition 
period from one circuit condition to another, remains con¬ 
stant. The forgoing equation has its counterpart in the 
more familiar forms 


s.-«<-l-)V(10-«)^ 

(63) 


(54) 


To familiarise the reader with (52), suppose that normal 
exciter voltage is suddenly applied to the field winding at 
no load. Since the armature is open-circuited and 
are equal and the equation can be written 

e,’^ea+n„^ (55) 

Whm steady-state conditions are finally attained ^ is 

equal to sero and This states that since Cz^l.O, 

Cd must also equal 1.0, that is, the excitation is equal to 
the normal no-load voltage. It will attain this value ex¬ 
ponentially with a time constant Tao- 
Another example. Suppose the ^mchronous machine 
to be short-circuited from no-load and to be operating 
without a regulator. At any instant the armature cur¬ 
rent, i, is equal to ta jxa. But since ea, which can be 
regarded as the instantaneous field current required to 
produce i, is equal to xa i, then eliminating i between 
these equations 


Xd f 
*d' 

Then equation (52) takes the fcnm 


(56) 
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or if it is to be expressed in te^ms of armature current 

l-Xdi+T’i.Xd'-. (67) 

The sustained magnitude of t, is then 

Xd 

The initial magnitude of since ed remains constant 
during the transition and is initially equal to 1, is 

. 1 
^^Xd 

The homogeneous equation for (57) is 
0 *= Xdi+ TdoXd-^^ 

or 

O-^i+TL— j. ( 68 ) 

Xd at 

Thus »■ changes from to — exponentially with a time 

Xd Xd 
Xd 

constant equal to — Tin 

Xd 

In all problems involving a transition from one circuit 
condition to another the one quantity (when subtransient 
effects are neglected and the time constant in the quadra¬ 
ture axis is sero) that remains constant within the machine 
is the flux linkages with the field winding, which in turn 
is reflected in the quantity Cd, It is necessary, therefore, 
to calculate €d for the circuit condition preceding the 
transition. All the discussion of the following cases as¬ 
sumes that this point is understood and that Cd! is known 
for the beginning of the transient period. 

Several cases will now be discus^. 

2ft. Three-phase Short Circuit of Unsaturated Ma¬ 
chine 

The problem is to determine the transient component 
of short-circuit current in response to the exciter voltage 
given in Fig. 39. This is most quickly and conveniently 
found by a graphical method, wUch, for want of a better 


name, has been called by the author ^the foIlow>up meth¬ 
od.” It is a method that can be applied to any problem 
involving a simple time constant. 

To demonstrate the method, consider a simple resist¬ 
ance-inductance circuit to which the voltage, Ey is applied. 
Let the differential equation for this circuit be 

E=Rl+L% (69) 

at 


where the S3rmbols have the customary significance. 
Dividing through by Ry there results 


R ^^R di 


The coefficient of — is called the time constant of the 
at 

circuit and will be designated by T, giving 


E 

R 



dl^R (61) 

dt T 


In this expression — is the steady-state current that I 
R 

approaches for the instantaneous value of £. / is the 
instantaneous magnitude of current. If the current at 
any instant is plotted by the point o (Fig. 40) and the 

E 

corresponding value of ~ for that instant is plotted as 

H 

the point 6 (Fig. 40) displaced horizontally by a time T, 




Fig. 40—Construction derivation of “Follow-up Method.** 

then the vertical distance between a and h gives the nu¬ 
merator of (61) and the horizontal distance the denomina¬ 
tor. The slope of the line between a and h is equal to 

dt 

If an interval of time M is chosen following the instant 
under consideration and E is assumed constant over the 
interval then the change in I during the interval. A/, is 

equal to ^A/. The final value of current for the interval 
dt 

E 

is then given by the point c. If — at an instant Af later is 

R 

then plotted and the line drawn from c then the value for 
A/ for the second interval is obtained. Following such 
procedure it is possible to construct the complete curve 
for /. The construction is illustrated in Fig. 39, in which 
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the curve marked E is the inwtantaneoua magnitude E 
E 

from time Plot •= displaced to the ri^t o time T. 
K 

Let /i be the initial value of / at f-O. Divide the time into 
intervab of length Af. Draw the line ab, then ed, tf, etc. 
The accuracy will be greater the smaller the intervals and 
can be increased somewhat for a given element width by 

using P —7 instead of T for the distance by which the 

steady-state curve which I tends to i 4 >proach, is offset 
horisontally. 

Now returning to the problem in band. The differential 
equation governing the case is given by (52). The exciter 
voltage Ci is assumed given and expressed in p.u. For a 
three-phase short circuit at the terminab of the machine 
Cd is equal to Zdt and ea' ■■Zd't. Therefore Eq. 52 becomes 


* Xdt+xVTdo^ 

(62) 

Dividing through by Xd 

ex mi 

— «i-|-i do3: 

Xd Xd of 

(63) 


The construction dictated by this equation and the 


follow-up method is shown in Fig. 41. — is plotted against 



Pig. 41—^Translsiit oompoaent of short-drcult curroat, 1', so 
Inflosnood by sxdtsdon. 

Xa 

time, its lero being displaced an interval —Tio from refer* 

Xd 

ence sero. The initial value of t is determined through ej 
which was 1.0 at This makes the initial amount of 


t»—. Starting from this value the actual magnitude of 

Xd 

i is obtained as a function of time. 


31e Unsaturated Machine Connected to Infinite Bus 

As stated previously the subtransient and unidirectional 
components of current are not of importance in the star 
bility problem. For this application it is desirable to de¬ 
termine how td varies as this influences the power output 
of the machine and in turn dictates the degree of accelera¬ 
tion or deceleration of the rotor. The circuit shown in 
Fig. 35(a) is typical of a setup that might be used for an 
anal 3 rtical study to determine the effect of exciter response 
in increasing stability limits. Another case of considerable 
importance is the action of a generator when a heavy load, 
such as a large induction motor, is connected suddenly 
across its terminals or across the line to which is is con¬ 
nected. In starting the motor the line voltage may drop 
an excessive amount. The problem might be to determine 
^e amount to which this condition could be ameliorated 
by an appropriate excitation system. Since reactive kva 
is more important than the real power in determining 
regulation, the motor can be represented as a reactor and 
the circuit in Fig. 35(a) utilised. Having determined the 
manner in which Cd varies, the power in the case of the 
stability problem and the terminal voltage (td —Xd\) in 
the case of the voltage problem, can be calculated easily. 
Equation (52) must be used again to determine the manner 
in which td varies in response to changes in exciter voltage 
and phase position of the rotor with respect to the infinite 
bus. The instantaneous armature current can be found in 
terms of the rotor angle 6 and ed by replacing ed and xa of 
EJq. (40) by ed and Xd', respectively, giving 

• ^ (^»+^c)gd'-x^ cos B 

*** X,Xo + Xd'x, + Xd'Xc 

The synchronous internal voltage, ea, is equal at any 
instant to 

Cd ** ea' + (xd—Xd')fd (65) 

and upon substituting (64) 

fi/ ,Ax.+x^)ed—xJE cos 0 

-rvXd —Xd ;--:-;-;- 

X»Xo“f"Xd X*“|~Xd Xo 

^ (x,Xo+XdX.+XdXo)ed'-~x,(xd-Xd')E cos 0 

X,Xe + Xd'x, + Xd'Xc 

Substituting this expression in (52), there results. 

X*Xo XdXg “f“ XdXo 




X.Xo+Xd'x,-l-Xd'Xc 
X.(Xd-"Xd') 


ed- 


x*XB*i"Xd Xi’i’Xd Xo 


Ecos e + Tio^ 


dt 


( 66 ) 


which can be converted to 
Tj* ■ x,(zd-x<iO 
Tio 

in which 


■E coe fl—ed'-HTd 


4^ 

dt 


* x.x.-(-XdX(-4-XdX. ^ 


(67) 

( 68 ) 


The time constant Td' is the short-circuit trannent time 
constant. 
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If 9 w«re ooDBiont or if its motion as a function of time 
werA kttPWll then the whole left-hand side could be plotted 
(enlaced by the time T/) and treated by the follow-up 
method as the quantity that tends to approach. Un- 
Ibrtunately 9 is not in general known beforehand, and it is 
neoeseary to calculate 9 simultaneously in small increments 
in a simultaneous solution of Cd' 4md 6. The magnitude of 
9 is detertnlned by the electro-mechanical conmderations 
discusead ih the chapter dealing with System Stability. In 
solving for Sd' a progressive plot of the left-hand side can 
be made or (67) can be transformed to the following form 


dee' 

dt 


1 pTd' 


. ».(*d’-*d') r, — /i - 

- - - - - QQQ a^ed 

*d*.+*d®.+aSd*o 


'] 


(69) 


and the inorament calculated from the equation 

hee'^^ht (70) 


A shunt resistanoe-reactance load such as an induction 
motor is not much more difficult to solve numerically but 
the expressions became too involved for analytical solution. 
It is necessary O&ly to calculate id in terms M and $ just 
as was done before and then fdlow the same steps as used 
for the reactance load. 


22. Uoaattiratad Machine Connected to Resistance* 
Raacnuice Load 

A case not too laborious to carry through analytically 
is that for which a resistance-reactance load is suddenly 
applied to a synchronous machine. Let rat and a^t be the 
external resistance and reactance. The addition of a sub¬ 
script t to machine constants indicates the addition of r„t 
or Xat to the reflective quemtity. The equations of Sec. 17 
then apply to tlUs case, if et in the equations is made equal 
to sero and Xd replaced by x^, etc. 

Fdlowing the same procedure as previously, there re¬ 
sults from Eq. (48) when Sd and Xd ate replarod by Cd 
and xit and f is equal to sero. 


ie 


*<!♦ , / 


( 71 ) 


The field current or its equivalent, the synohronous in¬ 
ternal voltage, is then 

Cd Cd' 4 - (Xdt ~ Xdt)td 


■>Sd'-l-(xdt“x4t) 




XdtXat-f rf , 

*d**<|»+»» ** 


(72) 


Substituting this expression in (52) there results that 



(73) 

vduch con be converted to 



(74) 

in vdkioh 



(75) 


From this point the follow-up method can be used as 
before. After Sd' is determined as a function of time any 
other quantity such as terminal voltage can be obtained 
readily. 


23. Saturation 

In analysing transient phenomenon of machines in the 
unsaturated condition, the theory was built around the 
concept of the transient internal voltage, Ci, a quantity 
evaluated by using the transient reactance, Xd'. In the 
presence of saturation it was found that for steady-state 
conditions by the introduction of the Potier reactance, 
Xp (see Sec. 3) the proper regulation was obtained at full 
load sero power-factor. The use of Xp and Cp also resulted in 
satisfactory regulation for other power-factors. In extend¬ 
ing the analysis into the realm of transient phenomenon. 
Sp will cemtinue to be used as a base from which to intro¬ 
duce additional mmf into the field circuit to take care of 
saturation effects. The treatment will follow quite closely 
the same assumptions as were used in determining the 
steady-state regulation according to the Two-Reaction 
Potier Voltage method of Sec. 3(d). 

With this assumption the fundmnental £q. (52) for the 
field circuit becomes 

c* * Cd + (» due to Cp )+ Tdo^ (76) 

at 


As before et represents, neglecting saturation, the voltage 
behind the synchronous reactance of the machine or what 
is equivalent the field current required to produce the 
instantaneous Ci, including the demagnetizing effect of 
the instantaneous armature current. The total field cur¬ 
rent is obtained by adding 5 to Cd- In some cases it is found 
simpler to convert all of the right hand side to the single 
variable Cp but in others it is simpler to retain the variable 
in the form of Cd'. Two applications of this equation will 
be discussed. 

Machine Connected to Infinite Bus —The circuit 
shown in Fig. 35(a) is the one under discussion and for 
which Eq. (66) applies for the unsaturated condition. This 
equation can be expanded to include saturation, in accord¬ 
ance with Eq. (76), io the following 

^ X.X,-fXdX.-f XdX, ^ , X.(Xd-Xd') ^ ^ 

^ XpXo+Xd'x.-f Xd'Xo ** I,Xo-i-Xd'x,-f Id'Xo 

dpJ 

-|-(«duetoep)-brd'o^. (77) 


This can be converted to 
(fed ^ e, - (s due to Cp) x.(xd —xa) E coa 6 ej 

dJL " Tdu "^(XtXc+XdX.-pXdXolTd' Tl 


in which Ti is defined from Eq. (68). Before (78) can be 
used it will be necessary to determine Cp in terms of ti- 
The components of current, t, and t'd, can be determined 
from (39) and (40) by replacing Cd, by Cd' and Xd by Xd' 
Thus 

V,-(79, 

XpXg^ X(,Xi’ 4 ’ XqXp 




(x,-bxc)cd'—x,E cos 9 
X,Xc+Xd'x,-i-Id'x, 


(80) 
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«i is taken for the value of at the end of the first interval 
or, to be slightly more accurate for an estimated average 
value of ep for the second interval. And so the construction 
proceeds. 

By the same reasoning whereby Cp was obtained in £q. 
(90) the terminal voltage Ct can likewise be obtained, giving 

and substituting Cd from (90) 

This permits ol the calculation of e* from Sp after the 
construction has been completed. 

During the transition from one operating condition to 
the next, only remains constant; Cp changes. It is es¬ 
sential therefore that Cd be computed for the initial operat¬ 
ing condition. The conventional construction shown in 
Fig. 43(o) can be used. This determines the initial value 
of Sd' for the new operating condition from which the initial 
value of Cp can be computed by Eq. (90). 

Common cases for which these calculations apply are the 
determination of regulation for loads suddenly applied to 
a generator. Instances in which this can occur are the 


sudden disconnection of a loaded generator from the bus 
throvring its load upon the remaining units or the starting 
of an induction motor by direct connection to a generator. 
For the latter case, if the capacity of the induction motor 
is a significant fraction of the kva of the generator, a severe 
drop in voltage results. Thus a 500-hp motor thrown on 
a 3300-kva generator produces an instantaneous drop in 
voltage of the order of 13 percent. The effective impedwee 
of the induction motor varies with slip and to be rigorous 
this variation should be taken into consideration. It is 
usually sufficiently accurate to use the blocked rotor re¬ 
actance for the motor impedance up to the speed corres¬ 
ponding to maximum torque in calculating the factor which 
determines Cp. m terms of e.. Beyond the slip correspond¬ 
ing to maximum torque, the effective impedance varies 
rapidly to the running impedance. Simultaneously with 
the increase in impedance the lagging kva likewise drops 
off which results in a considerable rise in voltage. This 
effect is clearly shown in Fig. 44 taken from some tests 
made by Anderson and Monteith.* As running speed is 
approached the generator voltage rises, the excitation be¬ 
ing too high for the particular loading. To form a better 
idea of the magnitudes involved in such calculations. Fig. 
45 shows curves of terminal voltage as an induction motor 
equal in horse power to 20 percent of the kva of a generator 
is suddenly thrown upon an unloaded generator for differ- 
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Fit. M—Porformance of 3333 kva, 0.6 powar*factor, 3600 rpm. 
1.7 diort-dmilt ratio gonarator aa a single S00>hp induction- 
motor pump is started. Induction-motor starting torque 
eqi^ to ftiU-load torque and pull-out torque equal to 3.8 
full-load torque. Full lines represent operation sfltlt fixed 
escitatioo and dotted lines under regulator control. 



Fig. 45—Terminal voltage of a 500 kva, 80-percent power- 
factor engine-type generator (X4~l.'16, z,«*0.59, Z4'*'0.30, 
13 percent mturation) as a iOO-hp Induction motor is con¬ 
nected. 

ent rates of response of the exciter. Ordinarily one is 
primarily interested in the minimum vdtage attained dur¬ 
ing the accelerating period and so the calculations have 
carried out to o^y 1.0 second. The curves dbow con- 
dititms for constant excitation and for exciters with 0.5 and 
1.0 ratios, respectively. 

24. Drop in Terminal Voltage with Sodden^jr- 
Applied Loads 

When a relatively large motor is connected to a gener¬ 
ator, the terminal voltage may decrease to such an extent 
aa to cause undervoltage release devices to (derate or to 
stall the motor. This situation arises particularly in con¬ 
nection with the starting ot large motors on power-house 
auxiliary generators. The beet single criterion to describe 
this effect when the generator is equipped with a regulator 
to control the excitation is the fnajimiiin drc^. lito pre¬ 
vious section describes a method whereby t^ quantity 
can be calculated. However, the proUem arises so fre¬ 
quently that Harder and Cbedt**-** have analysed the 


problem generally and have plotted the results in curve 
form. 

The analysis has been carried out for both self-excited 
and separately-excited exciters. The results for the former 
are plotted in Fig. 46, and for the latter in Fig. 47. These 
curves are plotted in terms of the four parameters: (1) 
magnitude of load change (2) Xint. (3) Tio, and (4) rate 
of exciter response, R. The response is defined in the 
chapter on Excitation Systems. It is shown by Harder 
and Cheek** that variations in x<„ saturation factor of the 
generator and power factor between zero and 60 percent 
have little effect upon the maximum drop. The assumed 
value of Xi for these calculations was 120 percent. An 
accurate figure for maximum voltage drop can be obtained 
for values of Xd other than 120 percent by first expressing 
reactances and the applied load on a new kva base, such 
that Xd on the new base is 120 percent, and then applying 
the curves. For example, suppose a load of 1500 Wa (ex¬ 
pressed at full voltage) of low power factor is to be applied 
to a 3000-kva generator having 30-percent transient re¬ 
actance and 150-percent synchronous reactance. Suppose 
that the generator time constant is 4.0 seconds and the 
exciter has a nominal response of 1.0. To determine the 
drop, express the transient reactance and the applied load 
on the kilovolt-ampere base upon which Xd is 120 percent. 
The base in this case will be 3000XI20/160 =>2400 kva. 
On this base the transient reactance Xd' is 30 X 2400/30(K)= 
24 percent, and the applied load is 1500/24(X)°s62.5 per¬ 
cent. If the exciter is self-excited then from the curves of 
Ilg. 46, the ma.ximum voltage drop is 15 percent for 62.5- 
percent load applied to a generator having 24-percent tran¬ 
sient reactance, a time constant of 4.0 seconds, and an 
exciter of 1.0 nominal response. This same maximum drop 
would be obtained with the machine and load under 
consideration. 

The initial load on a generator influences the voltage 
drop when additional load is suddenly applied. As shown 
in ]^g. 48, a static or constant-impedance initial load re¬ 
duces the voltage drop caused by suddenly applied load. 
However, a load that draws additional current as voltage 
decreases may increase the voltage drop. Such loads will 
be referred to as “dynamic” loads. For example, a running 
induction motor may drop slightly in spe^ during the 
voltage dip so that it actually draws an increased current 
and thereby increases the maximum voltage drop. The 
dynamic initial load curve of Fig. 48 is based on an initial 
1<^ that draws constant kilowatts and power factor as the 
voltdge varies. 

VII. CONSTANTS FOR USE IN STABILITY 
PROBLEMS 

The stability problem involves the study of the electro¬ 
mechanical oscillations inherent in power systems. A 
fundamental factor in this problem is the manner in which 
the power output of the generator varies as the position of 
its rotor changes with respect to some reference voltage. 
The natural period of power systems is about one second. 
Because of tiie series resistance external to the machine, 
the time constant of the unidirectional component of arm¬ 
ature current b usually so small as to be negligible in 
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Fig. 46—Maximum voltage drop of a synchronous machine WITH SELF-EXCITED EXCITER as affected by (a) magni¬ 
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t. 47—Maximum voltage drop of a eynchronoua machine WITH SBPARATBLY-EXCITBD BXCITBR ae affected by 
(a) magnitude of load change, (b) x '4 (c) T 4 .' and (d) rate of exciter reeponee. 
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Fig. 48—ES«ct of type (whether dynamic or etatlc) and initial 
load, acaumed at 0.84 power factor, upon the maximum volt¬ 
age ^op when 104-percent low-power-factor load U suddenly 
applied to an a-c generator. 


comparison with this natural period. The subtransient 
component is likewise so small that its effects can be 
neglected. There remains then only the transient com¬ 
ponents, those components associated with the time con¬ 
stants of the field winding, that are important. 

25. Representation of Machine 

The transient stability problem is primarily concerned 
with the power-angle relations during system swings fol¬ 
lowing a disturbance. Because of the dissymmetry of the 
two axes, it is necessary theoretically to take this dissym¬ 
metry into consideration. However, in most cases an 
impedance is in series externally to the machine so that 
the difference in reactances in the two axes becomes a 
smaller proportion of the total reactance. The results of 
calculations presented in Chap. 13 show that for most 
practical purposes it is sufficiently accurate to repretent 
the untymmeirical 'machine xoith a eymmetrical machine 
having Uie tame Xd- 

In spite of the close agreeinent of salient-pole with 
cylindrical-rotor results, a few cases arise for which it is 
necessary to use salient-pole theory. Relations for calcu¬ 
lating the power output have been given in Secs. 16 and 17 
and for computing the change in internal voltages in Sec. 
22(a). It is shown in the latter section that if the exciter 
is of the quick-response type, the voltage et can, for all 
practical purposes, be regarded as constant. Methods for 
the inclusion of these factors into the stability calculations 
have also been treated in Chap. 13. 

A knowledge of the inertia conttant, H, is a requisite for 
the determination of the acceleration and deceleration of 
the rotor. It represents the stored energy per kva and can 
be computed from the moment of inertia and speed by the 
following expression 

0.231irR«(rpm)«10-« 

"* kva 

where H »Inertia constant in kw-sec. per kva. 

ITR** Moment of inertia in Ib-ft*. 


Further consideration of this constant is given in Part 
XIII of this chapter. 

26. Network Calculator Studies 

For most problems the synchronous machine can be 
represented by its transient reactance and a voltage equal 
to that behind transient reactance. For the rare case for 
which salient-pole theory is required, the following pro¬ 
cedure can be followed. It is impossible to set up the two 
reactances in the two axes by a single reactor, but if the 
reactance, is used and a new voltage, s,d, introduced as 
representing the internal voltage, both position of the rotor 
and the variations in et can be carried through quite 
simply. 

Fig. 49 shows a vector diagram similar to Fig. 14 in 
which Sqd is included. This voltage is laid off along Sd and 
ei and terminates at the point a. The reading of power 
at Sqd is the same as the actual output of the machine. As 
the exciter voltage changes Sd' and e,d likewise change. 



Fig. 49—Construction of e«i for network calculator studies. 


The incremental changes in e^d can be obtained as follows. 
From Fig. 49 it is evident that at any instant 

«qd"*Cd' + (Xq~*dO*d (94) 


From Eq. (52) 
and 


<fed' 1 / \ 

Aed'-^A<-^^(s.-ed)Af 


(96) 


where Asd' is the increment of ed' in the increment of time 
At. From Fig. 49 there results also that 

Sd - eqd+ (*d - *q)*a (96) 


so that 


ASd / ^C«~Cqd“(*d 3'q)id^ Af. 


(97) 


In network calculator studies of system stability, 

«qd, and t'd are known at any instant. From Eq. (94) it is 
evident that the increment of Cqd is equal to the increment 
insd'. Thus 

ASqd“y^^SE~Sqd~(*d~*q)ldJ At (98) 
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This method can be applied regardless of the number of 
machines involved in the study. 

To obtain the initial value of Cqd, calculate Cd from 
the steady-state conditions before the disturbance, td is 
the quantity which remains constant during the instant 
representing the change from one operating condition to 
another. The proper Cqd is obtained by changing the 
magnitude of Cqd until Eq. (94) is satisfied. 

To include the effect of saturation, break the reactance 
Xq, which represents the machine, into two components 
Xp and (xq —Xp), the latter being next to the voltage «qd. 
The voltage at the junction of these two reactances is Cp, 
the voltage behind Xp. The effect of saturation will be 
included by adding the saturation factor s taken from the 
no-load saturation curve (see Fig. 17) for Cp, to the excita¬ 
tion obtained by neglecting saturation. This corresponds 
to method (d) of Sec. 3 for steady-state conditions. Eq. 
(98) then becomes 


ACqd — ^q)^*d A^. 


(99) 


of unidirectional and negative-sequence currents. The crest 
value of the negative-sequence current, itt is \/ii$ tnd the 

crest value of i" is — 77 . 


In the case of negative-sequence currents, part of the 
loss is supplied by the shaft and part is supplied through 
the armature. The loss associated with the circulating 
currents in the rotor as developed in Section 16 is approx- 
imately equal to 2(r2—rOil. Assuming for the moment that 
the loss varies as the square of the current and neglecting 
the differences due to the frequencies in the two cases, the 
loss for the unidirectional components of current is 




ri)ia or 


2(r.-ri) 

■ (Xd'O* ■ 


Actually, however, the loss varies more nearly as the 1.8 
power of the current so that the expression becomes 

2(rt—n) 

(Xd")'*' 


27. Armature Resistance 

For most stability studies the loss associated with the 
resistance of the armature is so small as to be negligible. 
The exception to this rule is the case for which a fault 
occurs near the terminals of a generator. 

The losses in an a-c generator during a three-phase short 
circuit can be large enough to affect significantly the rate 
at which the rotor changes angular position. This is of 
particular importance for stability studies. Two of the 
most important factors determining this effect are the loca¬ 
tion of the fault and the value of the negative-sequence 
resistance. The latter is difficult of evaluation particularly 
for turbo-generators—the type of machine in which the 
effect is greatest. One must rely almost entirely upon cal¬ 
culations, which are extremely complicated. For a-c board 
studies of system stability it is convenient to represent the 
machine losses by means of a resistance placed in series in 
the armature. The value of this resistance should be chosen 
so that its loss, with the reactance of the machine repre¬ 
sented by Xd, be equivalent to that of the machine under 
actual conditions. An approximate evaluation of this 
equivalent resistance will be developed for a turbo¬ 
generator. 

Let the initial value of the subtransient component of 
short-circuit current be designated, i". The components 
of the unidirectional current have a maximum value 
and are related in the three phases in a manner as discussed 
in Sec. 8. The sum of the unidirectional components in all 
three phases produce an essentially sinusoidal wave of mmf 
that is stationary with respect to the armature. This sta¬ 
tionary mmf develops a flux that in turn generates currents 
having a frequency of 60 cps in the rotor. This effect is 
similar to that produced by negative-sequence currents in 
the armature except that the latter produce a sinusoidal 
mmf wave that rotates at a speed corresponding to 60 cps 
in a direction opposite to the rotation of the shaft and 
ultimately generates circulating currents in the rotor hav¬ 
ing a frequency of 120 cps. The magnitudes of the mmf 
waves in the two cases are equal for the same creBi values 


Now considering the effect of frequencies. Since the 
depth of current penetration varies inversely as the 
square root of the frequency, the resistance varies directly 
as the square root of the frequency. The loss for the uni¬ 
directional component is then 


2(r2-ri) \/2(r2-r0 

V2(Xd'')‘* (xa")‘* ■ 


( 101 ) 



Fig. SO—Development of r^q of a turbo-generator for the con¬ 
dition of a three-phase short circuit across the terminals of 
the machine for various duration of the short circuit. 


'•q IN P£R UNIT 
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The loss associated with this current is 

To form an idea of the order of magnitudes of these 
losses, let 

id"=a09. T.-0.09. 

id'=0.15. Td'-0.6. 

*d=-1.25. 
rj»a035. 
r,=0.005. 

The results of the calculations are shown in Fig. 60. The 
upper dashed curve is the loss associated with the uni¬ 
directional component and the lower dashed curve the load 
losses. The full line represents the total losses. The cur¬ 
rent flowing in tha generator as represented on the board 

is constant and equal to The equivalent resistance, 

Xd 

to be inserted in series with Xd' must be such that the 
integrated loss over any interval must be the same as that 
in Fig. 50. The dot-dash curve in Fig. 60 gives the values 
of feq obtained by this method. 

Figure 51 gives similar values of r^q for other types of 
machines. The curves in Fig. 51(a) were calculate for 
short circuits at the terminals of the machines, those in 
Fig. 61(b) are for three-phase short circuits across the 
terminals of a transformer connected in series with the 
machine. 

VIIL UNBALANCED SHORT CIRCUITS ON 
MACHINES WITHOUT DAMPER WINDINGS 

Because of the dissymmetry of salient-pole machines 
without dam[>er windings, the armature currents at times 
of three-phase short-circuits, as shown in Sec. 12, contain 
second-harmonic components. For unsymmetrical short- 
circuits, such as from terminal-to-terminal, the wave forms 
of currents and voltages become even more complex. Both 
odd and even harmonics are present. 


Fig. 51—Typical equivalent realetance, r«Q, for different typee 
of machines. 

(a) for three-phase short circuit across the terminals used 

(b) for three-phase short circuit across the terminals of a series- 
connected transformer of 10 percent impedance. 


Since the unidirectional current decreases exponentially 
with a time constant T*, the loss as a function of time is 

\.9t 


v/2(ri-n)t 

(Xd")** 


( 102 ) 


In addition to the losses associated with the unidirec¬ 
tional current, the load losses as reflected by ri can also be 
significant for a three-phase fault across the terminals. 
Neglecting the sub-transient component, the a-c com¬ 
ponent of short-circuit for a three-phase short circuit from 
no-load is 




28. Terminal-to-Tenninal Short Circuit 

In particular consider a salient-pole machine in which 
saturation is neglected and which is operating at no load 
to which a short-circuit is suddenly applied across two 
terminals. The short-circuit current* in these phases is 
then 

._ ■v/3/f[sin(2T/(-h^) -sin <<>o] , . 

* (z,-|-Xd') + (x,—Xd') C08 2(2ir/t-h<^) 


in which <f>o indicates the phase positidn during the cycle 
at which the short-circuit occurred. 

It will be observed that this can be resolved into two 
components 


First: 

Second: 


V3 It sin (2irft+^) _ 

(x,+id') + (x,- Id') cos 2 (2Tfl+<l>t) 

_ \/3 It sin ipo _ 

(x,-f-Xd') + (x,—Id') cos 2 (2ir/(-l-^) 


(106) 

(107) 


The first component is shown in Fig. 52(a) for a typical 
machine and consists of odd harmonics only. The second 
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Pig. 52—Amuiture current and field current in a asmchronoua 
machine when a termlnal-to-terminai short circuit is sud¬ 
denly applied. 

Zd'*0.3a Zd-1.1 x<,»0.75 ^*-90^ 

component is shown in Fig. 52(b) for +90® and con¬ 
sists of even harmonics only. The latter component is de¬ 
pendent upon the instant during the cycle at which the 
short-circuit occurs and may vary anywhere between the 
values given and the negative of those values in accordance 
with the coefficient, sin Figure 52(c) gives the total 
current, the sum of Figs. 52(a) and 52(b). 

The units chosen are the p.u. in which for the machine 
operating at no-load at rated circuit voltage It would be 
equal to 1.0 and in this case the current i is given in terms 
of crest magnitude of rated phase current. 

The components of armature current shown in Figs. 
52(a) and 52(b) have associated with them the field cur¬ 
rents shown in Figs. 52(d) and 52(e), respectively, the forr 
mer consisting only of even harmonics and the latter only 
of odd harmonics. In Fig. 52(f) is shown the total field 
current. The average magnitude of this current is equal to 

Xd'+Vx,tXd *■ 

The odd-harmonic component of field current and its as¬ 
sociated even harmonic in the armature decay to zero with 
time. The even harmonics of the field and their associated 
odd harmonics of armature current decay to constant, 
steady-state amounts. Their initial values are in excess of 
their steady-state magnitudes by the amount the average 
of It is in excess of its steady-state amount, /f. The steady- 
state value of i is then equal to the initial amount of the 
odd-harmonic component multiplied by 

Xd + XqX^^ 


Thus 

_ sin (2rfi+tM _ . , 

[(a;,+Xd') + (*q-Xd') cos 2 (2ir/<-0)]‘ 

With the assistance of Fig. 52 it will be seen from Eq. 
(105) that the maximum amount of the odd harmonic 

If 

component is equal to The maximum value of 

2Xd 

the total current is dependent upon the instant during 
the cycle at which short-circuit occurs and reaches a 

f 11 

maximum of-7-. 

Xd 

Assuming no decrement for either the odd or even 
harmonics 


\/3 If sin if>o /l+5* 


^TtOM (odd) =V5 


6= — 


If 1 

Xd' -{~\/XqXd' \/l — 6^ 

y/xjx d -1 
y/xJxd+V 


(109) 

( 110 ) 
( 111 ) 



Fig. 53—Wave form of voltage across terminals of a water¬ 
wheel generator without damper windings for a termlnal-to- 
terminal short circuit from no-load. %q/xd -*3.5. 

(a) Initial value of odd harmonic component (decays slowly); 

(b) initial value of even harmonic component for sin 1 (decays 
rapidly). Its magnitude varies between that given and its 
negative depending upon the point during the cycle at which 
short circuit occurs. It may be sero. 

( 0 ) Total initial value for sin 1 
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The rms total current is equal to the square root of the 
sum of the squares of those components. It must be re¬ 
membered that the unit of current is the crest of rated 
terminal current When expressed in terms of the rated 
rms current the above figures must be multiplied by y/2. 

The voltage from the short-circuited terminals to the 
free terminal, neglecting decrements, is equal to 


e»—Cb * 3/ f/C [sin(2T//+<Ao) + 36 sin 3 (2 t/(+ 4>o) 


in which 


-f56*sin5(27r/^-|-0o)+...] 

-|-3/f sin <^[26 cos 2(2T/(-f^) 

-|~46* cos 4(2T/t-(-</>) -f-... J 


(112) 

^ y/xjx2 

■s/xjxi+l 

(113) 


and 6 has its previous significance. 

Like the short-circuit current this voltage can likewise 
be resolved into two components that together with the 
total voltage are plotted in Fig. 53. The maximum possible 
voltage, that which occurs when sin 0o is equal to unity, is 


for ibak. flm Unkacoi) 



(114) 


When sin the even harmonic component is equal 

to sero and for this case the maximum voltage is 


2'S 


(US) 


The corresponding line-to-neutral voltages for the termi- 
nal-to-terminal short-circuit are ^ of the above figures. 
In all of these expressions the crest value of rated line-to- 
neutral voltage has been used as a base. When the rms 
figure is used, the above quantity must be multiplied 
by v^. 

For a terminal-to-neutral short circuit, neglecting de¬ 
crements, the short-circuit current is 

87, [cos (2rft+ito) - cos^] . , 

(»d*+*q+*») + (Xs ~*q) COS 2(2s/(+^) 


29. Uiuymmetrical Short Circuits Under Capa- 
dtlve Loading 

When a salient-pole machine without damper windings 
is loaded by a hi^y capacitive load,**’ ** there is danger. 




Fig. 54—Schenifttlc diagram of a three-phaoe, salient-pole 
altarnator to which a three-phase bank of capiudtors and a 
termhial-to-terminal short circuit are applied elmultane- 

ously. 


ces2d’t4b*e««4e-«>6b*eM6e-t-—9 

-- 


ea-SlgKCsinOS'SbsinSerSbHinse^—9 
'»’3Id ein oc[2b cos 2 6 t'4b*ees4e-*-—8 




JO 

a 

s> 




Fig. 55—Equiralent circuit to which Fig. 54 may be reduced. 

k* 




y/xjxd* 




at times of unbalanced short circuit, that resonance occur 
between the reactance of the machine and the load 
with the possibility that dangerously high voltages might 
result. Considering a purely capacitive load such as an 
unloaded transmission line, the schematic diagram is shown 
in Fig. 54 and the equivalent circuit in Fig. 55 for the 
condition of a terminal-to-terminal short circuit. The emf 
applied to the circuit is equal to the open-circuit voltage 
for the same short-circuit condition. The oscillographic 
results of tests made on a particular machine as terminal- 
to-terminal short circuits are applied for different amounts 
of connected capacitance are shown in Fig. 56. Resonance 

will occur near points for which the quantity .>- *—-. =n*, 

\/ X(i Xq 

where n represents the integers 1, 2, 3, etc., and also the 
order of the harmonic. The nature of this resonance phe¬ 
nomenon is illustrated more clearly by the curve of Fig. 57, 
in which is plotted the maximum voltage during short- 
circuit in per unit. 

To orient one's self with regard to the length of line 
involved in these considerations, the figure in miles which 
appears below each oscillogram of Fig. 56 represents ap¬ 
proximately the length of single-circuit 66- or 220-kv 
transmission line that, with a generator having the char¬ 
acteristics of the one us ed in t he test, is required to satisfy 
the given value of xjy/x^x^. These figures were arrived 
at by assuming a generator capacity of 25 000, 75 000, and 
200 000 kva for 66-, 132-, and 220-kv lines, respectively. 
For smaller machines the length will decrease in proportion. 

The possibility of the existence of such resonant condi¬ 
tions can be determined for other types of loads and other 
types of faults by setting up the network for the s ystem 
and replacing the machine by the reactance Vx^jx?. This 
circuit should be set up for the positive-, negative-, and 
zero-sequence networks and the networks connected in 
accordance with the rules of symmetrical components. Any 
condition for which the impedance as viewed from the 
machine is aero or very small should be avoided. 

Since the danger of these high voltages arises from the 
dissymmetry of the machines, it can be eliminated effec¬ 
tively by the installation of damper windings. Fig. 58 
presents oscillographic evidence of the voltages existing 
for machines equipped with different types of dampers as 
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(o^ 49 



(9) 


199 




( 9 ) 


oo 


Fig. 56—Effect upon the terminal voltage of varying the shunt capacitive reactance when a terminal-to^termlnal short cir¬ 
cuit is applied to a machine without damper windings. 
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Fig. 57—Experimental values of crest voltages (twelfth cycle) 
from terminal a to b when switch in Fig. 54 is closed. Unit of 
voltage is crest of terminal-to-terminal voltage before short 
circuit. x<,/xa' = 2.2. Machine without damper winding. 


terminal-to terminal short circuits and capacitive react¬ 
ances are applied simultaneously. While a continuous 

or connected damper winding is most effective, a non- 

" 

connected damper winding having a ratio of equal to 

at least 1.35 will be found adequate for practically all 
purposes. 


IX. DAMPER WINDINGS 

The addition of copper damper windings to machines 
effectively simplifies the characteristics of the machines 
as viewed externally in that harmonic effects are largely 
eliminated. However, the addition of other possible cir¬ 
cuits for current flow complicates the internal calculations. 
The influence of dampers can in most cases be evaluated 
in terms of their effect^^ upon the subtransient reactances 
in the two axes, 

30. Types of Damper Windings 

Damper windings are of several general types. 

Connected Dampers —These consist essentially of 
windings similar to a squirrel-cage or an induction motor. 
They are continuous between poles as shown in Fig. 59 in 
which (a) shows the connection between poles for a slow- 
speed machine and (b) shows the additional bracing re¬ 
quired in the form of an end ring for higher speed ma¬ 
chines. In this t3rpe of damper, Xq" and Xd" have nearly 
the same magnitudes. 

Non-connected Dampers—The dampers in each pole 
face are independent from those in adjacent poles, as shown 




Fig. 58 Effect of damper windings. 

Terminal-to-terminal short circuit: 

(a) No dampers. 

(b) ConntM’led copper damper. 

(c) Connected high resistance damper. 

(d) Non-Connected copper damper. 

Tcrmlnal-to-neutral short circuit: 

(e) No damper. 

(f) Connected copper damper. 

(g) Connected high resistance d&mper. 

(h) Non-connected copper damper. 

in Fig. 60. They are somewhat cheaper than connected 
dampers but at the expense of no longer being able to 
make Xq" and Xd" equal. 
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(®) (b) 

Fig. 59—Connected damper windings: 


(a) Slow-speed machine. 

(b) High-speed machine. 





- ■—■ —• - ...... . -•■ ■ ■ 



Fig. 60—^Two types of non-connected damper windings. 


Special Dampers —In this classification fall such 
dampers as double-deck windings, which are in effect a 
double winding, one of high resistance and low reactance 
and the other of low resistance and high reactance. The 
principal uses of this type are in motors where the com¬ 
bination provides better starting characteristics. At low 
speeds the high reactance of the low-resistance winding 
forces the current to flow through the high-resistance wind¬ 
ing, which produces a high torque. At higher speeds the 
low-resistance winding becomes effective. Another type of 
special winding is one that is insulated from the iron and 


connected in series to slip rings. By connecting a variable 
resistor externally to the slip rings the starting character¬ 
istics can be varied at will. 

The general characteristics of damper windings will be 
discussed under the following heads. 

31. Balancing Action and Elimination of Voltage 
Distortion 

One of the earliest needs for damper windings arose from 
the use of single-phase generators and, later, phase bal¬ 
ancers. Such machines if unequipped with damper wind¬ 
ings have characteristics which resemble closely those of 
a three-phase machine without damper windings when a 
single-phase load is drawn from it. Voltage distortion 
similar to that discussed under unbalanced short-circuits 
occurs. In addition, if this condition persists the currents 
that flow in the body of the pole pieces, produce excessive 
heating. The addition of damper windings provides a low- 
resistance path for the flow of these currents and prevents 
both wave distortion and excessive heating. Because of 
the steady character of the load, damper windings in 
single-phase machines and phase balancers must be heavier 
than those in three-phase machines. 

The best criteria of a polyphase machine to carry un¬ 
balanced load are its negative-sequence reactance and 
resistance. The former reflects its ability to prevent un¬ 
balancing of the voltage and the latter its ability to carry 
the negative-sequence current without undue heating of 
the rotor. These properties are particularly important for 
such fluctuating loads as electric furnaces. Not only do 
the dampers reduce voltage unbalance but also reduce 
wave form distortion. 

32. Negative-Sequence Reactance and Resistance 

As discussed previously the negative-sequence reactance 
and resistance of a machine are both affected by the damper 
windings. Table 2 shows the effect of different types of 
windings upon a 100-kva generator*^ and Table 3 upon a 
5000-kva synchronous condenser.Both of these tables 
represent test results. 


Table 2—Constants of a Synchronous Generator as 
Affected by Type of Damper Winding (100 Kva, 
2300 Volts, 25.2 Amperes) 


Type 

Xd 

B 


Xq 

Xd' 

rad" 


No damper— 

0.260 

0.577 

0.388 

2.22 

0.028 

0.105 


Xd" 

Iq" 

Vid'-x," 

Xd" 



Connected 

Copper. 

Connected 

0 157 

0 146 

0.151 

0.93 

0.036 

0.047 

Everdur. . . . 
Non-connected 

0.171 

0.157 

0.164 

0.92 

0.063 

0.111 

Copper. 

0.154 

0.390 

0.245 

2.53 

0.037 

0.113 


33. Damping Effect 

In the early days when prime movers consisted mostly 
of reciprocating engines the pulsating character of the 
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Tabus 8—Constants of a Synchronous Condenser as 
Affected by Type of, Daicfbr Winding (6000 Kva, 
4000 Volts, 721 Amperes) 


Type 

U 

(*d"+x,") 

Test 

Calculated 

Teat 

Calculated 

No damper. 

0.046 

0.040 

0.76 

0.69 

Connected copper.... 

0.026 

0.029 

0.195 

0.216 

Connected brass. 

0.046 

0.044 

0.196 

0.216 

Connected Everdur. . 

0.12 

0.126 

0.20 

0.216 


torque made parallel operation difficult. This was success¬ 
fully solved by damper windings in that the damper wind¬ 
ing absorbed the energy of oscillation between machines 
and prevented the oscillations from becoming cumulative. 
More recently in consideration of the stability problem 
low-resistance damper windings have been advocated for 
the same reason. While a low-resistance damper winding 
will decrease the number of electro-mechanical oscillations 
following a disturbance this effecc in itself is not impor¬ 
tant'^ in increasing the amount of power that can be 
transmitted over the system. 

The general influence of damper windings, their negative- 
sequence resistance and reactance, and also their purely 
damping action, upon the stability problem, is discussed 
in more detail in Chap. 13. 

34. Other Considerations Affecting Damper Wind- 
ings 

Synchronous generators feeding loads through trans¬ 
mission lines having a high ratio of resistance to reactance 
tend to set up spontaneous hunting.'® This tendency is 
greater at light loads than at heavy loads, the criterion at 
which it tends to disappear being when the angle between 
the transient internal voltage and the load voltage equals 
the impedance angle of the connecting impedance. There 
need not be any periodic impulse, such as the pulsating 
torque of a compressor, to initiate this phenomenon but 
it may very well aggravate the condition. Damper wind¬ 
ings are very effective in suppressing such inherent hunt¬ 
ing conditions and also alleviate hunting produced by 
periodic impulses, although the latter phenomenon is usu¬ 
ally eliminated by altering the natural frequency of the 
system by changing the fly wheel effect of the generator 
or motor or both. Synchronous motors connected through 
high resistance lines or cables also develop spontaneous 
hunting but not so frequently as they are always provided 
with a damper winding. 

Series capacitors in decreasing the effective series react¬ 
ance increase the ratio of resistance to reactance and thus 
tend to increase the likelihood of spontaneous hunting. 

In general, where beneficial effects can accrue with the 
use of damper windings, the benefits are greater for con 
nected or continuous dampers than for non-connected 
dampers. Mechanically there is no choice as both types 
can be made equally reliable. The non-connected winding 
lends itself somewhat easier to the removal of a pole but 
not to sufficient extent to constitute a consideration in the 
choice of type to install. A ratio of x," to Xd" as low as 
about 1.36 can be obtained with non-connected and 1.1 
with connected dampers. Damper windings for which this 


ratio is greater than 1.35 and less than 1.35 add 2 and 3 
percent, respectively, to the price of the machine. In con¬ 
sideration of the many complicated problems involved in 
the selection of a damper winding it would appear, in view 
of the low increase in cost of the connected damper, that 
if any damper winding is thought necessary, the connected 
type should be used. 

X. SELF-EXCITATION OF SYNCHRONOUS 
MACHINES 

When a synchronous machine is used to charge an un¬ 
loaded transmission line whose charging kva is equal ap¬ 
proximately to the kva of the machine, the machine may 
become self-excited and the voltage rise beyond control. 
The conditions that must be satisfied for this phenomenon 
to occur are made manifest by determining the machine 
characteristics for a constant inductive reactive load. 



Fig. 61—Ck>n8truction of regulation curves for induction 

loading. 

In Fig. 61 the line OAG represents the no-load saturation 
curve. Suppose the machine is loaded with a three-phase 
reactor equal to x. ohms per phase. To determine the 
regulation curve for this impedance, that is, a curve of 
terminal voltage plotted against field current, proceed as 
follows: Choose an armature current such that Xet*, tne 
terminal voltage, is approximately rated voltage. This 
voltage is given by the distance BD in Fig. 61. By adding 
^Id this discussion, the terminal voltage is regarded as theterminal- 
to-neutraJ value. When terminal-to-terminal voltage is used the volt¬ 
age drops considered will have to be multiplied by \/3- 
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to this distance the Zpi drop, DA , the voltage behind Potier 
reactance denoted by the point A is obtained. The mag- 
netiiing current to produce this voltage is given by the 
distance OB. In addition to this, however, the field current 
Ai is required to overcome the demagnetising effect of the 
armature current. For normal current, Ai is the distance 
KN in the Potier triangle, OMN. In conclusion, to produce 
the terminal voltage F, the field current OC is necessary. 
The triangle BAC is a sort of Potier triangle, in which 
the Potier reactance is replaced by a reactance equal to 
(Xp+x,). Thus by drawing any line HG parallel to CA and 
OJ parallel to AF, the intorsection with the vertical from 
H determines the terminal voltage for the excitation H. 

When the load consists of balanced capacitors having a 
reactance Xo in which Xe is greater than Xp, the impedance 
as viewed from the voltage behind Potier reactance is ca¬ 
pacitive and the armature current is magnetising instead 
of demagnetising. This case can be treated in a manner 
similar to that for an inductive-reactance load with some 
modifications as is shown in Fig. 62. In this figure the 
distance CF represents the terminal voltage produced by 
the external drop x«t. Since the current leads the terminal 
voltage by ninety degrees the voltage behind Potier react¬ 
ance for the assumed armature current is found by sub- 



Flg. S2—Oonstructlofi of reialation cunrss for capadtlvo 

loading. 



Pig. 63—^Regulation cupree for constant capacitive load of 
such values as to give the loads at rated voltage indicated on 
the curves. HG parallel to Sq. Point q represents excitation 
and internal voltage, neglecting saturation, to produce rated 
terminal voltage with l#0-percent capacitive current. 


trading the drop Xpt giving the distance CD or BA. To 
produce this voltage the magnetizing current OB is re¬ 
quired but since the armature current is magnetizing to 
the extent of At, the actual field current necessary is only 
OC. This determines F as a point in the regulation curve. 
For other field currents such as the point Hy draw HO 
parallel to CA until it intercepts the no-load saturation 
curve at G. Then draw OJ parallel to AF. The intersection 
with the vertical from H determines the point J. 

Fig. 63 depicts the regulation curves for different sizes of 
capacitors. The number assigned to each curve represents 
the percent kva delivered at rated voltage. 


The angle a in Fig. 62 is equal to tan — yf**^* . At 

At 

zero excitation it can be seen that if this angle is sufficiently 
small, intersection with the no-load saturation curve is 
possible, but as a increases a point is finally reached at 
which intersection is impossible and the solution fails. 
This signifies that when this point is reached self-excitation 
does not occur. This critical condition occurs when the 


slope 


(Xc-Xp)» 

At 


equals the slope of the no-load saturation 


curve. In discussing the significance of xa use was made of 
Fig. 10, where it was pointed out that DA is the current 
necessary to overcome the demagnetizing effect. At, of the 
armature current. The distance AB is the S 3 mchrQnou 8 
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reactance drop x^i and DC the Potter reactance drop. 
Thus the slope of the no-load saturation curve is equal to 
x^i Xni 

——. The condition for self excitation is then that 
At 


{xc-x^)i (xd-Xp)i 

At At 

or 

x^<Xd (117) 

Stated otherwise, the machine will become self-excited if 

jB* 

the kva of the machine as defined by — is less than the 

Xd 

E* 

charging kva of the line —. Since Xd is, except for special 

Xc 

cases, of the order of 120 percent, danger may threaten 
when the charging kva requirements of the line exceed 
approximately ^ percent of the kva of the machine. 


XL CAPACITANCE OF MACHINE WINDINGS 



0 eo 40 60 so too 

liVA 


Fig. 64—Capacitance to ground of TURBINE-GENERATOR 
windings for 13 200-volt machines in microfarads per phase. 
For other voltages multiply by factor K in insert. 


A knowledge of the capacitance to ground of machine 
windings is necessary for several reasons, among which are: 

(a) Grounding of Generators. This is discussed in con¬ 
siderable detail in the chapter on Groimding. The ca¬ 
pacitance to ground of the windings must be known so 
that the associated resistance can be selected. 

(b) System Grounding. The capacitance must be 
known so that the contribution of this element to the 
ground current can be determined for single line-to- 
ground faults. The contribution to the fault current for 
this condition is equal to V3 2ir/Coi?X ICT^ where/ is the 
system frequency, E the line-to-line voltage and Co the 
capacitance per phase in microfarads. 

(c) System Recovery Voltage. The capacitance of the 
rotating machines may be an important element in the 
determination of the system recovery voltage. It is cus- 
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Fit* 64—Capacitance to ground of 2340-Tolt SYNCHRONOUS 
MOTORS in microfaradt per phase to ground. For Toltages 
between 2366 and 6606, the capacitance will not rary more 
than ± 15 percent from the ralues for 2300 rolt. 

tomary to represent the machine capacitance in this 
work by placing one-half of the total capacitance to 
ground at the machine terminal. For details of this type 
of calculation refer to the chapter on Power-Syatem 
Voltages and Currents During Abnormal Conditions. 

(d) Charging Kva. In testing the insulation of ma¬ 
chines, particularly in the field, it is sometimes necessary 
to know the approximate charging kva of the windings 
so that a transformer of sufficiently high rating can be 
provided beforehand to do the job. This is required 
either for normal routine testing, for testing at time of 
installation or for testing after rewinding. The charging 
kva per phase is equal to 2t/Co^X 10^ where Co is the 



Pig. 67—Capacitance to ground of 2300-yolt INDUCTION 
MOTORS In microfarads per phase. For voltages between 
2300 and 6600, the capacitance will not vary more than 
± 15 percent from the values for 2300 volts. 


capacitance per fffiase to ground in microfarads and E is 
the iq;)plied voltage from winding to ground. 

Figures 64 to 67 provide basic data calculated for West- 
inghouse turbine generators and salient^-pole generators 
and motors. The generator data was obtained from refer¬ 
ence 23 and the motor data from some unpublished ma¬ 
terial of Dr. E. L. Harder. This information should be 
typical of other machines to within about ± 50 percent. 
In general, it should be borne in mind that these character¬ 
istics vary greatly between machines of different designs. 
Fortunately, however, not very great accuracy is required 
for the applications cited above. 

XII. NATURAL FREQUENCY OF SYNCHRONOUS 
MACHINE CONNECTED TO INFINITE BUS 

A synchronous machine connected to an infinite bus 
possesses a natural period of oscillation which is given in 
the ASA C60—1943 Rotating Electrical Machinery 
Standards as 

^ 35 200 

“ (ipmj V Wl^ ^ mmute (113) 

where Pt is the synchronising power in kw per degree dis¬ 
placement, 

/ is the system frequency. 

When given an angular displacement, the machine oscil¬ 
lates with this frequency and finally subsides unless sub¬ 
jected to periodic impul^ of proper magnitude. It is not 
within the scope of this work to discuss this subject in its 
entirety, but merely to derive the above expression. 

If an incremental displacement Ad be assumed, the cor¬ 
responding S3mchronizing power is 

AP^PrAdinkw (114) 

and A$ is in degrees. From the Stability Chapter it can be 
seen that the acceleration of the rotor is 

180/ ,^. , , , 

- -AP m dcg/sec* 

kva H 

'" ( ^ kva^ in rad/sec* (115) 


where the kva refers to the rating of the machine and H 
the inertia constant. Substituting H from Eq. (93) 


“■0.231 

(116) 

and substituting AP from Eq. (114) 


xlO* fP. 

0.231 (irft*)(rpm)» 

(117) 

= -K£i9. 

(118) 

„ tIO* fPr 

0.231 (VF/2*)(rpm)*' 

(119) 

The agn of P, is actually negative as an increment in A9 
produces a torque which tends to return the machine to the 
operating angle. Thus, K is positive. Now 

dP 

(120) 
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Further, let 

Ad=i4 sin 27r/„< (121) 

then substituting this relation into Eq. (120) 

— (2jr/„)’ A sin 2jr/„<= —KA sin 27rfat 
from which 



Substituting K from Eq. (119) 

which converts to Eq. (113). 

XIII. TYPICAL CONSTANTS AND COSTS 

Both the voltage and the current at which a machine 
operates affect certain of the principal constants through 
the variability of the permeability of the iron. In this 
sense, these so-called constants are not in reality constant. 
Consider the transient reactance, Xd'. If three-phase short- 
circuits are applied to a machine from no load, the react¬ 
ances so obtained vary with the excitation. Two of these 
quantities have been given special designations. Thus the 
reactance obtained when the excitation is such as to pro¬ 
duce rated voltage at no load before the short-circuit is 
called the "rated-voltage reactance” and the reactance 
obtained when the excitation is reduced so as to produce 
from no load a transient component of the short-circuit 




ARMATURE CURRENT IN PER UNIT 


Fig. 69—Saturation factors for transient reactance. Three- 
phase short circuits from rated voltage no load. Current 
limited by series reactance. 


current equal to rated value is called the “rated-current 
reactance.” 

A knowledge of these two values of xa' is not sufficient 
for all applications for which xa' is required. The rated- 
current Xd', because of lower excitation, lends itself more 
readily for determination from test. The rated-voltage Xa' 
is that required for short-circuit studies. Saturation within 
the machine is a minimum for the former and a maximum 
for the latter. The rated voltage value is sometimes called 
the “saturated value” and is the value usually given by the 
designer. Certain applications, such as stability studies, 
demand a quantity determined under conditions for which 
the terminal voltage is near rated voltage and the armature 
current is likewise near its rated current. Fig. 68 obtained 
from data presented by Kilgore'® shows how the reactances 
of typical machine3 of different classes vary if three-phase 
short-circuits were applied from rated voltage no load, the 
current being altered by introducing different external 
reactances in the armature circuits. The rated-current 
figure is used as a base for all the curves. The particular 
reactance on the curves for rated current is the one that 
would have greatest utility for stability and regulation 
problems. No specific name has been assigned to this 
quantity. 

Similar considerations apply to the subtransient react¬ 
ances, with this difference, that the rated-current reactance 
Xd" is obtained from the same test as that for which the 
rated-current reactance of xa' was obtained. In this case 
rated current refers to the transient component and not 
the subtransient component of current. Fig. 69 shows how 



Fig. 69—Saturation factors for subtranalent reactance. 
**Rated current** value used as base. All renctances from 
three-phase short circuits without external reactance. Satu¬ 
ration factors for salient-pole machine with damper winding 
is equal to unity. 
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Xd' variee with the transient component of current, all 
points being obtained from three-phase short-circuits with 
no external reactance, the current being altered by the 
excitation before the short-circuit. 

In general, it is unnecessary to make this distinction for 
the negative-sequence reactance. The AI EE code'® sug¬ 
gests determination of x* by means of the method discussed 
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Pig. 7#—Normal unsaturated transient reactance (Xdu') for 
waterwheel generators* 

under Negative-Sequence Reactance, the current during 
the sustained terminal-to-terminal short-circuit being 
limited to the rated current. 

The normal value of x'du designed into waterwheel gen¬ 
erators varies with the kva capacity and speed. These 
values are plotted in curve form in Fig. 70. To obtain 
lower values than those indicated usually involves an 
increased cost. 

The angular qslations within the machine are determined 
to a large extent by Xq. The variation, by test, of Xq for 
several salient-pole machines'**"^ is shown in Fig. 71. 



Fig. 71—iq for salient-pole machines. 

A » 7500 kva generator without damper winding. 
Ba»750 kva generator without damper winding. 
C»331 kva motor with damper winding removed. 
100 kva generator with damper winding. 
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Fig. 72—Variation of Xo for turbine generators. 



Fig. 73—Open-circuit transient time constants of a-c gen¬ 
erators and motors. 



Fig. 74—Open-circuit transient time constants of turbine 
generators. 


The aero-sequence reactance, as evidenced by Fig. 72 
taken from Wright’s paper,'^ is not affected to any great 
extent in the region for which it has greatest use. 

For practical purposes the effect of saturation upon the 
open-circuit transient time constant Td'o and the sub¬ 
transient shorb^nrcuit time constant Td' can be neglected. 
In general, Td varies in the same manner as Xd^ so that 

Zd 

the relation Td'*—Td'o is still maintained. Because of 

Xd 


the wide variation of Td'o with the size of the unit the 
curves of Figs. 73 and 74 taken from a paper by Hahn 
and Wagner,“ are also included. 

Table 4 gives both the range of t 3 rpical constants that 
are characteristic of normal designs and also an average 
that can be used for general purposes when the specific 
value of a particular machine is not known. The negative- 
sequence resistance is that obtained at a negative-sequence 
current equal to rated current. It must be kept in mind 
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that the loss associated therewith varies as the second 
power of it for salient-pole machines either with or without 
damper windings and as the 1.8 power of it for turbine 
generators. Column (9) in Table 4 refers to the a-c re¬ 
sistance, n, (which includes the effect of load losses) and 
column (10) the d-c resistance, r,. 

The inertia constant, H, which is discussed in Chap. 13 
is likewise given in Table 4. The general variation of H of 
turbogenerators and the corresponding figures for water¬ 
wheel generators are given in Fig. 75. The effect upon H 




Fig. 75—Inertia constants. 

(a) Ivsrge turbine generators, turbine included. 

(b) Large vertical tyj>e waterwheel generators, including allow¬ 
ance of 15 percent for waterwheels. 

of increasing the short-circuit ratio and changing the 
power-factor is given in Fig. 76. The WR^ represented 
by the curves of Figs. 75 and 76 are those obtained 
from a normally designed machine in which no particular 
effort has been made to obtain abnormally high H, When 
magnitudes of WR^ in excess of these are desired a more 
expensive machine results. The additional cost of the 
additional WR^ is about proportional as shown in Fig. 77. 

The cost per kva of water-wheel generators depends 
upon its kva and speed. The extent of this variation is 
shown in Fig. 78. Machines of higher short-circuit ratio 
or power-factor are more expensive in the proportion shown 
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SHORT CIRCUIT RATIO 

Fig. 79—Effect of short-circuit ratio upon cost (Normal 1.0 
short-circuit ratio and 0.8 power-factor used as base). 


Fig. 76—Effect of short-circuit ratio upon H. 



Fig. 77—Effect of increasing H abore the normal ralues given 
by Fig. 75. 
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THOUSANDS OF KVA 



Fig. 80—Cost of synchronous condensers including eiciter 
and autotransfoimer. 

in Fig. 79. Naturally these figures will vary from year to 
year with the cost of materials and labor. 

The condenser cost per kva including the exciter, pilot 
exciter, and auto-tranrformer is plotted in Fig. 80. The 
exciter kw varies with the sise of the unit, ranging from 
1.2, 0.7, and 0.32 percent for a 1000, 5000, and 50 00&-kva 
unit, respectively. 

The cost of normal exciters for water-wheel generators 
varies from 7 to 13 percent of the cost of the generator 
alone for slow speeds, and from 2.5 to 6 percent for high 
speeds. The larger fibres apply for units of about 3000 
kva and the smaller figures for machines of about 60 000 
kva. Direct-connected pilot exciters cost approximately 
30 percent of that of the exciter. 

XIV. INDUCTION MOTORS 


Fig. 78 —Cost of waterwheel generators Including direct-con¬ 
nected exciters only. 

(0.8 power-factor and 1.0 short circuit ratio) 

(0.9 power-factor and 1.1 short circuit ratio) 

(1.0 power-factor and 1.25 short cii*cuit ratio) 


The equivalent circuit of the induction motor is shown 

in Fig. 31. The loss in the resistor represents the 

shaft power and since the circuit is on a per phase basis, 
the total shaft power is thus 
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Total abaft powerin watte (123) 

inhp. (124) 

The rotor cc^per lose ie (3r,t,*), Therefore, neglecting 
other losses, tiie efficiency is: 

__ total shaft power _ 

total shaft power+rotor copper loss 
1 —« 

—««'l—*. (125) 

—^+1 
a 


Thus, the efficiency decreases with increasing slip. For 
10 percent slip the efficiency is 90 percent, for 90 percent 
slip the efficiency is 10 percent. Similarly, the rotor copper 
loss is directly proportional to slip; being 10 percent for 
10 percent slip and 90 percent for 90 percent slip. 

The total shaft power can also be expressed in terms of 
torques. Thus, 

2 ir 

Total shaft horse power »gg-^(ri„ibf«)(rpm),,B. (l-«). 

(126) 

Equating (124) and (126), the torque is 

7-7.04;—V— ft. (127) 

(rpmjaya. ®in par unit 

The equivalent circuit of Fig. 31 can be simplified con¬ 
siderably by shifting the magnetizing branch to directly 
across the terminals. The resultant approximate circuit 
is shown in Fig. 81. This approximation permits of 



Fig. 81—^Ai^proziiiiate equiyalent circuit of induction motor. 


relatively simple determination of it, so that Eq. (127) 
becomes 


7.041? 

' (rpm) ,ya 


Ijr 

a 




-lb ft. (128) 


+ (a:.+Xr)* 


Most transients involving induction motors fall within 
one of two categories; first, those in which the machine is 
disconnected from the source of power and, second, those 
in which the machine remains connected to the source of 
power. In the first case the transient is determined largely 
by changes in magnetization and may be quite long. An 


example of this case is the phenomena that occurs during 
the interval between the trimsfer of power-house auxiliaries 
from one source to another. In the second case, the tran¬ 
sient is determined by reactions involving both the stator 
and rotor and the duration is quite short. Examples, of 
this case, are the sudden energization of an induction motor 
or sudden short circuit across its terminals. 

35 Contribution to System Short-Circuit Current 

In the calculation of system short circuits only synchro¬ 
nous machines are usually considered but in special cases 
where induction machines constitute a large proportion of 
the load, their contribution to the short-circuit current 
even if its duration is only a few cycles may be large enough 
to influence the choice of the breaker from the standpoint 
of its short-time rating, that is, the maximum nns current 
the breaker can carry for any time, however small. 

As a first approximation the short-circuit current sup¬ 
plied by an induction motor can be resolved into an alter¬ 
nating and a unidirectional component much like that for 
a synchronous machine. The initial rms magnitude of the 
alternating component is equal to the terminal voltage 
to neutral divided by the blocked rotor impedance per 
phase. The time constants are namely, 
for the alternating component, 

(blocked rotor reactance per phase in ohms) 

2 t (rotor resistance per phase in ohms) 
for the unidirectional component, 

(blocked rotor reactance per phase in ohms) 

27r (stator resistance per phase in ohms) 

Fig. 82 shows the short-circuit current of a 25-horse-power, 
550-volt squirrel-cage motor. The dotted line in the upper 





Fig. 82—Short-circuit currents in armature of squirrel-cage 
induction motor. 
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curve indicates the computed value of the envelope of the 
alternating component of short-circuit current. The am¬ 
plitude shows a substantial check but the computed time 
constant was low. This can probably be attributed to using 
the a-c resistance of the rotor rather than the d-c resistance. 
The dotted line in the lower curve is the computed value of 
the unidirectional component which checks quite well. 

Wound-rotor motors, operated with a substantial amount 
of external resistance, will have such small time constants 
that their contribution to the short-circuit can be neglected. 

36. Electro-Mechanical Starting Transient 

Fig. 31 shows the conventional diagram of an induction 
motor. In the present discussion the per unit system of 
units will continue to be used, in which unit current is the 
current necessary to develop the rated power at the rated 
voltage. The unit of both power and reactive volt-amperes 
will be the rated kva of the motor and not the rated power 
either in kilowatts or horse power. This convention is 
consistent with the choice of units for the impedances. At 
rated slip the volt-amperes input into the stator must be 

1 — 8 

equal to unity but the power absorbed in the resistor 

will be less than unity and will be equal numerically to 
the ratio of the rated power of the motor to the rated kva. 
The unit of shaft torque requires special comment. The 
shaft power can be expressed as 

Shaft Power in kw = kvar.t«i Ilrr —(129) 

8 


In terms of torque the shaft power is equal to 
Shaft Power in kw 

^ in lb ft 2T(rpm),y,«b.(l-«) 
33 000 


(130) 


Equating, there results that 


r in lb ft 


33 000 , 

2ir(0.746)(rpm).^*^ '•*** 


(131) 


If unit torque be defined as that torque required to pro¬ 
duce a shaft power equal to rated kva at synchronous 
speed, then from (130), the unit of torque is 


33 000 

2t( 0.746) (rpm).y.di. 


kvantod 


and equation (131) in per unit becomes 


rinp.u.*/?^. 

9 


(132) 


For the purpose of determining the nature of electro¬ 
mechanical traofflents upon starting a motor from rest, the 
first step involves the (^culation of the shaft torque as a 
function the speed. Either the conventional method of 
the circle diagram or expression (132) can be used. In 
using the latter method it is only necessary to solve the 
network of 1%. (31) and substitute the solution oS I, there¬ 
from into Eq. (132). A solution of a typical motor is shown 
in Fig. 83. For most motors the magnetizing branch can be 
neglected, for which case the torque expression becomes 



Fig. 83—Illustrating calculation of speed-time curre of an 
induction motor upon application of full voltage. 


T in per unit=*e?- ^ - ^2 (133) 


The crosses close to the torque curve in Fig. 83 were 
computed by this expression. 

In Fig. 83 is also shown the torque requirements of a 
particular load such as a blower. Upon applying voltage 
to the motor the difference between the torque developed 
by the motor and that required by the load is the torque 
available for acceleration of the rotor. To convert to accel¬ 
eration it is convenient to introduce a constant, Hy which 
is equal to the stored energy in kw-sec. per kva of rating 
at synchronous speed. H may be computed by means of 
Eq. (93). WR^ must, of course, include the WR* of the con¬ 
nected load. 

Suppose that one per unit torque is applied to the motor 
which means that at synchronous spe^ the power input 
into acceleration of the rotor is equal to rated kva, and 
suppose further that the rotor is brought to synchronous 
spe^ in one second. During this interval the acceleration 
is constant (1 per unit) and the power input increases 
linearly with time so that at the end of one second the 
stored energy of rotation is ()^ kva) in kw-sec. Thus 1 per 
unit of torque produces 1 per unit of acceleration if the 
inertia is such that H ^va of stored energy is produced in 
one second. From this it can be seen that if the inertia is 
such that at synchronous speed the stored energy is H, 
then to develop this energy in one second, the same acceler¬ 
ation but a torque 2H times as great is required. Therefore, 
there results that 


a 


T-Tl 

2H 


(134) 
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Acceleration can be expressed as — and its reciprocal 
as Thus from (134) 


dt _ 2H 
dw T-Tl 


(135) 


This function is likewise plotted in Fig. 83. The utility of 
this form of the expression may be seen at once from the 

fact that ^ is known as a function of w and the time to 
do) 

reach any value of o) can be determined by a simple 
integration. Thus 



By summing up areas (such as indicated by the shaded 
portion) in a vertical direction, the time to reach any 
speed is obtained. The curve of time so obtained is 
plotted in Fig. 83. 

The following formula can be used to form an approxi¬ 
mate idea of the time required to accelerate a motor, 
whose load varies as the square or cube of the speed, to 
half speed 

Time to half speed = in seconds (137) 


All of the above units must be expressed in per unit. Re¬ 
member also that x. should include any external react¬ 
ance in the stator back to the point where the voltage 
may be regarded as constant and et should be that con¬ 
stant voltage. 


37. Residual Voltage 

If an induction motor is disconnected from its supply, it 
rotates for some time, the rate of deceleration being de¬ 
termined by the inertia of its own rotor and the inertia of 
the load and also by the nature of the load. Because of 
the inductance of the rotor, flux is entrapped and voltage 



FIft. S4—Decay of residual yoltage* of a ^oup of power house 
auxiliary motors. 



Fig. 85—Typical time constants for 2300-yolt squirrel cage 
induction motors. 

appears at the open terminals of the machine. If the volt¬ 
age source is reapplied when the source voltage and residual 
voltage of the motor are out of phase, currents exceeding 
starting values may be obtained. 



Fig. 86—Approximate variation of price with voltage and horsepower of squirrel-cage 
induction motors. These values apply approximately for 8 poles or less for 60-cycle 
motors. Most economical used as base price. 
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figure 84 shows the decay of a group of power-house 
auxiUary motors'*. The group had a total rating of 2500 
kw of which the largest was 1250 hp. This curve includes 
not only the effect of magnetic decay but the reduction in 
voltage due to decrease in speed. The open>cirouit time 
constant for individual 2300-volt machines is given in Fig. 
85. There is a great variance in this constant between 
different designs but these curves give an idea of the mag¬ 
nitude for squirrel-cage induction machines. 

38. Cost of Induction Motors 

The price of induction motors of a given rating varies 
with the voltage. As the rating increases the most eco¬ 
nomical voltage also increases. To form a basis of judg¬ 
ment of the effect of voltage upon sise the curve in Fig. 86 
was prqMued. 

REFERENCES 

1. Power System TransientB, by V. Bush and R. D. Booth, 

AJJSJS Vol. 44, February 1925, pp. 80-07. 

2. Further Studies of Transmisnon Stability, by R. D. Evans and 
C. F. Wagner, AJJBJS. Trm$action$, Vol. 45, 1020, pp. 51^80. 

8. Synchronous Machines—I and II—An extension of Blonders 
Two Reactaon-Theoty—Steady-State Power Angle Character¬ 
istics, by R. E. Doherty and C. A. Nlckle, AJJBJl. TratiMc- 
iiofis, Vol. 45, 1026, pp. 912-042. 

4. 83mehronous Machines—III. Torque Angle Characteristics 
Under Transient Conditions, by R. E. Doherty and C. A. 
Niokle, AJJJS, Trafuactumt, Vol. 40, 1927, pp. 1-14. 

5. Synchronous Machines, IV, by R. E. Doherty and C. A. Niokle, 
AJJSJS. TrtmmeHom, Vol. 47, No. 2, April 1928, p. 457. 

0. Synchronous Machines, V. Three-PhsM Short Circuit Syn¬ 
chronous Machines, by R. E. Doherty and C. A. Nickle, 
A./J7J?. Trantaetiofu, Vol. 49, April 1980, p. 700. 

7. Definition of an Ideal Synchronous Machine and Formula for 
the Armature Flux Linkages, by R. H. Park, Gsnsrol Bketrie 
Rmnew, June 1928» pp. 832-834. 

8. Two-Reaction Thec^ of Synchronous Machines—I, by R. H. 
Park, AJ.BJ. Trantactiom, Vol. 48, No. 2, July 1929, p. 710. 


0. Two-Reaction Theory of Synchronous Machines, II, by R. H. 
Park, A./Jf J7. IVoniNidicmt, Vol 52, June 1988, p. 852. 

10. AJ.B,B. Tut Cod9 for SyndironouM Maehinu. A.I.E.E. Publi¬ 
cation No. 508, June 1945. 

11. Discussion, by C. F. Wagner, AJ.BJB, TranoacHom, July 1987, 
p. 904. 

12. Unsymmetrical Short-Circuits in Water-Wheel Generators 
Under Capacitive Loading, by C. F. Wagner, AJ.B.B, Tranoao^ 
tions, November 1937, pp. 1385-1395. 

13. Overvoltages on Water-Wheel Generators, by C. F. Wagner, 
The Electric Journal, August 1938, p. 321 and September 1938, 
p. 351. 

14. Damper Windings for Water-Wheel Generators, by C. F. Wag¬ 
ner, AJ.B.B. Traneactione, Vol. 50, March 1931, pp. 140-151. 

15. Effect of Armature Resistance Upon Hunting of Synchronous 
Machines, by C. F. Wagner, AJ.B.B. TraneacHone, Vol. 49, 
July 1930, pp. 1011-1024. 

16. Effects of l^turation on Machine Reactances, by L. A. Kilgore, 
AJ.B,B, Traneactione, Vol. 54, 1935, pp. 541^550. 

17. Determination of Synchronous Machine Constanta by Teat, 
by S. H. Wright, A./.E.F. Traneactiane, Vol. 50, 1931, pp. 
1331-1350. 

18. Standard Decrement Curves, by W. C. Hahn and C. F. Wagner, 
AJ.B.B, TraneacHom, 1932, pp. 353-301. 

19. Approximating Potier Reactance, by Sterling Beckwith, 
AJ.B.B. TraneacHcne, July 1937, p. 813. 

20. Auxiliary Power at Richmond Station, by J. W. Anderson 
and A. C. Monteith, AJ,B.E, Transactione, 1927, p. 827. 

21. Preferred Standards for Large 3600-RPM 3-PhaM 60-Cycle 
Condensing Steam Turbine-Generators, AIEE Standards Nos. 
601 and 602, May 1049. 

22. Regulation of A-C Generators With Suddenly Applied Loads, 
by E, L. Harder and R. C. Cheek, AJ,E,B. TraneaciUme, Vol. 
63, 1944, pp. 310-318. 

23. Regulation of A-C Generators with Suddenly Applied Loads— 
II, by E. L. Harder and R. C. Cheek, AJ,B,E. Traneaclicne, 1050. 

24. I^ctioal Calculation of Circuit Transient Recovery Voltages, 
by J. A. Adams, W. F. Skeats, R. C. Van Sickle and T. G. A. 
SUlers, AJ.E.B. Traneaciume, Vol. 61, 1942, pp. 771-778. 

25. Bus Transfer Tests on 2dOO-Volt Station Auxiliary System, by 
A. A. Johnson and H. A. Thompson, presented before AIEE 
Wmter Meeting, Jan. 1950. 



CHAPTER 7 

EXCITATION SYSTEMS 

AiUhar: 

J. E. Barkle, Jn 


P RIOR to 1920 relatively little difficulty was en¬ 
countered in the operation of electrical systems, and 
operating engineers had little concern about system 
stability. As the loads grew and systems expanded, it be¬ 
came necessary to operate synchronous machines in paral¬ 
lel, and difficulties encountered were not well understood. 
In certain areas it became neceasary to locate generating 
stations some distance from the load centers, which in¬ 
volved the transmission of power over long distances. It 
soon became apparent that system stability was of vital 
importance in these cases and also in the operation of large 
interconnected systems. 

In 1922, a group of engineers undertook solution of the 
stability problem to determine the factors involved that 
most affected the ability of a system to transfer power from 
one point to another. The results of these studies were 
presented before the AIEE in a group of papers* in 1924, 
and it was pointed out that the synchronous machine ex¬ 
citation systems are an important factor in the problem of 
determining the time variation of angle, voltage, and power 
quantities during transient disturbances. E. B. Shand 
stressed the theoretical possibility of increasing the steady- 
state power that could be transmitted over transmission 
lines through the use of a generator voltage regulator and 
an excitation system with a high degree of response so that 
operation in the region of dynamic stability would be pos¬ 
sible. It was not recommended that this region of dynamic 
stability be considered for normal operation, but that it be 
considered additional margin in determining permissible 
power transfer. 

Improvement of the excitation systems, therefore, ap¬ 
peared to be at least one method of increasing the stability 
limits of systems and preventing the separations occurring 
during transient conditions. Greater interest in the design 
of excitation systems and their component parts developed, 
and exciters with higher speeds of response and faster, 
more accurate generator voltage regulators were soon 
introduced to the industry. 

Early excitation systems were of many different forms 
depending principally upon whether the main generators 
were small or large in rating and whether the installation 
was a steam or hydroelectric station. The two broad 
classifications were those using a common excitation bus 
and those using an individual exciter for each main gen¬ 
erator. The common exciter bus was generally energized 
by several exciters driven by motors, turbines, steam en¬ 
gines, waterwheels, or combinations of these to provide a 
main and emergency drive. Standby exciter capacity was 
provided in the common-bus system by a battery floated 
*AJ,E.S. TrarmcHanB, Vol. 43, 1924, pp. 16-103. 


on the bus. It usually had sufficient capacity to carry the 
excitation requirements of the entire station for at least an 
hour. 

Motor or turbine drive was also used in the individual- 
exciter system, but it was not long before it was realised 
that direct-connection of the exciter to the generator shaft 
offered an excellent answer to the many problems encoun¬ 
tered with separately-driven exciters and this system grew 
rapidly in popularity. The standby excitation source was 
usually a spare exciter, either motor; or turbine-driven, 
and in case of trouble with the main exciter, transfer was 
accomplished manually. 

Pilot exciters had not been used up to that time. The 
exciters were invariably self-excited. In the common-bus 
system without a floating battery, the bus was operated 
at constant voltage supplied by compound-wound d-c gen¬ 
erators. Thus, practically constant voltage was obtained 
on the bus and control of the individual a-c generator field 
voltage was accomplished by using a variable rheostat in 
each field as shown in Fig. 1. When a standby battery was 


EXCITER SHUNT FIELDS 



Fig. 1—Common-exciCer-bui excitation eyetem using flat* 
compounded exciters and a-c generator field rheostats* 
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floated on the common bus, however, the exciters were 
shunt-wound to prevent polarity reversal by reversal of 
the series-field current. The a-c generator-field rheostat 
required in the common-bus sj'stcm was a large a?".d bulky 
device, which had considerable loss and required a great 
deal of maintenance. Control of voltage w as under hand- 
regulation. 

In the individual-exciter system, the (‘xciter was a shunt- 
wound machine with field control enabling it to operate as 
a variable-voltage source. The exciter usually operated at 
voltages between 30 and 100 percent, lower field volta^i^ea 
being obtained with a generator-field rheostat so that the 
exciter could operate slightly saturated and be stable. 

The generator voltage regulators in use at that time were 
predominantly of the continuously-vibrating type. The 
fact that these regulators were not suitable for use with 
the new exciters with fast response and high oeiiing voltages 
prompted the development of new^ types of regulators * 

In the past 25 years, there have been many developments 
in excitation-system design and practices, dherc \s an 
unceasing search among designers and us^^rs alike to find 
ways of impro’dng e.xcitation-systcm performance through 
use of various types of d-c generatiHs, electronic con¬ 
verters, and better controlling devices, Tho ultimate aim 
is to achieve an ideal in rate of response, simplicity, reli¬ 
ability, accuracy, sensitivity, etc?. The achievement of all 
of these ideals simultaneously is a diffictilt problem. 

A review of the common excitation systems in use at the 
present time is presented in this chapter. The design and 
characteristics of each of the component parh> are dis¬ 
cussed, along with the raetho<l.'^ of combining these part.s 
to form an excitation system having the most desirable 
features. Methods of calculating and analyzing excitation 
system performance are also include<l. 

I. DEFINITIONS 

In discussing excitation systems, a number of terms are 
used, the meaning of which may not be entirely clear. The 
following definitions are proposed for inclusion iri th? 
edition of the American Standards Assoeiation, Publicarion 
C42, "Definitions of Electrical Terms'’. 

Excitation System —An excitation system i;- the of GoiU 

current for the excitation of a principal electru; rnachine, in-'iiid- 
ing means for its control. 

An excitation system, therefore, includes all of the equip¬ 
ment required to supply field current to excite a principal 
electric machine, which may be an a-c or d-c machine, and 
any equipment provided to regulate or control the amount 
of field current delivered. 

Exciter Ceiling Voltage —Exciter ceiling voltage is the max¬ 
imum voltage that may be attained by an exciter witli sjiecified 
conditions of load. For rotating exciters ceiling shoiiid be de¬ 
termined at rated speed and specified field temperature. 

Nominal Exciter Ceiling Voltage--Nominal exciter ceiling 
voltage is the ceiling voltage of an exciter loaded v/ith n re^dstc^r 
having an ohmic value equal to the resistance of the field winding 

*A sympoeiuin of papers on excitation systems was presented 
before the AI££ in 1920 and gives details of equipment and practices 
in use at that time. See AIEE Transactions^ Vol. 39, Part II, 1920, 
pp. 1561-1037. 


to be excited. This resistance shall be determined at a tempera¬ 
ture of: 

(a) 75C for field windings designed to operate at rating with a 
temperature rise of 60C or less 

(b) lOOC for field windings designetl to operate at rating with a 
temperature rise greater than 60C. 

For rotjiiing exciters the temperature of the exciter field winding 
should be considered U) be 75C. 

RaUd-Loful Field Voltage —Rated-load field voltage is the volt¬ 
age required Hcros.s the terminals of the field winding of an 
electric inacliine under rated continuous load conditions with the 
field winding at: 

(a) 75C tor field windings designed to operate at rating with 
a tenq'erature rise of 60C or less 

(b) ^OOC for fiefii w indings designed to operate at rating with 
a temperature rise greater than 60C. 

:\U>-LGad Field Voltage —No-load field voltage is the voltage 
roquirod across the terminals of the field wdnding of an electric 
machine under condition.s of no load, rated speed and terminal 
voltage, and with the field vcinding at 25C. 

in the definitions of nited-load and noload field voltage, 
the temtinal.s of the field winding are considered to be such 
tlial the brush drtip is included in the voltage in the case 
of an a-c synchronous machine having slip rings. 

Kxciiation Sy.'iUyn SUflnlily —Excitation system stability is the 
ability of the excibition syst<?m to control the field voltage of the 
principal machine so tliat transient changes in the regulated 
voltage are cfTectiveiy suppressed and sustained oscillations in the 
regulated voltage are not prr>duc.e(l by the excitation system 
during stearly-load conditions or following a change to a new* 
steady-load condition. 

Exciter Response —Exciter response is the rate of increase or 
decrease of the exciter voltage when a change in this voltage is 
demanded. 

Main-Exciter Response Ratio —The main-exciter response ratio 
is the nun;eriral value obtained w^hen the response, in volts per 
yf'.cond, in di^/ided by the rated-load field voltage; which response, 
if maintained constant, would develop, in one-half second, the 
s.aiue excitation voltage-time area as attained by the actual ex¬ 
citer. The is determined wdth no load on the exciter, 

with the exciter voltage initially equal to the rated-load field 
voltage, and then suddenly establishing circuit conditions which 
svould \>e, used obtain noiintml exciter ceiling voltage. 

Nok: For a rotating exciter, response should be determined 
at ntb.’d This definition does not apply to main exciters 

having one or more series fields or to electronic exciters. 

In using the per-unit system of de.signating exciter volt¬ 
ages, several choices are available from w'hich to choof?e 
tlie unit. 

Fii-st, the rated voltage of the exciter would appear to be 
the fundamenlal ba.'^is, but for system analysis it has very 
little utility. 

Second, for specification purposes it has become standard 
through the adoption by the AIEE and ASA to use the 
rated-load field voltage as unity. It should be noted that 
rated-load fiefii voltage is the voltage formerly referred to 
as “nominal slip-ring” or “nominal collector-ring” voltage. 

Third, the exciter voltage necessary to circulate the field 
current required to pnxluce rated voltage on the air-gap 
line of the main machine. For analytical purposes this is 
the one most generally used and is the one used in the 
analytical work in Chap. 0. Under steady-state conditions, 
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no saturation, and using this definition, exciter voltage, 
field current and synchronous internal voltage become 
equal. 

Fourth, the slip-ring voltage necessary to produce rated 
voltage at no load or no-load field voltage is sometimes, but 
rather infrequently used. This definition includes the sninll 
amount of saturation present within the machine at no load. 

Exciters for turbine generators of less than 10 OW kilo¬ 
watts capacity are rated at 125 volts, and iliose fo«‘ larger 
units are generally rated 250 volts. Some of the large units 
placed in service recently have exciters rated 375 volts. 
The vast majority of exciters in use with all types of syn¬ 
chronous machines greater than 10 000 kilowatts in capac¬ 
ity are rated 250 volts. On this rating the rated-load field 
voltage is of the order of 200 volts av 80 percent of the 
exciter rating. The exciter voltage required to produce the 
field current in the main machine corresponding to rated 
voltage on the air-gap line is usually about 90 volts or 
36 percent of the exciter rating. Using this value as 1.0 
per unit exciter voltage, the rated-load field voltage os 
approximately 2.2 per unit. 

The nominal exciter ceiling voltage is defined above and 
can be interpreted as being the maximum voltage the o.- 
citer attains with all of the field-circuit resistance under 
control of the voltage regulator short circuited. On a 250- 
volt exciter, the ceiling voltage is usually about 300 to 330 
volts, which is 120 to 132 percent of the exciter rated 
voltage, or 3.3 to 3.7 per unit. The relative values of these 
quantities are shown graphically in Fig. 2. 

The conatruction of the response line in accordance witli 
definition for determining main-exciter response ratio 
18 also included in Fig. 2. The curve cud is the actual 


voltage-time curve of the exciter as determined under*the 
specified conditions. Beginning at the rated-load field volt¬ 
age, point a, the straight line ac is drawn so that the area 
under it. ofcc, during the one-half second interval from zero 
time is equal to the area under the actual voltage-time 
curve, a6c/e during the same interval. The response used 
in fietermining response ratio is the slope of the line oc in 
volts per second; 

iOO volts u A 

-^ ~ 200 volts per second. 

O.o second 

The rated-load field voltage is 200 volts, and the response 
ratio, obtained by dividing the response by the rated-load 
field voltage, is 1.0. The work can also be done by express¬ 
ing the voltages as per-unit values. 

The lialf-second interval is chosen because it corresponds 
approximately to one-half period of the natural electro¬ 
mechanical ascillatioii of the average power system. It is 
the time during which the exciter must become active if 
it i.s <o be effective in assisting to maintain system stability. 

11. MAIN EXCITERS 

The main e.xciter is a source of field current for the 
principal electric machine Thus, any d-c machine that 
might be used to serve this purpose can be called a main 
exciter. Seldom are storage batteries used as main exciters. 
With a main generator of any appreciable size, the diffi¬ 
culties encountered in finding room for the battery, in 
maintaining the charge, and in keeping the battery in good 
operating condition are such as to make it impractical. 
Many other types of d-c machines have been developed 



Fig. 2—Gonstnictiofi for dotormining maln-txciter rMponse ratio showing relative values of important quantitiee for 25g« 

volt main exciter. 
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to a high degree of specialiiatioo for uae as main exciters 
that offer many operating and maintenance advantages 
over a battery. 

Main exciters, in general, can be grouped into two classi¬ 
fications; i.e., rotating and non-rotating d-c machines. The 
most common form of rotating main exciter is the more or 
lees conventional d-c generator. The term “conventional’* 
is used with reservation since a d-c generator built for the 
purpose of supplying excitation for a synchronous machine 
has incorporate in it many features to improve reliability 
and reduce maintenance not found on d-c generators used 
for other purposes. Aside from these special features, the 
theory of operation is the same as the conventional d-c 
generator. A new form of rotating exciter that has made 
its appearance in recent years is the main-exciter Rototrol. 
The Rototrol or rotating amplifier is very different in its 
operation from the conventional main exciter. The major 
static or non-rotating form of main exciter is the electronic 
exciter. 

Each of these d-c machines, in regard to its application 
as a mMTi exciter, is discussed in detail in the sections 
that follow. 

1. Prime Movers for Main Ezdtera 

Rotating main exciters are of either the direct-connected 
type or the separately-driven type. A direct-connected 
main exciter is one coupled directly to the shaft of the main 
generator and rotates at the same speed. A modification 
is the geared or shaft-driven exciter, driven through a gear 
by the shaft of the main generator. Problems of gear main- 
tenance are introduced, but this enables the two machines 
to operate at different speeds. A separately-driven main 
exciter is usually driven by a motor, the complete unit 
being called an exciter m-g set, or it can be driven by some 
other form of prime mover such as a steam turbine or a 
hydraulic turbine. 

Loss of excitation of an arc generator generally means 
that it must be removed from service. Hence a reliable 
source of excitation is essential. If the main exciter should 
stop running while the main generator is still capable of 
operating, blame for the resultant outage would be placed 
on the main exciter. Considerable expense, therefore, can 
be justified to provide a reliable source of power to drive 
the main exciter. The type of drive accepted as reliable 
depends upon the type of synchronous machine being ex- 
ci^; that is, whether it be a generator or a synchronous 
condenser. 

Exciter M-G Set —^The exciter m-g set can be driven 
by a synchronous or induction motor. Direct-current mo¬ 
tors have been used in some cases. The synchronous motor 
drive is undesirable, because of the possibility of transient 
disturbances on the motor supply system causing insta¬ 
bility. Induction motors are ordinarily applied where the 
exciter m-g set is used. In any event, the motor must be 
specially designed to drive the main exciter through any 
form of system disturbance. 

Power supply for the motor is, of course, important. The 
exciter m-g set might be classed as an essential auxiliary 
for operation of the generator, and may recave its power 
fnnn tlie auxiliary power-supply system. Most essential 
auxiliaries have a dual power supply comprising a normal 


and an emergency supply, and automatic quick-transfer 
to the emergency supply is provided in case of failure of 
the normal supply. In some cases, dual prime movers are 
used such as a motor and a steam turbine, the turbine 
taking over the drive when the motor power supply fails. 
The driving motor can be connected directly to the main 
generator terminals through an appropriate transformer. 
It is then subject to voltage disturbances on the main 
system. 

The motor is apt to be subjected to voltage disturbances 
regardless of the source of its power supply, and it is nec¬ 
essary to construct the m-g set so that it can withstand 
these disturbances without affecting the excitation of the 
main a-c generator. The inertia constant of the m-g set 
and the pull-out torque of the motor must be high enough 
to assure that the speed of the set does not change appre¬ 
ciably or the motor stall during momentary voltage dips. 
The response ratio and ceiling voltage of the exciter must 
take into consideration any speed change that may occur. 
In arriving at values for these various factors, it is neces¬ 
sary that some time interval and voltage condition for the 
system disturbance be chosen. A common requirement is 
that the exciter m-g set be capable of delivering maximum 
forcing excitation to the generator field during a system 
disturbance when the motor voltage is 70 percent of normal 
for a period of one-half second. Based on this criterion, 
characteristics of the exciter m-g set have become fairly 
well standardised as follows: 

Inertia constant of the entire m-g set, H >-5.0. 

Pull-out torque of driving motor, Pau ■■ 500 percent. 

Response ratio of main exciter when operating at rated 
speed, R»2.0. 

Nominal exciter ceiling voltage when operating at rated 
speed, —160 percent. 

\\lien an exciter m-g set is used with a synchronous 
condenser, the logical source of power for the motor is the 
system that energises the condenser. In this respect, the 
use of exciter m-g sets with 8}mchronous condensers does 
not involve many complications. 

Direct-Connected Exciter —The most reliable prime 
mover for the main exciter is the same prime mover that 
drives the arc machine being excited. This was realised 
many years ago when main exciters were first coupled to 
the shafts of the generators. The reliability of this form of 
drive is obvious and no elaboration is necessary. However, 
in Uie case of high-speed turbine generators, early installa¬ 
tions experienced trouble in operation of the d-c exciters at 
high speeds. These difficulties have been completely over¬ 
come by adequate design of the exciter, special features 
being included for operation at 3600 rpm. Direct coxmec- 
tion of the main exciter is widely accepted in the utility 
industry. 

2. Conventional Main Exciters 

Conventional main exciters, in general, can be classified 
according to their method of excitation, being either self- 
excited or separately-excited. In the former the field wind¬ 
ing or windings are connected across the terminals of the 
numhine through variable resistors and in the latter the 
field windings with their resistors are coimeeted to a source 
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of esaentiaily constant voltage such as a small atudliaiy 
flat-compounded exciter, called a pilot exciter. The basic 
connections of these two forms of main exciter are shown 
in Figs. 3(a) and (b). 

The curve oca in ^g. 4 represents the no-load saturation 
curve of a conventional d-c generator that might be used 
as a main exciter. An examination of the curve reveals that 
for values of voltage less than approximately 76 percent of 
rated armature voltage substantially all of the field current 
is expended in forcing magnetic flux across the air gap of 
the machine. In this region the voltage output is directly 
proportional to the field current, and a line drawn coincid¬ 
ing with the straight portion of the curve is called the air- 
gap line. Above the straight-line portion of the curve, the 
voltage output is no longer proportional to the field cur¬ 
rent, and a given percentage increase in voltage output 
requires a greater percentage increase in the field current. 
Under this condition, the machine is saturated and a 
greater proportion of the field ampere-turns are used in 
forcing ^x through the magnetic circuit. 

The field windings of the main exciter are frequently 
divided into two or more parallel circuits and in the present 
discussion the field current is always referred to as the 
current in one of the parallel circuits. For either the self- 
or separately-excited exciter, the terminal voltage is varied 
by simply changing the resistance of the field circuit. The 
field resistance line OA in Fig. 4 is drawn so that its slope 
is equal to the resistance of the field, that is, the ordinate 
at any point divided by the field current is the total redst- 
ance of one circuit of the field winding. At no-load, the 
intersectimi of the no-load saturation curve with the line 
OA determines the operating point, namely a. For the 



Fig. 4—Steady-stats operating polnta for unloaded and loaded 
eelf-esdted and sepamcely-esdted machines. 


particular constant-resistance load for which the line odb 
represents the saturation characteristic, the operating point 
is likewise the intersection with OA, namely 6. If some 
resistance is inserted in the field circuit so that its resist¬ 
ance line is changed to OB, then the operating point is c for 
the no-load condition and d tor the constant-resistance load 
condition. In this manner of changing the exciter field 
resistance, any exciter voltage within limits can be ob¬ 
tained. 

Should the field resistance be increased so that the resist¬ 
ance line coincides with the air-gap line, the output voltage 
theoretically can establish itself at any value between sero 
and the point where the no-load saturation curve begins to 
bend away from the air-gap line. Operation in this region 
is iinstable unless some artificial means of stabilising is 
provided. 

On the other hand, if the machine were separately- 
excited by a pilot exciter, the field current is determined 
by the intersection of the resistance line with the pilot- 
exciter voltage line. Thus in Fig. 4, for the remstance line 
OA and the constant pilot-exciter voltage e„ the field cur¬ 
rent of the exciter is determined by the intersection at /, 
and the terminal voltages for no-l(^ and constant-resist¬ 
ance load are at points g and h, respectively. 

3. Calculation of Response of Conventional Main 
Exciters 

It will be observed that the definition of exciter response 
is baaed upon the no-load voltage build-up curve. This 
may differ in several essential points from the load condi¬ 
tion which will be discussed later. For the present, the 
response will be calculated for the no-load condition and 
will be applied to a self-excited machine. 
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If 

Cy .»terminal voltage of the exciter and also the voltage 
across its field circuit 
If« field current per circuit in amperes 
ff«total resistance of each field circuit in ohms 
^«flux linkages per circuit of the field winding in 
10“* lines-tums 


then there exists for the field circuits 
tion: 


Cx 




dt 


the following equa- 
( 1 ) 


where each term is expressed in volts. This expression can 
be rewritten in the following form 


'di 


Cx—rfit 


( 2 ) 


The fiux linkages, can be regarded as made up of two 
components; first, those produced by the useful flux in the 
air gap and, second, those produced by the leakage fluxes. 
The first component is proportional to the no-load terminal 
voltage as this is the flux which produces that voltage. The 
designer can give the useful flux at any particular voltage 
or it can be obtained from the design constants of the 
machine. Multiplying this flux in 10"® lines by the turns, 
N, linked by the flux, which is equal to the number of 
turns per pole times the number of poles per circuit, gives 
the total linkages due to this component. These linkages 
may be designated as k^ex, where, to be specific with respect 
to the particular voltage concerned, we may write 


total useful flux linkagesV number of p^lesX 
^per pole at rated voltage / \ per circuit / 

rated voltage 


(3) 


The leakage component is more complex as not all of the 
leakage flux cuts all of the turns. If there were no saturar 
tion effects in the pole pieces and yoke, the leakage fluxes 
would be proportional to the field current. If, however, 
the leakage fluxes are specified at some definite current 
such as that required to produce rated voltage at no load, 
then the leakage at higher currents will be less than pro¬ 
portional to the current and at lower currents will be more 
than proportional to that at the specified point. Inasmuch 
as the leakage flux is only about 10 percent of the useful 
flux, considerable error is permissible in the leakage com¬ 
ponent without affecting the result significantly. The 
leakage flux may be said to contribute the flux linkages 
^itf to the total. The coefficient ki can be defined by re¬ 
questing from the designer both the flux linkages per pole 
at rated voltage due to the useful flux and the total flux 
linkages per pole at rated voltage. The coefficient A*i is 
then 


( Total ^ ^ per pole due \ / Number \ 

per pole at — to useful flux M of poles | 

^ _ rated voltage at rated voltage/\per circuit/ 

^ it at rated voltage 

The total flux linkages p>er circuit are then 

( 6 ) 


These quantities are illustrated in Fig. 5. 


TOTAL V/- 
ky 6x>‘k^if 


"S OUC TO AIR-OAP FLUX 
(PROPORTIONAL TO NO-LOAD 
SATURATION CURVE) kyOi 



Pig. 5—Forcing ToltagiM and flux linkages concerned In cal- 
culatlng response. 


Equation (2) states that the time rate of rise of ^ is pro¬ 
portional at any instant to a forcing voltage which is equal 
to the vertical distance between the terminal-voltage curve 
and the straight-line curve of resistance drop at any given 
fidd current. It shows that the flux writhin the machine 
will increase so long as (cx^rtit) is positive, that is, until 
the point of interflection of the two curves, as shown in 
Fig. 5, is attiuned. Beyond this point (ex—rdt) be¬ 
comes negative. If, for any reason, the flux within the 
machine extends teyond this point, it will decrease. 



Fig. 6-Grapti4cal dai iriB tiia tiDft of raspoasa of lui finfc a g si 
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In other words, the intersection is a stable operating 
point. 

Equation (2) can be transformed to 


dt- 


from which 


# 

(6) 

Cx-rdi 

r* 


/ # 

(7) 


■ A- f-^ 


t-rfjf 
^ ^initial 

By chocMsing particular values of it from Fig. 5, it is pos¬ 
sible to plot ^ as a function of- ^—7 or ^ shown in Fig. 

6. From Eq. (7) it can be seen that t can be obtained as 
a function of ^ by simply obtaining the area of the vertical 
strata of increments, starting from ^ corresponding to the 
starting value of e*. After \f/ is obtained, can be plotted 



Fig. 7—fiimmple for calculation of response of exciter. 

167 kw, 126 volts, 1200 rpm, 6 poles 

Separately excited—e, -125 volts 

Three circuits—two poles per circuit 

Ceiling voltage—165 volts. 

it at ceiling voltage « 8.16 amperes per circuit 

Resistance per circuit -15.3 ohms 

Two field windings 6.8 ohms 

External resistance per circuit <■8.5 ohms 

Total external resistance «2.8 ohms 

^ per pole at 125 volts due to useful flux » 18 

Total ^ per pole at 125 volts « 20.3 

1 . ISX2 Aoen 1 (20.3-18)2 

*0.288 ' - 


as a function of time by taking corresponding points from 
Fig. 5. The simplest method for obtaining the area is to 
divide the region into a large number of increments and 
then sum them progressively on a recording adding 
machine. 

If the machine is separately excited, the variable ter¬ 
minal voltage Cx in the expression for the forcing voltage 
should be replaced by the voltage of the pilot exciter 
and the forcing voltage then becomes (c, —rfif), which is 
illustrated in Fig. 5. The difference in these forcing volt¬ 
ages shows why separately-excited exciters are usually 
faster in response. 

When systematized, it is found that this calculation is 
quite simple, as will be illustrated by an example. Let it be 
desired to determine the exciter response for the separately- 
excited machine whose characteristics are given in Fig. 7. 
In Table 1, columns (1) and (2), tabulate the terminal 
voltage and field currents from Fig. 7. Columns (3) and 
(4) are simply steps in the determination of the total ^ of 
column (5). Columns (6) and (7) are likewise steps in the 

aetermination of ^ of column (8). From this point a 
dyf/ 

choice may be made of cwo procedures. If the graphical 

method is used, plot the value of ^ from column (8) as 

drf/ 

ordinate against the value of ^ from column (5) as abscicsa 
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Fig. 8—Auxiliary curves for calculation of response for exam¬ 
ple given in Fig. 7. 
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Table 1 


(1) 

(2) 

(3) 

(4) 

(6) 

(6) 

(7) 

(8) 

(») 

(10) 

(11) 

(12) 


if 


*iif 


ffif 


1 


Mean^ 


t 








ffif 




in sec. 



0.288X{1) 

mm 

(3)+(4) 

15.3X(2) 

126-(6) 

rec. of (7) 

from (5) 

from (8) 

(9)X(10) 

2 (11) 

inn 

mwim 

28.8 

3.5 

32.3 

HHTsnii 

74.5 

0.0134 




0 


■il 

31 7 

3.9 

35.6 

56.6 

68.4 

0.0146 

3.3 



0 0462 

120 

4 14 

34.5 

4.3 

38.8 

63 4 

61.6 

0.0162 

3.2 




lao 

4 66 

37 5 

4.9 

42 4 

71 3 

53.7 

0.0186 

3 6 



0.1581 

140 

5 34 

40.3 

6.6 

45 9 

81 7 

43.3 

0.0231 

3.5 




150 

6 26 

43.2 

6 6 

49.8 

95.8 

29.2 

0.0342 

3.9 


0 112 

0 343 

155 


44 6 

7.1 

51.7 

104 0 

21 0 

0 0476 

1.9 



0 421 

ISO 

7 46 

46 1 

7.8 

53 9 

114.0 

11.0 

0.091 

2 2 

0.0693 

1 0 152 

0.573 


giving the curve shown in Fig. 8. Time can then be de¬ 
termined by integrating this curve. One method of doing 
this is by means of the table constituting the insert of this 
figure. This is found by dividing ^ into increments of 
unit width, except for the first element for which is 
only 0.8. This is done to obtain convenient divisions. 
Increments of time Al are enumerated in the first column. 
The second column represents time, the summation of the 
At column. On the other hand, the same integration can be 
accomplished in tabular form. Continuing in Table 1, 
column (9), the difference of successive values of ^ from 
column (5), constitutes the base of increments of area of 

curve ^ in Fig. 8. Likewise, column (10), the mean of 

ay 

successive values of column (8), constitutes the mean of 
elementary areas. The product of these two values tabu¬ 
lated in column (11) is the increment of time. Column 
(12) is merely a progressive summation of (11) and gives 
actual time. By plotting column (1) against column (12), 
the response curve is obtained. 

For higher speeds of response, the eddy currents pro¬ 
duced in the solid yokes can retard the buildup of the flux. 
The extent to which this is effective is given by the curve 


oc 



Pig. 9—Correction fsctor to be applied to calculated response 
to Include effect of eddy currents, according to W. A. Lewis.* 


in Fig. 9 by W. A. Le^vi8*. This curve supplies a correction 
to be applied to calculated responses. 

Separately-excited exciters are usually, but not neces¬ 
sarily, faster in response than self-excited exciters. They 
do, however, have other advantages, such as being more 
stable at low voltages, voltages at which self-excited ex¬ 
citers may have a tendency to creep. Improvement in 
speed of response can be obtained by two general methods; 
(1) decreasing the time constant of the field circuit, and (2) 
increasing the pilot-exciter voltage in the case of separately- 


excited exciters or the ceiling voltage in the case of self- 
excited exciters. The former is usually accomplished by 
paralleling the field circuits placing at the same time re¬ 
sistors in series to limit the current. Thus, if the parallels 
are doubled, the number of poles and likewise per circuit 
are halved. It is necessary to add more resistance to the 
external circuit so that the resistance per circuit remains 
the same. In Eq. (7) the only change is that ^ is one- 
half and, therefore, the terminal voltage rises twice as 
fast. 

4. Calculation of Response Under Loaded Con¬ 
ditions 

Most of the cases for which the exciter response is desired 
are concerned with sudden changes, such as short circuits, 
in the armature circuit of the synchronous machine. Asso¬ 
ciated with these changes one usually finds that the field 
current of the alternator has increased a considerable 
amount, perhaps in excess of the armature current rating 
of the exciter. Because of the high inductance of the field 
circuit of the synchronous machine, the armature current 
of the exciter can usually be regarded as remaining sub¬ 
stantially constant at this increased value during the period 
for which the response is desired. 

When current flows in the armature, the phenomenon of 
armature reaction must be taken into consideration except 
for those machines that have a comp>ensating winding. The 
function of the comp)ensating winding, which is wound into 
the pole face of the field winding, is to annul the effect of 
the cross-magnetising mmf of armature reaction. However, 
for machines without compensating windings, the mmf of 
armature reaction produces an mmf that varies linearly 
from the center of the pole piece, one side being positive 
and the other side negative. This effect is shown in Fig. 
10 (a) in which MN represents the maximum magnetizing 
mmf at one pole edge and PQ represents the maximum 
demagnetising mmf at the other pole edge. Fig. 10 (b) 
represents a section of the no-load saturation curve in 
which 0 represents the generated voltage on the vertical 
co-ordinate and the field mmf on the horizontal co-ordinate. 
If A and C are so laid off that OA and OC equal MN and 
PQ, respectively, from Fig. 10 (a), then because of the 
linearity of QN of Fig. 10 (a), the abscissa of Fig. 10 (b) 
between CA represents the mmf distribution along the pole 
face. Further, since the generated voltages are proper- 
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Fig. tl—Effect of ermeture remction in reducing totel flux 
acroee gap. (a) Shows distribution of armature mmf; (b) Sec¬ 
tion of no-load saturation cuire. 

tional to the air-gap fluxes, the section of no-load satura¬ 
tion curve shows the effect of the superposed armature 
mmf upon the density of air-gap flux across the pole. The 
higher mmf does not increase the flux on the right-hand 
side as much as the lower mmf decreases the flux on the 
left-hand side. As a result, the total flux and consequently 
the generated voltage are decreased from the value indicated 
by CA to that indicated by FO, which is obtained by 
integrating the area under the curve DOB and drawing FG 
so that the two triangular areas are equal. The extent to 
which the average flux or voltage is decreased can be in¬ 
dicated by a "distortion curve,” such as shown by the 
dotted curve of Fig. 11. This effect is most pronounced in 
the region of the knee of the saturation curve as at both 
higher and lower field currents, there is a tendency to add 
on the one side of the pole just as much flux as is subtracted 
on the other. The terminal voltage is reduced still further 
by the armature resistance and brush drops, resulting in a 
load saturation curve for constant current, such as shown 
in Fig. 11. 

From this same curve it can be seen that for a given field 
resistance line, the forcing voltage (ss—ffif) for a self-excited 



Fig. 11—Load saturation curves for exciter assuming constant 
armature current. 

machine is very much smaller under load than under no 
load. In calculating the flux linkages in accordence with 
Eq. (5), the distortion curve should be used for e,. Except 
for these two changes, the load response can be calculated 
in the same manner as the no load response. 

For separately-excited exciters, the forcing voltage re¬ 
mains unaltered by the loading on the machine as it is 
independent of the terminal voltage. The armature resist¬ 
ance can be regarded as part of that of the main field wind¬ 
ing. There remains only the distortion effect to consider 
which amounts to only several percent. For machines with 
compensating windings, this effect is negligible. 

5. Effect of Differential Fields on Response 

Differential windings are provided to reduce the exciter 
voltage to residual magnitude or below. They consist of a 
small number of turns wound on each pole, so connected 
that the mmf produced thereby is opposite to that of the 
main windings. Fig. 12 (a) shows schematically such an 
arrangement. If the differential windings are not opened 
when the regulator contacts close to produce field forcing, 
the differential circuit reduces the response of the exciter. 
The extent to which this is effective may be calculated 
as follows: Let 

a» number of parallel paths in the main winding. 

number of parallel paths in the differential winding. 
c =» number of turns per pole of the main winding. 
d =number of turns per pole of the differential winding. 
N »total number of poles of exciter. 
in ^ current per circuit of main winding, 
id * current per circuit of differential winding. 

The resistors Rm and Rd in series with the combined main 
and differential windings, respectively, may be included in 
the calculation by increasing the actual resistances in each 
of the main and differential circuits by oRn and bJ2d, re¬ 
spectively. With these increases the resistances of each of 
the main and differential circuits will be designated by the 
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MAIN WINDINGS 


I! 


ii/ -at 




DIFFERENTIAL WINDINGS ' 


If (10) and (11) are inserleil in (8) and (9), then 

c, = (/?a + rn,)(f-f ~fd) + /?WH + ~ (12) 

c (it 

e^^Ra{i+-u) + {Rb-\-u)u+J- (13) 

c t)c (it 

Ry multiplying (13) by ~ can be eliminated by 

subtractinR from (12). The current id can then be solved 
in terms of i. Upon substituting the expression for 1*1 
into (12) there is finally obtained that 


<-+-) 

Vru . 


in which 


1/ iti^ it / iti-. it / iti». 


bi4 




from which 


—Id 
C 


1 

be* Td 




Equation 14 shows that the ordinary flux-linkage curve 
for the exciter and conventional method of calculation can 
be used if the coefficient of i be used as the resistance of each 
circuit,! be the current read from the saturation curve, and 
the voltage across each circuit be multiplied by the co¬ 
efficient of e*. In other words, the calculations should be 
carried out as though the differential winding were not 
present, except that instead of using the expression 
(cx — rdi) to determine the forcing voltage, c* should be mul- 


Flg. 12—Schematic diagram for main and differential 
windings. 

symbols and ra, respectively. Referring to Fig, 12 (b) 
the following equations can be written 

6x = Ridim + bid) + Tmln, + (8) 

dt 

e* = /? (aim+bid) + raid ^^ (9) 

dt 

in which ^ and ^a are the flux linkages in each of the 
two respective circuits. 

If all the field flux cuts all turns, then 

N 

cX(flux per pole in 10~® lines) 
a 


^d = -rdX(flux per pole in 10“* lines) 
b 


If it be assumed that the two windings be replaced by 
another winding having the same number of turns and 
circuit connections as the main windings, then the in¬ 
stantaneous mmf of this winding is the same as that of 
the combination if its current, i, is 

. . d. 

l«lm-td 

C 


tiplied by 




A, and rt by 




6. Three-Field Main Exciter 

The three-field main exciter shown schematically in Fig. 
13 is of conventional construction so far as mechanical 
details and armature winding are concerned, but it is built 
with three electrically independent shunt fields. Field 1 
is connected in series with a variable resistance across the 

MAIN 

EXCITER 

SMUNT FIELDS 


REVERSIBLE 

VARIABLE 

VOLTAGE 

SOURCE 


8TABIUZING 
FIELD RHCO 



LOW-ENERGY 
0-C SOURCE 


rMAINA EXCITER 
^EXey TERMINALS 


-SELF-EXCITED 
FIELD RHEO 


MECHANICAL 
INTERLOCK 
BETWEEN 
RHEO ARMS 


Fig. 13—Scbcniatlc diagnm of thrM-flald main Mcltcr. FMd 
1 la aalf'oscltad and proaldaa baaa aidtatton. Md 3 la a 
aaparataly>aicitad contxoUlnt Md« and Said 3 la a aoiall* 
capacity battacy«aicltad atabUtaliii Said. 
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main terminals of the exciter and operates in the manner 
of the self-excited field discussed in Sec. 1. Field 1 provides 
the base excitation for the machine. Field 3 is a small 
separately-excited shunt field that obtains its energy from 
a station battery or any other source of substantially 
constant d-c voltage. It is capable of supplying 5 to 10 
percent of the normal total excitation requirements of the 
main exciter, and its purpose is to provide exciter stability 
at low voltage output under hand control. Field 3 is used 
only when the exciter speed of response or range of voltage 
output makes it desirable. Field 2 is a shunt field that is 
excited from a reversible variable-voltage d-c source under 
control of a voltage regulator. This field also provides for 
stability of the exciter when the voltage regulation is under 
control of the voltage regulator. 

Fields 1 and 3 have rheostats in their energizing cir¬ 
cuits. These are usually motor-operated under manual 
control. The rheostat arms are mechanically connected 
together so that resistance is added in one field circuit as 
it is removed from the other. Thus, when the self-energized 
shunt field is carrying a high excitation curremt, the sepa¬ 
rately-excited field 3 carries a negligible current. The 
combined effect of fields 1 and 3 is shown in Fig. 14 and 
can be explained by assuming that the current in field 2 is 
zero. When the field rheostat is adjusted to give a voltage 
output greater than that represented by the distance Oc, 
all excitation is supplied by field 1, and the relation between 
the exciter terminal voltage and the total field ampere- 
turns is represented by the line ab. Operation in this region 
is the same as a self-excited exciter. If the resistance in the 
circuit of field 1 were increased to give a value of ampere- 
turns less than Od in Fig. 14, and if field 1 were the only 
field excited, the machine would be unstable as pointed 
out in Sec. 1. 

To obtain a terminal voltage less than Or, such as 0/, 
the resistance in the self-excited field circuit would be in¬ 
creased to reduce the ampere-turns produced by that field 
to Oj. These ampere-turns would cause a generated volt¬ 
age equal to Oh. However, at the same time the current 
in field 1 is reduced, the current in field 3 is increased, 
and the generated voltage due to field 3 being energized 
is represented by hf. The ampere-turns of the two fields 
and the generated voltages add so that the distance Of is 
the total terminal voltage. Since the current in field 3 is 
controlled by the amount of current in field I through the 
mechanical coupling of the field-rheostat arms, the total 
terminal voltage can be plotted as a function of the ampere- 
turns in field 1 alone and is represented by the curve ekab 
in Fig. 14. If the field-resistance characteristic of the self- 
excited field is plotted on the same curve, there will always 
be a positive point of intersection between the resistance 
line and the saturation curve ekab and stable operation can 
be obtained for any voltage greater than Oc. The voltage 
represented by Oe is usually less than 10 percent of the 
rated voltage of the exciter. Operation at smaller values 
would not ordinarily be necessary except in the case of a 
synchronous-condenser exciter. Smaller terminal voltages 
are obtained by holding the current in the self-excited field 
to zero and reducing the current in separately-excited field 
3, Exciter polarity can be reversed by reversing both 
field circuits when the currents are zero and building up 



Fig. 14—Equivalent no-load saturation curve of three-field 
main exciter showing effect of atabilizing field 3. Field 2 is 
open-circuited. 

in the opposite direction. Thus, manual control of voltage 
is possible over the complete range necessary. 

When the voltage of the main exciter is under the control 
of a voltage regulator that varies the magnitude and polar¬ 
ity of voltage applied to the separately-excited field 2, 
the manually-operated field rheostat in field 1 circuit is set 
to provide some base amount of excitation. This setting 
is determined by the operator, but is generally high enough 
to supply sufficient field current to the a-c generator field 
to maintain steady-state stability. The current in field 3 
is usually negligible with such a setting of the rheostat when 
the generator is carrying any load. The polarity and magni¬ 
tude of the voltage applied to field 2 are then regulated so 
that the flux produced by field 2 either aids or opposes the 
flux produced by the base excitation in field 1, thus, either 
increasing or decreasing the exciter terminal voltage. Since 
the effect of field 1 is that of a conventional self-excited 
machine, a small amount of energy input to field 2 (*an 
control the output voltage over a wide range. The opera¬ 
tion of the three-field main exciter is made stable by sepa¬ 
rate means for the two conditions of operation: by a 
separately-excited stabilizing field under manual control, 
and by the voltage regulator controlling the input to field 
2 under regulator control. 

The three-field main exciter has an advantage over the 
single-field separately-excited main exciter described in 
Sec. 1 in that control of the exciter terminal voltage is 
not completely lost if any trouble should occur in the 
separately-excited field circuit. The trouble might involve 
the variable-volt age source for field 2 or the voltage regu¬ 
lator that controls it, but even though the current in the 
field should become zero, the exciter will continue operating 
at a terminal voltage determined by the setting of the 
rheostat in the self-energized field circuit. The only effect 
on the a-c generator would be a change in its internal 
voltage which would cause a change in reactive loading of 
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the machine. Under similar circumstances of failure with 
the single^field exciter, the source of excitation for the a-c 
generator held would be lost and a shut-down of the unit 
would be necessary. 

7. Calculation of Response of Three-Field Main 
Exciter 

A method of calculating the response of a single-field 
exciter is given in Sec. 2. The method uses step-by-step 
integration to take into account the saturated condition 
of the exciter. If additional fields are present, damping 
currents flow in those fields during voltage changes. Their 
effect is to reduce the rate of change of flux in the exciter 
iron paths. The following analysis presents a means of 
replacing the assembly of several fields with one equivalent 
field so that the response can be calculated. 

The specific fields involved in the three-field main exciter 
are the self-excited field 1, the battery-excited field 3, and 
the separately-excited field 2 as shown in Fig. 13. The 
three fields are wound to form a single element to be 
mounted on the field pole, so that the mutual coupling is 
high and can be assumed to be 100 percent with small 
error. Also, the same leakage coefficient can be applied to 
each of the fields. In the following symbols the subscript 
indicates the particular field to which the symbol applies. 
Thus, Ni is the turns per pole of field i, Nt the turns per 
pole of field f, etc. 


P *= Number of poles, assumed to be connected in series. 
AT« Number of turns per pole in the field winding. 

= Total useful flux per pole in Maxwells times 10*. 

00 Initial useful flux per pole in Maxwells times 10^ 
0 * Change in flux per pole *= 0'—0o. 

Total amperes in field circuit. 
fo~ Initial amperes in field circuit. 
i*Change in amperes in field winding*!^—io. 

L »Inductance of field winding in Henrys. 

K = Flux proportionality constant 
Maxwells X10* per pole 
Ampere turns per pole 

X * Flux leakage factor — 1 

useful flux 

Voltage proportionality constant 
terminal volts 


Maxwells X10* per pole 

R ~ Resistance of the complete field circuit, ohms. 
^-Time constant of complete field circuit, seconds. 
Terminal voltage applied to field 1. 

Initial value of terminal voltage. 

Et Change in terminal voltage » Et — Evo- 
SB Voltage applied to field 2. 

Initial value of voltage applied to field 2. 
Change in voltage applied to field 2. 

Et ^ Fixed voltage applied to field 3. 


' Differential operator 

dt 


The initial or steady-state value of total useful flux per 
pole is 


(16) 


When the field currents are changed to force an increase in 


terminal voltage, the total useful flux at ahy later instant 
of time is 

i (17) 

The change in total flux per pole is the difference between 
these two values, 

-il>o-=K(Nxu+Ntit+Niii). (18) 

The basic formula for the self-iilductance of Sny of the 
field circuits is 

t , 

and since the flux is expressed as Maxwells per pole times 
10®, the self-inductance of th^ circuit of field 1 ^comes 

(19) 


The time constant of the field circuit is the total self¬ 
inductance divided by the total resistance, 

(20) 

Ri Rx 

Equations similar to Eq. (19) can be writt-en ^or self-in¬ 
ductances Lt and Lt and similar to Eq. (20) for time con- 
stants fs and 

The voltage applied to of the 6eld circuits is 
absorbed in Ri drop in the cirfeiiit r^istance and drop 

I, 'll 

in the circuit inductance. The voltage equations at any 
instant of time are 

E/«c0'«Rif:/+V,XPp0' (21) 

i^»'»ft2ti'+iViXPp0' (22) 

£,' = ft,tV+AfsXPp0'. (23) 

During the initial steady-state conditions, wheh the total 
useful flux is constant and p0o^O, 

J5to = c0o =/2itio+ViXJPp0o (24) 

—Ar2XPp0o (25) 

^» = /28l|O + A^8XPp0O- (26) 


Subtracting the two sets of voltage equations, a set in 
terms of changes from steadyrstate conditions is obtained. 
Since the voltage Et is supplied from a cohstant-potential 
source, —J?8o=*0. 


c0 » flit’i-1-M^P0 

(27) 

iEt = /?jl2 + A^jX^P0 I 

(28) 

0 =* A^iXPp0 

(29) 


,1 I" I ; m r 

If Eqs. (27), (28), and (29) are multiplied by—5-^, 

, 1 ; ' ill it% 

and respectively, and acid^, the result obtained after 

R* ;i i’ ' 'll' : 

substituting from Eqs. (18) anfl (20) ie 

(30) 

FNxK FNtA 

Rearranging the terms in Eq, (^); 
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Wheo solved, Eq. (31) expresses ^ and hence the terminal 
voltage as a function of time if saturation and the con* 
sequent change in constants are neglected. 

The three fields on the exciter can be assumed to be 
replaced with a single equivalent self-excited field as shown 
in Fig. 15. The quantities referring to the equivalent 



Fig. 15—'Self-excited single-field equivalent of three-field main 

exciter. 


field are designated by the subscript e. The field has 
applied to it a voltage equal to the terminal voltage 
plus an equivalent voltage supplied by the regulator. 

During steady-state conditions, 

SeO + c<j^ = fiet «0 + N eXP p^. 

(32) 

At any instant of time. 


E:+c<t>'^R,i:+N:KPp<i>\ 

(33) 

Subtracting Eq. (32) from (33) 


+ = /2e^e4“ 

(34) 

Using the relations 


4 >« KN^u 

(35) 

i. 

(36) 

, PKN/K 

R. 

(37) 

Eq. (34) reduces to 



(38) 


Equation (38) is of the same form as Eq. (31), and by 


comparing similar terms, it is derived that 

(39) 

• 

tt 

(40) 

The self-inductance of the equivalent field 
Eq. (36), and the resistance is 

is given by 


(41) 

The applied regulator voltage is 



N 

Eliminating — by using Eq. (40) 


tiN' 


(42) 


Equations (38) and (31) can be solved only if saturation 
is neglected. However, for a small interval of time, it can 
be assumed that the machine constants do not change, and 
the change in flux calculated by either equation will be the 
same. If at the end of the first time interval, the machine 
constants are appropriately adjusted to new values 
applicable to the next small interval of time, the flux 
change can be calculated for the second interval and will 
be the same by either equation. Thus, the flux rise cal¬ 
culated from the equation for the single equivalent field 
by using the normal step-by-step methods that take into 
account saturation will be the same as the actual flux rise 
with the assembly of several fields. The various time 
constants for the machine in the unsaturated condition 
may be used to determine the constants of the equivalent 
field. 

The above equations can be generalised to the case of a 
machine having any number of the three types of fields 
considered. lotting Er and Ny refer to all coils to which 
regulator voltages are applied, and and refer to all 
coils which are self excit^, Eq. (31) in the general form 
becomes 


where gum of time constants of coils of all types. The 
sum of the time constants should also include a value for 
the frame slab, which acts as a short-circuited turn, and 
eddy currents in the slab cause a delay in the flux rise. 
For d-c machines of the sise used as main exciters, the 
frame-slab time constant may approach 0.2 second. 

The constants of the equivalent self-excited field are 
determined from the following: 

(44) 


iV,- 



(45) 


Z/. is determined by Eq. (36) 

(46) 


and the regulator voltage to be applied 



(47) 


If no self-excited fields are present in the machine, the only 
requirements to be satisfied are given by Eqs. (44) and 
(47). Any value of AT. can be used provided the appro¬ 
priate value of R, is calculated from Eqs. (36) and (46). 
When no self-excited fields are present, the equivalent 
field is not self-excited and has applied to it only the 
regulator voltage. 

If no regulator-controlled fields are present, the require¬ 
ments to be met are given by Eqs. (44), (45), (46), and 
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(47), and the equivalent field is a self-excited field with no 
regulator voltage applied. 

Using this equivalent single-field representation of the 
multiple-field main exciter, the voltage response can be 
calculated by the step-by-step method of Sec. 2. The volt¬ 
age E is determined by the source of voltage under regu¬ 
lator control. For example, if the regulated field is a self- 
excited field, the voltage E becomes equal to the exciter 
terminal voltage at each instant of time. 

8. Main-Exciter Rototrol 

The most recent development in the field of rotating 
main exciters is the adaptation of the Rototrol rotating 
amplifier as a main exciter. Any generator is in fact a 
‘^rotating amplifier” in that a small amount of energy input 
to the field is amplified to a large energy output at the 
generator terminals. However, the name rotating amplifier 
has been specifically applied to a form of rotating machine 
possessing an unusually large amplification factor. In such 
machines, the change in input energy to the field is a small 
fraction of the resulting change in Energy output of the 
armature. In the ordinary d-c generator, the change in 
field energy required to produce 100-percent change in 
output energy is usually within the range of 1 percent to 
3 percent of the machine rating. Thus, the amplification 
factor might be between 30 and 1(X). In the case of the 
Kototrol, the amplification factor can exceed 10* depending 
upon the design of the machine. 

The main-exciter Rototrol is not adaptable at present to 
use with generators operating at less than 1200 rpm. The 
principal field of application is with 3600-rpm turbine gen¬ 
erators. The two-stage main-exciter Rototrol can be built 
with sufficient capacity to supply the excitation require¬ 
ments of the largest 3600-rpm generator, but when used 
with 1800- or 1200-rpm generators, the maximum rating 
of generator is restricted. In any event, the Rototrol is 
direct-connected to the generator shaft. 

The slower the speed of a generator, the larger the physi¬ 
cal size. For a given voltage output, the reduction in speed 
is compensated by an increase in the total flux, requiring a 
larger volume of iron to maintain the same flux density. 



Fig. U—A 21t-kw, 25#-volt, 4-pole main-exciter Rototrol for 
direct-connection to generator shaft at 3660 rpm. 


The excitation requirements, therefore, are greater for 
slow-speed generators. The main-exciter Rototrol has not 
been built in capacities large enough to supply the excita¬ 
tion requirements of large slow-speed a-c generators. Fur¬ 
thermore, as the Rototrol rated speed is decreased, its 
excitation requirements also increase and a larger control¬ 
ling energy is required. The combination of these factors 
has largely restricted the use of the main-exciter Rototrol 
to direct-connection with 3600-rpm turbine generators. 

A 210-kw, 250-volt, 3600-rpm main-exciter Rototrol is 
illustrated in Fig. 16, and to all outward appearances it is 
a conventional type of d-c machine. The mechanical de¬ 
tails such as the enclosure, brush holders, commutator, 
etc., are of conventional 36(X)-rpm exciter construction, 
but the electrical connections are quite different. The 
armature winding is of the lap form but has no cross 
connections, and there are a number of specially-connected 
field windings to provide the high amplification factor. 

A detailed discussion of the theory of operation of the 
Rototrol is beyond the scope of this chapter, and can be 
found in the References. The discussion here will be con¬ 
fined to a description of the operating principle as it applies 
to use of the Rototrol in excitation systems. 

A schematic diagram of the main-exciter Rototrol is 
shown in Fig. 17 (a), and the equivalent schematic diagram 
is shown in Fig. 17 (b). The Rototrol can be built with one 
or more stages of amplification, and the main exciter Roto¬ 
trol is of the two-stage type. The field connected between 
terminals F3-F4 is called the control field, and windings 
appear on only the two south poles, 1 and 3. The circuit 
between terminals F5-F6 energizes a field similar to the 
control field, and it also appears on only the two south 
poles. This field operates in the same manner as the con¬ 
trol field in controlling the Rototrol teiminal voltage but 
it is called the limits field. The control field is energized 
by the voltage regulator and normally has control of the 
voltage output. However, the limits field is energized by 
devices that restrict the maximum or minimum voltage 
output, so that the limits field can, under certain condi¬ 
tions, overcome the effect of the control field. The output 
terminals are L1-L2, and it should be noted that the circuit 
between the brushes of like polarity energizes additional 
field windings that are compensating and forcing fields and 
also serve as series fields. The windings energized by the 
circuit between terminals F1-F2 are shunt-field windings 
used for tuning purposes as discussed later. As far as ex¬ 
ternal circuits are concerned, the main-exciter Rototrol can 
be represented as shown in Fig. 17 (c): the control field is 
energized by some exciter-voltage controlling device, the 
limits field is energized by a device for limiting the max¬ 
imum or minimum output or both, and the line terminals 
supply voltage to the load in series with the series field. 

The operation of a conventional self-excited d-c gener¬ 
ator is unstable when the field-resistance line coincides with 
the air-gap line of the saturation curve as shown in Sec. 1. 
Although this characteristic is undesirable in the self- 
excited generator, it is an important part of the Rototrol 
principle. Reasoning identical to that in Sec. 1 can be 
applied to a series-excited generator wlierc the self-excited 
winding is in series with the load and both the load and 
the field can be considered as a shunt across the armature. 
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(bHeOUIVAL^T CIRCUIT OF TWO- 
STAOE fMIN<EXCITCR ROTOTROL 


SERIES 

FIELD 


SERIES FIELDS 



LEGEND 

SHUNT FIELD 

COMPENSATING AND FORCING FIELDS] 

COMPENSATING FIELDS J 

LIMITS FIELD 
CONTROL FIELD 

INDICATES DIRECTION OF CURRENT 
INDICATES DIRECTION OF FLUX DUE TO CONTROL FIELD 
INDICATES DIRECTION OF FLUX DUE TO LOAD CURRENT 
BRUSH POLARITY FROM CONTROL FIELD EXCITATION 
BRUSH POLARITY INDUCED BY ARMATURE REACTION 
THIS REACTION IS THE RESULT OF THE CURRENT FLOWING 
IN THE ARMATURE BETWEEN THE POSITIVE BRUSHES 

(oHSCHEMATIC DIAGRAM OF ROTOTROL EXCITER 
SHOWING ALL FIELDS EXCEPT INTERPOLE FIELDS 

Fig. 17—Two-stage main-exciter Rototrol, complete schematic diagram and equivalent representations. 


(c)-CIRCUIT REPRESENTATION OF MAIN- 
EXCITER ROTOTROL 


The series-field current then is directly proportional to the 
armature voltage in the same way as the shunt-field current 
in the self-excited shunt-wound machine. 

The Rototrol is operated on the straight portion of its 
saturation curve and the adjustments necessary to meet 
this condition are termed tuning of the Rototrol. This is 
usually done by adjusting the resistance of the load or an 
adjustable resistance in series with the load, but can also 
be done by varying the air gap between the field poles and 
the rotor surface, which shifts the position of the air-gap 
line. Thus, the series-field circuit is tuned so that the 
resistance line of the circuit coincides with the air-gap fine. 
Exact coincidence of the resistance line with the air-gap 
line cannot always be obtained by these two means so a 
small-capacity shunt field is provided to serve as a vernier 
adjustment. The resistance of the shunt-field circuit is 
adjusted to change the position of the terminal voltage- 
series-field current relation to tune the machine perfectly. 


It is particularly significant that under steady-state 
conditions, the self-excited field of the Rototrol furnishes 
all of the ampere-tums required to generate the terminal 
voltage. However, the control field forces the change in 
ampere-tums required to stabilise the machine or to change 
and establish the terminal voltage required for a new load 
condition. The ampere-tums of the self-excited field and 
those of the control and limits fields are superimposed, and 
the algebraic sum of the ampere-tums on all of the Roto¬ 
trol fields determines the terminal voltage. 

9. Operating Principle of the Main-Exciter Roto¬ 
trol 

The fundamental principle by which a small amount of 
energy in the control field forces a large change in Rototrol 
output is that of unbalancing the ampere-tums on two 
poles of like polarity; in this case, two south poles. A 
current in a given direction in the control field will weaken 
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one south pole and strengthen the other, and by virtue of 
the form of the armature winding, causes a difference in 
polarity between two brushes of like polarity. Current- 
direction arrows and corresponding flux-direction arrows 
are shown in Fig. 17 (a), and the operation can be under¬ 
stood best by describing the sequence of events for a given 
operating condition. 

A current is shown flowing in the control field in Fig. 
18 (b). The current is in a direction to cause an increase in 
the terminal voltage of the Rototrol and produces fluxes as 
shown by the flux arrows to strengthen south pole 1 and 
weaken south pole 3. Reversing the polarity of the voltage 
applied to the control field would reverse the effect and 
cause a decrease in terminal voltage. The resulting un¬ 
balance of the south-pole fluxes causes a phenomenon that 
is suppressed in the usual d-c generator; and that is the 
unbalance of voltage generated in the armature when the 
magnetic flux densities in the field poles are unequal. The 
effect of the unbalanced south poles on the armature wind¬ 
ing can be analyzed by assuming the unbalanced fluxes are 
the only ones present in the machine. 

The winding-development diagram of Fig. 18 (a) is drawn 
for the control-field flux in the direction shown in Fig. 18 (b). 
So far as the control-field flux is concerned, pole 1 is a south 
pole and pole 3 is a north pole; thus, the flux direction 
under pole 1 is out of the paper and under pole 3 is into 
the paper in Fig. 18 (a). For clockwise armature rotation, 
the conductor moves under poles 1,2,3, and 4 in that order, 
so the current directions in the armature conductors are as 
shown. The result is that the positive bnish under pole 1 
is raised to a higher potential than the positive brush under 
pole 3. The relative polarities of the two positive brushes 
are, therefore, as indicated by the encircled polarity marks. 
Further analysis shows that the positive brush of higher 
potential is always under the south control-field pole for 
the conditions of Fig, 18, 

The potential difference between the two positive brushes 
is used to energize another special field called the forcing 
field, as shown in Fig. 18 (c). For control-field current in 
the direction shown, the fluxes produced by the forcing- 
field windings are in a direction to increase the flux densi¬ 
ties in all four poles as shown by the open-headed flux 
arrows, which is in the direction to increase the terminal 
voltage of the machine. With the opposite control-field 
polarity, the forcing-field mmf’s decrease the flux densities. 

The forcing-field current also flows through the armature 
winding as shown in Fig. 18 (a). The two conductors in a 
common slot under poles 2 and 4 carry currents in opposing 
directions. The conductors under poles 1 and 3, however, 
carry currents in a common direction. Thus, an armature 
reaction is developed which is in the direction to weaken 
north pole 2 and strengthen north pole 4. The effect is 
similar to that caused by current flow in the control field, 
except that the unbalance in generated voltage appears 
between the two negative brushes with polarities as shown 
by the encircled marks in Fig. 18 (d). The resulting current 
flow between the two negative brushes would cause an 
armature reaction in opposition to the control field, greatly 
reducing its effectiveness if compensation were not pro¬ 
vided in some way. The compensating windings in series 
mih the forcing fields in Fig. 18 (d) oppose the armature 


reaction caused by current between the positive brushes, 
holding to a minimum the voltage difference between the 
negative brushes and minimizing the armature reaction 
that would oppose the control field. 

A group of compensating fields are also connected in 
series in the circuit between the negative brushes, and 
serve a purpose similar to that of the compensating fields 
between the positive brushes. These are shown in Fig. 18(e). 

All of these currents and fluxes are summarized in Fig. 
17 (a), which shows all of the field windings and the current 
and flux arrows for the assumed condition. Tracing the 
circuit of the load current reveals that the load current 
must flow through the forcing and compensating fields. 
The coils are wound on the field poles in such a direction 
that the load current cancels so far as any magnetizing 
effect is concerned, while the magnetizing effects of the 
unbalance currents add. This is verified in the circuits of 
Figs. 18 (c), (d), and (e). 

In addition to the field windings described above, a set 
of commutating-pole windings are included in the Rototrol. 
These windings produce the proper mmf in the commutat¬ 
ing poles to assist commutation of the current in the 
armature. 

The overall effect of current in the control field is shown 
in Fig. 17 (b), the equivalent circuit of the two-stage main- 
exciter Rototrol. The Rototrol is represented as three 
separate generators; two of them are two-pole machines 
and the third is a four-pole machine. The difference in 
potential between the two positive brushes caused by cur¬ 
rent in the control field is represented as a two-pole gen¬ 
erator excited by the control field and is the first stage of 
amplification in the Rototrol. The output of this machine 
is fed into the field of the four-pole generator which is the 
second stage of amplification. The four-pole field windings 
are the forcing fields of the Rototrol. Current flowing in 
the first-stage machine %et8 up an armature reaction rep¬ 
resented by a two-pole armature-reaction generator. The 
armature reaction is represented by a field exciting this 
generator and the compensation for armature reaction be¬ 
tween the positive brushes is another field on this same 
machine. The mmf’s produced in the armature-reaction 
and compensating fields are m opposition. 

The armature reaction establishes a potential difference 
between the negative brushed as shown, and the current 
flowing between these brushes energizes additional com¬ 
pensating windings on all four poles. Two of these wind¬ 
ings appear as compensating windings on the armature- 
reaction generator since they further compensate for the 
armature reaction produced by the current between the 
positive brushes. The remaining two compensating wind¬ 
ings compensate for the armature reaction caused by the 
current flowing between the negative bnishes, this arma¬ 
ture reaction being in opposition to the control field exciting 
the first stage. 

10. Series-Field Effect in Main-Exciter Rototrol 

The definition of main-exciter response ratio given in 
Part I does not apply to main exciters having series fields. 
Thus, the response ratio of the main-exciter Rototrol can¬ 
not be stated in the conventional manner. As stated in 
See. 7, the series field of the Rototrol supplies all of the 
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arapere-tums necessary to generate the terminal voltage 
under steady-state conditions. The response-ratio defini¬ 
tion also states that the test for voltage response should be 
made under conditions of no load on the exciter, which 
would seriously hamper the rate of voltage build-up in the 
Rototrob because there would be no mmf produced by the 
series field. 

As shown in Chap. 0, Part I!, a short circuit at the 
terminals of an a-c generator induces a large direct current 


A-C SUPPLY 



Ptg. 19—SimpUAed circuit of electronic main eiciter supplied 
from the a-c t^nerator terminals through a rectifier trans¬ 
former. 


in the generator field winding. The induced current is in 
the same direction as the current already flowing in the 
field circuit and serves to maintain constant flux linkages 
with the field winding. This occurs when the generator 
voltage is low, and if the induced current were sustained 
at its initial value, the internal voltage of the generator 
would be at a high value when the fault is removed. The 
function of a quick-response excitation system is to in¬ 
crease the exciter voltage as rapidly as possible under such 
conditions, in order to keep the field current at as high a 
value as possible. The same effect takes place, although 
to a smaller extent, when a load is suddenly applied to the 
generator terminals. Removal of a fault or sudden reduc¬ 
tion of the load causes an induced current in the opposite 
direction due to removal of the armature demagnetizing 
effect. Thus, a current of appropriate magnitude is induced 
in the field winding of an a-c generator when there is any 
change in the terminal conditions, hut this current cannot 
be sustained by conventional main exciters because their 
voltage cannot ordinarily he increased fast enough. 

The main-exciter Rototrol benefits directly from this 
induced current through its series-field winding and im¬ 
mediately increases the mmf prfKluced by that winding. 



Fig. 29—Simplified circuit of electronic main exciter eupplled 
from a elz-phate alternator direct-connected to the main 
generator ehaft. 
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Fig. 21—Two mothodt of supplying sxdtmtlon for the six- 
phGse mltemator. 

(a) Self-excitation using a thyratron rectifier supplied from six- 
phase alternator terminals through a rectifier transformer. A 
voltage regulator is used to hold the alternator field voltage 
approximately constant. The battery is used to flash the 
alternator field to start operation. 


The Rototrol terminal voltage is raised to a value that can 
sustain the induced current. If the induced current is 
caused by a short circuit, it gradually decays in magnitude, 
and the Rototrol voltage follows the decay in current. The 
result is that the Rototrol terminal voltage follows a mag¬ 
nitude dependent largely upon the induced current in the 
generator field winding, and it cannot be duplicated in a 
voltage-response test with the exciter unloaded. 

The series-field effect in the Rototrol is a desirable phe¬ 
nomenon in improving the response of the excitation sys¬ 
tem and in aiding to maintain system stability. It enables 
the main exciter to anticipate the change in a-c generator 
excitation voltage required. As the series-field mmf is fol¬ 
lowing the induced current, the voltage regulator delivers 
energy to the control field to increase further the Rototrol 
terminal voltage. There is some time delay before the control- 
field current is effective in changing the terminal voltage, 
whereas the series-field effect is substantially instantaneous. 

11. Electronic Main Exciters 

Power rectifiers of the ignitron type have been used for 
many years in industrial applications and have given reli¬ 
able and efficient performance. Their use as main exciters 
for a-c synchronous machines has been limited, principally 
because they cost more than a conventional main exciter. 
The electronic main exciter, however, offers advantages 
over rotating types. 

An electronic exciter consists essentially of a power recti¬ 
fier fed from an a-c source of power and provided with the 
necessary control, protective, and regulating equipment. 
The coordination of these component parts presents prob¬ 
lems that must be solved in meeting the excitation require¬ 
ments of a large a-c generator. 

The output of a rectifier is only as reliable as the source 
of a-c input power. Thus, this a-c source might be con¬ 
sidered a part of the rectifier, and so far as service as an 
excitation source is concerned, it must be reliable. Three 
sources have been used in operating installations: 

1. A-c iK)\ver for the rectifier taken directly from the term¬ 
inals of the a-c generator being excited. 

2. A-c i)o\ver taken from a separate a-c supply that is essen¬ 
tially indejiendent of the a-c generator terminals. 

3. A-c i)ower taken from a separate generator which supplies 
|X)wer to the rectifier only, and which has as its prime mover the 
same turbine that drives the main a-c generator. 

In the first of these, the electronic main exciter is self- 
excited, since its power supply is taken from its own out¬ 
put, and in the second and third forms, it is separately- 
excited. 

When power for the rectifier is supplied by a high-voltage 
source such as the generator terminals, a rectifier trans¬ 
former must be used to reduce the voltage to the proper 
magnitude for the rectifier. The transformer is connected 
delta on the high-voltage side and six-phase star on the 
secondary side. No transformer is required when the six- 
phase shaft-driven generator is used as a power source, 
since the generator can be designed for the proper voltage. 

A simplified circuit diagram of an electronic exciter and 


(b) Separate-excitation using a three-phase pc^nuaient-magDet 
generator and dry-lyin' rectifiers. 
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Fig. 22—Installation photograph of electronic main exciter. 


rectifier transformer is shown in Fig. 19. The delta primary 
of the transformer can be energized from the terminals of 
the main a-c generator, from the plant auxiliary power 
supply, or from some other independent source. The recti¬ 
fier comprises three groups of two ignitron tubes each, the 
two tubes of each group being connected to diametrically 
opposite phases of the six-phase transformer secondary 
through a two-pole, high-speed anode circuit breaker. Thus 
if a breaker is opened, both tubes of a group are deener¬ 
gized. Each pole of the anode breaker is equipped with a 
reverse-current trip attachment and the breaker is auto¬ 
matically reclosed. If an ignitron arc-back should occur, 
the breaker is automatically opened at high-speed and 
reclosed when the arc-back has been cleared. Should a 
second arc-back occur within a short time, the anode 
breaker again opens and locks in the open position to 
permit inspection of the unit. 

The simplified circuit diagram of the electronic exciter 
supplied from a six-phase alternator is shown in Fig. 20. 



RCS-RCGULATOR CONTROL SWITCH IN POSITION FOR MANUAL CONTROL 

Fig. 23—Method of controlling release of the thyratron firing tube to regulate the main-exciter voltage. The firing control 

circuit for ignitron tube A is shown. 
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So far as the main-exciter rectifier is concerned, the details 
of the circuit are the same as Fig. 19. A complication is 
introduced, however, since it is necessary to provide for 
excitation of the six-phase alternator. Two methods of 
accomplishing this are shown in Fig. 21. In the method 
of Fig. 21(a), the excitation is provided through a six-phase 
thyratron rectifier, which receives its power input from the 
same source used to supply the main-exciter rectifier. A 
permanent-magnet a-c generator is used as the power sup¬ 
ply in Fig. 21(b). It consists of high-quality permanent 
magnets mounted on the same shaft with the main a-c 
generator to serve as the rotor and a conventional three- 
phase armature winding on the stator. The output of the 
permanent-magnet generator is rectified by a three-phase 
bridge-type selenium rectifier and fed directly into the field 
of the six-phase alternator. While the shaft-driven gener¬ 
ator in Fig. 20 is shown with six phases, it can be a standard 
three-phase unit in which case a rectifier transformer would 
be required to convert the ignitron rectifier input to 
six-phase. 

Each group of tw'o ignitron tubes with its anofle breaker, 
cathode-disconnecting switch, firing tubes and associated 
control circuit is located in one of three individual com¬ 
partments of the main rectifier cubicle as shown in Fig. 22. 

Ignitron Firing Circuit and D-C Voltage Control 
—The firing circuit for each ignitron tube is of the anode¬ 
firing type as shown in Fig. 23. A thyratron tube is con¬ 
nected in parallel with the ignitron through its igniter. 
The thyratron is made conductive when its anode voltage 
is positive with respect to its cathode and its grid is re¬ 
leased. Current then passes through the ignitron igniter 
which initiates a cathode spot and fires the ignitron. If the 
ignitron should fail to conduct for any reason, the thyra¬ 
tron attempts to carry the load current but is removed 
from the circuit by the thyratron anode breaker. 

The magnitude of the output voltage of the electronic 
exciter is varied by controlling the point on its anode volt¬ 
age wave at which the ignitron tube is made conductive. 
This point is determined by releasing the control grid of 
the firing thyratron, which is controlled by a sine-wave 
grid transformer, a Rectox supplying a fixed positive bias» 
a Rectox supplying variable negative bias for manual con¬ 
trol, and an electronic regulator supplying variable negative 
bias for automatic control. The circuits of these devices 
are shown in Fig. 23. 

The grid circuit of the thyratron firing tube can be 
traced from the cathode of the thyratron through the 
ignitron to rheostats RPB and RNB and through the grid 
transformer to the control grid of the thyratron. The volt¬ 
age El appearing across rheostat RPB is a positive grid 
bias, while the voltage Et appearing across RNB is a nega¬ 
tive grid bias. The sine-wave voltage Eqac impressed on 
the grid of the thyratron is delayed almost 90 degrees from 
the anode voltage and is connected in series with the 
positive and negative biases. These voltages are shown 
in Fig. 24. 

Rheostats RPB and RNB are initially adjusted to give 
the desired values of positive and negative ^d-bias volt¬ 
ages. Manual control of the exciter voltage is obtained by 
changing the setting of rheostat MVR which varies the 
negative bias. The bias voltages J?i, Et and Eqac add to 



TUBE ANODE VOLTAGE 

E«c~CRITICAL GRID VOLTAGE OF FIRING TUBE 

EoaC-^HASE shifted A-c grid bias voltage 

ErFIXED POSITIVE GRID BIAS 
Et-VARIABLE NEGATIVE GRID BIAS 
Ec-TOTAL GRID BIAS VOLTAGE 
OC -ANGLE OF GRID DELAY 

Fig. 24—Ck>ntrol grid voltages applied to thyratron firing tube. 

give a total grid-bias voltage represented by Eq and vary¬ 
ing the negative bias determines the point at which the 
total grid voltage becomes more positive than the critical 
grid voltage Eqc of the firing tube releasing the tube for 
conduction. The ignitron is then made conductive by cur¬ 
rent in the igniter and remains conductive for the remain¬ 
der of the positive half-cycle of anode voltage. The angle 
a in Fig. 24 is defined as the angle of grid delay. 

The use of a positive and negative grid bias in this 
manner provides for a wide range of control of the angle 
of grid delay, and consequently, for a wide range of control 
of the exciter output voltage. When the exciter voltage is 
under control of the automatic electronic regulator, the 
manually-controlled negative bias Et is replaced by a 
variable negative bias voltage from the regulator. 

12. Electronic Exciter Application Problems 

Modern a-c generators have proven their capability of 
continuous operation over long periods without being shut 
down for maintenance. It is necessary, therefore, that 
main exciters and excitation systems be capable of similar 
operation and that wearing parts be replaceable without 
requiring shutdown or even unloading. The ignitron and 
thyratron tubes in the electronic exciter are subject to 
deterioration and eventual failure and replacement, and it 
is essential that such a failure and consequent replacement 
be sustained without interfering with excitation of the 
a-c generator. 

In its usual form, the electronic main exciter is designed 
so that it can supply full excitation requirements continu¬ 
ously with two of the six ignitron tubes out of service. 
With all six tubes in service, the capacity is approximately 
150 percent of the requirements. Furthermore, the over¬ 
load capacity of the ignitron tubes is such that the rectifier 
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can supply full excitation for a short time with only two 
of the six tubes in service. Should a tube failure occur, the 
ignitnm anode breaker, grounding switch, and firing-tube 
anode breaker are opened enabling replacement of the 
ignitron or firing thyratron of any group without disturb¬ 
ing the continuous operation of the remaining two tube 
groups. 

For the electronic exciter to be completely reliable, it 
must be provided with a reliable source of a-c power. When 
self-excited from the terminals of the main a-c generator, 
the input to the rectifier is subject to voltage changes 
during S 3 r 8 tem disturbances. Thus during nearby faults 
on the system when it is desirable to increase the generator 
excitation as much as possible, the rectifier voltage output 
may be low due to the low a-c voltage. To compensate for 
the low voltage, the rectifier can be designed for a voltage 
output much higher than that required during normal 
operation; that is, the rectifier may be designed to produce 
normal ceiling voltage when the a-c input volta^ is 75 
percent of normal. Under normal load conditions the volt¬ 
age is reduced to that required by control of the firing 
point. This method of compensation requires a larger 
rectifier transformer and means that the fi^g is delayed 
Icmger during normal operation. 

When separate-excitation is used to supply power to the 
i:ectifier, the input is no longer subject to variation during 
disturbances on the main system. It is possible that a 
disturbance in the system suppl}ring power to the rectifier 
may cause a disturbance in the excitation of the a-c gen¬ 
erator and a consequent disturbance on the main system. 
This is overcome by making the rectifier power supply as 
reliable as possible. Since the same philosophy applies to 
the system used to supply the powerhouse auxiliaries, 
this system can be us^ to supply the rectifier. The 
shaft-driven three- or six-phaw alternator, however, 
offers the most reliable solution. It is also possible to 
use duplicate supply with automatic changeover during 
disturbances in the normal supply, but this is not justi¬ 
fied normally. 

13. Response of the Electronic Main Exdter 

The ignitron rectifier has the ability to increase or de¬ 
crease its voltage output with substantially no time delay. 
Compared with the rate of voltage build-up of other types 
of d-c machines, it mi^t be considered instantaneous. If 
the req>onae ratio of the dectronic exciter were expressed 
in accord with the definition given in Part I, it would 
o(mveyafaIseimpressi(m. The line Oo in Fig. 25 represents 
the actual volta^ response of the electronic exciter. The 
line ab r^resents the ceiling voltage. The line Oc is drawn 
so that tim area Oed is equid to the area Oabd under the 
actual reqHmse curve during the 0.5-second interval. Ac¬ 
cording to the definition, the rate of response is the sl(^ 
oi the line Oe, which implies that the exciter voltage has 
not reached its ceiling value at the end of a 0.5-seoond 
interval. 

If the distance Oa is set equal to 1.0 per unit, then the 
distance de almost equals 2.0 per unit. The rate of voltage 
build-up is de divided by 0.5 second or 4.0 per unit per 
second. The actual time required for the voltage to in¬ 
crease from 0 to « is much lees than 0.1 secemd, and there- 



0 0.5 

TIME IN SECONDS 

Fig. 35—ReaponM of the electronic main exciter. 


fore, the actual rate of voltage increase exceeds 10 per unit 
per second. 

in. PILOT EXCITERS 

When the main exciter of an a-c synchronous machine is 
separately-excited, the d-c machine which supplies the 
separate excitation is called a pilot exciter. A main exciter 
can be supplied with excitation from more than one source, 
as is the three-field main exciter, which has a self-excited 
field and two separately-excited fields, but the sources of 
separate excitation are still considered as pilot exciters. 

Older excitation systems used a storage battery as a pilot 
exciter, but maintenance problems soon prompted its re¬ 
placement with rotating types of d-c machines. Two gen¬ 
eral classifications of pilot exciters are constant-voltage and 
variable-voltage types. The constant-voltage type is used 
where control of the main exciter voltage output is by a 
rheostat in the exciter’s separately-excited field circuit, and 
the variable-voltage type is used where the pilot-exciter 
voltage must vary to give variable voltage on the exciter 
field. 

14. Compound-Wound Pilot Exciter 

The most common form of constant-voltage pilot exciter 
is the compound-wound d-c generator. The circuit diagram 



Pig. 34—Compound-wound oonvontlonal pilot osettST. 
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is shown in Fig. 26. The pilot exciter is invariably a 125- 
volt machine with a self-excited shunt field and a series- 
excited field, adjusted to give substantially flat-compound¬ 
ing. Thus, regardless of the load on the pilot exciter, 
the magnitude of its terminal voltage is practically con¬ 
stant. 

The compound-wound pilot exciter is normally mounted 
on the shaft of the main exciter, and where the main exciter 
is direct-connected, the a-c generator, main exciter, and 
pilot exciter all rotate at the same speed. A rheostat, either 
under the control of a voltage regulator or under manual 
control, is connected in series with the output circuit of the 
pilot exciter to regulate the voltage applied to the field of 
the main exciter. 

15. Rototrol Pilot Exciter 

The Rototrol, described in Sec. 8 as a main exciter, is 
also used as a variable-voltage pilot exciter. Depending 
upon the excitation requirements of the main exciter, the 
Rototrol pilot exciter may be of either one or two stages of 
amplification. Generally, when the main exciter and Roto¬ 
trol pilot exciter are direct-connected to the generator shaft 
and operating at 3600 rpm, the pilot exciter has a single 
stage of amplification. \^en the pilot exciter is operated 
at a speed lower than 3600 rpm, such as 1800 or 1200 rpm, 
it is of the two-stage type. 

The single-stage Rototrol is a stabilized series-excited 
d-c generator as shown in Fig. 27. The control field is a 
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Fig. 27—Equivalent circuit of single-stage Rototrol pilot 

exciter. 


separately-excited shunt field. The principal difference 
between this and a conventional series-excited d-c genera¬ 
tor is the fact that the Rototrol is operated in the unsat¬ 
urated region, that is, on the air-gap line. Under steady- 
state conditions, the sustaining series field supplies prac¬ 
tically all of the ampere-turns required to maintain the 
Rototrol terminal voltage. The input to the control field 
acts as a stabilizing force to hold the voltage at any point 
on the straight-line portion of the saturation curve. 

IV. GENERATOR EXCITATION SYSTEMS 

In the ten-year period following 1935, two basic types of 
generator voltage regulators filled substantially all ne^ 
of the electrical industry. These were the indir^t-acting 
exciter-rheostatic regulator and the direct-acting rheo¬ 
static regulator. Excitation sjrstems arc now in the midst 


of a period of changes by reason of progress in the develop¬ 
ment of regulating and excitation systems. Efforts have 
been directed particularly toward the development of more 
reliable, more accurate, more sensitive, and quicker-acting 
systems. Consequently, there are now many different ex¬ 
citation systems in use, each filling a specific need of the 
industry. 

The preceding sections have discussed the various types 
of main and pilot exciters in use at present. The remainder 
of the chapter will be a comprehensive discussion of the 
application of these d-c machines in excitation systems in 
conjunction with various types of generator voltage 
regulators. 

Four types of voltage regulators are being used to con¬ 
trol the excitation of synchronous machines: 

1. Direct-acting rheostatic type 

2. Indirect-acting exciter-rheostatic type 

3. Impedance-network or static-network type 

4. Electronic type. 

Each of these are described in their application in various 
types of excitation systems in the order named. 

16. The Direct-Acting Rheostatic Regulator 

The Silverstat generator voltage regulator is a common 
and widely used form of the direct- and quick-acting rheo¬ 
static type of regulator. It is specifically designed for the 
automatic voltage control of small and medium size gen¬ 
erators. For generators rated above 100 kva, the Silverstat 
or SRA regulator is available in five sizes, the largest being 
used with generators as large as 25 000 kva. A t 3 npical SRA 
regulator of medium size is shown in Fig. 28 (a). 

The direct-acting rheostatic type of regulator controls 
the voltage by the regulator element varying directly the 
regulating resistance in the main exciter field circuit. The 
different sizes of SRA regulators are suitable for the auto¬ 
matic voltage control of constant-speed, one-, two- or 
three-phase a-c generators excited by individual self-excited 
exciters. The exciter must be designed for shunt-field con¬ 
trol and self-excited operation, with its minimum operating 
voltage not less than 30 percent of its rated voltage. Each 
regulator is designed for and limited to the control of 
one exciter. 

Where a-c generators are operated in parallel and are 
within the range of application of this regulator, the prac¬ 
tice is to provide each generator with an individual exciter, 
with the exciters operated non-parallel. Each generator 
and its exciter is provided with an individual regulator and 
suitable cross-current compensation provided between the 
regulators. 

Sensitivity —The sensitivity of a generator voltage 
regulator is the band or zone of voltage, expressed as a 
percentage of the normal value of regulated voltage, within 
which the regulator holds the voltage with steady or grad¬ 
ually changing load conditions. This does not mean that 
the regulated voltage does not vary outside of the sensi¬ 
tivity zone, but does mean that when the regulated voltage 
varies more than the percentage sensitivity from the regu¬ 
lator setting due to sudden changes in load or other system 
disturbances, the regulator immediately applies corrective 
action to restore the voltage to the sensitivity zone. 

Regulator sensitivity must not be confused with overall 
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(b) 

Pig. 28— (a) SRA-4 Silverttat generator Toltage regulator, 
(b) Sllrer-button aaeembly of Sllyeretat regulator. 


regulation, which involves not only regulator sensitivity 
but also the time constants of the machines and the char¬ 
acter and magnitude of the voltage changes. The magni¬ 
tude and rate of load change determine how far the voltage 
deviates outside of the regulator sensitivity zone, and the 
time constants of the machines chiefly determine the time 
required to restore the voltage to the sensitivity zone. For 
these reasons only sensitivity can be specified so far as the 
voltage regulator is concerned and not overall regulation, 
which involves factors over which the regulator has no 
control. 

The rated sensitivity of the SRA voltage regulators 
depends on the size of the regulator. The SRA-1 and 
SRA-2, the two smaller sizes, have rated sensitivities of 
plus or minus 23^ and 134 percent, respectively. The 
larger SRA-3, SRA-4 and SRA-5 regulators are rated at 
plus or minus H of 1 percent sensitivity. 

17. Operation of the Direct-Acting Rheostatic 
Regulator 

The silver-button assembly, Fig. 28 (b), provides the 
means for changing the resistance in the exciter shunt-field 
circuit under control of the regulator. This basic assembly 
consists of a group of spring-mounted silver buttons so 
arranged that the buttons are separated from each other 


SILVER 



Fig. 29—Schematic internal diagram of SRA-3 Sllyeretat 
regulator. 
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normally, but can be closed or opened in sequence by a 
suitable driver having a travel of a fraction of an inch. The 
springs or leaves that carry the silver buttons are insulated 
from each other and each leaf is connected to a tap on a 
resistance element as shown in Fig. 29. Varying amounts 
of the resistance are short circuited by closing of the silver- 
button contacts. One or more of these basic elements are 
used in regulators of different sizes, four being used in the 
SRA-4 regulator illustrated in Fig. 28 (a). 

The control element of the regulator is a d-c operated 
device. A spring-mounted armature is centered in the air 
gap of the electromagnet as shown in Fig. 29. In regulating 
a-c voltage, a full-wave rectox rectifier is used to convert 
the a-c to d-c for energizing the control element. 

A typical excitation system under control of an SR A 
regulator is shown schematically in Fig. 30. The regulating 



resistance is connected directly in the exciter shunt-field 
circuit. At one end of the travel of the moving arm, all of 
the silver buttons are apart from each other, placing max¬ 
imum resistance in the field circuit. At the other end of 
the travel, the buttons are closed and the resistance is 
short circuited. The moving arm can hold the resistance 
at any intermediate value and, since the travel is short, 
all the resistance can be inserted or removed from the field 
circuit quickly. The speed of operation of the regulating 
element depends upon the magnitude and rate of change 
of the operating force. With a sudden drop in a-c voltage 
of 10 to 12 percent, the time required for the regulator to 
remove all resistance from the exciter shunt-field circuit is 
approximately 0.05 second or 3 cycles on a 60-cycle basis. 

The regulating action of the SRA regulator is that of a 
semi-static device that operates only when a correction in 


voltage is necessary. For a given value of regulated voltage 
and load on the machine being regulated there is a corres¬ 
ponding value of regulating resistance required in the field 
circuit; and a corresponding position of the moving arm 
and silver buttons that gives this value of resistance. Under 
such conditions the magnetic pull on the moving arm is 
balanced against the spring pull at that position of its 
travel. When there is a change in load on the machine 
being regulated, a corresponding change in voltage results, 
and the voltage is restored to its correct value by the 
moving arm and silver buttons taking a new position. 
Since the pressure on silver contacts determines the resist¬ 
ance of the contacts, an infinite number of steps of regulat¬ 
ing resistance are obtained. If the required value of exciter 
field resistance should lie between two of the tapped points 
of the regulating resistance, the pressure of the silver con¬ 
tacts changes to provide the correct intermediate value 
of resistance. 

The fixed resistance in the exciter field circuit in Fig. 30 
is used when it is desired to limit the exciter shunt-field 
current when the maximum or ceiling current is such as to 
interfere with the best performance of the voltage regulat¬ 
ing equipment. The exciter shunt-field rheostat and the 
generator field rheostat are provided primarily for control 
of the generator excitation when the regulator is not in 
service. Excitation current in the generator field can be 
regulated by changing the exciter output voltage or by 
holding the exciter voltage constant and changing the gen¬ 
erator field resistance. When the voltage regulator is in 



Fig. 31—Silverstat regulator damping transformer and rectox 
rectifier assembly. 
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operation and controlling the generator voltage, the exciter 
shunt-field and generator field rheostats are ordinarily 
turned to the ^all out” position so that the regulator has 
full control of the excitation voltage. 

Damping —To stabilize the regulated voltage and pre¬ 
vent excessive swinging under various conditions of excita¬ 
tion change, a damping effect is introduced into the regu¬ 
lator coil circuit by means of a damping transformer as 
shown in Fig. 30. The damping transformer is illustrated 
in Fig. 31. The use of this device eliminates the need for 
dashpots or similar mechanical anti-hunting devices. 

The damping transformer is of a special type having a 
small air gap in the laminated-iron magnetic circuit. One 
winding is connected across the field of the generator whose 
voltage is being regulated, and the other winding is con¬ 
nected in series with the voltage regulator coil. When there 
is a change in excitation voltage as a result of the regulating 
action of the regulator, energy is transferred by induction 
from one winding to the other of the damping transformer. 
This energy introduced into the circuit of the regulator 
coil acts by reason of its direction, magnitude, and time 
relation to electrically damp excessive action of the moving 
arm, preventing the moving arm from carrying too far the 
change in regulating resistance and consequent change in 
generator excitation. Since the damping transformer oper¬ 
ates only when the excitation of the generator is changing, 
it has no effect when the regulated voltage is steady and the 
regulator is balanced. 

Parallel Operation —As is true with most generator 
voltage regulators, the SRA regulator can control only one 
exciter at a time. Where several a-c generators operate in 
parallel and all the generators are excited from one common 
exciter, a single Silverstat regulator can be used, provided 
the exciter is of a size that is within the range of application 
of this type of regulator. However, where a-c generators 
operate in parallel, the usual practice is to provide each 
one with an individual exciter controlled by an individual 
regulator. This scheme of operation requires that the ex¬ 
citers be operated non-parallel, and it is necessary to supply 
a means of assuring proper division of reactive kva between 
the generators. The division of the kilowatt load among 
paralleled a-c generators is dependent upon the power 
input to each generator and is controlled by the governor 
of its prime mover. Thus the division of kilowatt load is 
practically independent of the generator excitation. How¬ 
ever, changes in the field excitation of paralleled a-c gen¬ 
erators do affeot the reactive kva or wattless component 
of the output, and the division of the reactive kva is directly 
affected by the operation of the voltage regulators. 

Thus, wattless current circulates between the paralleled 
a-e generators unless some provision is made whereby the 
generators are caused to properly divide the reactive kva. 
This is accomplished by means of cross-current compensa¬ 
tion, which functions to cause each generator to shirk 
wattless current by means of a slight droop in the regulated 
voltage with increase in the wattless component of current. 
The effect of the small droop required is usually negligible 
under operating conditions as found in actual practice. 

For three-phase a-c generators with the SRA regulator, 
the compensation is obtained by a standard current trans¬ 
former connected in one lead of each generator being regu¬ 


lated as shown in Fig. 30. The current transformer is 
connected to an adjustable resistance in the a-c supply 
circuit to the regulator operating element. The adjustable 
resistance permits adjustment of the comp)ensation to suit 
the application. The current transformer is connected in 
one generator lead, while the potential transformer that 
operates the regulator is connected to the other two leads. 
Thus the phase relationship is such that for lagging re¬ 
active kva, the voltage drop across the compensating re¬ 
sistance adds to the a-c voltage energizing the regulator 
and subtracts in the case of leading reactive kva. This 
action tends to cause the regulator to lower excitation for 
lagging reactive kva and raise excitation for leading reac¬ 
tive kva. In this manner each generator tends to shirk 
reactive kva, and the wattless power is automatically 
divided in proportion among the paralleled a-c generators. 

In many applications, reactance in the form of power 
transformers, bus reactors, etc., exists between paralleled 
a-c generators. If each generator is excited by an individ¬ 
ual exciter under control of an individual voltage regu¬ 
lator, and if the reactance is such as to cause from four 
to six percent reactive drop between the two generators, 
then stable operation and proper division of the wattless 
component can usually be obtained without using cross¬ 
current compensation between the regulators. This is be¬ 
cause the reactance produces an effect similar to that ob¬ 
tained w here cross-current compensation is used. 

18, Indirect-Acting Exciter-Rheostatic Regulator 

In recent years the increase in capacity of generating 
units, the extension of transmission systems, and the inter¬ 
connection of established systems, have reached a point 
where quick-response excitation is valuable for improving 
stability under fault conditions and large load changes. On 
applications of this kind the type B.I regulator is particu¬ 
larly adapted to the control of a-c machines employing 
quick-response excitation. The H.I regulator is of the 
indirect-acting exciter-rheostatic type for the automatic 
control of medium and large size a-c generators. 

The indirect-acting exciter-rheostatic type of generator 
voltage regulator controls the voltage of an a-c machine by 
varying the resistance in the field circuit of the exciter that 
excites the a-c machine. The exciter is preferably sepa¬ 
rately-excited from a pilot exciter or other source. If the 
exciter is self-excited, its minimum operating voltage must 
not be less than 30 percent of its rated voltage if stable 
operation is to be obtained. When lower voltages are 
necessary, the main exciter must be separately-excited. 

A schematic wiring diagram of the BJ generator voltage 
regulator and its auxiliary contactors is shown in Fig. 32. 
This diagram in conjunction with the simplified schematic 
of Fig. 33 is used to describe the operation of the device. 

The main control element of the regulator is energized 
from two single-phase potential transformers connected to 
the a-c machine leads. Two sets of contacts are on the 
moving lever arm of the regulator element shown in Fig. 
32, namely, the normal-response contacts A-L and the 
quick-response contacts AR-AL. The normal-response 
contacts control the rheostat motor contactors NR and 
NL, to raise or low er the a-c machine voltage, respectively- 
Thc quick-response A R and AL contacts control the high- 
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speed contactors QR and QL, which are the “field forcing 
up” and “field forcing down” contactors, respectively, 
^^en contactor QR in Fig. 33 is closed, all external resist¬ 
ance is shorted out of the main-exciter field circuit, and 
when QL is opened by energizing its coil, a block of resist¬ 
ance is inserted in the field circuit. 

Normal Response —When the a-c voltage is normal, 
the regulator lever arm is balanced and in this position 


toct 



neither the normal-response contacts R-L nor the quick- 
response contacts AR-AL are closed. Should the a-c volt¬ 
age fall below normal by a small amount, depending upon 
the sensitivity setting of the regulator, the normal-response 
contact R will close, energizing the rheostat motor control 
contactor NR. The contacts NR energize the rheostat 
motor which then turns the rheostat in a direction to 
remove resistance from the exciter field circuit, thereby 
increasing the voltage applied to the exciter field. 

The rheostat-motor control contactor NR has three con¬ 
tacts that close in independent circuits simultaneously. 
The one circuit is that just described which operates the 
rheostat motor. The second is the circuit of the anti¬ 
hunting winding NH of the regulator main control element 
and the third set of contacts complete a timing-condenser 
circuit. The anti-hunt device operates to increase the gap 
distance between the contact faces of the regulator contacts 
R and L, thereby opening the circuit at the R contacts. 
This change in position of the R contact is equivalent to 
changing the regulator setting to a lower voltage so far as 
the raise contacts are concerned, and to a higher voltage 
so far as the lower contacts are concerned. Where the 
deviation from normal voltage is small and within the 
recalibration effect of the anti-hunt device, the immediate 




Fig. 32—Schematic diagram of the BJ regulator controlling the voltage of a separately-excited nnain exciter. 
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Fig. 33—Main-exciter circuits under control of BJ regulator in Fig. 32. 
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result of the closing of the contacts on contactor NR is to 
cause the opening of the regulator R contact, which in turn 
opens the circuit to the coil of contactor NR, to stop the 
motor of the exciter field rheostat and thus stop the rheo¬ 
stat moving arm. However, contactor NR does not im¬ 
mediately open due to a time-delay circuit around its coil 
that maintains the coil voltage. Thus the rheostat arm is 
permitted to move a definite distance, for example, from 
one button to the next on the rheostat faceplate, and at 
the end of its time delay, contactor NR opens to stop the 
rheostat motor and deenergize the anti-hunt device. 

After the rheostat motor stops, it is desirable to provide 
some time delay to allow the a-c machine voltage to reach 
its final value. Such delay is obtained! by a dashpot on the 
anti-hunt device that prevents the regulator contacts from 
immediately returning to their normal position. After this 
time delay has expired and the contacts have returned to 
their normal position, the normal response contact R again 
closes if the a-c voltage has not returned to normal. This 
starts another cycle of operation such as just described and 
these cycles continue until the normal value of regulated 
voltage is established. 

Where the original voltage deviation is large enough the 
regulator contacts remain closed continuously even though 
the anti-hunt device changes the contact setting. In this 
case the regulator arm is caused to follow the change in 
contact position made by the anti-hunt device, and the R 
contact and the contactor XR remain clo.sed. This causes 
the rheostat motor to run continuously until the a-c volt¬ 
age is within the zone for which the anti-hunt device is set, 
at which time the notching action takes place to bring the 
voltage to normal. 

By means of the continuous or notching action of the 
rheostat, dependent upon the magnitude of the voltage 
change, time is allowed for the a-c voltage to come to rest 
between each voltage correction tis the voltage approaches 
its normal value. The action of the dashpot is also such 
that the time required for the contacts to remake is longer 
as the lever arm approaches the normal voltage pasition. 
This results in a decreased motor speed as the rheostat arm 
moves nearer to its new position, preventing overshooting 
of the rheostat position and bringing the a-c voltage to 
normal in a minimum length of time. 

When the a-c voltage rises above the regulated value, 
an action similar to that described for low voltage takes 
place, except that the regulator contact L closes energizing 
the rheostat motor control contactor NL, which operates 
the rheostat motor in a direction to increase the resistance 
in the exciter field circuit. 

Quick Response —When a large drop in voltage occurs, 
such as might be caused by a large block of load being 
thrown on the system or by a fault, the normal-response 
contacts R on the regulator close, followed by closing of the 
quick-response contacts A R. Contacts A R close the circuit 
to the high-speed field-forcing-up contactor QR, which 
short circuits all of the external resistance in the exciter 
field circuit, applying full exciter voltage to the field circuit. 
This causes the a-c machine voltage to start to return to 
normal very rapidly by forcing action. 

When the field-forcing-up contactor QR closes, an aux¬ 
iliary contact on this contactor closes at the same time in 


the circuit of the anti-hunt device QH, which operates to 
spread the AR and AL contacts in the same manner as 
described for the NH device and the R and L contacts. 
Therefore, if the deviation from normal voltage is within 
the recalibration effect of the QH anti-hunt device, the 
field-forcing-up contactor closes and opens rapidly while 
the rheostat arm approaches the required new position. If 
the deviation from normal voltage is greater than the 
recalibrated setting of QH anti-hunt device, the field-forc- 
ing-up contactor closes and remains closed until the a-c 
voltage is brought within the recalibrated setting. 

As the a-c voltage comes within the setting of the AR 
contacts and they no longer close, the normal response 
contacts R take control and by notching the rheostat, 
return the a-c voltage to normal. Since the rheostat moves 
at maximum speed while the quick-response contacts are 
closed, it takes only a minimum of additional movement 
after the normal-response contacts take control to return 
the voltage to normal. 

When the main exciter has a differential field as shown 
in Fig. 33, a contact in the QR contactor opens the differ¬ 
ential-field circuit. In this way, the damping effect of the 
differential field in slowing the exciter response is removed. 

19. Sensitivity of the BJ Regulator 

The rated sensitivity of the BJ generator voltage regu¬ 
lator is plus or minus of one percent. The sensitivity is 
adjusted by varying the spacing between the regulator 
contacts R and L. The quick-response contacts are set to 
a wider spacing than the normal-response contacts so that 
larger deviations from normal voltage are required to close 
them. The usual range of settings of the quick-response 
contacts is from plus or minus 2)^ percent to plus or minus 
10 percent, the setting depending somewhat on the setting 
of the normal-response contacts and upon the operating 
conditions of the particular installation. 

The main coil of the control element in Fig. 32 consists 
of a voltage winding energized by a d-c voltage, rectified 
from the three-phase a-c source being regulated. Thus, the 
coil is energized by a voltage equal to the average of the 
phase voltages and the regulator holds this average voltage 
within the rated sensitivity zone. The level of the regu¬ 
lated voltage is set by adjustment of the voltage-adjusting 
rheostat; resistance being added in series with the regulator 
voltage coil to increase the level of the regulated voltage, 
and resistance being removed to decrease the level of the 
regulated voltage. The normal range of adjustment is 
approximately plus or minus 10 percent from the normal 
generator voltage. 

20. Cross-Current Compensation with BJ Reg¬ 
ulator 

When cross-current compensation is required to give the 
voltage regulator a drooping characteristic, one compen¬ 
sator and one current transformer are required, connected 
as shown in Fig. 32. The compensator is designed to supply 
a compensating voltage in two phases of the three-phase 
regulator potential circuit. This insures applying a bal¬ 
anced three-phase voltage to the regulator element, which 
would not be the case if only one leg was compensated. 

The vector diagram of the compensating circuit is shown 



Chapter 7 


Excitation Systems 


228 


I 


Ix AT 
0% PF 


Fig. 34—Vector diagram of cross-current compensation used 
with BJ regulator. Circuit shown in Fig. 32. 

in Fig. 34, the potential transformer secondary voltages 
being represented by and E\i. The current applied 

to the autotransformer of the compensator in Fig. 32 is 
taken from the secondary of a current transformer in phase 
2 of the a-c circuit. Two compensating voltages are pro¬ 
duced; one between terminals X\-X2 designated as Ez on 
the vector diagram and the other between terminals Y\-Y2 
designated as £r on the vector diagram. Voltages Fr and 
Ez are 120 degrees apart in time phase and, therefore, can 
be added to a three-phase set of voltages without unbalanc¬ 
ing it. 

The vector diagram shows Ez and Fr for zero power 
factor, under which condition maximum compensation is 
obtained. As the power factor approaches unity, these 
voltage vectors swing through an arc of 90 degrees and 
give zero compensation at 100 percent power factor. At 
zero power factor, vectors Ez and £r add directly to vec¬ 
tors E^i and iffu, respectively. For power factors greater 
than zero, only a proportionate component of these volt¬ 
ages Ez and £r add directly to voltages E^i and Eu. The 
addition of these compensating voltages to the line voltages 
as the load increases or the power factor changes gives the 
regulator element a high voltage indication resulting in a 
reduction or droop in regulated voltage. Usually the com¬ 
pensator should cause from four to six percent droop in 
voltage at zero power factor full load on the a-c generator. 

21. Line-Drop Compensation with BJ Regulator 

The wide use of interconnected power systems has elim¬ 
inated to a large extent the need for line-drop compensa¬ 
tion. However, it is sometimes desirable to regulate for a 
constant voltage to be maintained at some point on the 
system external to or distant from the station where the 
a-c machine and its regulator are located. The principle 
by which this is accomplished is shown by the circuit and 
vector diagrams of Fig. 35. 

The voltage regulator is to maintain the voltage Et 
constant. If it were possible to supply the regulator with 
pilot wires so that it could measure the voltage at the load 
center, the regulator could adjust the excitation of the 
generator to maintain E% constant. Since in actual practice 
it is impractical to use pilot wires, the regulator potential 
winding is energized from the generator bus voltage Ei, and 
the two components XI and RI are subtracted from it 
artificially by the compensation. The resultant voltage Et 
is then supplied to the regulator. If the components XI 
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VECTOR DIAGRAM OF SYSTEM 
Fig. 35—Principle of line-drop compensation. 

and RI are proportioned to and in phase with the corres¬ 
ponding values of line reactance and resistance voltage 
drops, the regulator controls the voltage as if it were 
connected by pilot wires to the load center. 

In general, since the reactance component XI of the line 
predominates, it is necessary to compensate mainly for this 
component of the line drop, the resistance component RI 
having a relatively small effect. 

Parallel operation of a-c generators, each under the con¬ 
trol of a voltage regulator, requires a droop in regulated 
voltage with an increase in wattless load. On the other 
hand, reactance line-drop compensation requires a rising 
characteristic for the regulated voltage with an increasing 
wattless load. In order to compensate for reactive cross 
current between machines and for complete line drop when 
machines are operating in parallel in the same station, three 
current transformers and two compensators with suitable 
auxiliary equipment must be used for each machine. In 
any event, the XI line-drop compensation must never 
exceed the XI cross-current compensation; i.e., there must 
be a net droop in regulated voltage with increase in watt¬ 
less load. 

Complete line-drop compensation is not always neces¬ 
sary, and a simple compromise solution is available to 
provide approximate linenlrop compensation and reactive- 
droop compensation. The /^/-drop compensation is set to 
approach the XI drop of the line for some average power 
factor. When the i?/-drop compensation is so set, the 
X/-drop compensation can be adjusted independently to 
provide the required cross-current compensation, and there 
is no interference between the two compensators. 

22. Synchronous Condenser Excitation with BJ 
Regulator 

The type BJ generator voltage regulator can also be used 
to control the excitation of a synchronous condenser. The 
circuit is essentially the same as that shown in Figs. 32 
and 33. 

When the excitation of a synchronous condenser is in¬ 
creased above a certain value, the condenser furnishes a 
lagging (overexcited) current to the system thereby cans- 
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ing the voltage to rise. In a similar manner, decreasing the 
excitation lowers the voltage. Thus, when a generator 
voltage regulator is applied to a synchronous condenser, 
it regulates the line voltage to a constant value by varying 
the excitation of the condenser, provided the condenser 
has sufficient corrective rkva capacity. 

It is often necessary that the condenser furnish leading 
(underexcited) rkva as well as lagging (overexcited) rkva, 
and it is necessary to reduce the excitation to an extremely 
low value. Where the minimum value is less than 30 per¬ 
cent of the main exciter rated voltage, it is necessary to use 
a separately-excited main exciter. In many cases it is 
necessary to reverse the excitation voltage to obtain full 
leading rkva capacity from the condenser. This is accom¬ 
plished by the differential field in the conventional main 
exciter, and by reversing the pilot exciter voltage in the 
case of the Rototrol pilot exciter. 

In the operation of a synchronous condenser under ab¬ 
normal conditions, a situation may occur where the con¬ 
denser does not have sufficient corrective rkva capacity to 
handle all, or the most severe, system requirements. At 
such a time, the regulator in trying to hold the line voltage 
overexcites the condenser, causing it to carry excessive 
current and become overheated. To protect against this 
condition, a current-limiting device is used to limit the 
maximum excitation voltage to a level that does not cause 
damage due to continuous overloading of the condenser. 

When the BJ regulator is used to control the excitation 
of a 83 mchronou 8 condenser, a time-delay current-limiting 
device is used. The equipment is designed to recognize two 
conditions; first, the case of a slowly rising load current to 
a predetermined limiting or unsafe value, and second, a 
sudden increase in load current such as might be caused 
by a system fault. 

Protection against overcurrent is provided by a current- 
operated device having its operating coil energized by the 
line current and having its main contacts connected in 
series with the main control contacts of the voltage regu¬ 


lator. If the synchronous condenser load is gradually in¬ 
creased, the current-limiting contact in series with the R 
contact of the regulator opens the “raise” control circuit 
and prevents any further increase in excitation. At the 
same time, a second contact of the current-limiting device 
energizes the “lower” control circuit of the regulator, caus¬ 
ing the excitation and load current to be reduced to the 
safe limiting value. This protection against a gradual in¬ 
crease in load operates in the normal-response ft-L circuits 
of the voltage regulator. 

In the case of a sudden increase in load current, an 
instantaneous overcurrent relay set to pick-up at a higher 
value of current than the current-limiting device closes its 
contacts. One set of contacts initiates a timing cycle, and 
the other set deenergizes an auxiliary relay. Deenergizing 
the auxiliary relay allows the contacts of the voltage- 
regulating element to remain in control for the time setting 
of the timing relay, thus permitting the use of both normal- 
and quick-response excitation for stability purposes under 
fault conditions. 

Control of the excitation is automatically returned to the 
voltage-regulator control element when the overload dis¬ 
appears. Should the decreasing overload remain for a time 
below the setting of the instantaneous overcurrent relay 
but within the setting of the current-limiting element, the 
latter maintains control to prevent increase in excitation. 

23. Impedance-TjTpe Voltage Regulator 

The excitation system shown in Fig. 36 employs a main- 
exciter Rototrol to supply excitation to the a-c generator. 
With the high degree of amplification obtainable with a 
Rototrol, the energy requirements of the control field are 
sufficiently small that they can be supplied by instrument 
transformers. The intelligence transmitted to the control 
field of the Rototrol as a function of the generator terminal 
voltage is determined by the voltage-regulator potential 
unit, voltage adjusting unit, and automatic control unit. 
These voltage-regulator devices consist entirely of imped- 



Fig. 34—Block diagram of tho Impodanco-typo Toltaga regulator as usod In a main-azcitor Rototrol oadtatlon system* 
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ance elements and from this consideration the combination 
of devices in Fig. 36 is referred to as an impedance-type 
or static-type voltage regulator. 

The voltage regulator potential unit is energized by the 
generator line-to-line voltage and the currents of two 
phases. Its output is a single-phase a-c voltage, applied 
to the series connection of the voltage adjusting unit and 
the automatic control unit. The automatic control unit is 
a voltage-sensitive device, the output of which is a d-c 
voltage. The polarity and magnitude of this d-c voltage 
are determined solely by the magnitude of the impressed 
a-c voltage. The output of the automatic control unit is 
the control signal that energizes the control field of the 
main-exciter Rototrol. 

When the generator output voltage is exactly at the 
regulated value, the output voltage of the automatic con¬ 
trol unit is zero. If the generator voltage increases above 
the regulated value, the d-c output voltage is in the direc¬ 
tion to decrease the excitation voltage, working through 
the Rototrol exciter. When the generator voltage falls 
below the selected value, the d-c output voltage of the 
automatic control unit is in the direction to increase the 
a-c generator excitation. 

When the voltage regulator is not in service, manual 
control of the a-c generator excitation is by means of the 
manual control unit. To guarantee synchronous machine 
steady-state stability, that is, insure adequate excitation 
for all kilowatt loads, a minimum excitation, unit is used. 
The minimum excitation unit used with the Rototrol ex¬ 
citation systems is of a form that provides a variable 
minimum limit depending on the kilowatt load. 



(b) 

Fig. 37—Impedance-type regulator potential unit. 


(a) Schematic diagram. 

(b) Vector diagram. 


Potential Unit —^The voltage-regulator potential unit, 
shown schematically in Fig. 37, consists of a potential 
transformer, a filter reactor and a set of resistors. The 
output voltage of the potential unit is directly proportional 
to the positive-sequence component of the generator ter¬ 
minal voltage, and therefore, the voltage regulator is not 
affected by generator voltage unbalance and regulates to 
constant positive-sequence voltage. The circuit is a nega¬ 
tive-sequence voltage-segregating filter so connected that 
the negative-sequence voltage is subtracted from the line 
voltage which, in the absence of a zero-sequence component, 
yields positive-sequence voltage. 

The primary of the filter or mutual reactor is energised 
by the phase 1 and 3 current transformers. The flux 
produced thereby induces a voltage in the secondary wind¬ 
ing which is added vectorially to the phaae-3 drop in the 
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Pig. 38—Vector diagrams showing how cross-current com¬ 
pensation is obtained with the potential unit of the Imped¬ 
ance-type r^ulator. 
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resistor iZC, the sum being proportional to the negative- 
sequence voltage at the generator terminals. This negative- 
sequence voltage is the component of the three-phase volt¬ 
age that represents the unbalance in voltage resulting from 
1 o€m1 unbalance. It is subtracted vectorially from the gen¬ 
erator voltage to give the desired positive-sequence voltage 
across the terminals VI1 and V12. 

The potential unit can also provide compensation for 
parallel operation of a-c generators when each machine is 
equipped with a voltage regulator. Reactivedroop com¬ 
pensation is obtained by adjustment of the resistance RC 
in the potential unit in Fig. 37. The vector relations of 
the generator line currents and terminal voltages are shown 
in Fig. 38 (a). If the ohmic value of the resistor RC is 100 
percent, the voltage equation of the circuit and the vector 
diagram are those shown in Fig. 37. If the ohmic value of 
RC is reduced to 50 percent, the vector diagram becomes 
that shown in Fig. 38 (b). £r and En no longer are iden¬ 
tical, although for unity power factor their difference in 
magnitude is of negligible proportion. The difference vec¬ 
tor Ec can appropriately be called the reactive-droop 
compensator voltage. Assuming a given lagging power 
factor generator load, the vector diagram of Fig. 38 (c) 
shows how the generator terminal voltage E'u must vary 
for the automatic control-unit input voltage Er to remain 
constant. As the generator load increases, Ec also increases 
and Eit must decrease, since Er remains constant in mag¬ 
nitude. Thus the generator voltage is given a drooping 
characteristic with increase in lagging power factor load. 

Voltage Adjusting Unit —The voltage adjusting unit 
in Fig. 36 is a rheostat that enables the operator to set the 
a-c generator regulated voltage at any value within a band 
of plus or minus 10 percent of the rated generator voltage. 
By means of the voltage adjusting unit, the resistance 
between the generator terminals and terminals VI1 and 
V12 of the automatic control unit can be changed, causing 
a directly proportional change in voltage drop in the cir¬ 
cuit. The drop requires a change in a-c generator voltage 
to produce the regulator balance-point voltage across the 
terminals VI1 and V12. 

Automatic Control Unit —The automatic control 
unit is the voltage-sensitive element of the impedance-type 
voltage regulator. It measures the voltage to be regulated 
and delivers energy to the main-exciter control field only 
when necessary. The voltage-sensitive circuit in Fig. 39 
consists essentially of two parallel-circuit branches; one 
containing a capacitor and the other a saturating reactor. 
The voltage-current characteristic curves of the capacitor 
and saturating reactor are shown in Fig. 39 (b). The curve 
of the reactor indicates that its current increases more 
rapidly than voltage, and the currents through the two 
branches of the circuit are equal at only one value of volt¬ 
age where the characteristics intersect. This point of inter¬ 
section is called the balance point of the two impedances. 
The operation of the voltage regulator depends upon the 
fact that when the voltage increases above this point, the 
current in the reactor is greater than the current in the 
capacitor. When the voltage decreases below the balance 
point, the capacitor current is the greater. 

The output of the reactor circuit and the output of the 
capacitor circuit are rectified by single-phase full-wave 




Fig. 39—Impedance-type regulator automatic control unit. 

(a) Circuit diagram. 

(b) Intersecting impedance characteristics of saturating reactor 
and capacitor. 

dry-type rectifiers, which are connected with additive re¬ 
lation in series through a resistor and smoothing reactors. 
The control field of the Rototrol is connected between a 
mid-tap on the resistor and the opposite side of the rectifier 
circuit. When the applied voltage is at the balance point 
and the capacitor and reactor currents are equal in magni¬ 
tude, the output currents of the rectifiers are equal and 
circulate between the rectifiers. Under this condition there 
is no potential difference between the terminals ACR-ACL 
of the Rototrol control field and no current flows in the field. 
Should the a-c voltage become low, however, the rectified 
current of the capacitor circuit is large compared with that 
of the reactor circuit raising the potential of terminal ACR 
above that of ACL and causing current to flow in the con¬ 
trol field in a direction to increase the excitation voltage and 
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raise the a-c voltage. For an increase in a-c voltage^ the 
direction of current flow in the control field would be 
reversed causing a reduction in excitation voltage. Thus 
with normal a-c voltage applied to the automatic control 
unit, the control-field current is nearly aero and any devi¬ 
ation in a-c voltage causes a corrective current to flow in 
the control field. 

The current in the control field of the Rototrol is directly 
proportional to the horizontal difference between the ca¬ 
pacitor and saturating reactor volt-ampere characteristics 
in Fig. 39 (b). Examination of the curves shows that the 
control-field current is approximately proportional to the 
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Fig. 40—Typical output curve of automatic control unit as 
function of a-c voltage. 

change in a-c voltage for small changes. The control-field 
current as a function of the a-c voltage applied to the 
automatic control unit is shown in Fig. 40. Maximum cur¬ 
rent in the direction to raise the Rototrol terminal voltage 
occurs when the a-c voltage is approximately 85 percent 
of the balance-point voltage. The small current output of 
the automatic control unit is suflScient to control the Roto¬ 
trol output over the entire range of the Rototrol capability. 

Minimum Excitation Unit— Like other units of the 
impedance-type voltage regulator, the minimum-excitation 
unit normally used is comprised of impedance elements. 

The minimum-excitation unit establishes a minimum 
point or limit below which the excitation of the a-c gen¬ 
erator cannot be lowered. The minimum point can be a 
fixed limit or a variable limit. On machines that carry 
considerable real or kilowatt load it usually is desirable to 
make the minimum limit vary approximately directly pro¬ 
portional to the kilowatt load, thereby maintaining a mar¬ 
gin of excitation current above that at which the machine 
would pull out of synchronism. Since the main-exciter 
Rototrol is limited to use with 3600-rpm turbine gener- 
atorSi the minimum excitation unit is of the variable-limit 
type. 
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Fig. 41—Schematic diagram of the impedance-type minimum 
excitation unit and vector diagram showing how variable 
minimum limit is obtained. 

The schematic diagram and vector diagram of the min¬ 
imum-excitation unit is shown in Fig. 41. A saturable 
reactor with coils on the three legs of a B-shaped core 
is used. The two outside legs are connected in parallel, 
such that at any given instant, both windings produce an 
a-c flux in the same direction through the center leg of the 
core. The winding on the center leg is the d-c control coil. 
The d-c current in this winding controls the saturation of 
the iron core, thereby controlling the inductance and react¬ 
ance of the two outer a-c windings. When the d-c control 
current is low, saturation of the core is slight, and the 
reactance of the a-c coils is high; and when the d-c current 
is high, the core has a higher degree of saturation and the 
reactance of the a-c windings is low. 

The center-leg winding is energized by the main-exciter 
Rototrol output voltage as shown in Fig. 36. When the 
a-c generator is operating at normal voltage and the excita¬ 
tion voltage is normal, the current in the reactor control 
winding is relatively high, and consequently the reactance 
of the a-c windings is low. A substantial amount of a-c 
current is allowed to flow through the reactor windings 
under this condition. The relatively high a-c current 
through resistor R1 causes a large voltage drop such that 
the a-c voltage appearing across X-Y is relatively small. 
When the voltage is low across the series circuit composed 
of the saturating reactor, capacitor and rectifier, current 
in the series circuit is substantially zero. However, because 
of the impedance characteristic of this series circuit, there 
is a voltage at which the series-circuit current begins to 
increase rapidly with small increases in voltage. 

If for some reason system conditions should cause the 
voltage regulator to introduce current into the control field 
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of the Rototrol to reduce the excitation voltage, the current 
in the reactor control winding is also reduced. The re¬ 
actance of the a-c windings increases, and the current 
through resistor R1 is reduced, causing less voltage drop 
in the circuit and increasing the voltage across X-Y, If 
the voltage across X-Y rises to the conducting point of the 
series circuit, a-c current increases sharply in this circuit, 
and this current rectified is supplied to the minimum ex¬ 
citation control field of the Rototrol exciter. The minimum 
excitation control field is the limits field in Fig. 36. The 
direct current supplied to the minimum excitation control 
field is in the direction to raise the excitation voltage, and 
the minimum excitation unit thus begins to regulate for a 
preset minimum excitation voltage to keep the circuit of 
the unit balanced. When system conditions cause the auto¬ 
matic control unit to increase the excitation above that 
provided by the minimum excitation unit, the regulator 
again takes control and holds the voltage for which it 
is adjusted. 

The variable minimum excitation limit is obtained by 
the compensating circuit shown in the left-hand portion of 
Fig. 41. The voltage En across terminals V1-V2 is held 
constant by the automatic control unit under balanced 
load conditions. A compensating voltage that is a function 
of line currents Irl\ is added vectorially to Em such that 
the a-c voltage applied to the saturating reactor is equal 
to Ec- The currents h and U in the vector diagram of 
Fig. 41 are drawn for the unity power factor condition and 
the resulting magnitude of Ec is represented by the vector 
drawn with a solid line. If the magnitudes of the line 
currents are held constant and the power factor changed 
to 70 percent lagging, the voltage E^ax is shifted such that 
the magnitude of Ec becomes that represented by the 
dotted vector. Thus, the magnitude of the voltage Ec is 
dependent on the magnitude of the in-phase component 
of the line current, and hence varies with the kilowatt load 
on the generator. The locus of the magnitude of Ec for a 
particular magnitude of current at various power factors 
is represented by the semi-circle as shown. Therefore, since 
the voltage input to the saturating reactor is a function of 
the kilowatt load, the voltage across X-Y applied to the 
series circuit also varies with kilowatt load. The minimum 
excitation limit becomes a variable quantity dependent 
upon the kilowatt load of the generator. 

The individual and combined volt-ampere character¬ 
istics of the saturating reactor, capacitor and resistance 
(equivalent resistance of the reactor, rectifier and load) 
are shown in Fig. 42 (a). As the voltage across X-Y is 
increased, the combined characteristic shows that the cir¬ 
cuit conducts practically no current until the voltage Ei is 
reached. The current then undergoes a large increase to 
the value I\. When the volt-ampere characteristic of the 
resistor R1 is included, the combined characteristic is modi¬ 
fied to that shown in Fig, 42 (b). The sudden large increase 
in current shown when voltage Ei is reached in Fig. 42 (a) 
is eliminated, but the current increases rapidly and linearly 
with increase in voltage in the range above Ei, The prac¬ 
tical operating range of the unit is determined by the 
intersection of the capacitive reactance line Xc with the 
saturating reactor line Xs- Two ratings of minimum-ex- 
citation units are available; one giving an operating range 



( 0 ) 



Fig. 42—Volt-ampere characteristics of individual compo¬ 
nents of minimum excitation unit and combined volt-ampere 
characteristic. 

(a) Effect of R1 omitted. 

(b) Effect of Ri included. 

of 0-300 milliamperes, and the other giving an operating 
range of 0-750 milliamperes. The unit having the larger 
operating range is used with the main-exciter Rototrol. 

Manual Control Unit —The manual control unit used 
with the main-exciter Rototrol excitation system of Fig. 36 
is a bridge-type circuit as shown in Fig. 43. Such a circuit 
is required to reverse the direction of current in the control 
field as required to raise or lower the Rototrol voltage. In 
addition, the unit is a d-c voltage regulator in itself, main¬ 
taining essentially constant main-exciter voltage and con¬ 
stant a-c generator voltage for a given load. 

The bridge circuit consists of two fixed resistors, a 
potentiometer and two selenium rectifiers connected as 
shown. The main exciter terminal voltage is applied across 
two terminals of the bridge and the control field of the 
Rototrol is connected across the other two terminals. The 
exciter terminal voltage is adjusted by changing the posi¬ 
tion of the potentiometer. The selenium rectifiers form the 
controlling element of the bridge circuit since the voltage 
drop in this leg of the bridge is practically independent of 
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Fig. 43>-Schematic diagram of the impedance-type regulator 
manual control unit. 
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the current through the rectifiers, and will remain sub¬ 
stantially constant. Thus the voltage Ei in Fig. 43 can be 
considered constant. 

For a given setting of the potentiometer, the bridge 
circuit is balanced when the voltage Ei is equal to Et and 
under this condition there is no current in the Rototrol 
control field. If the main exciter voltage should increase 
for any reason, the current through the bridge increases, 
which increases the voltage drop Ei so that MCR is positive 
with respect to MCL. Current then flows in the control 
field in a direction to reduce the exciter voltage until the 
bridge circuit is again balanced. For a drop in exciter 
voltage, the control field current would be in the raise 
direction. Thus, the a-c voltage may be adjusted for any 
value from zero to maximum, and the manual control unit 
holds the excitation voltage constant. 

24. Main-Exciter Rototrol Generator Excitation 
System 

The Rototrol with its two stages of amplification can be 
built with large power output capabilities while the control 
field energy requirements are sufficiently small to be sup¬ 
plied by instrument transformers. Also, since the Rototrol 
is a high-speed machine with air-gap dimensions the same 
as any other form of d-c machine, it can be direct-connected 
to the shaft of a turbine generator. The direct-connected 
main-exciter Rototrol is a step toward simplification of 
turbine generator construction, operation and maintenance 
by completely eliminating the pilot exciter. The circuit of 
the main-exciter Rototrol excitation system is that shown 
in Fig. 36. 

The effect on the main-exciter Rototrol of induced field 
current caused by changes in generator load was discussed 
in Sec. 10. Evidence of the importance of this effect and 
illustration of the comparative performance of the main- 
exciter Rototrol excitation system is given in Fig. 44. The 
solid line shows the time variation of the a-c generator 
voltage under control of an impedance-type regulator and 
a main-exciter Rototrol, and the dashed-line curve shows 
the variation under control of an indirect-acting exciter- 
rheostatic type of regulator and a conventional main ex¬ 
citer with 0.6 response ratio. In each case, a three-phase 
reactance load was suddenly applied to the generator to 


Fig. 44—Voltage-recovery performance of main-exciter Roto¬ 
trol excitation system compared with performance of con¬ 
ventional main-exciter system under control of BJ regulator. 
Approximately 20 percent of generator rated amperes at 0 
percent lagging power factor added at zero time. 

cause approximately 20 percent of rated generator amperes 
to flow in the circuit. The rapid recovery of the voltage 
under control of the impedance-t 5 q)e regulator and main- 
exciter Rototrol is an important factor in maintaining 
system stability, particularly during the period of over¬ 
shoot when the generator voltage is greater than 100 
percent. 

The main-exciter Rototrol excitation system has the 
advantage of a voltage regulator without moving parts, 
without contactors, and requiring no large motor-operated 
main-exciter field rheostat. The overall performance of the 
system shows marked improvement in voltage dip and 
recovery time when compared with a conventional main- 
exciter excitation system. The system also eliminates the 
use of any pilot exciter. 

25. Rototrol Pilot Exciter with Single-Field Main 
Exciter 

The simplest form of an excitation system using a Roto¬ 
trol pilot exciter is shown in Fig. 45. When the speed of 
rotation of the main a-c generator is 1200, 1800 or 3600 
rpm, the main exciter and Rototrol pilot exciter can be 
direct-connected to the generator shaft. A second possi¬ 
bility is to have the main exciter mounted on the shaft of 
the a-c generator and the Rototrol separately-driven by a 
small motor, the m-g set having sufficient inertia to carry 
through system disturbances without appreciable speed 
change. This arrangement might be used where the gen¬ 
erator speed is less than 1200 rpm. A third arrangement is 
to have the main exciter and the Rototrol pilot exciter 
driven by a motor and operating at 1200 or 1800 rpm. 
The latter arrangement is applicable with a generator of 
any speed. 

In the conventional excitation system, the pilot exciter 
is a constant-voltage generator. The Rototrol pilot exciter 
is a variable voltage pilot exciter and the meth(^ of operat¬ 
ing the excitation system of Fig. 45 is essentially no differ¬ 
ent than the operation of conventional exciter-rheostatic 
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83 nstem 8 , except that no regulator-controlled, motoroper- 
ated exciter-field rheostat is used. Variable voltage is sup¬ 
plied to the main-exciter field by the Rototrol pilot exciter, 
which is connected directly to the field and is under the 
control of the voltage regulator automatic control unit or 
the manual control unit. 

The voltage regulator potential unit, voltage adjusting 
unit, automatic control unit and the manual control unit 
are those described in Sec. 23. 

The Rototrol pilot exciter used in this excitation system 
can provide either one or two stages of amplification, 
depending on the energy requirements of the main-exciter 
shunt field. The Rototrol can easily be constructed to 
provide rates of response and ceiling voltage equal to or 
in excess of those obtained with conventional d-c machines. 




Fig. 45--Excitation system with Rototrol pilot-exciter and 
single-0eld main exciter controlled by impedance-type 
regulator. 


The excitation system shown in Fig. 45, therefore, provides 
performance characteristics at least equal to those obtained 
with conventional excitation systems. 

The Rototrol pilot exciter in Fig. 45 supplies all the 
excitation requirements of the main exciter. In this respect 
this system is identical with exciter-rheostatic systems 
using pilot exciters. The essential advantage is the elim¬ 
ination of the comparatively complicated exciter-rheostatic 
regulator with its moving parts and elimination of the 
motor-operated main-exciter field rheostat. As is the case 
with the exciter-rheostatic excitation system, loss of the 
pilot exciter through a short circuit or open circuit causes 
loss of excitation on the a-c generator. 

26. Rototrol Buck-Boost Pilot Exciter 

The buck-boost Rototrol excitation system using a two- 
or three-field main exciter, as shown in Fig. 46, offers a 
number of advantages over the single-field main exciter 
system described in Sec. 25. In the system of Fig. 46, the 
J^totrol pilot exciter operates in a different manner from 
that in Fig. 45. 

The operation of the three-field main exciter was de¬ 
scribed in Sec. 6. The Rototrol buck-boost pilot exciter 
supplies the proper voltage to field 2 of the main exciter 
to control the output voltage. Briefly, the excitation pro¬ 
vided by field 1 is set by the operator to give a hase ex¬ 


Fig. 46—Excitation system with Rototrol buck-boost pilot 
exciter and three-field main exciter. 

citation in the main exciter, and the excitation provided 
by field 2 adds to or subtracts from this base excitation 
to vary the output voltage. Thus the Rototrol must be 
capable of bucking or boosting the main exciter base ex¬ 
citation to give the necessary range of main exciter voltage. 
The Rototrol-excited field of the main exciter also acts as 
a stabilising field under regulator control. 

All of the voltage regulator component parts in Fig. 46 
are those described in Sec. 23. The manual control unit is 
not required, since manual control is obtained by operating 
the main exciter as a self-excited exciter with a stabilizing 
field, and voltage control is by means of the shunt-field 
rheostat. 

Since the main exciter base excitation is supplied by the 
self-excited field, complete excitation is not lost or is the 
continuity of the load disturbed upon the occurrence of 
any trouble in the Rototrol buck-boost pilot exciter cir¬ 
cuits or in any part of the impedance-type voltage regu¬ 
lator elements. Even in the event of a short circuit or open 
circuit in the pilot exciter output circuit, the preset base 
excitation remains rheostat controlled and undisturbed. 
If a circuit failure occurs when the a-c generator is carrying 
a load other than that used to determine the rheostat 



Fig. 47—Excitation •ystam for hydroelectric generator with 
motor-drlTen Rototrol buck-booet pilot exciter and three- 
field main exciter. 
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setting, the a-c generator continues to cany its kilowatt 
load, but at a different power factor. 

27. Rototrol Excitation for Hydroelectric Gener¬ 
ators 

It is impractical to direct-connect the Rototrol to the 
shaft of a waterwheel generator, because of the multiplicity 
of speeds and sizes involved. The Rototrol pilot exciter, 
therefore, must be driven by a small motor, introducing 
the problem of a reliable power supply for the driving 
motor. The three-field main exciter and Rototrol buck- 
boost pilot exciter excitation system of Fig. 46 is readily 
adaptable to use with slow-spe^ generators and is shown 
in Fig. 47. 

During start-up of the generator when no outside source 
of supply is available for driving the Rototrol motor- 
generator set, the main exciter is operated as a self-excited 
machine and provides excitation for the main generator. 
As soon as a-c voltage is available, the Rototrol can be 
started and the voltage regulator placed in service, or 
operation can be continued under hand control with the 
operator controlling excitation with the self-excited shunt 
field rheostat. 

Under short-circuit conditions on the a-c system, the 


excitation system must be capable of suppl 3 ring full ex¬ 
citation to the generator field. With the system shown in 
Fig. 47, this is accomplished by building suflBcient inertia 
into the Rototrol m-g set to carry it through such disturb¬ 
ances with very little change in speed even under severe 
forcing conditions. 

28. Rototrol Excitation for Ssmichronous 
Condensers 

The Rototrol excitation system for synchronous con¬ 
densers is similar to that shown in Fig. 47 for waterwheel 
generators. However, in the usual case, the main exciter 
for the condenser is also motor-driven so that the motor 
supply circuit has to be modified to supply suflScient power 
for the motor-generator set. Electrically, the circuit is the 
same as Fig. 47, but the main and pilot exciters are 
normally on the same shaft and driven by a large motor. 

Where some form of current limit is desired as discussed 
in Sec. 22, a static current-limit device can be used with 
the Rototrol excitation system. The circuit of the current- 
limit unit is similar to that of the minimum excitation unit 
shown in Fig. 41. The rectified a-c load current of the 
condenser is used to energize the center or control winding 
of the three-legged reactor, and to control the magnitude 



Fig. 48—Schematic diagram of the electronic generator Toltage regulator. The miiable output appearing across terminals 
24 and 25 can be used to control the firing point of an electronic main exciter or can be adapted to control a Rototrol 

excitation system. 
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of the voltage applied to the series reactor-capacitor- 
rectifier circuit. At a certain magnitude of a-c current, 
the series circuit begins conducting a rapidly increasing 
current, which is applied to the limits field of the Rototrol. 
The current in the limits field is in the direction to lower 
the excitation voltage. Should the control field be con¬ 
ducting current in the raise direction, the combined effect 
of the two fields is such that the excitation voltage is held 
constant at the limiting value. Time delay can be provided 
in the limiting circuit to enable full forcing of the condenser 
excitation during transient overloads. 

29. Electronic-Type Voltage Regulator 

Electronic-type voltage regulators are available in many 
different forms, a typical one being shown in Fig. 48. This 
particular regulator is used with the electronic main exciter 
in Fig. 23, but it can be modified for use with Rototrol 
excitation systems. 

A d-c voltage proportional to the average three-phase 
a-c generator volt^e is obtained from a three-phase bridge- 
type rectifier, the output of which is applied to a voltage- 
adjusting rheostat and a modified Wein bridge-type filter. 
The bridge, comprising resistors ft/, R3 and R4t capac¬ 
itors Cl and C2 and potentiometers P2 and PS, filters the 
360-cycle ripple voltage in the d-c output of the rectifier. 
Thus, the output of the bridge circuit, which is the input 
to the regulator, is a smooth d-c voltage. The bridge-type 
filter provides a high degree of filtering without adding 
unduly long time constants to the regulator input circuit. 

The generator voltage regulator consists of two d-c 
amplifiers and a reference voltage. Regulation is obtained 
by comparing the rectified generator terminal voltage with 
the reference voltage. The first d-c amplifier is a high-gain 
voltage amplifier using a 5693 tube, which is an industrial- 
type tube with characteristics the same as a type 6SJ7 
tube. The output of the voltage amplifier is fed into a 
power amplifier using a 6V6GT tube. The high-gain volt¬ 
age stage gives the regulator its high degree of sensitivity 
and the power amplifier supplies the variable negative bias 
voltage for controlling the thyratron firing tubes in Fig. 23. 

A full-wave rectifier (5Y3GT tube) is used to supply the 
plate voltage of the 5693 tube. The rectified output of 
transformer T1 is fed into a two-section condenser input 
filter giving a smooth d-c voltage with polarities as indi¬ 
cated. The d-c reference voltage is obtained from the 
voltage drop across a type VR-105 voltage regulator tube 
connected in series with resistor R6 across the d-c power 
supply. The reference voltage is also a smooth d-c voltage 
that remains constant for wide variations of supply voltage. 

The rectified generator voltage is connected differentially 
with the reference voltage and applied to the grid circuit 
of the 5693 tube. This circuit can be traced from the grid 
of the tube through the grid resistor R6 to the negative side 
of the rectified generator voltage; from the positive side of 
the rectified generator voltage to the positive side of the 
reference voltage; and from the negative side of the refer¬ 
ence voltage to the cathode of the 5693 tube. The amplified 
voltage from the 5693 tube appears across the load resistor 
R7 with polarities as shown and this voltage drop is applied 


to the grid of the 6V6GT tube. The grid circuit of the 
6 V6GT tube can be traced from the grid through resistor 
R7 to the cathode. The variable negative d-c voltage out¬ 
put of the regulator is obtained across the load resistor R9 
of the 6V6GT tube and applied to the grid circuits of the 
thyratron firing tubes in Fig. 23. 

Under balanced conditions when the a-c generator volt¬ 
age is equal to the regulated value, the grid of the 5693 
tube is established at a particular bias voltage depending 
on the magnitudes of the reference voltage and the rectified 
a-c voltage. This grid bias establishes the current in the 
5693 tube and the drop across /27, which in turn establishes 
the grid bias of the 6V6GT tube. Current in the 6V6GT 
tube is thus fixed, as is the drop across load resistor R9. 
The voltage output is constant as long as the a-c generator 
voltage is equal to the regulated value. 

Should the a-c generator voltage increase above the 
normal value, the differential connection of the rectified 
generator voltage and the reference voltage makes the grid 
bias of the 5693 tube more negative than previously, which 
reduces the current in the tube and in resistor R7. The 
lower voltage drop across R7 reduces the negative bias 
voltage on the grid of the 6V6GT tube and causes an 
increase in current through the tube and load resistor R9. 
Thus, the negative voltage output across terminals 24 and 
25 is increased. Reference to Fig. 24 shows that the in¬ 
crease in negative-bias voltage on the thyratron firing 
tubes causes an increase in the angle of grid delay, which 
reduces the main-exciter voltage. In a similar manner, low 
a-c voltage causes the grid bias of the 5693 tube to be less 
negative than previously, which causes a reduction in the 
voltage across terminals 24 and 25 and a consequent 
reduction in the thyratron firing tube angle of grid 
delay. 
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APPLICATION OF CAPACITORS TO POWER SYSTEMS 

ArUhor: 

A. A. Johnson 


I. SHUNT CAPACITOR FUNDAMENTALS 


T he function of a shunt capacitor applied as a single 
unit or in groups of units is to supply lagging kilovars 
to the system at the point where they are connected. 
A shunt capacitor has the same effect as an overexcited 
synchronous condenser, generator or motor. It supplies 
the kind of kilovars or current to counteract the out-of- 
phase component of current required by an induction 
motor as illustrated in Fig. 1. 
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Fig. 1—Shunt Capacitors supplying kvar required by an in¬ 
duction motor. 


The shunt capacitor affects all electrical equipment and 
circuits on the source side of where they are installed. If 
the capacitor kvar is small, say ten percent of the circuit 
rating, it is usually sufficient to make an analysis on the 
circuit involved for the application. However, where the 
capacitor kvar is large, its effect on each part of the system 
back to and including the source should be considered. 

In determining the amount of shunt capacitor kvar re¬ 
quired, it must be recognized that a voltage rise increases 
the lagging kvar in the exciting currents of transformer 
and motors. Thus, to get the desired correction some addi¬ 
tional capacitor kvar may be required above that based on 
initial conditions without capacitors. If the load includes 
synchronous motors, it may be desirable, if possible, to 
increase the field currents to these motors. 

Shunt capacitors are applied in groups ranging from one 
capacitor unit of 15 kvar to large banks of these standard 
units totaling as much as 20 000 kvar. Many small banks 
of 45 kvar to 360 kva are installed on distribution circuits. 
Banks of 520 kvar to about 3000 kvar are common on 
distribution substations of moderate size. Larger banks of 
5000, 10 000 and 15 000 kvar are in service in a number of 
larger substations. Usual voltage ratings of capacitor 
banks start at 2400 volts and range upward for groups of 
capacitors connected in series for 46 kv. Consideration is 
being given to voltages up to and including 138 kv. This 
is feasible provided the bank is sufficiently large in kvar. 


Shunt capacitors applied on the load end of a circuit 
supplying a load of lagging power factor have several 
effects, one or more of which may be the reason for the 
application: 

1 . Reduces lagging component of circuit current. 

2 . Increases voltage level at the load. 

3. Improves voltage regulation if the capacitor units are 
properly switched. 

4. Redui^es PR power loss in the system because of reduction 
in current. 

6 . Reduces PX kilovar loss in the system because of reduction 
in current. 

6 . Increases power factor of the source generators. 

7. Decreases kva loading on the source generators and cir¬ 
cuits to relieve an overloaded condition or release capacity 
for additional load growth. 

8 . By reducing kva load on the source generators additional 
kilowatt loading may be placed on the generators if tur¬ 
bine capacity is available. 

9. To reduce demand kva where power is purchased. Correc¬ 
tion to 100 percent power factor may be economical in 
some cases. 

10 . Reduces investment in B 3 rBtem facilities per kilowatt of 
load supplied. 


1. History 

Shunt capacitors were first applied for power-factor 
correction about 1914. Their use, however, was limited 
during the next twenty years because of high cost per 
kvar, large size and weight. Prior to 1932 all capacitors 
employed oil as the dielectric. At about this time the in¬ 
troduction of chlorinated aromatic hydrocarbon im¬ 
pregnating compounds (askarels) and other advances in 
the capacitor construction brought about sharp reductions 
in size and weight. As shown by Fig. 2 the present weight 
per kvar is less than 5 pounds compared with over 20 
pounds in 1925. 

Before 1937 practically all capacitors were installed in¬ 
doors in industrial plants. Extensive utility use started 
after the appearance of outdoor units, which eliminated 
steel housings and other accessories. By 1939 capacitor 
costs had been reduced almost proportionately with weight 
and they had been proved in service. Starting in 1939 and 
continuing to the present, capacitor use has increased 
phenomenally year by year, as shown in Fig. 2. The 
acceptance of capacitors has been due to the following: 



RELATIVE WEIGHT OR VOLUME AND 
MILLIONS OF CAPACITOR KVAR IN USE 
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1. Reduction in selling price. 

2. Improved design and manufacturing methods resulting in 
small size and weight. 

3. Development of outdoor, pole-type units and standardized 
mounting brackets. 

4. Reduction in failures. 

5. Better understanding of system bcneSts that accrue from 
their use. 

6. By force of circumstances, during the war emergency of 
1939 to 1945, manufacturing facilities for capacitors were 
more available than other means of supplying kilovars. 
Also less critical material was required for capacitors than 
for other kvar generators. 



Fift. 3—Cut-away view of 25 kvar 2400 volt outdoor capacitor 

unit. 


7. Due to the large volume of production during the war and 
since, the economics of using capacitors is favorable. 

2. Capacitor Failure Rates 

To evaluate the operation and economics of shunt 
capacitors, it is helpful to predict the number of unit 
failures that may occur. Not only do unit failures mean 
the loss of the units but also, under certain conditions a 
unit failure may damage other good units. Prediction of 
failures can be based on past experience, such as given in 
Curve A, Fig. 4. This curve gives cumulative unit failures 
per 1000 units in service regardless of how or where they 
are installed or how they are protected. Curve B repre¬ 
sents unit failures of small groups of capacitors distributed 
over a system without lightning protection and subject to 
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Fig. 4—Failure rate of shunt capacitors. 


A—Average of all types of installations. 

B—Average of unprotected, exposed installations. 
C —Average of well protected larger installations. 


other hazards. In view of the benefits a performance as 
given by Curve B has been considered economical and 
satisfactory. Curve C represents performance of large 
banks of capacitors where careful attention has been given 
to operating conditions and protective devices. For such 
performance each unit should be inspected and tested at 
the installation to weed out units damaged in transporta¬ 
tion. Individual capacitor fuses are also essential 
for best performance as discussed later under Capacitor 
fusing. 

3. Fundamental Effects 

To illustrate the effects of shunt capacitors, assume that 
a 100-kva circuit or piece of apparatus has to carry 100 kva 
at various power factors. By adding shunt capacitors at 
the load, the kva from the source is reduced materially. 
The lower the load power factor, the more effective the 
capacitors are. This situation is illustrated in Fig. 5. 
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Fig. 5—Fundamental effects of shunt capacitors on power 

circuits. 


Increasing the capacitors lessens the current carried by 
the supply circuit from the source (Fig. 5(D) ), up to the 
ultimate point at which capacitors supply all of the kilo- 
vars required by the load and the circuit supplies only the 
kilowatt component. For a constant load in the circuit, 
adding various amounts of capacitors allows the useful 
load to be increased. By adding 40 kva of capacitors to a 
100 -kva load of 70 percent power factor, the load can be 
increased from 100 kva to about 124 kva, as Fig. 5(C) sug¬ 


gests. (If the load should be 10 000 kva at 70 percent 
power factor, then adding 4000 kvar of capacitors permits 
the kw to be increased from 7000 to 8700 without increas¬ 
ing the circuit loading above 10 000 kva. The load kva can 
thus be increased to 12 400 kva at 70 percent power factor.) 

Shunt capacitors can be viewed in two lights. Adding 
capacitors releases circuit capacity for more load, and 
adding capacitors relieves overloaded circuits. 

The capacitor kvar per kva of load increase, Fig. 5(E), is 
of particular interest, because multiplying this quantity by 
the cost per capacitor kvar, the product is the average cost 
of supplying each additional kva of load. This cost, neglect¬ 
ing other advantages of the capacitor, can be compared 
with the cost per kva of increasing the transformer or 
supply circuit rating. Thus if the load power factor is 70 
percent and a capacitor kvar of 40 percent is added, the 
capacitor kvar per increase in kva of the load is 1.65. If 
capacitor cost is $7.00 per kvar, then the increase in 
ability to supply load is obtained at a cost of 1.65 times 
$7.00 or $11.55 per kva. The incremental cost of adding 
transformer capacity may be much greater per kva of 
increased capacity. 

The same data apply equally well to any equipment 
other than transformers in which current might constitute 
a limiting factor such as generators, cables, regulators, as 
well as transmission and distribution lines. 

In the example taken (Fig. 5) as the load through the 
transformer approaches unity power factor, smaller and 
smaller incremental gains in load are obtained for in¬ 
cremental increases in capacitor kvar. The incremental 
capacitor kvar required for an increment in kva of the load 
is Fig. 5(F). Expressed mathematically, the ordinate in this 


CIRCUIT 
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Fig. 6—Reduction in losses in the source circuit to shunt 
capacitors. 
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curve is equal to 


d (Cap. kvar) 


These curves 

d (Increase in load kva) 
show that the final increment is attained at much greater 
expense than the initial increment. 

Capacitors applied to a given load reduce the PR and 
PX loss in the supply circuit in accordance with Fig. 6. 
For a 70 percent power factor load with 40 kvar of capaci¬ 
tors added for each 100 kva of circuit capacity, the PR and 
PX loss will be 59 percent of its former value. This loss in 
the particular circuit supplying the load can be calculated 
directly and may be a big factor, particularly if the circuit 
impedance is high. The resistance and reactance losses are 
also reduced in all circuits and transformers back to and 
including the source generators. 

To illustrate the effect of shunt capacitors applied to a 
large load, the curves in Fig. 7'are shown where it is as¬ 
sumed that the load bus voltage is maintained constant at 
4160 volts and the generator voltage varies with load. 


13.8 KV 


15 MILE-33 KV 
4/0 ACSR 


15,000 KVA 
5X 


4160 V 


r 4—^ LOAD 

okva*~1»««wt 
-7^ CAR 


15,000 KVA 

6 % ^ 


6EN. KVA 
19,900 
9,300 


LOAD KVA 
15,000 
7,500 


LOAD RF. 
70% 
70% 


CAS KVAR 
0 
0 



Fig* 7—Effect of varioue amounts of shunt cafMicltofa at full 
and half load on a practical system problem. 


A15 000-kva, 70 percent power factor load is supplied over 
15 miles of 33-kv circuit. Without shunt capacitors the 
generators must supply 19 900 kva at a power factor of 62 
percent, whereas with the use of 6000 kvar of capacitors the 
generator power factor is raised to 82 percent. The 6000 
capacitor kvar reduces the loading on the generator by 
58^ kva, which is almost equal to the capacitor kvar. The 
PR loss in the circuit is reduced by about 800 kw (1900- 
1100 ) and the PX losses are reduced by about 1600 kvar 
(4000~24(K)). Curves are also shown for half load or 7500 
kva at 70 percent power factor. 

In the case cited, it is desirable to switch part or all of the 
capacitors off during light-load periods. The voltage and 
power factor at the generating end determine whether 
switching in steps should be applied. As Fig. 7 indicates 
the voltage at the generator would have to vary from 13.8 
kv at full load with 60(X) kvar of capacitors to 12.1 kv at 
half load with 6000 kvar of capacitors, assuming a constant 
voltage of 4160 at the load. By providing 3 steps of 
capacitors and removing 4(XX) kvar from the system at Vi 
lo^, the remaining 2000 kvar gives a voltage of 12.9 kv at 
the generator; removing all capacitors from service, a 
generator volt^e of 13.4 kv is required for 4160 volts at the 
load. 

4* Voltage Drop 

The voltage drop in feeders or short lines can be ex¬ 
pressed approximately by the relation 

Voltage drop » Rlr+XIx (1) 

where R is the resistance, X the reactance, I, the power 
component of the current, and 7. the reactive component 




06-VOUASC AT SCNOINO END WITHOUT CARACITOR-Es 
OC- V0LTA6C AT 9EN0IN6 END WITH CAIWaTOR-Cs 
(t) 

Fig. 8—Effect of shunt capacitors on roltage drop In source 

circuit. 

as shown in Ilg. 8. If a capacitor is placed in shunt across 
the end oi the line, the drop immediately decreases or the 
voltage rises. The new voltage drop becomes approxi¬ 
mately: 

Voltage drop-fi/,+X/*~X/. (2) 

where /«is the current drawn by the capacitor. Thus if /# 
be made sufficiently large, both the RI, and the XIx drops 
can be neutralised. This expression also shows that if the 
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for 0 and 5 percent voltage drop are given in the following 
table. In addition, calculated losses in the circuit are given, 
as well as the power factors at the sending (Eb) and re¬ 
ceiving (Eb) ends of the circuit with the selected capacitor 
kvar in use. To give a more complete view of the use of 
Fig. 9 curves the shunt capacitor kvar required for 5000- 
kva 80-percent power factor load is included in Table 1. 


Table l —Data for 20 Mile 33 Kv Line With Transfor¬ 
mation TO 13.8 Kv Load Bus 


Voltage 

Conditions 

Capacitors 

At the Load 

Circuit 

Loss 

Kw 

Percent 

Power Factor At 

Per Unit 

Kva 

Eb 

Eh 

10000 Kva, 807o P F. Load 

E» = Er 

1 07 

10,700 

826 

95.1 lead 

86.2 lead 

Es = 1.06 Eb 

0.81 

8,100 

657 

99 7 lead 

96.7 lead 

Eb^IAO Eh 

0.54 

5,400 

617 

97.5 lag 

99 7 lag 

5000 Kva, 80% P.F. Load 

Eb = Eh 

1.01 

5,050 

194 

94.0 lead 

88.9 lead 

Ea = l.05 Eh 

0 50 

2,500 

156 

97.9 lag 

99.2 lag 

E=l.l0 E 

0.02 

100 

234 

77 Slag 

81.0 lag 


For 5000 kva the circuit reactance is 0.106. The ratio 
R/X remains constant for all loads. Thus the capacitor 
kvar can be determined, for a given voltage drop in the 
circuit, for any part of full load by using the per unit 
reactance based on the partial load. 

5. Overvoltage on Capacitors 

Capacitors are designed for operation on circuits whose 
average voltage over a 24-hour period does not exceed the 
rated voltage by more than 5 percent. The variations 
above the average may go to 115 percent in the case of 230, 
4(>0, and 575 volt capacitors, or 110 percent in the case of 
higher voltage units. For short periods of time, shunt 
capacitors can safely withstand higher voltages. For 
example, during the starting of large induction motors the 
voltage rating of capacitors applied in shunt with the 
motor may be as low as 67 percent of the voltage applied 
to the motor, which means that the voltage applied to the 
capacitor is 150 percent of its rating. The maximum 
momentary voltage, such as in welding applications, should 
not exceed 165 percent of the rated voltage. 


Table 2 Standard Capacitor Ratings 


Indoor Typo 

Outdoor Type 

Volts 

KVAR 

Phase 

Volta 

KVAR 

Phase 

230 

5-7H 

1 A 3 

230 

1, 2!-^. 5, 7'/2 

1 A 3 

460 

10&15 

1 A 3 

460 

5, 10 A 15 

1 A 3 

575 

10 A 15 

1 A 3 

575 

5, 10 A 15 

1 A 3 

2 400 

15 A 25 

1 * 3 

2400 

10, 15 * 25 

1 * 3 

4 160 

15* 25 

I A 3 

4160 

10, 15 & 25 

1 A3 

4 800 

15 A 25 

1 A 3 

4800 1 

15 A 25 

1 A 3 

7 200 

15 A 25 

1 

7200 

15 A 25 

1 

7 960 

15 A 25 

1 

7960 

15 A 25 

1 

12 470 

15 

1 

12470 

15 1 

1 

13 800 

15 

1 

13800 

15 

1 


Note: 25 KVAR Unitw nro only Minxle phaae 


6. Standard Ratings and Tests on Capacitors 

Table 2 gives the standard ratings of capacitor units for 
indoor and outdoor types. Table 3 gives the standard 
ratings of indoor and outdoor housed capacitors. Table 4 
gives the factory test voltage which are applied to capaci¬ 
tors. 

The average operating loss for capacitors, in kw, is one- 
third of one percent of the kvar rating. Each capacitor has 
a built-in high resistance device which automatically dis¬ 
charges the capacitor for safety. The ambient temperature 


Table 3—Standard Ratings for Indoor and Outdoor 
Housed Capacitors Banks 
Voltage and Kvar Ratings 


230 V 

460-575 V 

2400-4160 V 

4800-7200-7960 
12,470-13,800 V 

15 

1 30 

30 

600* 

90 

600* 

30 

60 

45 

900* 

180 

900* 

45 

90 

60 

1500* 

360 

1500* 

60 

120 

90 

2100* 

540 

2100* 

90 

180 

135 

2700* 

720 

2700* 

135 

270 

180 

3300* 

1080 

3300* 

180 

360 

270 

4200* 

1260 

4200* 

270 

540 

360 


1440 

5100* 

360 

720 

540 


1800 


540 

1080 

720 

j 

2160 


630 

1260 

1080 


2520 




1260 





*u»ini 25 kvar Units 


Table 4—Factory Test Voltages on Capacitors 


Voltage 
Rating of 
Capacitors 

Terminal-to- 
Terminal 

Test Voltage 

1 

Terminal-to-Ground Test Voltage 

Indoor 

Outdoor 

230 

500 

3000 

10 000 

460 

1000 

5000 

10 000 

575 

1200 

5000 

10000 

2 400 

5000 

19 000 

19000 

4 160 

9000 

19 000 1 

19000 

4 800 

10 000 

26 000 

26 000 

7 200 

15000 

26 000 

26 000 

7 960 

16 600 

26 000 

26 000 

12 470 

25 000 

34 000 

34 000 

13 800 

28 800 

34 000 

34 000 


Application period: 3600 cycloa—25 or 60 cyclea. 


limit covering all capacitors is 40®C; for outdoor open 
mounted units it is 50°C and for housed units between 
40°C and 50®C depending on rack type. 

IL CAPACITOR ON INDUSTRIAL PLANT 
CIRCUITS 

A capacitor can be installed in shunt with any load of 
low power factor to supply the magnetizing current required 
by the load. The load may be a single motor, or it may be 
a large industrial plant. The capacitor can be chosen to 
supply the magnetizing current under peak load conditions, 
or it can be chosen only large enough to supply the reactive 
kva hours accumulated over the month. It can be located 
at the service entrance, thus removing magnetizing current 
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from the utility system only; or units can be applied to the 
individual loa^, thus removing magnetizing current from 
the plant circuit also^ reducing their loss, and increasing 
their load capacity, and better maintaining voltage at the 
loads. 

The selection of the capacitor size, and its location is 
dependent on what is to be accomplished. This varies with 



Fig. 10—Enclosed indoor bank of 2400/4160 volt shunt capaci* 
tor units with protective screen removed. This is one step 
voltage control with a RCOC oil contactor. 


the power rates, and local conditions. An outdoor bank of 
capacitor units is shown in Fig. 10. 

7. Location of Capacitors 

Many factors influence the location of the capacitor such 
as the circuits in the plant, the length of the circuits, the 
variation in load, the load factor, types of motors, distribu¬ 
tion of loads, constancy of load distribution. 

The capacitors can be located in many ways as follows: 

(a) Group correction—at primary of transformer. 

(b) Group correction—at secondary of transformer. 

(c) Group correction—out in a plant, as for example for one 
building. 

(d) Localized correction on small feeders. 

(e) Localized correction on branch motor circuits. 

(f) Localized correction direct on motors, or groups of motors 
and switched with the motor. 

8. Group Correctton 

The two principal conditions under which group correc¬ 
tion is better are: 


1 . Where loads shift radically as to feeders. 

2 . Where motor voltages are low such as 230 volts. 

If the power flows from the service entrance to various 
widely-separated parts of the plant and if the loads shift 
about a great deal from one fe^er to another, the correc¬ 
tion may be needed first in one part of the plant and later 
in another. A centrally-located group capacitor in this 
case would be an advantage since it would tend to be the 
same distance from the loads at all times. 

If a group capacitor remains connected during light 
loads the voltage rise is less if this capacitor is installed at 
or near the transformer bank since the reactance of the 
plant circuits does not contribute to voltage rise. In this 
case, application of capacitors to individual motor would 
represent a larger investment because of the diversity 
factor. It, therefore, would be better for the operator to 
switch off portions of the central capacitor to meet the 
varying load conditions. Exceptions will arise where 
feeders are long and where the gain from individual load 
application warrants the greater initial investment in 
capacitors. Because of the higher cost of low-voltage 
capacitors their application to 230-volt motor circuits may 
more than double their cost. This gives considerable sd 
vantage to group installation if this can be on the primary 
side, 2400 to 7200 volts. Capacitors placed ahead of the 
main bank of transformers do not benefit the transformers; 
no transformer kva is released. Thus, use of the 230- 
volt capacitors on the feeders or near the motors is fre¬ 
quently warranted. 

9. Localized Correction 

Capacitors should be placed as near the load as possible 
or near the ends of feeders for three main reasons: 

1 . Losses are reduced in the circuits between the loads and 
the metering point. 

2. Voltage is raised near the loads, giving better motor per¬ 
formance. 

3. Capacitor kvar can be reduced automatically as the load 
drops off by installing some of the capacitors direct on 
loads so they are switched off with the loads. 

The first point can be evaluated easily by investigating 
the length of the circuits, and the transformations, if any. 
Whatever gains are found in released transformer capacity 
and reduction in losses in transformers and circuits are 
added gains. 

The effect of the capacitor is to raise the voltage per¬ 
manently at any given point where it is connected. This 
voltage boost, superimposed on the normal voltage, is 
practically constant from no load to full load on the feeder. 

10. Rates and Capacitor 

For the purpose of analyzing the different types of rates 
a typical application can be considered, such as an in¬ 
dustrial plant with a day load averaging 960 kw and 67 
percent power factor, with peak loads running up to 1200 
kw and 75 percent power factor. It is obvious that a large 
magnetizing current is drawn from the line, and con¬ 
siderable savings can be made by supplying this magnetiz¬ 
ing current with capacitors. The size of the capacitor or 
the merits of their use can only be determined by systema¬ 
tic analysis. 
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One of the following conditions may exist. 

(a) Power factor is not considered in the rates. 

(b) Power factor is taken into account in demand charge. 

(c) Power factor is checked by test and used to determine 
energy charge thereafter. 

(d) Power factor is determined by the ratio of kw hours and 
rkva hours and is used in different ways to calculate the 
demand charge or energy charge or both. 


(a) If power factor is not taken into account in the rate 
structure, the capacitor can be used only to secure savings 
in the plant, such as to reduce current in circuits, reduce 
load.s on transformers, and to reduce loads on customer- 
operated generators. The capacitor should usually be 
located near the loads of low power factor. The size can be 
determined by calculating the reactive kva. By using a 
capacitor large enough to supply all or part of this reactive 
kva, the current in the circuit is reduced to the desired 
6 gure. 

(b) If the rates include a kva demand charge, the kva can 
be reduced by raising the power factor during the demand 
peak. With a demand of 1200 kw at 75 percent power 

factor the kva demand is ^ - = 1600 kva. 

0.75 

If the power factor is raised to 95 percent the demand kva 


is ^^-^ = 1260 kva. The size of the capacitor required to 

accomplish thi.s is determined from the reactive kva at the 
tw'o valutas of power factor as follows. 


Reactive kva at 75 percent power factor 

= \/r6002~120lP = 1060 


Reactive kva at 95 percent power factor 
= V12602-12002 = 387 


Kvar rating of capacitor is 1060 minus 387 which equals 
673 kva. 


The reduction in the kva demand from 1600 to 1260 may 
result in cither a reduced kva demand charge, or it may 
reduce the energy charge depending on the rate stmeture. 
Some rates involve several energy charges for successive 
blocks of power, the .size of the blocks depending on the 
kva demand. For example: 

Size of block = (70) X (kva demand). 

1st block—5c per kw hour 
2 nd block—l^c per kw hour 
3rd block—Ic per kw hour 
Additional ^c per kw hour 


In this case the energy cost is reduced by a decrease in 
kva demand, becau.se if the blocks are smaller, the lower 
rate applies to a larger proportion of the energy consumed. 

(c) Sometimes a check is made on the average power 
factor under day load conditions, and the billing there¬ 
after based on this check until some future check is made. 
The energy charge, or the net billing i.s adjusted up or down 
according to this power factor. In such cases it is neces¬ 
sary to determine how this check is to be made, and under 
what conditions, in order to install capacitors to raise the 
power factor as high as warranted by tlie expected savings. 
Such a capacitor usually is made proportional to day load 
requirements. In the case above, the day load averaged 


960 kw at 67 percent power factor. Assuming this is to be 
brought up to 95 percent power factor, 720 kva of capaci¬ 
tors are required as follows: 


960 kw 
67 percent 


1430 kva 


Reactive kva at 67 percent power factor 
= V14302 — 9002 IQ 35 

kva at 95 percent power factor = 1010 kva. 


Reactive kva at 95 percent power factor 
= Vl0102-9602 = 315. 

Capacitor required is 1035 minus 315 which equals 720 
kvar. 

(d) A method commonly encountered in industrial 
plants takes into account monthly power factor obtained 
by integrating kw hours and rkva hours. Assuming the 
plant mentioned above is billed for 322 250 kw hours, and 
that the reactive kva hours equals 346 000 . This ratio 
amounts to a power factor of 68 percent. 

Assuming that rates indicate that it will be worthwhile 
to reduce this rkva hours to a point corresponding to 95 
percent power factor. 

322 250 

kva hours at 95 percent power factor = ———=339 000 

Uo 

Reactive kva hours at 95 percent power factor 
« \/339 000^-322 250^ = 106 000 

Using 730 hours per month the capacitor kvar required 

, 339 000-106 000 oin u .u u . u 

equals--or 319 where the kvar meter has 

no ratchet so that full credit results even if the power 



PER CENT RATED CURRENT 

Fig. 11—Self excitation of induction motor with various 
amounts of shunt capacitors when supply breaker is opened. 

A—Capacitor current less than motor current at no load rated 
voltage. 

B—Capacitor current equal to motor current at no load and rated 
voltage. 

C—Capacitor current equal to 100 percent. 
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factor is leading at times. When the meter has a ratchet 
the capacitor must be large enough to build up accumu¬ 
lated kvar-hours while the power factor is not leading. 

Detail analysis of the load and its variations at each 
plant, taking into consideration the type of rates, should 
be made to obtain the greatest benefit from using capaci¬ 
tors. In some cases part of the capacitors may have to be 
switched off during light load periods to prevent excessive 
voltage on plant circuits. 

11. Capacitors on Induction Motor Te.'minals 

Capacitors frequently are installed across the terminals 
of induction motors and switched with the motor. The 
amount of kvar so connected should be limited to values 
that do not cause excessive voltage at the motor due to self- 


Tablb 6—Maximum Capacitor Kvar For Use with Open 
Type Three Phase 60 Cycle Induction Motor 


Motor 

3600* 

RPM 

1800* 

RPM 

1200* 

RPM 

900* 

RPM 

720* 

RPM 

600* 

PM 

Rating 

HP 

Kvar 


Kvar 

** 

Kvar 

** 

Kvar 


Kvar 

«« 

Kvar 


10 

2.5 

0 

4 

11 

4 

12 

5 

17 

5 

23 

7.5 

28 

15 

2.5 

9 

5 

11 

5 

11 

1 .5 

16 

7.5 

21 

10 

26 

20 

5 

9 

5 

10 

5 

11 

7.5 

15 

10 

20 

12.5 

24 

25 

5 

9 

7.5 

9 

7.5 

10 

10 

14 

10 

19 

15 

22 

30 

7.5 

9 

10 

9 

10 

10 

10 

13 

12.5 

18 

15 

21 

40 

10 

9 

10 

9 

10 

10 

12.5 

12 

15 

16 

17.5 

19 

50 

12.5 

» 

12.5 

8 

12.5 

9 

15 

12 

20 

15 

22.5 

17 

60 

15 

9 

15 

8 

15 

9 

17.5 

11 

22.5 

14 

25 

16 

75 

17.5 

9 

17.5 

8 

17.5 

8 

20 

11 

27.5 

13 

30 

15 

100 

22.5 

9 

22.5 

8 

22.5 

8 

25 

10 

35 

12 

37.5 

14 

125 

25 

9 

27.5 

8 

27.5 

8 

30 

9 

40 

11 

47.5 

13 

150 

32.5 

9 

35 

8 

35 

8 

37.5 

9 

47.5 

11 

55 

13 

200 

42.5 

9 

42.5 

8 

42.5 

8 

45 

9 

60 

10 

67.5 

12 


Synchronous speed 

•♦Percent reduction in line current using capacitor KVAR shown 


excitation when the breaker is opened, as Fig. 11 shows. 
Table 5 gives the maximum recommended capacitor kvar 
for direct connection to the terminals of induction motors 
taken from the 1947 National Electrical Code. 

III. CAPACITORS ON DISTRIBUTION 
CIRCUITS 

Shunt capacitors offer a convenient and practical means 
of relieving lines and source equipment of wattless current. 
They can be installed in relatively small banks and placed 
near the load points. They usually are arranged in three- 
phase banks of 45 kvar or more and are distributed over 
the system at distribution voltage, usually 2400 volts and 
up, in accordance with local requirements. A 180 kvar in¬ 
stallation is shown in Fig. 12. At present it is not econom¬ 
ical to apply capacitors on the secondary side of distribu¬ 
tion transformers because of the much greater cost. 
Where the transformers are expensive, such as network 
units, secondary capacitors may be justified. 

The capacity of a distribution feeder can be limited by 
current or by voltage drop. Where current is the limiting 
factor, the effect of capacitors in reducing the current is 
dependent upon load power factor. If the power factor is 



Pig. 12—180 kvar, group-fused, pole-mounted capacitor 
installation. 


low, a large reduction in feeder current or kva can be 
obtained as indicated by the curves in Fig. 6. If the load 
power factor is high, shunt capacitors cannot materially 
change feeder loading. Where voltage is the limiting fac¬ 
tor, the capacitor kvar to decrease voltage drop is de¬ 
pendent not only on load power factor but also on the 
ratio of resistance to reactance of the distribution feeder. 

12. Application Factors 

In applying shunt capacitors to distribution circuits, 
certain system data are required. 

1. Determine variation, preferably by graphic instru¬ 
ments, of kw and kva on each feeder for a typical 24- 
hour period at both minimum and maximum daily 
loads. Usually the minimum reactive kva determines 
the amount of fixed capacitors to apply without 
automatic control. This gives about unity power 
factor at minimum load. In certain cases more fixed 
capacitor kvar can be applied where voltage condi¬ 
tions at light load permit and where leading power 
factor is not objectionable. 

2. Obtain actual voltage measurements on the feeder 
during full load and light load at a sufficient number 
of points to determine the optimum location for 
capacitors. Fixed shunt capacitors raise the voltage 
level at the point where they are applied on a given 
circuit by practically a constant value as given by 
XIo in Eq. 2. 

To calculate the voltage at various points on the 
feeder the circuit characteristics and the load dis¬ 
tribution must be known. Where the individual loads 
are not known, it is reasonable to assume they are 
proportional to the installed transformer capacity for 
minimum and maximum feeder load. To simplify 
calculations single-phase loads can be grouped to¬ 
gether to form balanced three-phase loads and ad¬ 
jacent three-phase loads can be grouped to simplify 
the calculations. 
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3. It is desirable to supply the kvar required by the load 
as close to the load as possible to reduce feeder 
losses. Therefore, capacitor units should be located 
at load centers or near the ends of feeders. Ideally 
each load point would have the exact amount of 
capacitor kvar to supply the necessary load kvar. 
This, however, is not possible because standard sise 
units must be used. Also it is more economical to use 
the large size units, namely, 15 or 25 kvar. Over¬ 
compensation of feeder branch circuits with capaci¬ 
tors to obtain a higher voltage results in increased 
copper losses because at lower and lower leading 
power factors, the current increases. 

4. Calculate the released feeder capacity in kw and kva 
for the capacitor kvar installed. This may involve 
capacitors installed at several locations on a given 
fe^er. Released substation, transmission, and gen¬ 
erator capacity is also immediately available. 

5. Calculate the reduction in kw losses and the reduc¬ 
tion in kvar losses in the feeder. The effect on all 
equipment back to and including the source genera¬ 
tor should also be evaluated when the total capacitor 
kvar become appreciable relative to the total source 
circuit or system reactive kva. 

6. Summarize the tangible effects namely, the released 
feeder capacity, the released capacity back to and 
including the source generator, the reduction in 
losses, the effect on voltage, etc. and evaluate the 
economics to determine whether or not capacitors are 
justified. Also compare the cost of capacitors with 
other ways of doing an acceptable job, such as con- 
stniction of a new feeder, installation of voltage regu¬ 
lators, raising the distribution voltage, etc. 

From the above brief summary on applying shunt 
capacitors to distribution systems, it is evident that no 
fixed rules can be stated regarding the location of capaci¬ 
tors nor can the degree of importance of each of their 
effects be stated. Each case is different and requires a 
complete study in more detail than has been given in this 
general discussion. 

IV. LARGE CAPACITOR BANKS 

Shunt capacitors have been applied at substations and 
at the ends of primary feeders in banks ranging in size up 
to about 20 000 kvar. The usual large sizes are between 
5 000 and 10 000 kvar. A capacitor bank can be switched 
all in one step, but general practice is to provide switching 
so that a large bank is connected to the system as needed 
in .several erpial steps. Three equal steps are quite common 
although more or less steps are used, depending on the 
voltage change per step and the variation in load. 

Several typical layouts for switching large capacitor 
banks are shown in Fig. 13. Fig. 13(a) is for one group of 
capacitors switched by one automatic circuit breaker. 
Fig. 13(b) shows four automatic breakers controlling four 
equal steps in a large capacitor bank. The circuit breakers 
must be capable of handling short circuit currents. Figure 
13(c) shows three equal steps where one automatic breaker 
supplies the entire bank and trips for short circuits in any 
one of the three groups of capacitors. Two non-automatic 




breakers are provided for controlling two steps, the third 
step being controlled by the main breaker. Figure 13(d) 
is a scheme in which three groups of capacitors properly 
proportioned provide seven equal steps. Switch 1 gives 
Vt of the total; switch 2 gives V?; switches 1 and 2 give Vt, 
and so on for all three switches giving the full capacity of 
the bank. The disadvantage to this scheme is that during 
the switching process, large changes of capacitor kvar are 
made to get from one kvar to another. The worst condition 
is changing from to Vt of the total kvar where switches 
1 and 2 must be opened, thus, disconnecting all capacitors 
before closing switch 3, or switch 3 must be closed putting 
all of the capacitors in service before switches 1 and 2 are 
opened. If the voltage change during these changes can be 
tolerated, then seven steps in capacitor kvar can be ob¬ 
tained with three circuit breakers. Figure 13(e) is another 
scheme where one automatic circuit breaker supplies a 
number of non-automatic breakers which control equal 
amounts of capacitor kvar. Each non-automatic breaker 
has a high-capacity fuse that will clear a faulted capacitor 
group ahead of tripping the main supply breaker. There 
are many combinations of the use of automatic breakers, 
non-automatic breakers and high-capacity fuses for capaci¬ 
tor banks that can be applied, depending upon the operat¬ 
ing requirements and economics. 

13. High Voltage Banks 

Supplying kilovars direct to high-voltage circuits is often 
desirable to meet certain system requirements even though 
a greater portion of the system is benefited by placing the 
capacitor nearer the load and on lower voltages. For many 
years, transformers were used to step down the voltage to 
the range of the capacitor unit ratings. A few years ago 
the practice of connecting low-voltage capacitors in series 
parallel groups and directly to the high-voltage line was 
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established because they are more economical than the use 
of high-voltage capacitors or transformers and low-voltage 
units. One of the first such installation consisted of six 
groups of 2400~volt outdoor capacitor units operating in 
series on the phase to neutral voltage of a 24-kv circuit. 
Each group of 2400-volt units consisted of 10-15-kvar 



Fig. 14—Connection for futied capacitor units for one phase 
of a three phase bank. Symbols apply to Eqs. (3) to (11). 

X—Number of capacitor groups in series. 

M—Normal number of capacitor units per group 
N—Number of units out of one group. 

61 —Actual voltage across group 1. 

—Rated voltage-across group 1 . 
e, —Normal system voltage to neutral. 


units in parallel, and these 150 kvar groups were supported 
on insulators to take care of the line to ground voltage. 
Figure 14 shows how capacitor units are assembled for one 
phase of a bank. 

Initially, operation of capacitor units in series was looked 
upon as risky due to the ever-present possibility of sub¬ 
jecting capacitors to overvoltage as a result of changes in 
voltage distribution either due to a change in impedance of 
portions of the phase leg or due to grounds at some point 
on the assembly. Most of these risks are minimized or 
entirely eliminated, however, when proper thought is given 
to such factors as fusing, number of units in parallel, 
connection of one bushing of capacitor to the insulated 
platform on which it rests and means of detecting un¬ 
balance conditions before the unbalance becomes exces¬ 
sive. Each capacitor unit in a high-voltage bank should 
be provided with a fuse of the indicating type. These fuses 
ne^ not be of high interrupting capacity because there 
are always two or more capacitor groups in series, and, 


when a unit becomes short circuited for any reason, the 
current through the fuse is limited. With individual fuses 
a faulty unit can be located without resorting to the risky 
procedure of searching for the source of noise or arcing, 
or making inconvenient tests. It is also easj" to make a 
check and determine if all units in the bank are operating 
properly. The fuses can be omitted but at a sacrifice in the 
protection to the capacitor bank. 

The number of units in parallel in a single group is im¬ 
portant. Several things affect this. First the number should 
be sufficiently large to insure that the fusb on a single unit 
blows when the unit becomes short circuited and the fuse 
is called upon to carry the total phase current. Second, 
the voltage on the remaining units in a group should not 
become excessive with the operation of one fuse in a group. 
If the number of parallel units is too small, the current 
through the fuse may be so low that it will not blow, or 
take too long in doing so. An arc of 50 amperes inside a 
capacitor unit may rupture its case if allowed to continue 
for a long time and such a rupture may endanger other 
units in the bank. After considering the size of fuses that 
must be used to avoid operation on switching transients, 
and taking iitto account the arc energy required to rupture 
the capacitor case, it has been established that the current 
through the fuse when a unit becomes shorted should 



Fig. 15—6000 kvar 34.5 kv outdoor capacitor bank with bus- 
mounted fuses. 

never be less than 10 times the normal capacitor current 
through the fuse. 

It is also desirable to avoid voltages in excess of 110 per¬ 
cent on the remaining units in a group following the opera¬ 
tion of one fuse. This assumes that in the case of the 
minimum size bank not more than one fuse operation is 
permitted. To accomplish this, periodic checks are 
necessary. 

The amount of current that flows through a fuse when a 
unit is shorted is also affected by the number of series 
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groups and whether or not the neutral of the capacitor 
bank is grounded. 

Tables 6 and 7 show the recommended minimum num¬ 
ber of fused capacitor units that should be used in parallel 
for a given number of groups in series in each phase leg, for 
ungrounded or grounded-wye connections respectively 


Table 6-Ungrounded Wye Capacitor Current and 
Voltage Relationships with Shorting and Removal 
OF One Unit in One Phase Leg 


Number 

Groups 

Scries 

Minimum 
I'nits per 
Group 

Current 
During Fault 
Through Fuse 
Times Normal 

Voltage on 
Remaining 
Units in Group 
Percent 

1 

4 

12.0 

109 

2 

8 

12.0 

109 

3 

9 

11.6 

109.5 

4 

0 

10.8 

no 

6 

10 

11.5 

no 

6 

10 

11.2 

no 

7 

10 

11.0 

no 

8 

10 

10.9 

no 

9 i 

11 

11.9 

Less than 110 

10 

11 

11.8 

Less than 110 

11 1 

11 

11.7 

Less than 110 

12 

11 

11.6 

Less than 110 

13 

11 

11.6 

Less than 110 

14 

11 

11 5 

Less than 110 

15 

11 

11.5 

Less than 110 

16 

11 

11.5 

than no 


Table 7 - Grounded Wye Current and Voltage Rela¬ 
tionships WITH Shorting and Removal of One Unit 
IN One Phase Leg 


Number 

Groups 

Scries 

Minimum 
I’nits per 
Group 

Current 
During Fault 
Through Fuse 
Times Normal 

Voltage on 
Remaining 
Units in Group 
Percent 

1 

1 

Line Fault 


2 

i 6 

12 

109 

3 

8 

12 

109 

4 

» 

12 

m) 

5 

9 

11.2 

109.8 

6 

9 

10.8 

110.0 

7 

10 

11.7 

109.4 

8 

10 

11.4 

119.5 

9 

10 

11.2 

Less than 110 

10 

10 

11.1 

Less than 110 

11 

10 

11.0 

Less than 110 

12 

10 

10.9 

Less than 110 

13 

10 

10.8 

than no 

14 

11 

11 8 

Less than 110 

15 

11 

11.8 

I.*e88 than 110 

16 

11 

117 

Less than 110 


based on meeting the previously discussed requirements. 
All capacitor units are assumed to be the same voltage 
and kvar rating. 

Very often large banks contain many more than the 
minimum number of units in parallel. When this is the 
case, more than one fuse can operate and still not seriously 
raise the voltage across remaining units. In such cases 



Fig. 16—Ungrounded wye connected shunt capacitor bank. 
Curves give the percent overvoltage across the remaining 
units in a group. 


periodic checks of fuses are necessary to avoid abuse of 
good capacitors as result of a faulty one. The voltage 
across the remaining capacitors can be determined from 
Tables G and 7, the curves of Figs. 16 and 17 or calculated 
from the equations given below. For all equations the 
system impedance up to the capacitor bank was neglected. 

Refer to Fig. 14 for identification of symbols in the fol¬ 
lowing equations. The equations simplify quickly; all units 
have the same voltage rating. 



PER CENT UNITS REMOVED FROM GROUP 

Fig. 17—Grounded wye-connected shunt capacitor bank. 
Curves give the percent overvoltage across the remaining 
units In a group. 
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14. Unbounded Neutral Capacitor Bank 
Normal voltage across group 1 is 


€in 



(e.) 


2 2 2 
Ccl I Cct , , 


(3) 


With Ni units removed from group 1, the voltage €i across 
the remaining units is 


Ci=® 


(: 


^2 

6ci 


(A/,-AT,) 


) 


(^a) 


SMiiMi-Ni) Ah A/* 


(4) 


With Ni units removed from group 1 the voltage shift of 
the neutral of the capacitor bank cno is 


CNo 



' (3A/1 — N Qcci I 1 I Ccx 

l3A/i(A/i-ArO A/, ’ ‘ aT,^ 


( 6 ) 


The current through the fuse for a completely short-cir¬ 
cuited capacitor unit in group I in times normal operating 
current is 


/(«(A/i) 


^2 2 ’ 
^cl I ^c2 I I Cqx 

All Ail 

^2 ^2 i 

^'cl I ^cl I t ^rx 

.3A/i A/, ”’^Af^ 


( 6 ) 


15, Grounded-Neutral Capacitor Bank 


Normal voltage €i across group 1 is same as for un¬ 
grounded neutral bank as given in Kq. (3). 

With Ni units removed from group 1 the voltage ei across 
the remaining units is 


^2 '2 2 
^cl I I . ^cx 

Mi-Ni Mi 


(7) 


The current through the fuse of a completely short-cir¬ 
cuited capacitor unit in group 1 in times normal operating 
current for a grounded-neutral capacitor is 


It 


(Af.) 


*2 ,.2 ^2 

Cel I Cci ■ I Ccn 

Mi Mi Ml 


CcJ I 1 C(*x 

Wi ■ ■ “ 


( 8 ) 


16. Two Identical Capacitor Banks with Neutrals 
Solidly Tied Together and Ungrounded 

The normal voltage across any group of capacitors in an 
installation consisting of two similar groups with the 
neutrals tied solidly together and ungrounded is ei as given 
by Eq. (3) for any bank. With Ni units out of group 1 in 
one bank the voltage across the remaining units in group 1 is 



The current in the fuse of a completely short-circuited 
capacitor unit in group 1 of one bank of two similar banks 
with the neutrals solidly connected and ungrounded in 
terms of normal current in one capacitor unit is 


It^iAIi) 


2 2 2 • 

Col I Cp2 , I Ccx 

A/r Mr 

^2 “2 2 

C(I , Cp2 , I Cpx 

^1^2 Mr 


( 10 ) 


The current in the neutral connection between two sim¬ 
ilar banks of capacitors, with N units out of group I in 
one bank, in terms of the normal current through oru' 
capacitor is 


i No = 




Crl 


tSi 

. 6(A/r 


I ^<'2 I 

Ni) 


A/x 




Ni 

Mi-Ni 




(in 


17. Protection of Large Banks of Shunt Capacitors 

The usual types of protection for large capacitor banks 
are: 

1. Individual capacitor fuses. 

2. Capacitor group (or bank) fuses. 

3. Overcurrent relays or trip coils to trip a bank circuit 
breaker. 

4. Potential transformers connected across each phase or each 
series group per phase of ungrounded wye banks to trip the 
bank circuit breaker on phase or group voltage unbalance. 
This scheme can be used for delta or wye groundeii-neutral 
banks that have two or more groups in series. 

6. Potential or current transformers connected l>etw'een the 
neutrals of two or more wye ungrounded hanks to detect 
unbalance in one bank and operate a relay to trip a single 
breaker through which all banks, in the protective scheme, 
are supplied. 

6. Potential transformer placed between the neutral and 
ground of a wye ungrounded hank connected to a grounded 
system to operate a relay and trip the bank breaker on a 
shift in the neutral voltage 

Large capacitor banks can be connected in wye un¬ 
grounded, wye grounded or delta. Ilow^ever, the wye un¬ 
grounded connection is preferable from a protection stand¬ 
point. Individual single-phase 15- and 25-kvar capacitor 
units are protected usually by a fuse whether installed in 
an outdoor or indoor bank for any type of capacitor con¬ 
nection. For the wye ungrounded system of connecting 
single capacitor units in parallel across phase-to-neutral 
voltage the fault current through any fuse is limited by 
the capacitors in the two sound phases. In addition the 
ground path for harmonic currents is not present for the 
ungrounded bank. For wye grounded or delta-connected 
banks, however, the fault current can reach the full short- 
circuit value from the system because the sound phases 
cannot limit the current. Thus, with the wye ungrounded 



246 


Application of Capacitors to Power Systems 


Chapter 8 


connection smaller fuses and less material are needed for 
protecting the capacitors. With two or more groups of 
capacitors in series per phase, the short-circuit current is 
limited by the capacitors in the unfaulted group. The 
capacitor bank should have a protective device to dis¬ 
connect the bank from the system if individual units be¬ 
come defective thereby causing a bad unbalance of capaci¬ 
tor kvar among the three phases. 

Two protective schemes for wye connected ungrounded 
banks for all voltage classes are shown in Fig. 18. The 
scheme showm in Fig. 18(a) is preferred because the poten¬ 
tial transformers serve the dual purpose of protecting 
against unbalanced capacitor kvar per phase leg as well as 




Fig. 18—Two protectiTe schemes for large banks of un¬ 
grounded wye-connected capacitors. 

(a) Residual voltage trip in event of unbalance among the three 
phases due to failure of capacitor units. 

(b) Residual voltage trip in event of unbalance between the two 
3-phase groups of capacitors. Current flow between the two 
groups can also be used for protection. 



Fig. 19—Delta-connected, fused capacitor units usually used 
at liso volts or less. 

providing a discharge path to dissipate quickly charges 
left on capacitor units when the supply is disconnected. A 
current or potential transformer connected between the 
neutral points of two equal parts of a group of capacitors 
provides protection for unbalanced kvar per phase as 
shown in Fig. 18fb). In addition, however, two potential 
transformers connected in open delta should be used on 
automatically controlled banks across the supply leads 
to the group to provide a fast discharge path when the 
capacitors are de-energized. One of the potential trans¬ 
formers can also be used for an indicating lamp to show 
when the group is energized. 

A delta-connected bank of capacitors, Fig. 19, usually 
applies to voltage classes of 2400 volts or less. Individual 
capacitor fuses are provided for each unit. If the bank is 
controlled automatically, potential transformers should be 
applied across each phase leg to provide fast discharge 
when the group is de-energized. The individual capacitor 
units have a very high resistance provided across the termi¬ 
nals inside the case to discharge the capacitors in five min¬ 
utes after being disconnected from the source. This time 
of five minutes is considered to be too long for banks 
that are controlled automatically because when the group 
is switched on again before the charge is dissipated high 
transient switching currents result. In special cases such 
as for indoor capacitor banks, it can be compulsory that 
potential transformers be applied for rapid (dissipation of 
charges remaining on capacitor units. 

18. Capacitor Fusing 

General —Each capacitor unit contains a large area <rf 
insulation and the probability of unit failures must be 
recognized even though the record is good, as shown in 
Fig. 4. When the number of units in a single installation 
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Fig. 20—Capacitor fault current and its relation to case 

rupture. 

Curve A—Where fault currents are cleared in a time to the left of 
this curve the case is not likely to rupture. 

Curve B—Where fault currents are on for a time to the right of this 
curve the case is likely to rupture with sufficient force to damage 
other units. 

Area AB—Fault currents in this area may open case seams. This 
area may be used for fuse selectivity with reasonable safety. 

is large the probability of a unit failure of insulation is 
greater. The removal of faulted units is important for 
the protection of the remaining good units. 

About sixty-five percent of existing capacitor kvar on 
utility systems are “pole type^* and usually total about 180 
kvar per installation. These are usually on circuits where 
the fault currents are moderate and group fusing has been 
satisfactory. When a capacitor unit becomes shorted, it 


usually does not result in case rupture or damage to other 
units. 

Large capacitor banks are generally on circuits capable 
of producing high fault current, and additional problems 
are created due to the close association of large numbers 
of capacitor units. 

The ability of a short-circuited capacitor to pass current 
is limited by the current-carrying capacity of the thin 
aluminum foil that forms the electrode surfaces. If these 
foils are allowed to carry heavy fault current, the foil 
may act as its own fuse. This has considerable bearing 
on the fusing problem because a fault within a capacitor 
can melt the foil rather easily and the fault tends to clear 
and sometimes restrike. The presence of other capacitors 
in parallel with and discharging into the shorted capacitor 
increases the tendency to melt the fault clear. Under cer¬ 
tain conditions the arc restrikes each half cycle, thus al¬ 
lowing the adjacent capacitors to be repetitively charged 
and discharged. This may damage the current-carrying 
connections of some adjacent units and cause simultaneous 
or later failure. The current a capacitor unit can pass 
before case rupture is likely to occur is shown in Fig. 20. 
If the fault current in a capacitor is limited to a few hun¬ 
dred amperes, the pressure builds up slowly and many 
cycles of current flow may be endured before case rupture 
takes place. When the current exceeds about 3000 am¬ 
peres a rupture results in mechanical damage to adjacent 
units and often in short-circuited bus connections; the 
greater the short-circuit current the more violent the case 
rupture. 

If the arc in a capacitor unit is allowed to persist until 
the case is ruptured, other units and parts in the bank may 
be damaged either mechanically or by consequent arcs. 
It is, therefore, desirable to provide adequate protection 
against short-circuited capacitor units. The function of 
this protection is: 

(a) To protect the circuit and capacitor bank so as to mini¬ 
mize the chance of an outage. 

(b) To protect other capacitors in the bank against electrical 
damage due to current transients. 

(c) To protect the other units in the bank from mechanical 
damage due to a unit case rupture. 

(d) To minimize the hazard to the operators and maintenance 
personnel. 

Protection Inherent in -Breakers with 

overload protection, and adequate interrupting rating pro¬ 
tect the circuit, but usually do not protect the capacitors 
against damage in case of a short-circuited unit, unless 
supplemented by individual capacitor fuses, or relay means 
to trip the breaker as a result of current or voltage un¬ 
balance. Use of breakers alone, however, does not remove 
the hazard associated with a bank where unit fault cur¬ 
rents are high. 

A breaker should be considered primarily as a switching 
device and circuit protective device, and not as protection 
against high fault current within an individual capacitor 
unit. It may, however, be considered as back-up protec¬ 
tion in case the individual unit protection or other pro¬ 
tection fails. 

Group Fusing —A short-circuited capacitor is in re¬ 
ality a conducting path having time-melting character- 
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iatics, which haa a bearing on the maximum sise of the 
group fuse. The size of the group fuse is also determined 
by the normal current of the bank and harmonic currents. 

In general, the following rules are recommended for 
group fusing: 

(a) It is preferable not to apply group fuses greater than 85 
amperes in rating (on a 100 per cent rating basis.) 

(b) The circuit is protected adequately by group fuses if they 
have sufficient interrupting capacity. 

(c) To minimize the danger of mechanical damage, group 
fuses should be supplemented with individual fuses when 
the unit fault current is expected to exceed 3000 amperes, 
even though the group fuse interrupting rating is ade¬ 
quate for the expected fault current. 

Large banks of capacitors have been installed with de¬ 
pendence placed solely on group fuses or breakers. Where 
fault currents are high, the failure of one unit is likely to 
damage other units in the bank, thereby multiplying the 
damage considerably. Other units may also fail at a later 
date when the reasons are not immediately apparent. 

Some of these large capacitor banks without individual 
fuses are wye connected with the neutral ungrounded, or 
are made up of series groups, so that the problem of high 
fault currents does not exist. Unbalance in these cases is 
detected by voltage transformer and relay schemes so as 
to trip the breaker under abnormal conditions such as 
might occur if a unit becomes short-circuited. The objec¬ 
tion to this arrangement is that it is difficult to identify a 
defective unit and there is the possibility of electrical 
damage to parallel units before the breaker de-energizes 
the bank. Individual capacUor fuses give indication of a 
blown fuse and give electrical as well as mechanical pro¬ 
tection to parallel units. 

Individual Fuse —The individual fuse rating is de¬ 
pendent upon the normal current rating of the capacitor 
unit, harmonic currents and the number of times in rapid 
succession a fuse must carry discharge current from a good 
capacitor unit to a defective unit. To provide for the later 
requirement, the current rating of the fuse is usually at 
least twice the current rating of the capacitor. 

Individual fuses are used primarily to remove units 
following failure of the dielectric. Since only one fuse is 
used with each unit, this fuse is not expected to clear for 
ground faults within the unit. Relaying should be pro¬ 
vided where possible to detect ground faults even though 
their occurrence is very rare. 

Individual capacitor fuses should be used, particularly 
in large banks, so that a faulted unit is disconnected 
promptly from the circuit for a numl^er of reasons: 

(a) Tlieir current rating is small and coordinated with the 
time-current characteristics of the capacitor. 

(b) They indicate the defective unit. 

(c) They reduce to a minimum the chance of unit case rup¬ 
ture and subsequent mechanical damage. 

(d) They remove a short-circuited unit before the inside foil 
material is fused to the point where repetitive clearing 
creates high transient current in adjacent units. 

(e) They protect units against transient currents set up by 
parallel arcs in the bank such as bus flashovers, roof bush¬ 
ing flashovere, or failures in potheads or accessories, or 
arcs in short-circuited units in the bank. 


(0 They permit uninterrupted use of the capacitor bank since 
a faulty unit need not take the bank out of service. 

Table 7 shows there is a minimum number of capacitor 
units required in parallel per group to give sufficient cur¬ 
rent for positive operation of an individual fuse on a failed 
unit. Likewise there is a maximum safe number of indi¬ 
vidually fused capacitors that can be placed in parallel 
per group because if a unit fails all other parallel units dis¬ 
charge their stored energy, at high current, through one 
fuse to the fault. If too many units are in parallel per 
group, the current is high enough to cause mechanical 
rupture of the fuse with the possibility of damage to other 



Fig. 21—Typical type BAG capacitor fuse characteristics for 
use with housed units where the fault current Is less than 
15 000 amperes from the system. 

Fuse A—4160 volt delta connected 15 kvar units. 

4160 volt ungrounded wye 15 kvar units. 

7200 and 7960 volt ungrounded wye 15 kvar units. 

Fuse B—2400 volt delta connected 15 kvar units. 

2400 volt grounded wye 15 kvar units. 

4160 volt delta connected 25 kvar units. 

2775 volt ungrounded wye 15 kvar units. 

4160 volt ungrounded wye 25 kvar units. 

7200 and 7960 v. ungrounded wye 25 kvar units. 

Fuse C—2775 volt ungrounded wye connected 25 kvar units. 
Fuse D—2400 volt delta connected 25 kvar units. 

2400 volt grounded wye-oonneoted 25 kvar units. 
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Fig, 22—Typical type CLC current limiting fuse characteris¬ 
tics for use where the fault current is high or In excess of 
15 000 amperes from the system. 

Fuse E—2400 volt delta connected 15 kvar units. 

2400 volt grounded.wye 15 kvar units. 

Fuse F—2400 volt delta connected 25 kvar units. 

2400 volt grounded wye 25 kvar units. 

units. Therefore, on large banks of capacitors, when the 
number of units in parallel per group exceeds two or three 
times the minimum required number, special considera¬ 
tion should be given to the application particularly with 
regard to arrangement. Where such limitations are in¬ 
volved, the bank can be divided into two or more parts 
where there are two or more groups in series. Lower 
voltage units with a fewer number in parallel per group 
with more groups in series may be a solution also. 

Individual Fuse Characteristics 

(a) Housed Banks—2400- and 4160-volt delta-connected 
and 2400-volt wye-connected grounded-neutral. 

Housed banks usually contain indoor-type individual 
unit fuses. Where the fault current is less than 15 000 
amperes type BAC fuses are used, the characteristics of 
which are shown in Fig. 21. Actually the discharge cur¬ 
rent from the good capacitor units operating in parallel 
with the faulted unit supplies a considerable portion of the 


energy to blow the fuse on the faulted unit. If it were not 
for the current from the parallel units the system short- 
circuit current would have to be limited to about 3000 
amperes to prevent rupture of the capacitor case. The 
discharge current from the parallel capacitors is high in 
magnitude as shown in Fig. 28 and reaches half value in 
about 0.02 second or less. 

Where the fault current exceeds 15 000 amperes from 
the system, individual capacitor current limiting fuses 
(CLC) are used, the characteristics of which are shown on 
Fig. 22. 

(b) Housed Banks (Ungrounded Wye) 

Housed banks for circuit voltages of 4800 volts and 
above are usually e connected with the capacitor neutral 
ungrounded, whether or not the source neutral is grounded. 



Fig. 23—^Typical UT fuse characteristics used on ungrounded 
wye-connected outdoor capacitor banks. 

Fuse G—4160 volt 15 kvar units 
7200 volt 15 kvar units. 

Fuse H—2775 volt 15 kvar units. 

4160 volt 25 kvar units. 

7200 volt 25 kvar units. 

Fuse I—2775 volt 25 kvar units. 
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This arrangement limits fault current and the type BAC 
fuses are used, the characteristics of which are shown on 
Fig. 21. 

(c) Outdoor Structural Type Banks (Delta or Grounded 
Wye) 

Where the fault current is likely to be high as for a delta 
connected or grounded wye, outdoor bank current limiting 
individual fuses (CLC) are desirable. This applies to 
delta connected 2400 volt banks, wye connected 24(X) volt 
and delta connected 4160 volt banks of capacitors. The 
characteristics of the fuses are the same as for similar 
indoor banks as shown on Fig. 22. 

(d) Outdoor Structural Type Banks (Ungrounded Wye) 

Outdoor structural type banks for voltages of 48(X) volts 
and above are usually wye connected with the neutral of 
the capacitor ungrounded, whether or not the source 
neutral is grounded. This arrangement limits fault current 
and permits fuses of lower interrupting rating. The charac¬ 
teristics for these fuses are given on Fig. 23. 

19. Automatic Control for Capacitor Banks 

The intelligence required to switch banks of shunt 
capacitors automatically depends upon the reason for 
their use. If they are used primarily to control voltage, 
then the capacitors can be switched on when the voltage 
is low or off when the voltage is high, and a voltage relay 
supplies the control. If the system voltage is regulated 
by other means and the capacitors are used for power- 
factor correction, then the load kvar or total current must 
be used as the means for control. 

It is always desirable to use the simplest type of control 
that will accomplish the desired result. Current control 
is commonly us^ where the voltage is regulated by other 
means and the power factor is practically constant through 
wide variations in load. Kvar control is used where the 
load power factor varies over a wide range as the load 
changes. 

Whether the control is accomplished by voltage, cur¬ 
rent, or kvar, the control systems are similar. In addition 
to the master control relay, other devices are required in 
the control scheme such as time-delay relays, control 
switches, etc. For one-step automatic control the master 
relay energizes the “closing"' element of a time-delay relay, 
and if the master-relay contacts stay closed for the time 
required for the time-delay relay contacts to make, then 
the operating circuit is energized and the capacitor breaker 
closes. 

A similar process in reverse trips the capacitor breaker. 
For a two-step control the sequence is the same as for 
one-step control except that auxiliary contacts on the No. 
1 breaker set up the circuits for the control of the second 
step. If the No. 1 breaker is closed, the circuit is set up 
to either trip No. 1 or to close No. 2. The sequence of 
operation is the same in all cases, that is. No. 1 breaker 
always closes first and trips last. 

For more than two-step control, each additional break¬ 
er, by means of auxiliary contacts, sets up the control cir¬ 
cuits for the next operation whether it be to add or re¬ 
move capacitor kvar. The control circuits become numer¬ 


ous and involved, but their operation is accurate, reliable, 
and thoroughly proved by many applications. 

Where the need for capacitor kvar follows a fixed 
schedule, the capacitors can be switched by a time relay 
that initiates on or off at predetermined times. 

20. Inrush Current 

When the first step of a capacitor bank is energized, it is 
possible for a large instantaneous current from the system 
to flow. Curves in Fig. 24 show for several line-to-line 



Fig. 34—Inrush current from system when energizing capaci¬ 
tor bank. 

voltages the maximum rms inrush current for different 
system short-circuit currents available at the capacitor 
terminals. This current can be calculated using the fol¬ 
lowing formula:* 

Where Eia ia line-to-ground operating voltage on the 
capacitor bank. 
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Xo is the capacitive reactance in ohms of one 
phase to neutral of the capacitor bank. 

Xl is the inductive reactance in ohms per phase 
of the source. 

The above formula applies to delta-connected capacitor 
banks if Xo is determined as the reactance of the equivalent 
line-to-neutral capacitor kvar. The current values are 
for the first step of a bank. If one or more steps in the 
capacitor bank are already energized, then the maximum 
peak current that flows into the next capacitor group to be 
energized is determined largely by the momentary dis¬ 
charge from those capacitor units already in service. 

The breaker controlling the last step in a bank of capaci¬ 
tors is the one that is subjected to maximum peak current 
when this step is energized. The peak currents if no charge 
is on the step being energized, can be determined approxi¬ 
mately by using the following equation: 

/peak = (1.2) (v^) (13) 

If the step being energized is fully charged, the peak 
inrush current can be about twice this value. is nns 
line-to-neutral voltage applied to the capacitors. C is the 
total capacitance per phase of the c'^pacitors already ener¬ 
gized combined with the capacitance of the step being 
energized. For a three step bank with two steps energized 
and with the third step being energized then 


_L_+1 (14) 

For delta-connected banks the equivalent single-phase-to- 
ground capacitor kvar must he used as though the bank 
was wye connected. L is the inductance between the step 


being energized and that portion of the bank already 
energized. This value of L is diflScult to determine ac¬ 
curately, but, due to inductance in the capacitor leads and 
bus structure, the estimated L is usually a low value rather 
than a high one, thus giving a current that is too high and, 
therefore, on the safe side. The 1.2 factor is applied to 
account for some feed in from the system and also possible 
current unbalance due to unequal pole operation of the 
breaker. 

The inrush current and frequency when a bank of 
capacitors is energized in parallel with one or more 
existing banks is given in Fig. 25. To illustrate its use 
assume a 13.8-kv, three-step capacitor installation con¬ 
sisting of three 2520-kvar banks, two being energized and 
the third step to be energized. The percent capacitive 
reactance for each step on 2520 kvar is 100. The two 
capacitor steps already energized in parallel are 50 per¬ 
cent on 2520 kva. These two steps in series with the one 
step to be energized are 150 percent. So the Xc for use 
with Fig. 25 is 150 percent. Now assume that each capaci¬ 
tor step has a series inductive reactance of 0.0076 ohm in 
all of its leads between the capacitor units and a common 
point on the bus which is 0.01 percent expressed on 2520 
kvar. Two such units in parallel plus one in series gives 
0.015 percent Xl for use with Fig. 25. Using this data the 
Xl (Xo/ 100) equals 0.0225 which for switching in the 
third 2520 kvar step of capacitors allows a maximum peak 
inrush current of about 69 times normal rms rated current 
of each step or 69X105, or 7250 amperes. The frequency 
of this current is about 6000 cycles. If the inductive 
reactance of the leads is less than 0.0076 ohm, the maxi¬ 
mum inrush current is greater than 7250 amperes. 

Where the inrush current when switching banks of 
capacitors is excessive, it can be limited by the insertion 


*tC»00/X,)% 



25—Magnitude and Frequency of transient inrush current when energizing a bank in parallel with one existing 

bank. 
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Fig. 26—Test results indicating the effect of reactance and 
resistance on limiting energizing inrush current. 


of reactance or resistance into the circuit. Reactance is 
much more efTective than resistance. The curves in Fig. 
2G give the results of tests showing the cfTect of adding 
resistance or reactance in reducing the peak inrush cur¬ 
rent. D-c voltage was used to charge one group of capaci¬ 
tors; the voltage was then removed and when the switch 
was closed between the two groups, the peak current was 
measured. 

21 • Voltages When Switching Off Capacitors 

Since the current goes out at normal current zero when 
de-energizing a bank of shunt capacitors, the rms voltages 
resulting can be calculated. The voltages to ground, re¬ 
covery voltage across circuit breakers, and the line-to- 
line and line-to-neutral voltages across the capacitors are 
important. The voltages of Table 8 expressed in percent 
of normal peak line to neutral voltage are obtained when 
the supply system is grounded solidly and docs not sufler 
neutral displacement while switching a wye-connected 
ungrounded capacitor bank. For a normal breaker open¬ 
ing, one phase is interrupted first even for a well adjusted 
breaker, at current zero, and 90 degrees later the other 
two phase currents are interrupted simultaneously at 
current zero by the clearing of either B or C breaker con¬ 
tact. 

Table 8 


Percent of 
Peak Voltage 


Phase of Wye Cornccted Bank 

A 1 

B 

C 

Sequence of Opening. 

l.st 

2nd 

2nd 

Maximum E to Ground after Opening. 

Maximum E across Corre.sponding Breaker 

150 

87 

87 

Pole. 

Maximum Voltage across Capacitor Leg 

250 

187 

187 

Following Interruption. 

100 

37 

137 


The voltages of Table 8 are brought about by the fact 
that 100 percent voltage is left on A phase, the first phase 
to open. The very instant A phase opens, a charge 
of 50-percent voltage is left on phases B and C because the 
instantaneous voltage across these two phases is 50 per¬ 
cent. The neutral point of the capacitor bank remains at 
a potential of 50 percent above ground, which appears 
across the capacitance to ground. The subsequent voltage 
applied across B and C when B or C clears is 173 percent, 
half of which is across B capacitor and half across C capaci¬ 
tor. But the 50-percent charge left on these two phases, 
when A opened, is still present and adds or subtracts from 
half of 173 percent giving a net of 37 percent or 137 per¬ 
cent. Similar analyses can be made for delta-connected 
capacitors. 

The voltage across the contacts of the circuit breaker is 
important because if the recovery rate or the magnitude is 
too great, restriking occurs across the contacts. Such re¬ 
striking cause switching surges that may produce peak 
voltages of several times the normal peak voltage to 
ground. Special consideration should be given to this 
problem in each case. The problem is more acute at volt¬ 
ages above 15 kv. Careful adjustment of the breaker can 
make an otherwise unsatisfactory condition one which is 
acceptable. Special treatment with respect to the oil flow 
in the breaker grid during interruption usually solves the 
problem. In extreme cases it may be necessary to limit 
restriking on de-energizing by inserting in series or parallel 
with each phase of the capacitor circuit a suitable resistor 
just prior to the operation of the circuit breaker to de¬ 
energize the bank. A careful analysis of the problem 
should be made for each application; laboratory and field 
tests may be necessary. 

22. System Harmonic Voltages 

Since the reactance of a capacitor varies inversely as the 
applied frequency relatively small harmonic voltages cause 
relatively large current-wave distortion. Capacitors are 
therefore built to permit combined harmonic and GO-cycle 
kvar to equal not more than 135 percent (AIF]K Standard) 
of the capacitor nameplate rating. The kvar loading of a 
capacitor expressed as a fraction of its rating with har¬ 
monic voltages applied can be obtained as follows: 

KVA = £i2-f3i?3^-f5J?5^+. where all voltages are 

expressed as a fraction of the rated voltage. If only one 
harmonic is present, it can have a value of 

= (15) 

where n is the order of the harmonic. 

The standard margins in capacitors are usually more 
than sufficient for the amounts of harmonic voltages 
present in most systems and, therefore, very little trouble 
is experienced. The principal cause of harmonic currents 
in capacitors is the magnetizing requirements of system 
transformers. If the transformers are operated near their 
rated voltages, the harmonic voltages are limited to 
minimum values. Capacitors do not generate harmonic 
voltages. 

Harmonic frequencies usually encountered are the third 
and fifth. The capacitor has lower reactances to higher 
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frequencies and therefore allows proportionately larger 
currents. Figure 27 shows the amount of total rms current, 
fundamental and one harmonic, which standard capacitors 
can carry, depending on how much total nns voltage, 
fundamental and harmonic, exists at the same time. For 
example, suppose the fifth harmonic and the fundamental 
are present and the total rms voltage is 105 percent. Then 



RMS MEASURED VOLTS IN%OF RATED VOLTAGE 

Fig. 27—Permissible harmonic currents. For 135 percent kvar 
for different fundamental voltages without exceeding ther¬ 
mal limits. 

the total current the capacitor can carry is 161 percent. 
Thi.s is made up of about 102-percent rated amperes at 
fundamental frequency and about 125-percent rated 
amperes at fifth harmonic. The corresponding voltages 
are 102-percent fundamental and 25-perccnt fifth har¬ 
monic. 

Breakers applied with shunt capacitors must have 
sufficient continuous current-carrying capacity to handle 
expected harmonic currents along w ith the rated-frequency 
current. 

23. Discharge Current 

When a capacitor is short circuited, either at its termi¬ 
nals or through a length of feeder, it discharges its stored 
energy determined by 

Stored energy = ]■ CEP (16) 

If the short circuit occurs at the instant the voltage on the 
capacitor is a maximum, then the stored energy is a maxi¬ 
mum. The stored energy is dissipated in the resistance of 
the circuit which includes the capacitor and the feeder up 
to the short circuit. The peak current, the frequency of the 
current and the time constant of the circuit can be calcu¬ 
lated for a given situation. Figure 28 show'S the peak value 
of current calculated for various lengths of bus consisting 
of single-conductor cables with an equivalent delta spacing 
of four feet. The peak current is high in magnitude but 
since the frequency is high and the time constant of the 
circuit low, the current decreases rapidly. For all practical 


sizes of capacitor banks, the discharge current reaches half 
value in about 0.02 second, or less. Breakers normally 
applied with capacitor banks are capable of handling 
these currents. 

24. Harmonics and Coordination with Telephone 
Circuits 

The principal cause of harmonic voltages and currents 
in capacitors is the magnetizing requirements of trans 
formers. Because of the low^er impedance of capacitors at 
higher frequencies, the harmonic currents may become so 
high as to endanger the life of tne capacitor, or cau.se 
excessive fuse blowing, or overheating of breakers and 
switches. The standard margins built into capacitors, 
which were mentioned previously, are usually sufficient 
so that for the amount of harmonic voltage present in 
most systems no undue amount of trouble is experienced. 
For the transformer magnetizing current the third har¬ 
monic components and their multiples are supplied usually 
by circulation around the delta connected windings. The 
higher harmonics are usually so small that they give no 
appreciable trouble as long as the transformers are operated 
near their rated voltage. 

An unbalanced fault on a system supplied by water¬ 
wheel generators without damper windings may produce 
harmonic voltages. By resonance or partial resonance with 
capacitors these voltages can be magnified. While the 
duration of the fault might not be sufficiently long to 
injure the capacitor, it may result in blowing of capacitor 
fuses all over the system. This hazard is reduced by proper¬ 
ly designed damper windings and system arrangement. 

Considerable study has been given the effects of shunt 
capacitors on the inductive coordination of power system.s 



Fig. 28—Peak current supplied to a three phase fault through 
various lengths of bus from shunt capacitor banks. 
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and exposed telephone circuits at noise frequencies. These 
studies have been carried on by the Joint Subcommittee 
on Development and Research of the Edison Electric In¬ 
stitute and Bell Telephone System. The results of their 
preliminary study of the problem were included in an 
article published in the August, 1938 issue of the Edison 
Electric Institute Bulletin. It has been found that the use 
of capacitors may be either detrimental or beneficial from 
the inductive coordination standpoint, depending on the 
particular conditions in each case. Advance planning by 
the power and communication industries has reduced the 
number of troublesome situations to a small percentage of 
the capacitor installations. Where capacitors have resulted 
in increased noise, it has generally been practicable to 
improve conditions by relatively simple measures applied 
to either the power or communication systems or both. 
A summary of the available measures is included in the 
article mentioned above and in Chap. 23 of this book. 

25. Portable Capacitors 

Portable capacitor units such as shown in Fig. 29, are 
effective in relieving overloaded facilities until more per¬ 
manent changes in the system can he made. Two single- 



Fig. 29—Portable capacitor bank. 


phase mobile capacitor units can be used to reduce the 
overload on open-delta banks of transformers occasioned 
by the failure of one transformer of a three-phase delta- 
connected bank. In the open-delta application the most 
effective use of the capacitors is to plan twice as much 
capacitive kvar across the phase lagging the open side of 
the delta as is placed across the open side. 

26. Capacitors and System Stability 

Shunt capacitors reduce the static stability limits of 
generators (and systems) because they reduce the field 
currents used for a given kw load and terminal voltage. 
The effect is noticed by an increase in generator power 
factor as more and more shunt capacitors are added. Ac¬ 
tually many factors are involved in determining the static 
stability limits of generators, some of which are difficult 
to evaluate. However, the effect of shunt capacitors can 
be determined rather directly 

The static stability limit of a generator for a given set 


of conditions is directly proportional to the voltage on the 
air-gap line of the generator corresponding to the excitation 
current Therefore, as more shunt capacitors are added 
to a system, the power factor of the generators increase 
and consequently the exciting current decreases. As the 
exciting current is decreased, the voltage on the generator 
air-gap line decreases. The static stability limit is therefore 
proportional to generator exciting current. Generally on 
turbo-generators, if the operating power factor at full load 
is no greater than 95 percent lagging, experience has shown 
that the operation is safe. In some cases generators are 
operated between 95 percent lagging and 100 percent 
power factor with satisfactory performance. Few, if any, 
generators are operated consistently at power factors in 
the lead unless the generators are designed specifically for 
such service. Hydro-generators may also be affected by 
shunt capacitors, but usually these generators are so far 
removed electrically from capacitors that the generators 
are affected more by other factors such as the character¬ 
istics of transmission lines and the sending of power over 
relatively long distances. 

Any generator, regardless of its prime-mover, may be 
affected by system shunt capacitors and therefore the prob¬ 
lem should always be taken into consideration. This is 
particularly important where large amounts of shunt ca¬ 
pacitors are planned for systems where generators are 
already operating at high power factors. A few power 
systems have this problem now and more will probably 
have the problem as future plans are made to get better 
overall system economy by taking advantage of the char¬ 
acteristics of shunt capacitors. This problem also has a 
direct bearing on how much capacitor kvar can be per¬ 
manently connected through minimum-load periods with 
few generators in service and how much capacitor kvar can 
be installed with switching to provide needed kvar during 
maximum load periods and maximum generation. 

27. Surge Protection of Shunt Capacitors 

On circuits exposed to lightning it is recommended that 
lightning arresters be provided on all delta-connected ca¬ 
pacitors either housed or hanger type large or small banks. 
Likewise arresters are recommended for all wye-connected 
capacitor banks where the neutral is ungrounded. Where 
the capacitor bank is switched, it is best practice to provide 
arresters on the capacitor side of the circuit breaker. 

A capacitor bank connected in wye with the neutral 
grounded has the ability of sloping off the front and reduc¬ 
ing the crest of traveling waves, so that it affords added 
lightning protection to the capacitor bank itself and to 
transformers and other adjacent equipment. Thus there 
is some question as to whether or not arresters are needed. 
In addition, for those surges where arresters are required 
there is also some hazard to the arrester because the ca¬ 
pacitor discharges through the arrester when the arrester 
operates. When the capacitors are connected to a bus with 
transformers and other circuits, arresters are required to 
protect this other equipment whenever the capacitor bank 
is disconnected. The arresters are therefore available and 
in service at all times. Where the capacitor bank is the 
only load on a transformer winding the arresters can be 
omitted if the transformer is removed from service when 
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all capacitors are disconnected. Where the capacitors are 
supplied from a third winding of the transformer, arresters 
may be required on this winding if all of the capacitors are 
to be out of service at times. 

From a surge-protection point of view for greatest safety 
to the arresters, wye-connected capacitor banks should be 
operated ungrounded. For best surge protection of the 
capacitors, the neutral should be grounded and arresters 
provided. There are other problems with capacitor banks, 
however, which make the wye-grounded bank undesirable. 
The grounded-neutral bank provides a path for the third 
or residual harmonics, thereby increasing the probability 
of communication interference; if a capacitor unit becomes 
shorted, where there is a single unit between line and 
neutral, the fault current can exceed the ability of the fuse 
to clear before the capacitor unit is ruptured. 

Lightning arrestei*8 protecting high-voltage capacitor 
banks above 15 kv are subjected to switching surges, when 
the capacitors are switched, whether or not the capacitor 
hank neutral is grounded. With restriking across breaker 
contacts, which may occur, the arresters may be damaged. 
Therefore it is necessary to provide means of limiting the 
restriking in the breaker to protect the arresters. The 
solution in a given case may require special field tests to 
determine the proper adjustment of the breaker or to 
determine what changes are necessary. 

28. Capacitors Versus Synchronous Condensers 

In large units synchronous condensers constitute a com¬ 
petitor of shunt capacitors. The following points should 
be considered in comparing these two types of equipment. 

1. A standard synchronous condenser is capable of sup¬ 
plying kvars equal to its rating to the system as well as 
absorbing them to an extent equal to 50 percent of its 
rating. For those applications requiring these character¬ 
istics, the comparison should be on a basis of the synchro¬ 
nous condenser against the capacitor at full kvar plus a 
shunt reactor of 50 percent kvar. 

2. The fineness of control of the synchronous condenser 
cannot be duplicated by the capacitor unless a large num¬ 
ber of switching steps are used, 

3. An instantaneous drop in terminal voltage, within 
practical limits, increases the kvar supplied to the system 
in the case of a synchronous condenser whereas a similar 
change in the case of capacitors decreases the kvar supplied 
to the system. In this regard the synchronous condenser 
has greater stabilizing effect upon system voltages and 
likewise tends to maintain synchronism between machines. 
Its mechanical inertia, in general, has a further stabilizing 
effect upon the other synchronous machines comprising 
the system. By reason of these same characteristics, a 
synchronous condenser reduces the effects of sudden load 
changes or rapidly varying loads, such as drop in system 
voltage occasioned by starting of a large motor or operation 
of large welders. 

4. For short periods the synchronous condenser can 
supply kvar in excess of its rating at normal voltage, 
whereas this is not the case for capacitors. 

5. The losses of synchronous condensers are much 
greater than those of capacitors. For synchronous con¬ 
densers the full load losses vary from about 3 percent of 


the kva rating for 3000 kva units to about percent for 
very large units of 50 000 to 100 000 kva. For capacitors 
the losses are about one-third of one percent of the kva 
rating. The no-load losses of air-cooled synchronous con¬ 
densers are about 60 percent of the full-load losses and for 
hydrogen-cooled synchronous condensers about 40 per¬ 
cent; therefore, at fractional loads the losses of the syn¬ 
chronous condenser are not in proportion to the output in 
kva. For a capacitor, however, the losses are proportional 
to the kvar connected to the system. 

6. A comparison of the cost of synchronous condensers 
and capacitors involves an evaluation of the losses. Figure 
30 gives an idea of the relative cost of air-cooled outdoor 



Fig. 30—Approximate relative cost of shunt capacitors and 
synchronous condensers. (Capacitors connected in wye and 
switched in five steps. Costs do not include main circuit 
breaker, land space, foundations, or space parts, but do 
include freight, automatic control, erection, capacitor fuses, 
coolers on synchronous condensers, and so forth.) 

synchronous condensers and capacitors. Three evaluations 
for losses were assumed 0, $150, and $250 per kw. The low 
losses of the capacitors should not be evaluated as highly 
as those for the synchronous condenser because, as just 
mejntioned, at fractional loads the losses decrease more 
rapidly than for the synchronous condenser. 

7. Capacitors lend themselves to distribution at several 
locations throughout the system, which is difficult to do 
economically with small synchronous condensers. Thus, 
capacitors can be located at points closer to the load and 
be more effective. 

8. The kvar rating of a capacitor installation can be 
increased or decreased as the loads and system require¬ 
ments dictate, which is impractical with synchronous con¬ 
densers. Capacitors can be installed easily. By moving 
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oapaoitors from point to point as required, the installation 
of other equipment such as transformers, may be deferred. 
Foundations aie less important than for synchronous 
condensers, and auxiliaries are fewer and simple. 

9. A failure of a single fused unit in a bank of capacitors 
affects only that unit and does not jeopardize operation 
of the entire bank. A failure in a condenser removes the 
entire ability to produce kva. On the other hand, failure 
of a synchronous condenser is less likely to occur than 
failure of a single unit in a bank of capacitors. 

10. Synchronous condensers add to the short-circuit 
current of a system and may increase the size of breakers 
required. This is rarely, if ever, the case with shunt ca¬ 
pacitors. On the other hand, breakers used in the switching 
large banks of capacitors may involve large currents of 
short duration. In general, however, these currents fall 
within circuit-breaker ratings dictated by the power 
system. 

29. Capacitors and Synchronous Condensers 

Banka of shunt capacitors have been used in conjunction 
with synchronous condenser where fluctuating loads of low 
power factor are prevalent or where the steps in the ca¬ 
pacitor bank were too coarse to give the desired fineness 
of voltage control. In this way the economy of using shunt 
capacitors for part of the kvar correction can be had by 
using one or several steps of capacitors with breakers. 
Where the voltage of the bus is controlled by the com- 
•bination of capacitors and condenser, the master control 
would be from the bus voltage. It is more likely though 
that the bus voltage will be controlled by other means such 
as a tap-changing-under-load supply transformer, and that 
the object of using the kvar corrective equipment is for 
power-factor r^ulation. In such cases the control of the 
kvar must be accomplished by a power-factoi regulator. 

V. SERIES CAPACITORS FUNDAMENTALS 

Like the shunt capacitor, the series unit has application 
on transmission and distribution lines. Behavior of the 
shunt capacitor is generally well understood and can be 
accurately predicted. The same is not always true of the 
series type. Many questions are still ummswered and 
many problems are still unsolved. However, developments 
and experience of recent years are bringing new knowledge 
and maturity to the science of applying series capacitors to 
improve conditions on distribution and transmission lines. 

Constructionwise, shunt and series capacitors are iden¬ 
tical. In fact, should the need for a series capacitor dis¬ 
appear, the capacitor units can be removed and reinstalled 
as shunt units. The two types differ in their method of 
connection. The shunt unit is connected in parallel across 
full line voltage. The series unit is connect^ in series in 
the circuit and hence conducts full line current. While 
the voltage on a shunt installation remains substantially 
constant, the drop across the series bank changes instan¬ 
taneously with load, as with any series device. It is this 
characteristic, which produces an effect dependent on load, 
that makes the series capacitor extremely valuable in cer¬ 
tain applications by compensating for line series inductive 
reactance. 


A series capacitor in an a-c circuit introduces negative 
or leading reactance. Current through this negative re¬ 
actance causes a voltage drop that leads the current by 
90 degrees. This drop is opposite from that across an 
inductive reactance. Thus a series capacitor at rated fre¬ 
quency compensates for the drop, or part of the drop, 
through the inductive reactance of a feeder. The effects 
of this compensation are valuable in two classes of appli¬ 
cations: one, on radial feeders to reduce voltage drop and 
light flicker; and, two, on tie feeders to increase the ability 
of the feeder to transfer power and help the stability of 
the system. 

30. Effects on Radial Feeders 

The action of a series capacitor to reduce voltage drop 
is illustrated in Fig. 31. The voltage drop through a feeder 
is approximately 

IR cos e+IXt sin 0 (17) 

where R is feeder resistance, Xl feeder reactance, and d the 
power-factor angle. If the second term is equal to or 



Fig. 31—Voltage vector diagrams for a circuit of lagging 
power factor (a) without and (b) with series capacitors. The 
series capacitor increases the receiving-end voltage, thus 
reducing voltage drop. 

greater than the voltage improvement desired, a series 
capacitor may be applicable. The magnitude of the second 
term is a relatively larger part of the total voltage drop 
where power factor is low and where the ratio of feeder 
resistance to reactance is small. With a series capacitor 
inserted, Fig. 31(b), the voltage drop becomes 

IR cos »+/(Xl-Xc) sin 6 (18) 

or simply IR cos 0 when Xc equals Xl. In most applica¬ 
tions the capacitive reactance is made smaller than feeder 
reactance. Should the reverse be true, a condition of over¬ 
compensation exists. Overcompensation has been em¬ 
ployed where feeder resistance is relatively high to make 
/(Xl—X o) cos 0 negative. However, overcompensation 
may not be a satisfactory condition if the amount of car 
pacitance is selected for normal load, because during the 
starting of a large motor the lagging current may cause an 
excesnve voltage rise, as shown by Fig. 32. This is harmful 
to lights and introduces light flicker. 
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Fig. 32—The high lagging current due to motor starting 
rapidly raises the receving-end voltage of a circuit which is 
over-compensated with series capacitors. 


The power factor of the load current through a circuit 
must be lagging for a series capacitor to decrease the volt¬ 
age drop appreciably between the sending and receiving 
ends. If power factor is leading, the receiving-end voltage 
is decreased by the addition of a series capacitor, as indi- 



Fig. 33—When the load power factor is leading, a series ca¬ 
pacitor is undesirable because it decreases the receiving end 

voltage. 


cated by Fig. 33. If the power factor is near unity, sin 0 
and consequently the second term of Eq. (18) are near 
zero. In such cases, series capacitors have comparatively 
little value. 

When properly applied, a series capacitor reduces the 
impedance of a line and thereby raises the delivered volt¬ 
age. This increases the kva capacity of a radial feeder and, 
for the same delivered load kva, slightly reduces line cur¬ 
rent. A series capacitor, however, is not a substitute for 
line copper. 

31. Light Flicker 

Series capacitors are suited particularly to radial circuits 
where light flicker is encountered due to rapid and repeti¬ 
tive load fluctuations, such as frequent motor starting, 
varying motor loads, electric welders, and electric furnaces. 
A transient voltage drop, which causes light flicker, is 
reduced almost instantaneously in the same manner as 
voltage drop due to a slowly increased load. To predict 
accurately the reduction in voltage flicker by series ca¬ 
pacitors, the current and power factor of the sudden load 
increment must be known. It is obvious that to improve 
voltage conditions or reduce light flicker at a given load 
point the series capacitors must be on the source side of 
that point. The series capacitors must compensate for line 
inductance between the source and the point where it is 
desired to reduce light flicker. This sometimes makes the 
application of capacitors diflScult because one feeder from 
a bus with several feeders may have a fluctuating load that 
produces sufficient voltage change on the bus to cause light 
flicker on all feeders. To use series capacitors to reduce 
the flicker, they must be installed in the supply circuit 
or circuits to the bus. 

Shunt capacitors cannot be switched fast enough to 
prevent light flicker. In fact, an attempt to use shunt 
capacitors for this purpose might aggravate the situation. 


Step voltage or induction voltage regulators, also, are not 
sufficiently rapid to follow sudden voltage fluctuations. 
The voltage dip cannot be prevented by shunt capacitors 
or regulators as the dip itself is used to initiate the 
correction. 

32. Effects on Tie Feeders 

Series capacitors can be applied to tie feeders to increase 
power-transfer ability and improve system stability rather 
than to improve voltage regulation as on radial feeders. 
The vector diagrams and Eq. (17) and Eq. (18) still apply 
but the emphasis is now on power transfer and stability. 
For simplicity, assume the feeder impedance consists only 
of inductive reactance. Since the effect of resistance is 
small in most tie-feeder circuits, it can be neglected with¬ 
out materially affecting the results. Referring to Fig. 34, 



Fl^. 34—Vector diagram for a tie feeder in which resistance 
effects are neglected. 


the simplified equation for the amount of power transferred 
through a tie feeder is: 

P=£R^-^(cos0) = ^sin/3 (19) 

AlCOS^ Al 

where 0 is the angle between the sending (^^s) aud receiv¬ 
ing (Er) voltages. With a series capacitor, the expression 
for power transfer is 

( 20 ) 

Therefore, for a given phase-angle difference between the 
voltages, the power transfer is greater with a series ca¬ 
pacitor. Thus by making possible a greater interchange 
of power, the normal load transfer and the synchronizing 
power flowing during transient conditions are increased, 
thereby helping stability This is illustrated in Fig. 35, 



Fig. 35—The power-transfer ability of a tie feeder may be 
increased from curve (a) without series capacitors, to curve 
(b) with series capacitors. 
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which shows that for the same angle, a series capacitor 
effects a 40-percent increase in power-transfer ability— 
and also the m aximum power that can be transferred. 
Furthermore, to transfer the same amount of power 
through the tie feeder, angle j9 is smaller, which aids 
stability of the S 3 r 8 tem. 

A series capacitor on a radial feeder is ineffectual unless 
the load power factor is lagging. This is not as important 
in most tie feeders as can be seen from Eqs. (19) and (20). 
Power transfer is affected primarily by the angle between 
the sending and receiving voltages and not as much by 
power factor. 

33. Sjrstem Power Factor Improved 

The lagging kilovars supplied by a series capacitor im¬ 
prove system power factor, just as a shunt capacitor or an 
overexcited 83 mchronous machine, but to a much smaller 
extent. In effect, the capacitor compensates for the PXj, 
^'loet'' in the feeder reactance. The amount of compensa¬ 
tion varies, of course, as the square of the current since 
the kilovars supplied equal PXq- At half load, for example, 
only one-quarter rated kilovars is provided. 

34. Relative Effect of Power-Factor Correction 

A shunt capacitor improves load voltage by neutralizing 
part of the lagging current in a circuit, thereby reducing 
the line current and voltage drop. A series capacitor im¬ 
proves load voltage more effectively by compensating 
directly for part of the feeder reactance, which causes the 
voltage drop. Consequently, the same voltage correction 
is obtained with a smaller rating of series capacitors than 
shimt, usually in the ratio of one half to one fourth. How¬ 
ever, because the amount of power-factor correction in¬ 
creases with capacitor kvar rating, the shunt capacitor 
corrects power factor to a greater extent. 

For example, on a 10 (XK)-kva circuit having a load power 
factor of 80 percent and an R/X ratio of 0.3, 1100 kilovars 
of series capacitors are required to limit the voltage drop 
to 10 percent. This capacitor raises the source power factor 
from about 74 to about 78 percent. If a shunt capacitor 
is used in this circuit to obtain the same voltage correction, 
3800 kilovars are required, but the source power factor is 
raised from 74 percent to 91 percent lagging. 

To increase materially the source power factor as well 
as improve voltage, shunt capacitors at or near the load 
offer the best solution. Usually shunt capacitors must be 
switched in one or more groups to keep within desired 
voltage limits as load varies. Shunt capacitors do not 
reduce light flicker because they cannot be switched on 
and off fast enough to counteract rapid fluctuations in 
voltage. 

VI. APPLICATION OF SERIES CAPACITORS 

In general, series capacitors are applicable to radial 
circuits supplying loads of about 70 to 95 percent lagging 
power factor. Below 70 percent, shunt capacitors are more 
advantageous (unless the power factor changes over such 
a wide range, making it impossible to switch shunt car 
pacitors fast enough to supply the kvar required by the 
load). Above 95 percent, the small value of sin ff limits 


the beneficial effect of series capacitors. Applications to 
radial circuits supplying loads of 70 to 90 percent power 
factor are most likely to be successful. . 

The application of series capacitors differs materially 
from that of shunt capacitors. Where voltage correction 
is the primary function of shunt capacitors the correction 
is obtained by raising the power factor of the load. To 
determine the shunt capacitor kvar required, the most 
important data needed are the magnitude of the load, its 
power factor and the impedance of the source circuit. 
While similar data are required for voltage correction with 
series capacitors, the effect of series capacitors is to reduce 
the reactance of the source circuit. Series capacitors affect 
power factor to a limited extent as compared with shunt 
capacitors because usually the kvar in a series capacitor is 
much smaller, being one-fourth to one-half of the shunt 
capacitor kvar for the same change in load voltage. In 
addition, the series capacitor contributes its kvar to the 
system as the square of the load current. 

35. Determination of Capacitor Rating 

A three-phase circuit containing a series capacitor con¬ 
sists of line resistance, line inductive reactance, and ca¬ 
pacitive reactance. The kva ratings of these components 
are 37*72, 3 /*Xl, and SPXq. These values as a percent of 
the total circuit rating are useful in considering the useful¬ 
ness of series capacitors. The percent rating is obtained 
by dividing the kva rating of each element times 100 by 
the total circuit kva rating (\/3E^I) which must be known. 
The percent rating of the capacitor equals 300 IXc/y/ZE^ 
(or 173 IXo/E^t) where 7 is full-load rating of the circuit 
and Fb is the load line-to-line voltage. 

Calculation of kva ratings as a percent of circuit rating 
can be extended to voltage. The voltage drops, 772, 7 Xl, 
and IXc times 1(X), are divided by the circuit voltage 
rating Ef^/\/3. The percent of the capacitor again equals 
173 IXq/E^, Consequently, the percent ratings of each 
component on a kva base and on a voltage base are iden¬ 
tical. Therefore, a series capacitor rated 20 percent on the 
base of circuit kva is also rated 20 percent on the base of 
circuit voltage. These ratings mean that at full load, the 
capacitor ‘‘consumes'' 20 percent of rated circuit kva and 
the voltage drop across its terminals is 20 percent of rated 
circuit voltage. 

The rating of a series capacitor (kilovars, voltage, and 
current) for a radial feeder depends on the desired voltage 
regulation, the load power factor, and the amount of resist¬ 
ance and reactance in the feeder relative to each other and 
to the circuit rating. The capacitor kilovar rating can be 
determined for 80 or 90 percent load power factor and 5 
or 10 percent circuit voltage drop from data given in the 
curves of Fig. 36. To use these data, the feeder rating is 
taken as KX) percent kva and all other figures are calculated 
in percent on this base. For example, assume a 10 000-kva 
feeder having an inductive reactance of 20 percent and a 
ratio of resistance to reactance of 0.3 supplying a load 
whose power factor is 80 percent. From Fig. 36, to limit 
the voltage drop to 5 percent at full load, the series ca¬ 
pacitor must be rated 20 percent of the circuit rating. This 
is 20 percent of 10 000 kva or 2000 kilovars. The capacitor 
voltage rating is also 20 percent of the rated circuit voltage. 
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Fig. 36—Kilovar and voltage ratings of a series capacitor for a 
radial feeder may be determined for many cases from these 

curves. 


Thus if the circuit is rated 20 000 volts, phase to neutral, 
the capacitor is rated 4000 volts. If a voltage regulation 
of 10 percent is permissible, only 1100 kilovars (at 2200 
volts) are required. Had load power factor been 90 per¬ 
cent, 2200 kilovars (at 44(X) volts) would be necessary for 
5-peroent regulation and 900 kilovars (at 1800 volts) for 
10-percent regulation. 

Other factors being equal, the ratio of R/Xi, has a large 
effect on capacitor rating, as Fig. 36 indicates. Higher 
ratios require more capacitors; this is seen vectorially in 
Fig. 37. 

The current rating of the capacitor equals that of the 
circuit because the bank must be able to carry rated circuit 



rather than load transfer may dictate the capacitor rating 
for a tie-feeder application. 

36. Arrangement of Capacitor Units 

When the kilovar, voltage, and current ratings of the 
bank are known, capacitor units are arranged in series- 
parallel connections to obtain the desired values. Series 
connection builds up the voltage rating and parallel con¬ 
nections the current rating. Each bank must be ‘‘tailored'^ 
to fulfill the requirements of that specific application. 

Capacitor banks can be assembled for any current rat¬ 
ing and for almost any voltage rating, standard or non¬ 
standard. If the voltage across the bank is less than 230 
volts, it may be ecoi'omical to install a series step-up trans¬ 
former to permit using standard capacitor units of higher 
voltage and lower cost. 

37. Location of Capacitors 

In general, a series capacitor can be located at any 
r^avenient place on a feeder provided that certain require¬ 
ments are met. First, the voltage level at the output 
terminals of the bank nr.ust not be too high for the line 
insulation and lightning arresters; and second, a capacitor 
on a radial feeder must be located between the source and 
the load whose voltage is to be improved. Where a radial 
circuit has a number of tapped loads distributed through¬ 
out its length, the best location of the series capacitor is 
at about one third of the electrical impedance of the feeder 
from the source bus. If a feeder is long, two banks of 
capacitors may be preferable as more uniform voltage is 
obtained throughout the circuit. Where short-circuit cur¬ 
rent is high, it may be advisable to locate the capacitor 
so that fault current through the protective gaps and 
switches is a minimum. 

A series capacitor located in a substation can be con¬ 
nected in each phase on the neutral ends of wye-connected 
transformer windings to permit use of a lower voltage class 
in the capacitor insulation. However, this practice raises 
the voltage-to-ground level of the transformer windings. 
This must be checked carefully. The effectiveness of a 
series capacitor is independent of whether it is connected 
on the neutral ends or on the line ends of the transformer 
windings. 


Fill. 37—Radial feeders having a higher ratio of resistance to 
reactance (for the same percent reactance) necessitate more 
capacitors. 

current continuously. In addition, when circuits supply 
relatively large motors, the capacitor must be able to carry 
temporarily the starting current of the largest motor plus 
the current of other loads already in service. The total of 
the transient and steady-state currents through the ca¬ 
pacitors should not exceed 1.5 times rated. 

The rating of a series capacitor applied to a tie feeder 
is determined from a study of the power-transfer and 
stability requirements. No definite rules can be stated, 
but in general, the capacitive reactance of a series ca¬ 
pacitor is less than (probably not more than 70 percent) 
the inductive reactance of the tie line. If the maximum 
transient current during a system disturbance is greater 
than about 1.5 times rated current, stability requirements 


VII. PROTECTION OF SERIES CAPACITORS 

38. Protection During Line Fault 

For most circuits in which series capacitors are applied, 
the currents and corresponding capacitor voltages during 
fault conditions are several times the maximum working 
value. As standard capacitor units can withstand about 
200 percent of their rated working voltage for brief periods 
without damage to the dielectric, it is necessary to use 
capacitors with continuous current ratings equal to 50 per¬ 
cent of the maximum current that may flow during a fault, 
or to use a voltage-limiting device. For a given reiictance, 
the cost of capacitors increases approximately as the square 
of the rated current so that it is more economical to use 
capacitors whose ratings are based on the working current 
and to limit the voltage that can appear across their 
terminals by means of auxiliary apparatus. 
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Care must be used that the voltage rating of the series 
capacitor and its associated protective equipment is made 
high enough so the capacitor is not by-passed during work¬ 
ing loads. On radial circuits to insure availability of the 
series capacitor during motor starting currents, when its 
effects are most useful, the capacitor rating must be at 
least 67 percent of the greatest motor inrush current that 
may be imposed on the line plus other operating load. 
With protective devices set to by-pass the capacitor at 
200-percent rating, the capacitor remains in service during 
such transient loads. 

The device used to protect a series capacitor during a 
fault should limit the voltage rise to about twice the rated 
value even for a short time. The capacitor must therefore 
be by-passed during the first half cycle of fault current. 
A properly designed gap (shown in Fig. 38) fulfills this 
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Fig. 38—Special gap for parallel protection of series capacitors. 


requirement and materials can be selected to give a stable 
arc and a low arc drop without repetitive restriking. Under 
most conditions, some means must be provided for shunt¬ 
ing this gap and transferring the arc current to another 
path. After the circuit current again falls to normal, the 
by-pass equipment must open to transfer current back 
through the capacitor. This commonly is done with a 
thermal or magnetic contactor or by an automatic circuit 
breaker that closes to by-pass the gap and capacitor and 
opens some time after the fault has cleared to restore the 
capacitor to service. If the installation consists of two or 
more groups of capacitor units in series within a bank, 
each can be protected by its own parallel gap. 

Where the insulation class of the series capacitor is low, 
for example, where 230-volt capacitor units are used and 
the gap must break down at 460 volts, it is not possible 
to set the gap for suflSciently low breakdown voltage. In 
such instances, a trigger circuit is used to initiate the 
break-down of the gap. 

On large series capacitors in transmission tie lines special 
gaps or special high-speed circuit breakers or both may be 
required to protect the capacitors and re-insert them into 
the circuit within a half cycle or a cycle after the fault is 



Fig. 39—A typical series capacitor on a distribution circuit. 


cleared. This is necessary to enable the series capacitors 
to provide system stability. If the capacitors are not re¬ 
inserted within a cycle or less, their full benefit cannot be 
realized and their usefulness on tie lines would be reduced 
materially both electrically and economically. 

39. Protection Against Continuous Overload 

Standard series capacitors should not be used for con¬ 
tinuous operation at an average more than 105 percent of 
their rated voltage. Consequently, average working cur¬ 
rent through a series capacitor should not exceed the rated 
working current by more than five percent. The short- 
circuit protective device is not designed to function at less 
than 200 percent of the rated current; therefore, it is some¬ 
times desirable to provide overload as well as short-circuit 
protection. The overload protective device should have 
an inverse time-current characteristic that can be co¬ 
ordinated with the capacitor to allow momentary overloads 
but not continuous ones. Series capacitors have a 30- 
minute rating of 1.35 times rated current and a 5-minute 
rating of 1.5 times rated current. A thermally operated 
switch can also be used for this purpose. 

This special type of protection usually is not warranted 
except on large series capacitor banks. The absence of 
overload protection on small distribution installations fur¬ 
ther emphasizes the need for care in choosing the contin¬ 
uous current rating. 

40. Dielectric Failure Protection 

Dielectric failure protection rarely is used except on 
large banks. This also is a feature that is sacrificed on small 
distribution series capacitors in the interest of simplicity 
and low first cost. 

Dielectric protection is a means of detecting a faulted 
capacitor unit in a series-capacitor assembly. In an un¬ 
fused capacitor bank a short-circuited capacitor may sus¬ 
tain an internal arc, which causes gas to be generated in 
the unit. Continued operation causes the internal pressure 
to reach a value that rupture the case and possibly damage 
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other units and equipment. If the units are equipped with 
individual fuses—and they should be—a fuse operation to 
remove a faulted unit increases the reactance of the bank 
and operation at the rated current of the original bank 
subjects the remaining units to overvoltage. Protection 
is afforded by detecting with proper relaying when the 
currents become unequal in two equal branches of the 
capacitor. When the unbalance in current exceeds the 
selected value, the capacitor is by-passed until the de¬ 
fective unit is replaced. 

41. Circuit Relaying 

On radial circuits, fault-protection relaying usually is 
not affected by the addition of series capacitors. Fault 
currents practically always considerably exceed twice rated 
current. Consequently the parallel gap breaks down on 
the first half cycle of fault current. This happens faster 
than most types of relays operate and thus relay and 
circuit-breaker operations are the same as without capaci¬ 
tors. Relaying of line-to-ground faults is accomplished 
usually by residual or neutral current, which is not Effected 
greatly by a series capacitor. Fault-protective relaying on 
a tie feeder, however, may be affected considerably by the 
installation of a series capacitor. Detailed studies must be 
made for each case prior to installation of the capacitor. 

VIIL OPERATING PROBLEMS 

Along with the desirable characteristics of series capaci¬ 
tors, there is the possibility of undesirable phenomena, 
usually involving some kind of resonance, which until re¬ 
cently has deterred the installation of large banks of series 
capacitors even where they otherwise could solve difficult 
system problems. In many cases the difiiculties can be 
anticipated and suitable precautions taken to make an 
installation practical. 

Three major phenomena may be encountered in a circuit 
employing a series capacitor: sub-synchronous resonance of 
a motor during starting, ferro-resonance of a transformer, 
and hunting of a motor during steady-state operation. 
One, two, or all of these may occur. 

42. Sub-ssmchronous Resonance During Motor 
Starting 

When an induction or a synchronous motor is started, 
(the latter as an induction motCH*) through a series capaci¬ 
tor, the rotor may lock in and continue to rotate at a speed 
below normal or synchronous. This condition is known as 
sub-synchronous resonance. It is caused by the capacitor, 
whose capacitive reactance in conjunction with the induc¬ 
tive reactance of the circuit and motor establishes a circuit 
resonant at a frequency below that of the power supply. 
The rotor, in effect, acts as a stable asynchronous gener¬ 
ator. It receives power at rated frequency from the stator 
windings and transposes it to the sub-synchronous fre- 
quencyi which it returns to the circuit containing the car 
pacitor. This circuit, being resonant, imposes a minimum 
of impedance to the sub-synchronous voltage and conse¬ 
quently conducts a large current. A motor operating under 
^ese conditions may be damaged by excessive vibration 
or heating. 


The sub-synchronous frequency is dependent on the 
relative sizes of the motor and the capacitor. The capacitor 
rating is determined by the circuit rating (other conditions 
remaining the same, the ratings are proportional). Con¬ 
sequently ^ the resonant frequency is related, indirectly, to 
the rating of the motor in proportion to that of the fe^er. 
This frequency is usually 20 to 30 cycles for a 60-cycle 
motor whose rating equals half the circuit rating. 

As the motor size decreases with respect to the capacitor 
and circuit ratings, its reactance increases. During reso¬ 
nance, capacitive and inductive reactance are equal. Be¬ 
cause capacitive reactance increases with decreasing fre¬ 
quency, the sub-synchronous resonant frequency is lower 
when the motor requires a smaller proportion of the circuit 
rating. A motor requiring less than five percent of the 
circuit rating can be resonant at a sub-synchronous fre¬ 
quency of five cycles or less if it starts under load. 

The most common method of preventing sub-synchro 
nous resonance is to damp out this frequency by placing 
a resistor in parallel with the capacitor. While the resist¬ 
ance to use can be calculated, the results thus obtained are 
usually one half to one tenth the values that experience 
proves necessary. Calculations are inaccurate because of 
the diflSculty of giving precise consideration to such vari¬ 
ables as inertia of the motor and load, starting load, speed 
of acceleration, the type of starter, and other load on the 
circuit. For example, load elsewhere on the circuit, when 
a motor is started, reduces the possibility of sub-synchro¬ 
nous resonance by providing a damping effect similar to 
that of parallel resistance. 

The resistance should be as high as possible in order to 
hold to a minimum its continuous losses, which are equal 
to the square of the voltage across the capacitor bank 
divided by the resistance. It is (common practice, then, to 
apply resistors that are adjustable over a predetermined 
range, particularly in the larger installations. 

When low ohmic resistance is used, the resistor can be 
disconnected after the motor reaches full speed and the 
risk of resonance has passed. Switching could be accom¬ 
plished manually or by remote control over a pilot wire 
or power-line carrier channel with electrically-operated 
switching equipment. 

Sub-sync^nous resonance can also be avoided by use 
of parallel resistors across only two phases of a three-phase 
series capacitor. Such a solution is permissible where the 
omission of resistors from one phase does not unbalance 
the voltage appreciably. The amount of unbalance is de¬ 
termined by the resistance. The higher the resistance, the 
less the unbalance. But the resistance necessary, not the 
degree of unbalance, determines the ohmic value. At least 
one such installation is in service and is operating satis¬ 
factorily. 

Sub-synchronous resonance can exist only during motor 
starting. Hence, resonance can be prevented by inserting 
resistance in series in the supply lea^ to the motor instead 
of in parallel with the capacitor. A contactor is required 
to short circuit the series resistance after the motor reaches 
full speed. If the circuit contains only a few motors such a 
scheme may be more economical than a single large resist 
ance in parallel across the capacitors. To be effective, the 
series resistance must be in the stator circuit of the motor. 
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Resistance in the rotor circuit of a slip-ring motor does not 
give the desired damping but affects primarily the amount 
of slip between the suhHSjmchronous frequency and the 
frequency of the current through the rotor circuit. 

If motors are started infrequently, sub-synchronous res¬ 
onance can be avoided without using resistance by short 
circuiting the capacitor during starting. If a temporary 
unbalance is tolerable, the same result can be achieved in 
some cases by short circuiting only one phase of the bank, 
which simplifies the switching equipment. 

The reactance of a capacitor is inversely proportional 
to frequency, while that of an inductor is directly propor¬ 
tional. Hence, in a series circuit consisting of capacitance 
and inductance the voltage drop across the former in¬ 
creases as frequency is reduced. Therefore, a condition of 
sub-synchronous resonance in a power circuit causes an 
increase in the voltage drop across the capacitor. This 
voltage may be large enough to cause the protective gap 
in parallel \^^th the capacitor bank to flash over, thus short 
circuiting the capacitor. This halts the resonant condition 
and permits the motor to accelerate normally to full speed. 
After a time delay the capacitor is automatically restored 
to the circuit. This sequence of operations may make it 
possible in some installations (particularly where motors 
are started rarely) to use the gap alone to prevent sub- 
synchronous resonance and perhaps eliminate the need for 
parallel resistors. However, heavy-duty gaps in series with 
resistors to dissipate the energy stored in the capacitors 
may be required. 

The gap is set to break down at twice rated current 
(twice rated voltage) at rated frequency. Consequently, 
during sub-synchronous resonance at half rated frequency 
the gap flashes over at rated current since the capacitive 
reactance is doubled. The lower the frequency the smaller 
the current required to break down the gap. 

In general, the possibility of sub-synchronous resonance 
should be checked for all circuits in which the largest motor 
requires more than five percent of the circuit rating. Ex¬ 
perience indicates that standard motors rated le^ than 
ten percent of circuit rating encounter no difficulty if 
started at no load. In fact, motors rated up to 20 percent 
usually accelerate satisfactorily if started at no load and 
across the line. Howev'er, when high-inertia loads are in¬ 
volved, the circuit must be checked for sub-synchronous 
resonance even if the power requirement of the largest 
motor is as low as five percent of the circuit rating. 

43. Ferro-Resonance in Transformers 

A transformer bank when energized draws a high tran¬ 
sient exciting current. If a series capacitor is in the circuit, 
it may create a resonant condition that causes the high 
current to continue. This is known as ferro-resonance. 

Ferro-resonance is cured automatically in most cases by 
the parallel gap. The magnetizing inrush current is prob¬ 
ably of sufficient magnitude and low enough in frequency 
to cause a voltage drop to appear across the capacitor (and 
across the gap) high enough to break down the gap. As 
the transient period approaches its end, the current in the 
gap decreases. The steady-state current through the gap 
for a short period is usually too small to maintain the arc 
and therefore the gap clears, restoring the capacitor to the 


circuit. The possibility that the gap alone can prevent 
ferro-resonance is checked by oscillographic tests aJfter the 
capacitor is installed. 

If tests indicate that the gap is inadequate, ferro-reso¬ 
nance can be eliminated by shunting the capacitor with a 
resistor or by having a certain minimum load on the trans¬ 
former side of the capacitor when the bank is energized. 
Of course, a parallel resistor applied to prevent sub-syn¬ 
chronous resonance of motors also prevents ferro-resonance 
of transformers. 

In some cases, such as 2400- or 4160-volt circuits, the 
voltage rating of a series bank would be very low (and its 
cost high) if installed directly in the line. To permit appli¬ 
cation of a capacitor having a higher voltage rating, a 
transformer in series with the line is sometimes employed 
to step the voltage up from the required drop in the line 
to the capacitor rating. Such transformers must be de¬ 
signed carefully to prevent ferro-resonance, 

A series capacitor, when installed in a long circuit sup¬ 
plying a transformer of abnormally high steady-state 
exciting current, may resonate during normal operation 
at a frequency corresponding to a harmonic component 
of the exciting current. Fluctuating loads may cause such 
resonance even though it does not appear when the trans¬ 
former is energized. Resonance in this case is eliminated 
by a parallel resistor, by changing the transformer winding, 
or by replacing the transformer with another having a 
normal exciting current. 

44. Hunting of Motors During Normal Operation 

Hunting of a lightly-loaded synchronous motor can be 
caused by disturbances such as switching of power circuits 
and changes in load or excitation of the motor itself. Such 
hunting cannot be directly attributed to resonance. The 
principal factor in predicting hunting is the ratio of feeder 
resistance to total feeder reactance (including the series 
capacitor) between the power source and the motor ter¬ 
minals. If the ratio is less than one and is not negative, 
hunting is unlikely. Violent hunting of a synchronous 
motor was encountered upon application of a series ca¬ 
pacitor in one instance because the ratio of feeder resistance 
to reactance was approximately four. 

A synchronous motor, when fed through a long line 
excessively compensated by a series capacitor, may hunt 
if started during periods of light load. Such hunting is 
avoided if the power-factor angle of the load (after the 
motor is started) is equal to or greater than the impedance 
angle of the circuit (including the capacitor). The tang¬ 
ent of this impedance angle is the ratio of total circuit re¬ 
actance (feeder reactance minus capacitor reactance) to 
feeder resistance. 

Hunting is not limited to synchronous motors. Series 
capacitors should not be applied to circuits supplying 
either synchronous or induction motors driving reciprocat¬ 
ing loads such as pumps or compressors. In addition to 
problems of sub-synchronous resonance, the motors once 
started may hunt, causing objectionable light flicker. The 
frequency of hunting is sometimes equal to, or a direct 
multiple of, the frequency of power pulsation, which 
further aggravates the situation. A cure for hunting may 
be the installation of a heavy flywheel to increase the 
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Fig. 40—10 000 Kvar series capacitor in 66-kv line showing 
large capacitor housings with somewhat smaller housings for 
parallel resistor units, 

rotating mass. However, this solution may enhance the 
possibility of sub-synchronous resonance, which is equally 
undesirable. 

IX- 10 OOO-KVAR SERIES CAPACITOR 

A 10 000-kvar series capacitor is in service on a 66-kv 
radial circuit having a rated load of 500 amperes. Each 
phase of this capacitor bank consists of 240 standard 15- 
kvar, 2400-volt units, divided into 3 groups connected in 
series. Each group, which contains 80 units in parallel, 
is protected by its own gap and accompanying by-pass 
thermal switch. 

This series capacitor. Fig. 40, was installed because the 
desired voltage improvement is obtained more eflBciently 
and at less cost than by any other method. The principal 
function of the bank is to improve the voltage level and 
decrease flicker voltage at a steel plant where the bulk of 
the load consists of four 10 OOO-kva electric-arc furnaces. 
The heaviest load normally encountered is approximately 
37 OOO-kva at about 78 percent power factor. The change 
in voltage conditions effected by the series capacitor is 
shown in Fig. 41, which indicates that the fluctuations are 
reduced and the average voltage level during periods of 
peak load is increased about 10 percent. Before installa- 
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Pig. 41—^Voltage conditions at the steel-mill bus (a) before 
and (b) after the series capacitor was installed. 
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tion of the capacitors, the voltage at the bus dropped from 
12 000 volts at no load to 10 000 at full load. The full-load 
voltage is now about 11 300 volts. Furthermore, voltage 
conditions at the tapped point (Fig. 42), which was pre¬ 
viously used only as an emergency supply to a nearby 
town, are so improved that this source now provides every¬ 
day power service. 

The series capacitor compensates for 67 percent of the 
total circuit reactance up to the 11-kv steei-plant bus. This 
decreases by over 50 percent the magnitude of the change 
in voltage level during periods of heavy load and also 
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Fig. 42—Voltage conditions at tapped load point (a) before 
and (b) after the 10 000-kyar, 66-kv series was 

installed. 


reduces flicker voltage. However, the capacitor compen¬ 
sates for 1(X) percent of the total reactance up to the 
tapped load point. As a consequence the change in voltage 
level is reduced even more (about 80 percent) than at the 
steel-mill bus. Furthermore, the sudden fluctuations at 
the tapped point are almost entirely eliminated. 

In addition to the furnace load the steel plant has 
several motors, the largest being a 4(XX)-hp wound-rotor 
induction motor. A 400-ohm resistor across the capacitor 
gives sufficient damping for successful motor starting and 
prevents self-excitation or sub-synchronous resonance. 
Such phenomena sometimes occur when large motors 
(relative to the circuit rating) are started through a feeder 
containing a series capacitor. The resistor, because of its 
continuous losses, is undesirable but experience has in¬ 
dicated that it is essential for successful motor starting. 

This large series capacitor has been successful. Had a 
synchronous condenser been installed at the load instead of 
a series capacitor, the initial cost would have been at least 
doubled and the continuous losses would have been much 
greater. The installed cost of such a capacitor is estimated 
to be about sixteen dollars per kilovar. 


X. PROGRESS OF SERIES CAPACITORS 

About 1(X) installations of series capacitors are in service 
on power circuits throughout the United States. The 
best results are obtained where there are no relatively large 
motors and where the capacitive reactance provided by 
the series capacitor is less than the inductive reactance of 
the circuit up to the principal load point. 
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Good results have been obtained with capacitors in 
circuits Buppl 3 nng electric-arc furnaces, one of the worst 
types of industrial loads. Series capacitors are ideal for 
resistance-welding devices where they can reduce the kva 
demand by 50 to 75 percent. Welders can be provided 
with built-in capacitors. If a series capacitor is applied to 
an existing welder, modifications to the welding trans¬ 
former must be made to prevent excessive current flow. 

While most of the improper operations of series capaci¬ 
tors are due to the fact that circuits with series capacitance 
resonate at some frequency, some trouble with protective 
devices has been encountered. But with new developments 
and information and experience gained on recent applica¬ 
tions, more reliable performance is now expected. Some 
types of equipment should not be supplied through series 
capacitors because of difficulties that at present cannot be 
overcome. Overcompensation except in very special cases 
should be avoided as it produces undesirable results. 

Twenty years ago shunt capacitors were used to a very 
limited extent. Today thay have been universally ac¬ 
cepted as practical, reliable, and economical solutions to 
many problems involving voltage level, power-factor cor¬ 
rection, equipment loading, etc. Many shunt capacitors 
rated over 5000 kva and a few over 10 000 kva are in 
operation. Undoubtedly the same evolution is now in 
process with series capacitors. Several series capacitors 
rated over 1000 kva and one installation of 10 000 kva 
have been installed. Perhaps the ‘‘ice" has been broken 
and other large installations will follow. Experience gained 
on the 10 000-kva installation certainly indicates that 
large series capacitors applied carefully are economical 
and successful in operation. Still further progress is likely 
to result from studies now being made on the application 
of large series capacitors to extra-high-voltage transmis¬ 
sion lines. A large series capacitor is now being installed 
and tested in a 230-kv line in the Pacific Northwest. 
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T his chapter deals with problems relating to the 
performance of transmission lines under normal 
operating conditions. The analytical expressions for 
currents and voltages and the equivalent circuits for trans¬ 
mission lines are first developed for “short” lines and for 
“long” lines (where the effects of distributed line capaci¬ 
tance must be taken into account). A simplification is pre¬ 
sented in the treatment of long lines that greatly clarifies 
their analysis and reduces the amount of work necessary 
for calculations. Problems relating to the regulation and 
losses of lines and their operation under conditions of fixed 
terminal voltages are then considered. The circle diagrams 
are developed for short lines, long lines, the general equiv¬ 
alent T circuit, and for the general circuit using A BCD 
constants. The circle diagrams are revised from the previ¬ 
ous editions of the book to conform with the convention 
for reactive power which is now accepted by the American 
Institute of Electrical Engineers, so that lagging reactive 
power is positive and leading reactive power is negative. 

When determining the relations between voltages and cur¬ 
rents on a three-phase system it is customary to treat them 
on a “per phase” basis. The voltages are given from line 
to neutral, the currents for one phase, the impe(^nc« for 
one conductor, and the equations written for one phase. 
The three-phase system is thus reduced to an equivalent 
single-phase system. However, vector relationships be¬ 
tween voltages and currents developed on this basis are 
applicable to line-to-line voltages and line currents if the 
impedance drops are multiplied by y/Z for three-phase 
systems and by 2 for single-phase two* wire systems. 

Most equations developed will relate the terminal con¬ 
ditions at the two ends of the line since they are of primary 
importance. These terminals will be called the sending end 
and receiving end with reference to the direction of normal 
flow of power, and the corresponding quantities designated 
by the subscripts 5 and R. 

1. EQUIVALENT CIRCUITS FOR 
TRANSMISSION LINES 

1. Short Tranamission Lines 

For all types of problems it is usually safe to apply the 
short transmission line analysis to lines up to 30 miles in 
length or all lines of voltages less than about 40 kv. The 
importance of distributed capacitance and its charging 
current varies not only with the characteristics of the line 
but also with the different types of problems. For this 
reason no definite length can be stipulated as the dividing 
point between long and short lines. 


Neglecting the capacitance a transmission line can be 
treated as a simple, lumped, constant impedance, 

Z = R+jX — rs+jx8 

Where 

2 « series impedance of one conductor in ohms per mile 
r* « resistance of one conductor in ohms per mile 
= inductive reactance of one conductor in ohms per 
mile 

8 = length of line in miles 

The corresponding “per phase” or equivalent single-phase 
circuit is shown in Fig. 1 together with the vector diagram 





EQUIVALENT TRANSMISSION 
aRCUIT TO NEUTRAL 

Pig. 1—EquiTalent circuit and vector diagram for short trans¬ 
mission lines. 

i^^ing the line current and the line-to-neutral voltages at 
the two ends of the line. 

The analytical expression for this relationship is given 
by the equation: 

Eb — E^,-{-ZI ( 1 ) 

Throughout this chapter^ the following symbols are used: 

E—is a vector quantity 
E—is the absolute magnitude of the quantity 
E—is the conjugate of the vector quantity 

2. Long Transmission Lines 

The relative importance of the charging current of the 
line for all types of problems varies directly with the volt¬ 
age of the line and inversely with the load current. To 
appreciate this fully it is necessary to consider the analysis 
of “long” lines. 

A “long” transmission line can be considered ^ an in¬ 
finite number of series impedances and shunt capacitances 
connected as shown in Fig. 2. The current /a is unequal te 
/s in both magnitude and phase position because some 
current is shunted through the capacitance hi^ween phase 
*The 0 e quantities can be obtained from the Ublf»s of conductor 
characteristics of Chap. 3. 
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and neutral. The relationship between Es nnd £a tor a 
“long” line is different from the case of the short l^e be¬ 
cause of the progressive change in the line current due to 
the shunt capacitance. If Ea and £r are considered as 
phase-to-neutral voltages and la and /r are the phase cur¬ 
rents, the classical equations relating the sending-end volt¬ 
ages and currents to the receiving-end quantities are: 


Ea^Ea. cosh sinh («V^) (2) 

78 = -^ sinh («V^)-f/R cosh («v^) (3) 

4 


The susceptance, y, heretofore has been used most fre¬ 
quently in these expressions. However, with the advent of 
the new form of tables giving characteristics of conductors, 
the shunt-capacitive reactance is obtained as a function of 
the conductor size and equivalent spacing. The reciprocal 
of y, which is z' is therefore a more convenient quantity to 
use. For this reason the concept of shuntH»pacitive re¬ 
actance is used throughout this chapter. Eqs. (2) and (3) 
then become: 



Ea = Ea cosh^s.^^ 


(4) 

(5) 


where z is the series impedance of one conductor in ohms 
per mile, z' is the shunt impedance of the line in ohms per 
mile, « is the distance in miles. 

z'=-ix'( 10 )‘ 

x'* a capacitive reactance in megohms per mile. 


Equations (4) and (5) can be written conveniently in 
terms of the conventional ABCD constants.* For the case 
of a transmission line the circuit is symmetrical and D is 
equal to A. (Refer to Chapter 10, Section 21 for definition 


of ABCD constants.) 

Eg* AEa-f-R/a (6) 

Ia’^CEa'\-DIa^CEa~\‘AIai (7) 

Ea^AEa~BIa ( 8 ) 

/r*— CEa'^'DIa’^ —(9) 
where 

A - cosh (10) 


^This quantity can be obtained from the tables of conductor char- 
acteristioB in Chap. 3. It is given in megohms in tables as it Is then 
of the same order of magnitude as the inductive reactance. 


in which 

Z-ss and Z'-—. 

s 


R- sinh sinh (11) 



The values of the hyperbolic functions Can be obtained 
from tables’ or charts’ or from evaluation of their equiv¬ 
alent series expressions 

C08h^S^-C08h(l.(l-|-^-l-|-J-l-^-f-.‘.^ (13) 



Fig. 3—Variation of the real and imaginary componenta of A« 
B, and C for a 795 Mg drcular mils AC8R« 35-foot equivalent 
•pacinga tranamiaeion line. 

f *0.117 ohm per mile. 

X *0.7880 ohm per mile. 
xf *0.1850 megohm per mile. 
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(14) 

Expressed in terms of their equivalent series expansions, 
the ABC constants become 


1 + 


Z* 


Z* 


z* 


fi-Z H 


[■ 


2Z' 24Z'* 720Z'* 40 320Z'* 

Z , Z* . Z* . Z« 


+ 


6Z' 120Z'* 6040Z'* 362 880Z'« 
Z , Z* . Z* Z« 


6Z' 120Z'* 5040Z'* 362 880Z'* 


(16) 

(16) 

1(17) 


The series are carried out far enough so that the ABC 
constsmts can be determined to a high degree of ac¬ 
curacy. However, for lines approaching one quarter wave 
length, the series do not converge rapidly enough. In such 
a case it is better to determine the ABC constants for the 
line in two sections and combine them as described in 
Chapter 10, Table 9. 

The ABC constants can be determined easily for any 
length of line by an evaluation of the cosh and sinh func¬ 
tions using the hyperbolic and trigonometric functions. 
The procedure is outlined briefly here. 


where a and 0 are in radians. 

cosh 9 b cosh a cos sinh a sin /3 

sinh 9=sinh a cos cosh a sin /3 

where: 


cosh a 


2 


sinh a 


jo—f-or 


Figure 3 shows the variation of the ABC constants as a 
function of line length for the line of Fig. 18. The real and 
imaginary parts of A, B, and C are shown for a complete 
wave length. 


3. The Equivalent x of a Transmission Line 

There are several equivalent circuits that represent the 
above transmission line equations and thus can be used 
for the representation of transmission lines. One such 
circuit is the equivalent r shown in Fig. 4. 

Referring to this figure the equations relating the 
terminal conditions for this circuit are 

7 

•®8 “ 


/8-/r+/r'+/b'-^+^+/b 



Fig. 4—Equiyalent r circuit for representing long transmis¬ 
sion lines. 


By equating like coeflScients of the equivalent Eqs. (18) 
and (6) 


Z^^B 

(20) 

11 

(21) 

Giving for the equivalent impedance Z'^ 

A-\ 

(22) 


Expressed in terms of the corresponding hyperbolic 
functions and their equivalent series the equations for the 
impedances are 


Z«,=v^ sinh >/|=-z(l+4>- 


Z* 


120Z'* 


5040Z'* 362 880Z'‘ 


VZZ' sinh .. 


>• ___j!A=2Z'i 14-——— 

+_£_ 

30 240Z'' 1 207 GOOZ''* / 


Z* 


720Z'' 


(23) 


(24) 


4. Equivalent T of a Transmission Line 

Another equivalent circuit for a tran.smission line is 
shown in Fig. 5. The equations for the impedances of this 
circuit are 

7 _^ 17^' 

C 2\^ 12Z''^120Z'* 20 160Z'* 

31Z* \ (25) 

'^3 628800Z'« / 


Z'r 


1 

\ 6Z' aeoz'^* i5i20Z'‘ 

127Z‘ \ 

604 800Z'* ’ / 


(26) 


il* Zt Zt is* 

jenOINGS-^AA/'-1-VW'- O RecEIVING 

END T I 1 end 

^ _I 

Fig. 5—Equivalent T circuit for representing long transmis¬ 
sion lines. 
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5. Comparison of the Equivalent t vs. ABGD Con* 
stants ^ 

The choice of the use of the equivalent r vs. ABCD coxb- 
stants in calculating transmission-line constants is largely a 
matter of personal preference. However, each offers cer¬ 
tain advantages over the other. When the network calcu¬ 
lator is to be used, it is necessary to set up an actual circuit 
in the form of the equivalent x. The equivalent x affords a 
better physical picture of transmission-line performance 
and makes the comparison between long and short lines 
and the effect of charging current easier to visualise. 

On the other hand, when a problem is to be solved 
analytically, the use of ABCD constants has a definite ad¬ 
vantage over the equivalent x because of the availability 
of the independent check: AD—jBC = 1. This is partic¬ 
ularly desirable when other circuits are to be combined 
with the transmission line circuit. 

The equivalent x or ABCD constants can be used to rep¬ 
resent any line, section of line, or combination of lines and 
connected equipment. Either one represents accurately all 
conditions at the two terminals of the system. The equiv¬ 
alent circuit or ABCD constants being considered here per¬ 
tains only to a single line or line section. The general 
equivalent circuit and general ABCD constants, if so 
desired, can be determined by the combination of the 
equivalent circuits for the rest of the system as discussed in 
Chapter 10. 


6. Expressions for Transmission Line Constants by 
First Two Terms of Their Series 


When considering the accuracy with which transmission 
line circuit constants need be determined, it should be 
realized that the resistance, inductance, and capacitance of 
a line can rarely be known to within 3 or 4 percent and 
probably never within one per cent. This is due to con¬ 
ductor sag, its variation with different spans, and the varia¬ 
tion that exists in conductor spacing together with the 
effects of temperature upon conductor resistivity and sag. 
For this reason equations for the above circuit constants 
that are accurate to within 0.5 percent should be satis¬ 
factory. 

The effect of neglecting all but the first two terms of the 
series in the above expressions can best be shown by con¬ 
sidering an actual line. For a 300-mile line with 250 000 
circular mil stranded copper and a 35-foot spacing the 
third term in all of the above series expressions is larger 
than normal. 

For thi.s line, from the conductor tables of Chap. 3 
r = 0.257 ohms per mile 

x = = 0.487-1-0.431 =0.918 ohms per mile 

x' = 2 :a' + x,i' = 0.111+0.106 = 0.217 megohms per mile 
Z = rs+jx.s= (77.1+J275.4) ohms 
10 * 

Z'= -f723.3 ohms 

s 


Z _77.1+j275.4 
Z' ->723.3 


-0.3807+J0.1066 


Z'2 


=0.1335->0.08117 


For the third term in the series expression for A 


Z* 

24Z'* 


0.0056->0.0034 


This term is thus about 0.6 percent of one (the first term). 
For the third term in the expression for Zt. 

” 0.0011 ->0.00067 


which is about 0.1 percent of one (the first term). 

For all the rest of the constants the term is less than 
0.1 percent. 

Since these terms vary with the fourth power of the 
length of the Une, they decrease rapidly for lines less than 
300 miles in length and can be neglected. For instance for 
a 150-mile line the terms are one-sixteenth as large as for 
a 300-mile line. 

Thus the above transmission line constants can be ex¬ 
pressed sufficiently accurately by the following equations 
which were derived from Eqs. (15), (16), (17), (23), (24), 
(25), and (26) by neglecting all but the first two terms of 
each series expression. 







(28) 

(29) 

(30) 


Zx 


Zt' 


V 1200i'/ 


+>50iS| 




xS* 


1200x' 


1200xx'/ 


^Sl\ QOOx'J •'eOOx'J 


(31) 

(32) 


In these equations: 

S = length of line in hundreds of miles. 

X and r are in ohms per mile, and x' in megohms per mile. 


7. Simplified Method of Determining the Imped¬ 
ances of the Equivalent v Circuit for Transmis¬ 
sion Lines 


The following method greatly simplifies the determina¬ 
tion of the impedances of the equivalent v circuit and still 
enables them to be determined to within 0.5 percent for 
all practical power transmission lines. 

Equations (28) and (30) can be expressed in the follow¬ 
ing form: 


Z«,- lOQrSKr+jlOOxSK, 

(33) 

ZU—JY^kr+jk,)l0* 

(34) 


(36) 


where 
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, S»/* r»\ 

(36) 

60o(x' xx') 

x5» 

(37) 


1200x' 

rS* 

(38) 

1200x' 


Examination of the above equations shows that for a 
given line, the factors /Cr, Kj,, and k, differ from 1 by a 
term that is proportional to the square of the length of the 
line. However, a study of the characteristics of lines which 
it is economical to build and that have been built in the 
United States reveals that for a given length the variance 
of these correction factors from a mean is very slight. In 
addition, it is only the lines with smaller conductor sizes 
and equivalent spacings for which the correction factors 
vary appreciably. 

Table 1.~ Minimum Conductor Sizes and Separations for 
WHICH THE Mean Values op the Correction Factors 
are Appucable to an Accuracy of Within Onb- 
HALP OF One Percent^'’ 


Length of Line 
in Miles 

50 

75 

1>0 

200 

300 

G.M.D. (ft.) 

3 

6 

6 

10 

14 

Copper Cables 

6 

2 

0 

300 000 

.500 000 

A.C.S.R. 

1 

1 

000 

500 000 

795 000 

An Hollow 

Cu. Cable 

00«> 

00 

00 

300 000 

500 000 

Gen. Cable 

Type HII 

000<« 

000 

000 

300 000 

500 000 


Conductor sizes are in cir. mils or AWG, 

Smallest sizes made. 

Table 1 gives minimum conductor sizes and spacings for 
various lengths of line for which the use of mean correction 
factors will give sufficient accuracy. For lines up to 300 
miles in length with conductor sizes and spacings equal to 
or greater than given by this table, the use of mean values 
for Kr, Kxj and kr gives an accuracy of within 0.5 percent. 
The correction factor k^ is never greater than about 0.005 
and can be neglected. Thus, the shunt impedance 
can be considered as a pure capacitor. 

In Fig. 6 are plotted the curves for JFCr, Kxt and A*, as a 
function of line length. The values on these curves con¬ 
form to those of the most common type of line construc¬ 
tion that is used for a given line length. Thus, in most 
cases the use of these values will give an accuracy con¬ 
siderably better than 0.5 percent. The factors can also 


Table 2Expressions for the Correction Factors for 
THE Equivalent t Impedances 


Correction 

Factors 

Values for Line Lengths up to 

50 Mi. 1 75 Mi. 1 100 Mi. i 200 Mi. | 300 Mi. 

K, 

1—0.0141 S* 

K, 

1 1 1—0.0069 .S> 

kf 

1 1 1—0.0035 

k% 

0 


8 IB the length of the line expressed in hundreds of miles. 



Fig. 6— Correction factors for the equivalent r transmission 
line impedances and ABC constants at 60 cycles. 

S *= length of line in hundreds of miles, 
r =condiKtor resist4ince in ohms per mile. 

X = inductive reactance in ohms per mile, 
r'-capacitive reactance in megohniM pt‘r mile. 

be expressed to sufficient accuracy as parabolic equations 
of the type 1 —In Table 2 arc tabulated the cor¬ 
rection factors expressed in this form. The curves con¬ 
structed from these equations conform closely to the curves 
of Fig. 6. Table 2 shows that Kr can be considered as 1 up 
to 50 miles, /f* as 1 up to 75 miles, and kr as 1 up to 100 
miles. Since in practically all cases the individual sections 
of line to be considered are not over 100 miles long, the 
correction factors can be neglected entirely if an accuracy 
of better than 1^2 percent is not desired. The largest 
deviation from unity is in Kr which at 100 miles is only 
1.4 percent. 

Example 1 —As an example of the use of this method 
in determining the equivalent tt of a transmission line, con¬ 
sider a three-phase, OO-cycle, 230-mile line of 500 000 
circular mil stranded copper conductors at an equivalent 
spacing of 22 feet. 

From the Tables of Chap. 3 

r=^0.130 ohms per mile 
x = 0.818 ohms per mile 
x' = 0.1917 megohms per mile 

From the curves of Fig. 6 for a 230 mile line 

A% = 0.931 
A,-0.964 
= 0.982 

From Eqs. (33) and (34) or Fig. 6 





270 


Regulation and Losses of Transmission Lines 


Chapter 9 


= (0.130) (230) (0.931) +y(0.818) (230) (0.964) 

= (27.84-il81.^) ohms 

-;~^( 0 . 982 )( 10 *) 

- —yi635 ohms 

The equivalent circuit for this line is shown in Fig. 13. 


8. Adaptation of Simplified Method of Determining 
Equivalent x to Determining ABC Constants 

The foregoing method can be adapted with an acceptable 
degree of accuracy to determining the ABC constants of a 
transmission line. The ABC constants of the line should be 
determined by a more accurate method if the line is to be 
combined with other circuit elements. Eq. (27) can be 
written as follows: 


where 


X 




xS^ 

200x'‘ 


(39) 


Since is the same form of correction factor as Kt (Eq. 
(35)), a new curve for the correction factor can be plotted 
.‘is shown in Fig. 0. The constant A is readily obtained 
from the correction factor Kj^ and Eq. (39). The constant 
B is equal to and is determined through the use of the 
correction factors Kr and of Fig. 0. 

From Eqs. (IG) and (17) it can be seen that 


where 


B _ BX10-* 
ZZ' xx'-jrx' 


(40) 


r = conductor resistance in ohms per mile. 
x = inductive reactance in ohms per mile, 
x' capacitive reactance in megohms per mile. 

Example 1(a )—Determine the ABC constants of the 
transmission line of example 1. 

From the curves of Fig. G, for a 230-mile line 


A, -0.897 

tVom the curve for of Fig. G and from Eqs. (39) and 
<40) 

A =0.897+A—(1 -0-897) 

■^0.818 

- 0.897+j0.0164 

Z) = Ze„ = 27.8+^181.4 ohms (from example 1) 
{27.8+jl81.4)(10-«) 


C = - 


(0.818)(0.1917)-i(0,130)(0.1917) 
0.00000639+i0.001156 


II. REGULATION AND LOSSES 

9. Analytical Solution for Voltage Regulation of 
Short Lines from Known Receiver Conditions 

The (;ominone.st type of regulation problem is one in 
which it is desired to determine the voltage drop for known 
receiving-end conditions. For the solution of this problem 
it is more convenient to make Er the reference vector as 
shown in Fig. 7(a). Unless denoted by the subscript L all 
voltages will be taken as line-to-neutral voltages. If line- 


R«rt X*ss 



LAGGING POWER FACTOR LEADING POWER FACTOR 



(o) FOR KNOWN RECEIVING END CONDITIONS 



(b) FOR KNOWN SENDING END CONDITIONS 

Fig. 7—Vector diagrams for determining voltage regulation of 
short lines. 

to-line voltages are applied to the following voltage equa¬ 
tions the impedance drop must be multiplied by y/Z for 
three-phase lines or by 2 for single-phase lines. 

In the following equations, (41) through (61), the sign of 
the power factor angle <t>, depends upon whether the current 
is lagging or leading. For a lagging power factor, tf> and sin 4> 
are negative; for a leading power factor, <f> and sin are 
positive. The cos of <l> is positive for either lagging or leading 
current. 

Er = = referenjje 

I —I cos <i>R+jI sin ■<t>R 
Z = R +jX = rs-\-jxs 

Es^Er+IZ (41) 

or 

Eb = {Er+JR cos sin ^R)+i(7.Y COS <fyti 

+JR sin </>r). (42) 

In magnitude 

{En+TRooQ(t>K—TX sin</>R)*-f (7X cos^R+Jflsin^R)* 

(43) 

_ If the IR and IX drops are not over 10 percent of Er^ 
Eg can be determined for normal power-factors to within a 
half percent by neglecting its quadrature component. 
Then 

Eb^ErA’^R cos ^r —TX sin 4>r (44) 

The voltage regulation of a line is usually considered 
as the percent drop with reference to Er. 

Percent Reg. - (46) 

Er 
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For exact calculations formula (43) can be used 'cnth 
Eq. 45. 

Using the approximate formula (44) Eq. 45 can be 
written 

Percent Reg. -» ^^ (r cos sin ^ (46) 


The load in kva delivered to the receiving end of a 
three-phase line is given by the equation 

3EbJ 


KVA. 


(47) 


1000 1000 

where El is the line voltage at the receiving end. 

The regulation expressed in terms of the load and the line- 
to-line voltage can be written 

100 000(kva)(»), 


Percent R^.. 


El 


-(r cos ^R—X sin ^r) (48) 


These equations show that the amount of load that can 
be transmitted over a given line at a fixed regulation varies 
inversely with its length. Using the regulation calculated 
from these equations to determine the receiver-end voltage 
will give this quantity to percent if neither the resist¬ 
ance nor reactive drops exceed more than 10 percent of the 
terminal voltage. The percentage ve nance of the regula¬ 
tion from its own correct value, however, may be great, 
depending upon its actual magnitude and for this reason 
such equations are not accurate for determining load limits 
for fix^ regulations. 

Example 2 —^The use of these equations can be illus¬ 
trated by calculating the regulation on a three-phase line 
five miles long having 300 000 circular mil stranded copper 
conductors at an equivalent spacing of four feet and carry¬ 
ing a load of 10 000 kva at 0.8 power-factor lag and a 
receiver line voltage of 22 000 volts. 

r«>0.215 ohms per mi and xaO.644 ohms per mi. 

Applying Eq. (48) 

Percent Reg.» 

^M^^^^|^(0.215)(0.8) - (0.644)( -0.6)] 

Reg.-5.8% 


10. Voltage Regulation of Short Lines from Known 
Sending-End Conditions 

To calculate the receiving-end voltage from known 
sending-end conditions it is more convenient to use Es as 
the reference vector as shown in Fig. 7(b). For this case 

Es-Eb- reference 

Ek^Eb-IZ (49) 

®R**(®8~“^^cos<^8+/Xsin08) —i(7Xco8<^84“/f2sin08) 
_ (50) 

E (E b'^JR cos <I>b^ 7X sin <t>B)^'{’(IX cos 08+7/2 sin 08)* 

(51) 

Neglecting the quadrature component of E^: 

Er^Eb'^JR cos 08+73r sin 08 (52) 


11. Problems Containing Mixed Terminal Condi¬ 
tions 

Sometimes problems are encountered in which mixed 
terminal conditions are given, such as load power factor 


and sending-end voltage, or sending-end power factor and 
receiver-end voltage, and it is desired to determine the 
unknown voltage for given load currents. Such problems 
can not readily be solved by analytical methods. For 
instance, if it were desired to determine the receiver voltage 
from known load power factor, sending end voltage, and 
current, it would be nec^sary to solve for Er in Eq. (43) 
by squaring both sides of the equation and obtaining a 
quadratic equation for Er, This is somewhat cumber¬ 
some. Trial and error methods assuming successive values 
of one of the two unknown quantities, are often more con¬ 
venient. Also, it is sometimes found easier to solve such 
problems by graphical means. The more important prob¬ 
lems of this type can be solved by use of the Regulation 
and Loss Chajrt as shc*wn in Sec. 28(d) of this chapter. 

12. Taps Taken Off Circuit 

Quite frequently the main transmission circuit is tapped 
and power taken off at more than one point along the cir¬ 
cuit. For such problems it is necessary to solve each in¬ 
dividual section in succession in the same manner as dis¬ 
cussed above, starting from a point at which sufficient 
terminal conditions are known. 


13. Resistance Losses of Short Transmission Lines 


The total RI^ loss of a three-phase line is three times the 
product of the total resistance of one conductor and the 
square of its current. 


Loss =*3/27* in watts. 

(53) 

In percent of the delivered kw. load 


Percent Loss = 

(54) 

El, cos 0R 



It is sometimes desired to determine the amount of 
power that can be delivered without exceeding a given 
percent loss. This is given by 


lOOOOOrs 


(55) 


This equation shows that the amount of power that can 
be transmitted for a given percent loss varies inversely 
with the length of the line and directly with the loss. 


14. Regulation of Long Lines from Known Receiver 
Conditions 

The effect of charging current on the regulation of 
transmission lines can be determined from the equivalent 
TT circuit. In Fig. 8(a) are shown the vector diagrams for 
the case of known load conditions. The voltage drop in 
the series impedance is produced by the load current 

E 

Ir plus the charging current ^ flowing through the shunt 

".Q 

impedance at the receiver end of the line. For a given line 
this latter current is dependent only upon the receiver 
voltage Er. 

There are two methods of taking this charging current 
into account. One of these is to determine first the net 

current flows through together 

with its power-factor angle 0«,. Using the equivalent 
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- —.VWVW^ *' 

'if fl= 

“1 
r I 


r 



LA9mm FOWCT FACTOfI LCAOWi* PCmtn FACTOR 



* la t In j MC |(^ aln 


U) FOR KNOWN RCCCIVtNO END OONOfTlONt 



4,.w 


(A) FOR KNOWN SCNOINO END OONOlTlONt 

Figt. 8—Vector diagrams for determining voltage regulation of 
long lines. 


series impedance and this current instead of the load 
current all of the analytical expressions developed for 
short lines are applicable. The equivalent terminal con¬ 
ditions to use are shown in Fig. 8 (a). 

Example 3—Aa an example of the use of this method 
consider the line of example 1, operating at a line voltage 
at the receiver end of 110 kv delivering a load current /r 
of 50 amperes at 0.9 power-factor lagging. 

10,000+;0)/V3 « 63,500+;0 
/R*50€~i»-»‘ = 50[co6 (~25.8®)+i sin(-25.8^)] 


= 45—^21.8 amps 
En 


j, jun llOOOO+iO , o 

/R+/k =■ 45 -j21.8+J-38.8 « 45+>l 7 = 
Z.,-27.8+;181.4=- 183.5e"'*** 

E, - 63,500+ (48.1««* ”*) (183.5e*‘"*) 
-61,700+;'8640 


=48.1<^^ 


•Sine of negative angle ie ( —), of positive angle W(-h). 


15* Regulation of Long Lines from Known Sending* 
End Conditions 

For this case the equivalent current flowing through 
Ziq can be determined as the difference between Ig and 
Ig the current in the shunt reactance at the sending end 
of the equivalent circuit. The vector diagram and equa¬ 
tions for this case are shown in Fig. 8 (b). 


16. Effect of Line Capacitance on Regulation Ex¬ 
pressed in Terms of a Correction Factor 


As an alternative method the voltage relations can be 
determined in a form equivalent to adding a correction 
factor to the terminal voltage instead of to the current. 
This method has an advantage in that an average value 
can be taken for this correction factor which is a function 
only of the length of the line. 

Referring to the vector diagram of Fig. 8(a) for known 
receiving-end conditions and lagging power-factor, it is 
seen that the vector equation for the sending-end voltage 
Eg can be written in the following form in terms of the 
load current /r and receiving-end voltage Eg, if the cur¬ 
rent /r' is expressed in terms of Eg: 

Eg^^ — ^^^Eg+RfJg cos Xcq/r sin <f>g 

+ COS 0 R+/?eq?R sin 0R^ (56) 

When the quadrature component of Eg is neglected, its 
magnitude can be expressed as 

Eb^^I — '^^Er+RJr cos </>R~Xcq/r sin 4>r (57) 


From the same considerations that enabled average 
values to be taken for the correction factors of the equiv¬ 
alent TT impedance discussed in Sec. 7 an average value 


can be assumed for in Eq. (57). 




^=0.02015* (58) 


where is the length of the line in hundreds of miles. An 
approximate expression can thus be obtained for the regu¬ 
lation of long lines similar to that of Eq. (46). 

App. % Reg. = cos<^R - sin^R) - 2.01S* (59) 

Eh 


Similar analysis can be applied to problems involving 
known sending end conditions. A comparison of Eqs. 
(59) and (46) shows that when is us^ for long lines, 
the equations are of the same form with the exception of 
the correction factor (—2.015*). For lines up to 100 miles 
in length short line formulas can usually be applied to a 
good degree of accuracy by merely adding this term to the 
result. This, of course, neglects the correction factors Kt 
and Kx for Z«,. 


17. Determination of Voltage at Intermediate 
Points on a Line 

The voltage at intermediate points on a line may be 
calculated from known conditions at either tenniud by 
simply setting up the equivalent circuit for the line 
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tween the terminal and the intermediate point. For the 
line thus set up any of the methods given above may be 
used. 


18. Resistance Losses of Lon^ Lines 

The effect of charging current on line losses can be 
treated as in Sec. 14 for regulation. Referring to Fig. 8 
the loss can be considered to be due to the current 
/s' flowing through the equivalent 

resistance (R^i)- 

Thus in terms of the l oad current 
Los8“3iJ«,(/E+/H0* watts (60) 

~3Rj^Ti+^^ sin 0R+&] watts (61) 

III. CIRCLE AND LOSS DIAGRAMS 

Ekiuations for line currents, power, and resistance losses 
can be expressed as functions of the tenninal voltages and 
system constants. Such equations and graphical repre¬ 
sentations of them are found convenient not only for the 
more common types of performance problems but also in 
connection with system stability. The graphic form of 
the power and current equations are very similar and are 
known as “circle diagrams.” Of these the power circle 
diagram is the most important. In the past this diagram 
has been primarily limited in its use to transmission sys¬ 
tems. However, it is thought that if its simplicity and the 
clarity with which it depicts system performance are 
better understood, it will be applied more frequently to 
both transmission and distribution problems. 

19. Vector Equations for Power 

In previous editions of this book, lagging reactive power 
was considered as negative and leading reactive power 
positive. This conformed to the standard adopted by the 
American Institute of Electrical Engineers at that time. 
The convention has now been adopted as standard by the 
Institute that lagging reactive power be considered as 
positive and leading reactive power negative. Using this 
notation the vector expression for power can be written as 
the product of the voltage and the conjugate of the 
current. 

P+jQ=^Et (62) 

This can be shown with reference to Fig. 9. 

E^E COB 9.+jE sin 
cos $i+jl sin fli 

/* J cos di—jl sin di 

Et»E (cos O.+j sin 6.)I (cos 0\—j sin 90 

»E1 [(feos 9, cos 9i+sin 9e sin d\)+j{Bin 9, cos 9i 
—cos 9, sin 90] 

since, cos (9«—90*cos 9« cos 9i+sin 9« sin 9i 
and sin (9«—90 «8in B. cos 9i—cos 9^ sin 9i 

ET^ES cos (9*—90+iiE7 sin (9*—90 

Let ^ be 9«-9i; then for lagging or inductive power 
factors 0 is positive and 

P^jQf^El^^EI cos ^’\^jEl sin 0. 



Fig. 9 —Diagram for determining the rector equation for 

power. 


For leading or capacitive power factor, 0 is negative and 
the imaginary component will be negative. A complete 
discussion of the direction of the flow of reactive power is 
given in Chap. 10, Sec. 2. 


20. Current and Power Equations and Circle Dia* 
grams for Short Lines 

Using the above notation the per phase power at either 
end of a line is given by the product of the line-to-neutral 
voltage and the conjugate of the current at the particular 
end in question. If /g is chosen as positive for current 
flowing into the line, positive sending-end power indicates 
power delivered to the line; and if /r is taken as positive 
for current flowing out of the line, positive receiving-end 
power indicates power flowing out of the line. 


Referring to Fig. 1: 

/8 = /r-/ 

Pn+jQ^ — Eut 

The current can be expressed in terms of the terminal 
voltage as follows: 


Eq — Er 


also /= 


jfig — 


Thus 


P b+jQ8== 


Pr+JQr- 


2 

E bEb — E s^R 

2 

— Er^r + ErJ^S 


(63) 


If Er be taken as ^he reference,_then ^g^Ege^an^d 
J5gj5g=Eg; EaEn^EsERt^', ErEr = Er \ and ErEb^ErEs 
c”^. The expressions for sending- and receiving-end power 
become __ 

p El EsERt^ 

Pb+jQs = -(64) 


Pr+^Qr- 


Er EsErc ^ 


(65) 


The sending and receiving end real and reactive power is 
the sum of two vector quantities. Furthermore, if the 
voltages Eg and £r are held constant, there is only one re¬ 
maining variable, 9. The interpretation of Eqs. (64) and 
(65) in the form of power circle diagrams is an important 
concept. Its simplicity is self evident by referring to Eq. 
(64) and Fig. 10. 

El 

The first term is plotted as shown on Fig. 10 and is 
the vector to the center of the sending end circle diagram. 
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The second term — 




, which is the radius of the circle 


is added to this first term so that the resultant is the send¬ 
ing end real and reactive power. A complete sending end 
circle diagram is obUined by first determining the center 


El 

of the circle from and second, the radius— 
2 


EgEfte^ 


letting fl=0. 

The receiving-end circle diagram is obtained in the same 
manner. 

Equations (64) and (65) can be reduced in general terms 
to Cartesian coordinate form in which the real and reactive 
parts are separated. However, it is simpler to insert the 
prc^r numerical values in the vector and conjugate form 
and solve by polar and Cartesian coordinates, from which 
the circle diagrams can then be plotted. 

If Eq. (65) is reduced to Cartesian-coordinate form it 
can be shown that the maximum power that can be re¬ 
ceived over the line is obtained when 0 is equal to 

y = tan"* the angle of the line impedance. The expres¬ 
sion for the maximum receiving power is 

P* P P 

Pr max - - (66) 

z* z 

It can also be seen from Big. 10 that Pr is nuudmum when 
When tlie line-to-neutral voltages are expressed in volts. 


the coordinates of the diagram are pei^phase real volt- 
amperes and per-phase reactive volt-amperes. When ex¬ 
pressed in kilovolts, the coordinates become thousands of 
kilowatts and thousands of reactive kilovolt-amperes. 
Total three-phase power is three times the per-phase 
power. All of th^expre^qns for power written contain 
products of Elf El, or EbEr. When given in terms of 
line-to-line voltages, they are all three times as great as 
when line-to-neutral voltages are used and thus the 
equations then represent total three-phase power. 

Referring to Fig. 10 for the operating condition indi¬ 
cated by the given angle 9 the point A of the power circle 
diagram shows the value of Pg and Qg being delivered to 
the line at the sending end and the point B the value 
of Pr and Qr drawn from the line at the receiver end. The 
difference between Pg and Pr is the RP loss of the line 
itself for this operating condition. 

The value of Q at each end is the reactive power which 
must be supplied to the line in the case of the sending end 
or drawn from the line in the case of the receiving end in 
order to maintain the chosen terminal voltages. At the 
receiving end the reactive power drawn by the load itself 
at the particular load power factor may not be equal to 
that required to maintain the desired voltage. If a syn¬ 
chronous condenser is used at the receiving end, the dif¬ 
ference must be supplied by the condenser to maintain the 
voltage. 

It will be noted that for a given network and given 
voltages at both ends there is a definite limit to the amount 
of power which may be transmitted. If the angle 6 is 
increased beyond this point, the amount of power trans¬ 
mitted is reduced. The critical value of 6 for this condition 
was shown by Eq. 66 to be 9—y. The only way the power 
limit may be increased for a given network is by increasing 
the volt^e at either or both ends. Increasing the voltage 
at one end increases the radius of both circles in direct 
proportion and moves the center at that end only away 
from the origin, along a line connecting the original center 
to the origin, proportional to the square of the voltage at 
that end. Where the network is subject to change, changes 
in network constants will also change the power limit. 
Referring to Fig. 10 and Eq. (66), it is evident that a 
decrease in the magnitude of Z will result in an increase in 
the power which may be transmitted. Thus any change 
which decreases the series impedance such as the addition 
of parallel circuits will increase the power limit. 

Since the conjugate of the phase current, in amperes, is 
the per-phase power in volt-amperes at eitW end divided 
by the phase voltage at the same end, either the sending- 
end or receiving-end power circles, when placed in the 
proper quadrants, can be used to represent the locus of the 
current with a proper change in scale of the coordinates. 
Referring to the sending end circle diagram of Fig. 10, 
Pb+JQb^EI and for the point A, Qg is positive lagging 
reactive power. Therefore the imaginary component of the 
conjugate of the current is positive; the imaginary com¬ 
ponent of the current is negative. If the power circle disr 
grams are rotated about the real power axis so that the 
center of the sending-end circle is in the fourth quadrant 
/El 

I — will then be the vector to center), and the center of 
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the receiving end circle is in the second quadrant, then the 
power circle diagrams properly represent the current circle 
diagrams if the appropriate change in scale of the coor¬ 
dinates is made. Lagging reactive current is negative and 
leading reactive current is positive. 

If the sending-end circle is used the current is referred 
to the sending end voltage as the reference vector and the 
coordinates should be divided by the sending end voltage. 
For instance, if the sending-end power diagram were con¬ 
structed using line-tO“line voltages in kilovolts resulting in 
power coordinates given in thousands of total three-phase 
kilovolt-amperes, the power coordinates should be divided 
by times the line-to-line sending end voltage in kilo¬ 
volts giving current coordinates in thousands of amperes. 
If the receiving end circle is used, the current is referred to 
the receiving end voltage as reference. For the current 
circle diagrams the angle d still, of course, refers to the 
angle between the two terminal voltages. 

For a study of the performance of a system it is some¬ 
times found convenient to plot on the power circle diagram 
a family of circles corresponding to various operating volt¬ 
ages. The most common case is one in which the line is to 
operate at a fixed receiver voltage and it is desired to de¬ 
termine the line performance for various sending-end volt¬ 
ages. For such a case the receiver diagram is usually all 
that is needed. 

Example 4 —An example of this type of problem is 
shown in Fig. 11. There the line constants are given to- 



Flt. 11—Family of receiver power circles for a 15-mile line with 
No* M#t-19 strand-copper conductors and 4-foot equivalent 

spacing. 

Receiver voltage JFii«*22-kv line-to-line. 
r •■0.903 ohm per mUe. 
a;*0.665 ohm per mile. 

10.94 ohms. 


gether with the quantities for laying out the diagram. 
Since the coordinate of the center of the power circles 
depends only on which is fixed, all the circles have the 
same center but different radii corresponding to the differ¬ 
ent values of sending end voltages. 

Examination of this figure shows, for example, that the 
maximum load at 0.9 power factor lag which can be carried 
by the line at 5 percent regulation without reactive power 
correction is that indicated by point A or about 2600 kw. 
If it is desired to transmit a load of 5000 kw indicated by 
point B, the regulation would be about 11 percent without 
rkva correction. To reduce the regulation for this load to 
5 percent would require that the receiver and load condi¬ 
tions be that indicated by the point C, and it is evident 
that about 2400 lagging reactive kilovolt-amperes must be 
supplied to the receiver end of the line to attain this condi¬ 
tion by having capacitors or a s 3 mchronous condenser 
supply that amount of lagging reactive kilovolt-amperes. 


21* Current and Power Equations and Circle Dia¬ 
grams for Long Lines 

Representing long lines by their equivalent tt circuit as 
shown in Fig. 6 results in modifying the form of the simple 
short line equivalent circuit by the addition of the shunt 
capacitive reactances at each end 


Thus the equations for the terminal currents have an 
additional term as shown in Fig. 8. 


Eg —Er 

1 ♦ 

tt 

II 

1 

Eb — Er 


1 

00 

1 



rjt f 




(67) 

( 68 ) 


The sending- and receiving-end power is determined in 
the same manner as for the short line. 


Ps-\~jQB = Est 8 
Eg EsEh 


(69) 


Rewriting Eq. (69) in a slightly different form 


Pb 



K ■ 


Similarly for receiving end power: 




El El\Ey,E^t-^^ 

K K) 2^ ‘ 


(70) 


(71) 


A comparison of Eq. (70) with (64), and (71) with (65) 
shows them to be of the same form consisting of a fixed 
vector with a second vector constant in magnitude but 
variable in phase, added to it. The power circle diagram 
can be plotted as shown in Fig. 12. The circle diagram is 
most easily obtained by the numerical and vector substitu¬ 
tion for the voltages and impedances. The center and the 
radius of the circle can then be calculated by reduction 
using a combination of polar and Cartesian coordinates. 
Example 5 illustrates the method and shows the power 
circle diagrams which are obtained in Fig. 13. 
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Fig. 13—Power circle diagram for long llnea. 


In Ek}a. (70) and (71) the terms 



El 


are not a function of the angle 9 and therefore add directly 
to the ‘‘short line” fixed vector so that the effect is to shift 
the center of the power circles in the direction of volt- 
amperes only. The presence of the shunt reactances 
decreases the amount of positive reactive volt-amperes put 
into the sending end of the line for a given amount of real 
power and increases the positive volt-amperes delivered at 
the receiving end. This decreases the amount of leading 
reactive volt-amperes which would have to be absorbed by 
synchronous condensers or capacitors for a given load 
condition. It does not affect the real power conditions for 
a given operating angle or the load limit of the line. These 
factors are determined entirely by the series impedance of 
the line. 

Referring to Fig. 12 , if the radius of the receiving-end 
circle for were plotted with the origin as the center, 
the vector would be at an angle 7 with the real power axis. 
The angle indicated on Fig. 12 is therefore equal to 7 , 
the angle of the equivalent series impedance. The max¬ 
imum real power that can be delivered over the line occurs 
when 0 = 7 . 

The current circle diagrams for the sending- and re¬ 
ceiving-end currents can be obtained as discussed in Sec. 
20. The sending-end current diagram is obtained from the 
sending-end power circle and is referred to the sending- 
end voltage vector as reference. The receiving-end current 
diagram is obtained from the receiving-end power circle and 
is referred to the receiving-end voltage. 



Fig. 13—Equivalent circuit and power circle diagram for a 230- 
mile line with 500 000 circular mil. stranded copper conductors 
and an equivalent spacing of 32 feet. 

Operating voltages; ^g«23Q-kv, Fu‘*20(>-kv, line-to-line. 

For this line r »0.130 ohnos per mile. 

X *0.818 ohms per mile, 
x'*0.1917 megohms per mile. 

From curves of Fig. 6 for 230 miles * 
fC,«0.931 
K.-0.964 
it,-0.982 

= (27.8-I-J181.4) ohms; - -71635 ohms. 

Example 5—Fig, 13 shows the power circle diagram 
constructed for an actual line. 

The power circle diagrams are obtained from Eqs. (70) 
and (71). If line-to-neutral voltages in kv are ua^, the 
results must be multiplied by three to obtain real and re¬ 
active power in mw and mvar. If the line-to-line voltages 
in kv are used, the results are three-phase power in mw 
and mvar. 

Vector to center ■<- 3 ^+- 35 . 

(230)* (23Q)« 

"27.8-jl81.4'^+>1636 
(230)* (230)* 

“l83.4«-<*‘*^‘’’l635*^ 
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-288e»*^+32.4r«®‘ 

- 43.6+j284 -j32.4 - 43.6+i251.6 

RAdiua of the sending end circle^ —0_o. 


230X200 


-251«^‘»^- _38.0-j248 


27.8-il81.4 

Ps+jQb (for a - 0 ) »43.6+i251.6 - 38.0-j‘248 = 5.6+j3.6 
Similarly for the receiving circle: 


En* El,* 

Vector to center - —3 -^ 


-( 200 )* 


•Q "OQ 
( 200 )* 


27.8-yi81.4 +>1635 


= -33.0->190.5 


for «- 0 , Radius=^|^=38.0+j248 


and Pr+>Qr» -33.0->190.5+38.0+>248 = 5.0+>57.5 


Figure 13 shows the power circle diagrams plotted from 
the calculated results given above. Suppose it is desired to 
deliver a load of 100 mw at 0.9 power factor lagging; 
i.e., P+iQ» 100+^48. From the curves of Fig. 13, for a 
delivered power of 100 mw the angle 0 is 23.5®. The fol¬ 
lowing values from the circle diagrams are Pb+jQb** 108 
+jl 1 and Pr+jQb** 100 +^ 20 . These values are indicated 
on the diagram of Fig. 14. The arrow indicates the direo- 



Plg. 15—Power circle diagram for the general equiralent w 

circuit. 


SCNOINQ END 
E^tSO KV 


RECEIVING END 
Er«200KV 



Fig. 14—Recorded valuee of power flow ae obtained from 
Fig. 13 and Example 5. 


tion of positive real power flow. Inductive lagging re¬ 
active power in the same direction is positive and is the 
value in parenthesis. These designations and nomencla¬ 
ture follow present-day network calculator practice. 

At the receiving end there is a deficit of lagging reactive 
power. A synchronous condenser operating overexcited 
would be required to supply 28 mvar. If the condenser is 
considered as a load the direction of the arrow can be 
reversed with a minus sign in front of the value for the 
reactive power. The synchronous condenser is then taking 
negative, or leading reactive power. 

22. Current and Power Equations and Circle Dia¬ 
grams for the General Equivalent t Circuit 

The circle diagrams are applicable to the study of the 
performance of an overall system. Such a system can be 
represented by an equivalent r circuit of the form shown 
in Fig. 15. For such a case the shunt impedances usually 
are not equal and have resistance components introduced 
by the presence of other equipment containing resistance. 

If the shunt impedances take the completely general 
form of Zb' and Zr', the equations for sending- and re¬ 


ceiving-end power can be written directly from equations 
(70) and (71). 


Ps+iOs’ 


and Pr+JQr- 


AM). 

A 




f-L 


(72) 

(73) 


The construction of the power circle diagrams is the 
same as for the long lines as shown in Fig. 12 . In the case 
of the general equivalent w, Zb replaces at the sending 
end and Zr' replaces Z^' at the receiving end. The effect 
of resistance and reactance in the shunt branch at the 
sending or the receiving end can be visualized better if the 
impedance is expressed in Cartesian coordinate form. 
Referring to Eq. (72), the second quantity in the first term 
becomes 


^B xVg ^ CjqKb I 

U’"Rd-jXf~ Zi* ^ Ze'* 


This quantity is added to the "short line” vector to center, 

m 


This point as applied to the sending end circle diagram 
is illustrated in Fig. 15. The complete vector to center is 

shown as ^+-;^, as the sum of the two individusd vector 

Z«, Zs 

EP 

quantities, and as the sum of the vector and the Car¬ 


tesian coordinates 


ElRd 

Zi* 


^ Mxd 
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Referring to Fig, 15 and Eq. (74) the effect of resistance 
is to shift the center of the circle in the direction of in¬ 
creased positive real power. A positive reactance shifts the 
center in the direction of increa^ positive reactive power; 
a negative reactance shifts the center in the direction of 
decreased positive reactive power. 

In the case of the receiving-end circle diagram, the effect 
of resistance is to shift the center of the circle in the 
direction of increased negative real power. A positive 
reactance shifts the center in the direction of increased 
negative reactive power; a negative reactance shifts the 
center in the direction of decreased negative reactive 
power. 

The current circle diagrams for this case can be de¬ 
termined as discussed in Secs. 20 and 21. 

23. Loss Diagram 

Although the resistance loss can be taken from the power 
circle diagram, it can be obtained more accurately and 
conveniently from the Loss Diagram. 

Loss^Pg —Pr 

For the case where the transmission line alone is being 
considered 

Lo88-p/2-^^(« cos e-X sin 6) 
cos e-\-X sin fl) 

= (El+Ei)^-2^^R cos e (75) 

The graphical representation of this equation is given in 
Fig. 16. 



Fig. 16 —The trantmlMlon line loes diagram (when tolTin^or 
general equivalent t Iom, eubetitute for R and for^. 

For the general equivalent t circuit, the equation for 
loss is 



As shown by Fig. 16 this is equivalent to the formula for 
the loes on the transmission line alone except for the terms 

El E^ 

-rzX-Rm md-s^Ri which represent the losses in the 

(Zi)* (2i)* * 

resistance components of the shunt impedances Zs and 

Zk. 

As was the case for the previous power equations, if 
line-to-neutral voltages are used, the loss is on a per 
phase basU; and if line*to*line voltages are used the total 
three-phase loss is represented. 

An equation for the load which can be delivered at a 
given percent line loes on lines regulated by synchronous 
capacity is important in determining their p^ormance. 
Upon the assumption of equal sending- and receiving-end 
voltages a very simple approximate equation can be de¬ 
rived which gives an accuracy of a fraction of a percent over 
the practical operating range of loes and regulation. When 
loss is expressed as a percentage of Pri this equation is: 

p % Loes r ^ikA^2q ~| (77) 

* (100-1-% Loss) 

A correepoDding equation for Qr ia 

Pk in Eq. (77) is, of course, independent of the load 
power factor and from Eq. (78) the required amount of 
synchronous capacity to miuntain equal sending- and 
receiving-end voltages for the delivered load Pb can be 
obtained by subtracting the reactive kva of the load 
from Qb. 

24. Current and Power Relations In Terms of the 
ABGD Constanta 

In many cases it is desirable to use ABCD* constants 
because of the desirability of the check AD—BC »1. This 
is particularly true where there are several combinations of 
circuits including transmission lines, series impedances and 
shunt impedances. Expresoons for sending and receiving 
end power can be obtained readily and the circle diagrams 
can be drawn. 


Es AE%^BIti 

(79) 

Ib^CEm+DI^ 

(80) 

Ej^^DEb^BIb 

(81) 

Jr* — 

(82) 

Solution of the above equations for /$ and lu gives: 

r D„ Ejt. f -^a 

(83) 

B B ’ * § B 

(84) 

Ps+iOe—Z b/s 


EbEbl^ 

b 

(85) 


*For definition of ABCD oonatnnts see CShnp. 10 See. 31. 
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_ 1!> 

5®*®*+-g- 

—( 86 ) 

where 

A’^Ai+jAt’^Afj^; A^Ai—jAt=‘Ae-j" 

B=* 6 ^Bi — jBt^ Bt~^ 

D--Di+jDt==^Dt» t>^Dx-jDt^Dt-» 

The Bending- and receiving-end power can be obtained 
readily from solution of Eqs. (85) and (86) by numerical 
substitution using polar and Cartesian coordinates. Eqs. 
(85) and (86) take ^e familiar form (see Sec. 20) of a fixed 
vector plus a vector of constant magnitude but variable in 
phase position. The circle diagram construction is shown 
in Fig. 17. The maximum real power that can be de- 


KCACTive 

POWER 



livered occurs when which is the angle of the con¬ 
stant B. The angle B is indicated on Fig. 17. 

A breakdown of Eqs. (85) and (86) into their Cartesian 
coordinate form gives the equation for loss in the form 

L0S8»»Pb —Pb“ 

^ . X 2EaERB\ cos S 

Br Br ts* 

(87) 


Further discussion of the use of ABCD constants and 
power angle diagrams is given in Chapter 10, Sec. 21. 

IV. TYPICAL TRANSMISSION 
LINE CHARACTERISTICS 

In any detailed analysis of power flow, voltage regulation, 
and losses involving a transmission line circuit, each line 
should be considered individually with regard to its 
specific characteristics. However, for rough approxima¬ 
tions there are certain rules of thumb that apply to an 
"average*' line and that can be used for orientation 
reasons. 

A study was made of recently constructed transmission 
lines in the United States in the voltage range from 09 to 
230 kv and Table 3 shows the results. This table is a good 
representative cross section of existing lines and gives im¬ 
portant characteristics of typical lines. The conductor 
sizes, spacings, and tjrpe of tower construction represent 
the most common usage. For the middle value of spacing, 
the characteristics of the aluminum conductor and its 
copper equivalent are given to illustrate the difference 
between types of conductors. In previous years, copper 
conductors were used more frequently although the present 
trend seems to be toward the use of ACSR conductors. 
The spacings given were modified slightly in some in¬ 
stances so as to follow a smooth curve of spacing vs. 
voltage for the different types of construction. Regarding 
the type of construction, it appears that the particular 
locale dictates the material used. As a matter of fact, in 
certain sections of the world reinforced concrete poles are 
used because of the unavailability and high cost of either 
steel or wood. 

The 60-cycle series reactance in ohms per mile is given 
for each line in the table. The average of these values is 
0.7941 ohm per mile, which indicates that the rule of 
approximately 0.8 ohm per mile for a transmission line is 
applicable. Frequently, it is desired to know the per¬ 
cent reactance per mile of a line and for convenience this 
value is also given. The percent reactance varies directly 
with the kva base so that for some base other than 100 
mva, the percent reactance can also l>e determined con¬ 
veniently. 

As previously mentioned, the use of susceptance is less 
at present because of the manner in which tables of con¬ 
ductor characteristics are given. The shunt-capacitive 
reactance in megohms per mile is therefore included in this 
table. The susceptance can be determined by taking the 
reciprocal of the shunt-capacitive reactance. The suscept¬ 
ance is in micromhos per mile. Shunt-capacitive react¬ 
ance varies inversely with the distance in miles. 

The average value of the shunt capacitive reactances in 
Table 3 is 0.1878 megohm per mile. A good rule is that 0.2 
megohm per mile may be used for the shunt-capacitive 
reactance. It is significant to note that regardless of the 
voltage, conductor size, or spacing of a line, the series 
reactance and shunt-capacitive reactance are respectively, 
approximately 0.8 ohm and 0.2 megohm per mile. 

The charging kva per mile of line is a convenient value 
for reference and is given in column 9 of the table. This 
value varies with the voltage of the line. Some convenient 
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Table 3. Tyhcal Transmission Line Characteristics at 60 Cycles 


Circuit 

Voltage 

Kv 

L-L 

Conductor 

Sice 

Thousands 
of Cir. Mils 
or AWG 

Tower 

Construc¬ 

tion* 

Equiv. 

Spacing 

Feet 

Resist¬ 
ance at 
50*C Ohms 
Per Phase 
Per Mile 

Reactance Per Phase 
Per Mfle 

Shunt- 
Capacitive 
Reactance 
Megohms 
Per Phase 
Per Mile 

Three 
Phase 
Charging 
Kva Per 
MUe 

Surge 

Imped¬ 

ance 

Ohms 

L-N 

Surge- 
Impedance 
Loading 
(SIL) in 
Three Phase 
Kw 

Ohms 

% on 100 
Mva, Three 
Phase Base 

69 

2/0 Cu 

SC-W** 

8 

0.481 


1.64 

0.1822 

26.1 

378 

12 600 

69 

336.4 ACSR 

DC-ST 

11 

0.306 


1.55 

0.1750 

27.2 


13 200 

69 

4/0 Cu 

SC-W 

14 

0.303 


1.70 

0.1902 

25.0 

393 


69 

336.4 ACSR 

SC-W 

14 



1.61 

0.1822 

26.1 

375 


69 

336.4 ACSR 

SC-ST 

19 



1.69 

0.1913 

24.9 

393 


115 

336.4 ACSR 

DC-ST 

13 

0.306 

0.7622 

0.576 

0.1800 




115 

4/0 Cu 

SC-W 

17 

0.303 

0.8348 

0.631 

0.1960 

ISS 

404 

32 700 

115 

336.4 ACSR 

SC-W 

17 


0.7948 

0.601 

0.1880 

WBSM 

386 

34 200 

115 

336.4 ACSR 

SOST 

22 

0.306 

0.8261 

0.624 

0.1956 

67.6 


32 800 

138 

397.5 ACSR 

DC-ST 

15 

0.259 

0.7636 

0.401 

0.1809 

105. 

371 

51200 

138 

250 Cu 

SC-W 

18 


0.8317 

0.436 

0.1952 

97.6 


47 100 

138 

397.5 ACSR 

SC-W 

18 


0.7857 

0.412 

0.1864 

102. 

382 

49 800 

138 

397.5 ACSR 

SC-ST 

24 

0.259 


0.430 

0.1949 

97.7 

399 

47 600 

161 

397.5 ACSR 

DC>ST 

17 

0.259 

0.7788 

0.300 

0.1847 

140. 

379 

68 400 

161 

250 Cu 

SC-W 

19 

0.257 

0.8383 

0.323 

0.1968 

132. 


63 800 

161 

397.5 ACSR 

SC-W 

19 

0.259 

0.7923 

0.305 

0.1880 

138. 

386 

67 200 

161 

397.5 ACSR 

SC-ST 

25 

0.259 

0.8256 

0.318 

0.1961 

132. 


64 400 

230 

795 ACSR 

DC-ST 

22 

0.1288 

0.7681 

0.145 

0.1821 

291. 

374 

141000 

230 

500HH-CU 

SC-W 

25 

0.1260 

0.7436 

0.140 

0.1800 



145 000 

230 

795 ACSR 

SC-W 

25 

0.1288 

0.7836 

0.148 

0.1859 


381 

139 000 

230 

795 ACSR 

SC-ST 

31 

0.1288 

0.8097 

0.153 

0.1923 


394 

134 000 

1 




Avg. 0.7941 

I Avg. 0.1878 




•DOST—double circuit—steel tower 
SOW —single circuit —wood 
SOST —single circuit —steel tower 
••Two-crossarm construction forming triangular configuration. 
All other SC-W are H frame construction. 


rules are given for estimating charging kva in the following 
discussion. 

The surge impedance of a transmission line is numeri¬ 
cally equal to It is a function of the line inductance 

and capacitance as shown and independent of line length. 
A convenient average value of surge impedance is 400 ohms. 
As shown in the table, this value is more representative of 
the larger stranded copper conductors than it is for the 
ACSR conductors. Compared to the average value of 386 
ohms from the table, 400 ohms is a good approximation. 
Surge>impedance loading in mw is equal to 

(kVL~L)^ 

Surge Impedance 

and can be defined as the unit power factor load that can 
be delivered over a resistanceless line such that the 1*X 
is equal to the charging kva of the line. Under this condi¬ 
tion the sending-end and receiving-end voltages and cur¬ 
rents are equal in magnitude but different in phase posi¬ 
tion. In the practical case of a line having resistance, the 
magnitude of the sending-end voltage is approximately 
equal to the magnitude of the receiving-end voltage plus 
the product of the magnitude of the current and the line 


resistance; i.e., Surge-impedance loading in 

itself is not a measure of maximum power that can be 
delivered over a line. Maximum delivered power must take 
into consideration the length of liqe involved, the impe¬ 
dance of sending- and receiving-end equipment, and in 
general all of the major factors that must be considered 
with regard to stability. The relation of surge-impedance 
loading to line length, taking into account the stability 
consideration, is covered in Chap. 13, Part IX. 

Following is a summary of approximations that may be 
applied to transmission lines for estimating purposes: 

1. Series reactance of a line «> 0.8 ohm per mile. 

2. Shunt-capacitive reactance of a line *>0.2 megohm per mile. 

3. Surge impedance of a line»400 ohms. 

(kvL-t)* 

4. Surge-impedance loading, (SIL) in mw»— — — or in kw* 
2.5(kv^.JV 

5. (a) Charging kva for a hundred miles of line is 20.5 percent 

of the SIL. 

(b) Charging kva of a line is 

where L»line length in miles, 
kvL-.L**line-to-line voltage in kilovolts. 
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Pig. 18—Distribution of Toltsge and current along a 30Q-niile 
tranamiaaion line« 79S 008 circular mila» ACSR conductor, 25- 
foot equivalent spacing. 

-Voltage 

.Current 

r -0.117 ohm per mile 
X -0.7836 ohm per mile 
if —0.1859 megohm per mile 

The effect of the distributed capacitance of a transmis¬ 
sion line on the voltage and current distribution along the 
line is illustrated in Fig. 18. The calculated results are 
based on a transmission line 300 miles in length, 230 kv, 
795 000 circular mils, and 25-foot equivalent spacing. The 
lOO-percent surge-impedance loading of the line is 139 000 
kilowatts. The current corresponding to this load at 100 
percent voltage is 348 amperes. The voltage and current 
are shown as a function of the line length for 100 percent, 
50 percent surge-impedance loading at the middle of the 
line and for zero delivered load. The voltage at the middle 
of the line was maintained at 230 kv and E% and £r were 
allowed to vary depending upon the load condition. 

At lOO-percent surge-impedance loading, the voltages 
£8 =*240 kv and £r«219 kv. The current is a constant 
value of 348 amperes. If the surge-impedance loading is 
assumed at the receiving end of the line, the magnitude of 
the current is slightly different at the sending end because 
of line resistance. The amount of this difference depends 
upon the ratio of line reactance to resistance and the length 
of the line. Based on the calculated voltages of £5 and £r, 
the regulation of the line is 9.5 percent. The value of 
regulation as determined from the product of the magni¬ 
tude of the current and the resistance is also 9.5 percent. 

For 50-percent surge-impedance loading the current is a 
minimum value at the middle of the line. If the surge- 
impedance loading is taken at the receiving end, the cur¬ 
rent decreases to a minimum at the receiving end. In Fig. 18 
surge-impedance loading is taken in the middle of the line 


for purposes of exposition. Generally the surge-impedance 
loading should be considered at the receiving end because 
the delivered load is usually the quantity of most interest. 

V. 60-GYGLE TRANSMISSION LINE 
REGULATION AND LOSS CHARTS 

The voltage regulation and efficiency of a transmission 
line or distribution feeder are fundamental properties of 
its performance. In determining these quantities for ex¬ 
isting systems or in designing new systems to meet given 
load requirements, it is thought that the charts presented 
here will save a great deal of time and labor that would 
in many cases be necessary if analytical methods were used. 

For low voltage lines without synchronous or static 
capacitors, voltage regulation is usually the more impor¬ 
tant consideration. For instance, in the design of a line 
to carry a certain load one wishes to determine the proper 
transmission voltage and conductor size. Based on an assum¬ 
ed aUowable regulation several voltages and conductor sizes 
wiii be found to transmit the load, the final choice being 
based upon economics for which the line efficiency is de¬ 
sired. The performance of higher voltage regulat^ lines, 
however, is determined primarily by the line loss. 

The charts presented here were developed with these 
two points of view in mind. Quite frequently it is desired 
to obtain quickly an approximate solution. The Quick 
Estimating Charts afford a simple method for such cases. 
For more accurate calculations the Regulation and Loss 
Chart is provided. It is important to be able to consider 
more than just the line itself. The transformers are often 
the determining factor in the choice of the proper line volt¬ 
age. The Regulation and Loss Chart is constructed so that 
from the knowledge of the equivalent impedance of a 
system its performance can be determined. 

25. Quick Estimating Charts 

In Figs. 19 and 20 are plotted curves showing the power 
which can be transmitt^ at five percent regulation to¬ 
gether with the corresponding percent line loss for various 
voltages and conductor sizes. These curves afford the 
rapid estimation of such problems as the regulation for a 
known load, the load limit of a line for a given regulation 
and the determination of voltage and conductor size for the 
transmission of a given load at a given regulation. Fig. 21 
is an aid for interpolation between the values of power 
factor given on the curves. 

The curves of Fig. 22 give the power v/hich can be trans¬ 
mitted for various conductors and voltages at a line loss of 
five percent. These curves are most useful in determining 
the performance of lines regulated by synchronous or static 
capacitors. 

Charts Based Upon Regulation -Fig. 19 applies 

specifically to stranded copper conductors, but it can be 
used for copperweld-copper conductors with an accuracy 
of two to three percent. Fig. 20 applies to ACSR con¬ 
ductors. The load which can be transmitted over a line 
at a fixed regulation varies inversely with its length so that 
for a given line the actual load is the value read from the 
curves divided by the line length. For 220 to 440-volt lines 
the values on the curves are given in kilowatts times hun- 
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CoodKtor SiM 


Coofluctor S«M 


Fig. 19—Quick Ettimsting Charts Bated Upon 5 Percent Reg¬ 
ulation—Stranded Copper Conductors. 

The curves give load in kilowatts X miles or kilowatts X hundreds 
of feet which can be received at 5 percent regulation together 
with corresponding line loss. 

For a given length of line, power is equal to value read from curves 
divided by length of line. 

Power for other regulations is approximately equal to values 
read from curves multiplied by 

5 

For power factors other than given in charts, multiply values read 
from curves for unity power factor by fractions given in Fig. 21. 

Percent loss for other regulations and power factors than found on 
charts are given by equation 

/n A T ^ . T X (Kw Load)a (Power Factor)i 

(Percent Loss), - (Percent Loe8)tX-- .; — Xtt - - -v, 

(Kw Load) I (Power Factor), 

For single phase lines divide power read from charts by 2 and 
percent loss by Vi- 


Percent Lom 
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Cootfnctor Sisc 


Fig. Quick Ecdnuitliig Gharta Bated Upon 5 Percent Reg- dreds of feet. For higher voltages they are in kilowatts 
ulallon—A.C.S.R. Conductors. times miles. 

The curves give load in kilowatt X which <*An be received For each voltage a common eQuivalent conductor spac* 
at a percent regulation together with corresponding line loss. ing is assumed and the curves are drawn so that it is pos- 

For a given length of line, power m equal to value read from curves sible to interpolate to a good degree of accuracy for other 

divided by length of line. voltages than those given. In addition the relationship 

Power for other regulations is approximately equal to values read that the power is proportional to the square of the volt- 

tneunu. ^ ^ sgo may be used. Since the percent loss does not vary 

5 * more than about a tenth of one percent for each conductor 

For power factors other than given in charts, multiply values read Jjq each set of curves, mean values are given as 

from curves for unity power factor by fractions given in Fig. 21. shown. 

Pero«nt loas for other reguletions and power factors than found on voltage, conductor, equivalent spac- 

oharts are given by equation ^ regulation half as much load can be transmitted 

(Pero«>t Lo..).-(Peroent a single-phase two-wire line m for a three-phase line. 

(Kw Load)i (Power Factor )2 For this reason the curves can be used to good accuracy 

For suigle phase lines divide power read from charts by 2 and for this kind of line by simply dividing by two the load 

percent loss by y/s. ^“oad from them. For this single-phase load the percent 
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Pig. 21—^Effect of power factor on load that can be carried at 
a fixed regulation. 

Curves apply specifically for three foot equivalent spacing and five 
percent regulation, but can be used with good accuracy for normal 
■pacing and regulation range. 

loss will be that read from the charts divided by [y/3 
(or 1.732)]. 

Curves are presented for three common power factors: 
unity, 0.9 lag, and 0.8 lag. It is difficult to interpolate for 
other power factors, however, especially between unity 
and 0.9. To facilitate this the curves of Fig. 21 are pro¬ 
vided showing the effect of power factor on the load that 
can be transmitted at a fix^ regulation in terms of that 
at unity power factor. The curves apply specifically to 
stranded copper conductors at a three foot equivalent 
spacing and for five percent regulation, but they will give 
an accuracy within 10 percent for conductor spacings up to 
20 feet and for the same copper equivalent in other com¬ 
mon conductors. The error however may be as high as 
25 percent for spacings as small as 8 inches. 

The Quick Estimating Curves can also be used for other 
values of regulation if the approximation is made that the 
load which can be transmitted varies directly with the 
regulation. 

After having determined the load for other power fac¬ 
tors or regulations than those for which the curves are 
drawn, the percent loss can be determined from the re¬ 
lation 

(Percent Loas)t«* (Percent Lo88)i 

(Kw Load)t (Power Factor)? 

(Kw Load)i (Power Factor)t 


Charts Based Upon Loss~ln Fig. 22 (a) are plotted 
curves for short lines which show the power in kilowatts 
times miles which can be transmitted under two condi¬ 
tions. The solid curves are based on five percent loss and 
equal receiving- and sending-end voltages. These are use¬ 
ful for lines where little regulation can be allowed such as 
on interconnected systems. The dotted curves are for the 
maximum power which can be transmitted at the given 
load voltage and five percent loss. For this condition the 
regulation varies but in no case does it exceed about five 
percent. 

Fig. 22 (b) is for higher voltage lines long enough that 
distributed capacitance of the line need be considered. 
Only the condition of equal sending and receiving end 
voltages is considered here since regulation does not greatly 
effect the power for the conductors and spacings practical 
to use. For all of these curves an arbitrary coordinate S3r8- 
tem has been used for the abscissa beneath which is 
plotted the correct sizes for the various conductors. The 
curves here are based on 10 percent loss. 

Equation (77) was used for determining the curves for 
equal voltages at both ends of the line and its examination 
shows that, for the practical range of losses, power for 
other values of percent loss are very nearly that read from 

9/ Loss 

the curves multiplied by —-7.. If greater accuracy is 

5 or 10 

desired the factor ^ — of Eq. (77) can be used. 

100+% Loss 

Eq. (55) was used for the curves based on the maximum 
power at five percent loss. For this case power is directly 
porportional to loss. For both sets of curves it is propor¬ 
tional to the square of the receiving-end voltage. 

The power which can be transmitted over a single-phase 
line is one half that of a three-phase line of the same equiv¬ 
alent spacing and line-to-line voltage. Thus Fig. 22(a) can 
be used to good accuracy for single-phase lines by dividing 
the values read from the curves by two. 

26. Examples of the Use of the Quick Estimating 
Charts 

Example 6(0)—Determine the maximum load at 
unity power factor and five percent regulation which can 
be transmitted over a three-phase five-mile line having 
300 000 cir mil stranded copper conductors and operating 
at a load line voltage of 22 kv. 

From the unity power factor curves of Fig. 19 for this 
conductor size and voltage, 100 000 kw times miles is ob¬ 
tained. The load w then^^^^^—20 000 kilowatts. The 

5 

percent lose read from the curves is 4.2. 

Example 6(b) —What is the load for this line at this 
relation but 0.95 power factor lag? Referring to Fig. 
21 it is seen that for this conductor size 0.58 as much load 
can be transmitted at 0.95 power factor as at unity. 

Thus the load is 20000X.58~11 600 kilowatts. The 
percent loss as determined from Eq. (88) is 

Percent Loss-(4.2) - ^ -2.7% 

jren.euvx.UB ' ^ 20 000(.95)* ' 

Example 6(c) —^What load can be transmitted over this 
line at unity power factor but 15 percent regulation? 
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The answer i 8.(20 000 )^ - 60 000 kw 

The percent lose is (4.2) ^ - ^ «12.6% 

20 000 

Example 7 —Determine the conductor sise and voltage 
neoeesary to transmit 10 000 kw at 0.9 power factor lag for 
a distance of ten miles. 

This corresponds to 100 000 (kw times miles). Referring 
to the 0.9 power factor curves for both copper and ACSR 
conductors for this load, it is seen that the following lines 
can be used: 


Stranded Copper 

ACSR 

Voltage 

Cond. Sise 

%LoeB 

Cond. Sise 

%LoflB 

33 000 

300 000 dr mil 

2.6 

636 000 cir mil 

1.9 

44 000 

No.O 

4.0 

No. 0000 

3.7 

66000 

No. 4 

4.5 

No. 3 

5.0 


Since the use of the chart requires a knowledge of y and 

additional curves are provided to facilitate their deter¬ 
mination. One of these is a cosine curve for determining ^ 
from the power factor. For obtaining y from a knowledge 
of the resistance and reactance of the line, tangent and 
cotangent curves are plotted so that y can be obtained 
from the ratio x/r or r/x. However, a simpler means is 
provided for standard conductors, by the set of curves at 
the top and bottom of the main portion of the chart. These 
curves give y for various conductors as a function of 
equivalent spacing. The resistance of the conductor per 
mile is necessary, and it is given for each conductor. The 
values on the chart are for a conductor temperature of 
5(rc. 

Although the chart is developed primarily for problems 
involving known receiver voltage and power factor, it can 
also be used for problems where the sending-end voltage 
and receiving-end power factor and either load current or 
sending end kva are known. This is the commonest type 
of problem involving mixed terminal conditions. 


If it were desired to allow a ten percent regulation in¬ 
stead of five percent, the value of l^owatt miles to refer 
to on the curves would then be 50 000 instead of 100 000. 

The use of the Quick Estimating Charts based upon 
line loss is quite similar. For instance, if the line of ex¬ 
ample 6 were equipped with capacitors so that regulation 
woiidd not be excessive, examination of Fig. 22 shows that 


it could deliver a maximum 


of( 


116 000 


23 200kw 


^ at 


five percent loss. 


27. Regulation and Loss Chart 

Several valuable voltage regulation charts have been 
developed. Pertiaps the best known of these are the 
Dwight^ and Mershon^ charts. The chart shown in Fig. 
23 provides a means of solving not only regulation but 
loss problems to a high degree of accuracy. It is just as 
simple in its use as any of the previous ones, but has the 
distinct advantage that it is based upon an exact solution 
of the vector diagram for any circuit which can be repre¬ 
sented by a single lumped impedance. For this reason 
problems involving the determination of the load which 
can be transmitted for a given regulation can be solved 
much more accurately than from charts based upon ap¬ 
proximations. 

The chart is developed on the principle tnat for a given 
difference in magnitude between the sending-end and re¬ 
ceiving-end voltages, the impedance drop (ZI) is fixed 

entirely by the angle p = 7+0 where ^7 = tan-5) is the 

impedance angle of the line and 0 is the power factor angle. 
For lagging power factors 0 is negative and for leading 
power factors ^ is positive. Thus, corresponding to vari¬ 
ous values of percent regulation, the corresponding percent 
ZI can be plotted as a function of the an^e p. These are 
the set of curves on the chart for voltage drops from 0 to 
15 percent and voltage rises from 0 to 5 percent. The 
value of the percent (ZI) is the same whether p is positive 
or negative. It depends only upon its magnitude. 


28. Use of the Regulation and Loss Chart for Short 
Lines 


(o) Regulation from Known Load Conditions—io 

calculate regulation when receiving-end (or load) voltage, 
power factor, and current or kva are known: 

(1) Determine p = 7+0 where the sign of 4> is dependent 
upon whether the current is leading or lagging. 

the power factor angle, can be obtained from the 
cosine curve. 

7 , the impedance angle, can be obtained by reading it 
from the conductor curves or by calculating r/x or x/r 
whichever is less than one and reading from the cor¬ 
responding curve, r and x are the conductor resistance 
and reactance in ohms per mile. 

(2) Calculate percent ZI where 


Percent ZI 


(\/3 rs /) 100 _ 100 000 rs (kva) 

El cos 7 E*l cos 7 

for three-phase lines 


(89) 


(2 ra 7) 100 200 000 rs (kva) 

El cos 7 E*l cob 7 
for 2-wire single-phase lines (89a) 


El is the line voltage in volts, b is the length of the 
line in miles. 

(3) For the calculated values of p and percent ZI read 
percent regulation from curves of constant regulation. 


(b) Load Limitation for Fixed Regulation —^To de¬ 
termine load limit for a given value of regulation: 

( 1 ) Determine p as in above and from chart for given 
value of regulation and p read the corresponding 
percent ZL 


Load in kva 


(% ZDElj cos 7 
100 000 r« 


for three-phase lines ( 00 ) 

(% ZJ)Et cos 7 
200 000 rs 


for single-phase 2 -wire lines (00a) 



for AC8R CoirfMlM 
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(c) Litte Ejgflciency—The line loos in percent of the 
load kva ia given by the equation 

Percent Lo 68 "i% RI »*% ZI cob y (91) 

n^ere cos y can be read off its cosine curve from the known 
value of y. The loss can be determined in percent of the 
load in kilowatts by dividing the value obtained from 
Eq. (91) by the power factor. If it is desired to determine 
the percent loss for a given regulation, the percent ZI can 
be obtained without the use of £q. (89). It is simply 
necessary to determine p and for this angle and the given 
regulation to read the (percent ZI) from the chart. 

(d) Use of Chart for Known Sending-End Voltage 
and Receiving-End Power Factor—The chart can be 
used to as good accuracy as desired for problems of this 
nature. As a first approximation the regulation, in percent 
of the sending-end voltage, can be obtmned as outlined in 
(a) when the sending-end line voltage is used in Eq. (89). 
Either the line current or the load kva expressed in terms 
of the sending-end voltage can be used. The load (or 
receiving-end) voltage can be calculated from this regula¬ 
tion and the sending-end voltage. This first approximation 
will usually give the load voltage to an accuracy of about 
one percent, but the percent accuracy of the regulation 
may be much worse depending upon its magnitude. 

A more accurate value can, however, be very easily 
obtained by the following method of successive approxi¬ 
mations. Using this first determined value of load volt¬ 
age and then each successive value obtained, recalculate 
the relation. One or two such steps will usually give 
very good accuracy. When calculating the percent ZI in 
this process it is not necessary to solve Eq. 89 each time. 
The new value of percent ZI can be obtained by dividing 
the first value calculated by the ratio of the load voltage 
to the sending-end voltage. This type of problem is iUus- 
strated in Example 8 (d). 

It is, cff course, obvious that the load limit for known 
sending-end voltage, load power factor, and regulation 
can be determined as in 28(b) after the load vdtage is 
calculated from the r^ulation and sending-end voltage. 


29. Examples of the Use of the Regulation and Loss 
Chart 


Consider a three-phase line ten miles l(Hig with No. 0000 
stranded-copper conductors at an equivalent spacing of 
six feet and operating at a line voltage of 33 kv at the load 
end. 


Example 8(0) —For rated voltage at the receiving end 
and a 9140 kva load at 0.9 power factor lag, determine the 
regulation. 

Referring to the impedance angle curves for stranded 
copper conductors at the bottom of the chart, the im¬ 
pedance angle for this conductor and spacing is 7 « 67.2°. 
Coe 7 is 0.390 and the conductor resistance is 0.303 ohms 
per mile. Reading from the cosine curve the power factor 
angle for 0.9 power factor is ^■>26°, and the sign is 
minus p- 7 -f 0-67.2“-26“-41.2“ 

From Eq. (89): 


Percmt ZJ 


(100 000)(0.303)(10)(9140) 
(33000)* (0.390) 


-8.52 


Reading from the chart for this percent ZI and p-41.2f, 
the regulation is found to be 5.0 percent. 

Exmnple 8{b )—Determine the maximum kva that can 
be transmitted over this line at the same power factor for 
a regulation of no greater than 5 percent. Reading from 
the chart for 5 percent regulation and p of 41.2°, the percent 
ZI is found to be 6.54. 


Using Eq. (90): 

(100 000)(0.303)(10) 
-9140 

Load in kw- (9140) ( 0 . 9 ) -8230. 


Example 8{c) —As an example of the calculation of 
efficiency for the above case using Eq. (91): 

Percent loss—(6.52) (0.390)—2.55. 

Example 8(d) —For this same line operating at a 
aending-ead line voltage (Ebl) of 33 kv and a sending-end 
load of 9140 kva but a receiving-end lagging power factor 
of 0 . 9 , determine the line voltage at the load end. 

As shown in Example 8 (a): 

The value of percent ZI determined as a first approx¬ 
imation by »««»ng the sending-end voltage and kva in 
Eq. (89) is 

Percent Z/ —6.52 

and p— 7 -|-^—41.2^ 


Thus as a first approximation 
Percent Reg.—5 

Esjj 

1.05 


Ef 


31.42 kv. 


As a second approximation 

Percent Z/- (1.05) (6.52) -6.85 
reading from the chart for percent ZI =^Q.S5 and p—41.2° 
Percent Reg.—5.20 

Eat, 


Et.- 


1.052 


•31.35 kv. 


As a third approximation 

Percent Z/- (1.052) (6.52) -6.87 


Percent Reg.—5.25 (as closely as can be read from the 
chart) 


Ei.- 


Ebl 

1.0525 


31.34 kv. 


30. Use of Regulation and Loss Chart for Long Lines 

As shown in Sec. 16, methods of calculating regulation 
for short lines can be applied to lines up to 100 miles in 
length to a good degree of accuracy by simply adding the 
correction factor (— 2 . 01 iS*) to the percent regulation 
where S is the length of the line in hundreds of miles. 

If greater accuracy is desired, the chart can be used 
with the equivalent load current and power factor ob¬ 
tained as described in Sec. 14. Using this method both 
regulation and efficiency can be detennined. 

31. Determination of Effect of Transformers on 
Line Performance 

The chart can be used as described in Sec. 28 for de- 
tennining regulation and efficiency of transformers al- 
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though the transformer charts in Chap. 5 are simpler. In 
considering the performance of a line and transformers 
together, however, the chart can be used to advantage. 
The impedance of the transformers can be combined with 
that of the line into a single impedance. These impedances 
can be expressed either in ohms or in percent on some 
conunon kva base. Transformer impedance is usually 
given in percent. It can be expressed in ohms by the 
equation 

<7 /nn-\ 

^ (ohmi) -i- (y^) 


The total impedance is 

Percent Z = (2.37+i7.16)+2(0.7+i6) 
=3.77+;17.16 


%Jt_ 3.77 
%X“ 17.16 


0.219 


Reading from the chart for this ratio 
7=77.7® 

Cos 7=0.219 
For 0.9 power factor <(>= —26® 
P=51.7 


The transmission line impedance in ohms can be trans¬ 
formed to a percent basis by the equation 

17 _^(ohina) (kva) 

The transmission line resistance can be read directly from 
the chart and the reactance obtained from the chart 
by reading the line impedance angle y from the chart and 
the ratio of r/x or x/r for this angle. 

For problems of this type it is usually easier to use the 
impedance in percent. Aiter having obtained the total 
equivalent percent and percent A”, the equivalent angle 
y can be read from the curves for tiie ratio of R/X or 
X/R. The percent ZI can be calculated from the equation 

Percent ZI = ~ (ruted loa d) ( actual load) ( 94 ) 

cas y (rated load) 


Example 9 —As an example of the calculation of a 
problem of this type consider the 10 mile, 33 kv, 300 000 
cir mil stranded copper line found adequate for the 
(10 000 kw=ll 111 kva) load at 0.9 power factor lag of 
Example 7. 

Assume that it has transformers at each end rated at 
12 (KK) kva with 0.7 percent resistance and 5 percent re¬ 
actance, and let us calculate the total regulation and loss 
of the system. 

Reading from the chart 


The line resistance is (0.215)(10) = 2.15 ohms 
r/x for the line impedance angle of 71.6° is 0.330 
2 15 

The line reactance is - - = 6.51 ohms 

U.«joU 

The percent impedance of the line on a 12 000 kva 
base is from Eq. (93). 

^ (2.15+>6.51)(12 000) 007.,7 

-(WOO)- 


From Eq. (94) 


—)• 
12000/ 


15.94 


The regulation read from the chart for this percent ZI 
and the calculated value of p is 

Regulation = 10.5% 

The loss in percent of the load in kw is from Eq. (91) 


Percent Lo 88 = 


(15.94) (0.219) 
0.9 


=3.88. 
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A POWER S3r8tem must generate, transmit, and then 
/jk distribute electric power to the desired points, reli- 
^ ^ ably and in good condition. The electrical perform¬ 
ance of the system as dealt with in this chapter is the 
measure of how well it performs this task and is expressed 
by such quantities as voltage regulation, loading of lines 
and equipment, efficiency and losses, and real and reactive 
power flow. Stability, of vital importance also, is dealt 
with in Chap. 13. 

The key to the determination of such system quantities 
is the network solution^ or determination of currents and 
voltages throughout the system for any prescribed con¬ 
ditions. From the network solution can be detei mined all 
of the essential electrical characteristics that are dependent 
upon the fundamental-frequency currents and voltages. 

Network solution is bas^ on Kirchoff's two laws: 

First, that the vector sum of all the voltages acting 
around any closed loop is zero. 

And second, that the vector sum of all the currents 
flowing to any point is zero. 

In the course of applying these elementary principles 
to the solution of thousands of linear networks for many 
years, various investigators have found several powerful 
theorems that follow directly therefrom, such as the super¬ 
position theorem^ the reciprocal theorem, and Thevenin’s 
theorem. These theorems not only assist in visualizing the 
phenomena taking place in the circuits, but also greatly 
simplify and systematize the work of solution for the species 
of networks to which they apply. 

The method of symmetrical components, given in Chap. 
2 is a highly developed special application of the super¬ 
position theorem, t£Jcing advant^e of the symmetry of 
the several phases of the usual polyphase power system. 

The direct use of Kirchoff^s Laws can be designated as 
‘^Solution by Equations,'^ to distinguish it from ‘^Solution 
by Reduction” in which portions of a system are progres¬ 
sively replaced by simpler equivalents until a single branch 
remains. This latter makes use of the superposition theorem 
in treating one emf at a time. Also, it utilizes equivalent 
circuits, many of which are now available. 

Thevenin's theorem and the superposition theorem have 
provided direct methods for obtaining solutions in net¬ 
works of several fixed emfs, with enormous simplification. 

Solutions of networks can be expressed in many forms, 
each one being particularly adaptable to certain types of 
networks or certain problems. Thus, the expression of so¬ 
lutions as ‘‘Self and Mutual Drops and Current Division” 


is particularly well suited to regulation and apparatus 
loading studies. The method of Driving Point and Trans¬ 
fer Admittances or Impedances is well suited to power 
flow or stability studies on multiple^ntranoe systems, and 
the General Circuit Constants, ABCD, or the equivalent 
Pi and T are similarly advantageous for the transmission- 
type network having two significant terminals. 

These methods of network representation and solution 
constitute a highly developed science with extensive pres¬ 
ent literature. However, as they constitute the heart of 
the problem of steady-state performance of systems as well 
as of many other system problems, a large part of this 
chapter will be devoted to them. In general, the most 
commonly used methods will be outlined and illustrated 
by examples. For further information a bibliography of 
selected references is included. 

Network solution, once accomplished largely by analyt¬ 
ical methods, is now performed to an increasing extent by 
a-c and d-c network calculators. However, many problems 
are still solved analytically and also a thorough knowledge 
of methods of network representation and solution is as 
essential as ever to the system designer. Fortunately, how¬ 
ever, the calculator has removed the enormous burden of 
routine calculation and has made it economically possible 
to solve complicated systems. Analytic methods are still 
largely used for the simpler studies or where network 
calculators are not available. 

I. NETWORK REPRESENTATION 

1. Sin^e-Llne Diagram. Fig. 1 

In dealing with power systems of any complexity, one 
of the first essentials is a single-line diagram, in which each 
polyphase circuit is represented by a single line. Stripped 
of the complexity of several phase wires, the main power 
channels then stand out clearly, and the general plan of 
the system is evident. Most power companies maintain 
up-to-date single-line diagrams of their systems. 

This diagram is a short-hand or symbolic representation 
of the principal connections, showing the equipment in its 
correct electrical relationship and usually having indicated 
on it, or in supplementary tabulations, data essential for 
the determination of the impedance diagram. The recom¬ 
mended symbols for apparatus are given in Table 1(a). 
In addition, auxiliary symbols, Table 1(b), are inscribed 
near the devices in question, to indicate the winding con¬ 
nections and the grounding arrangement, if any, at the 
290 
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Table 1(a)—G raphical Symbols for Diagrams^—^Equipment Symbols 



* Th« "Complftf* iymbol it inttndtd to illuitrota the method of treotment for ony detired polyphose combinotlon rather then to thow the 
•iQCt tymbol required. Use eymboi (rrr>) for windingt of opporotue ot required^ and connect to suit porticulor cose. 

tnecribe winding connection diogrom tymbol from Toble lb. 

0 For comolete littt tee Americon Stondordt ZSS.S-lOAS, Z32,I2-I947 


neutral. The use of these auxiliary symbols is illustrated 
in Fig. 1. 

Similar diagrams showing circuit breakers and dis¬ 
connecting switches are used as power-system operating 
diagrams. Or they can be marked with suitable symbols to 
show the relay (See Chap. 11) or lightning protection. 

2. The Sign of Reactive Power 

The + sign used with the reactive-power terms in the 
loads of Fig. 1 designate lagging-reactive power in accord¬ 
ance with the standard notation approved by the AIEE 
Standards Committee on Jan. 14, 1948 and recommended 
for adoption to the American Standards Assn, and the 
lEC. Since this is a change from the convention used in 
editions 1 to 3 of this book the history of this standard 


and its implications are discussed in detail here. 

The complete specification of real- and reactive-power 
flow in a circuit requires: 

First, an indication of the direction spoken of, i.e., a 
reference-positive direction. 

Second, numerical values and associated signs. The 
numerical values give the magnitude of the real- and 
reactive-power components respectively. The associated 
signs show whether they flow in the reference-positive 
direction or not. 

Third, there must be a convention as to whether it is 
lagging-reactive power or leading-reactive power, the di¬ 
rection and magnitude of which is being specified. 

Lagging-reactive power is that which is generated or 
supplied by an over-excited synchronous machine or by a 
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TABLB l(b)->GRAPHIGAL SYMBOLS FOB DUGIUMS—WINDING 

Connection Symbols 


NAME 

SYMBOL 

TWO-PHASE, THREE-WIRE 

L 

TWO-PHASE, FOUR-WIRE 

+ 

THREE-PHASE. DELTA (OR MESH) 

A 

THREE-PHASE, Y (OR STAR) 

Y 

THREE-PHASE, V (OR STAR) WITH NEUTRAL 
BROUGHT OUT AND GROUNDED 


THREE-PHASE, Y(OR STAR) WITH NEUTRAL 
GROUNDED THROUGH A RESISTOR 


THREE-PHASE, ZIG-ZAG 


THREE-PHASE, T 

JL 


static capacitor and used by inductive loads such as induc¬ 
tion motors, reactors, and under-excited synchronous 
machines. 

According to the convention recommended by AIEE in 
1948 and used throughout this book the positive sign for 
reactive power indicates that lagging-reactive power is 
flowing in the reference-positive direction. The vector 
relationship for power is therefore: 

P+jQ = Ely the symbol ^ designating conjugate. 

For example if E is taken as reference, E = E and if 
is a lagging current, P a^nd J" being positive 
quantities, the real ^wer is P^^EP and the lagging- 
reactive power is Q^EP' 

The expression, 

P+jQ^Et^E{P+jIn ^EP+jEP' 

results in the proper sign for the P and Q terms, whereas 
El would give the right values but the wrong sign for the 
Q term. With this new convention, and taking E as refer¬ 
ence, the power vector P+jQ lies along the conjugate of 
the current vector. Consequently current and power circle 
diagrams lie in conjugate quadrants. 

Historical 5ummary-^riginally there was one school 
of thought, typified by Evans, Sels*, and others, that used 
the positive sign for lagging-reactive power for the same 
reasons that it has now finally been adopted. The principal 
reasons were these. Like real power, lag^ng-reactive power 
is generally used in the load and must be supplied at some 
expense in the supply system. It is thus the commodity 
dealt with by the practical power-system designer, and 
dispatched by the operators. This concept is consistent 
mathematically with the following forms: 

Power associated with voltage E and current I is: 

P+jQ’^ET 

and power in an impedance Z to a current I ia: 



P+iQ=/*Z 

The form P-\-jQ=E*Y is then erroneous and gives the 
wrong sign for'Q. 

For the conventional transmission line, with this concept 
(lagging-reactive power positive) the center of the sending- 
end power-circle Vagram lies in the first quadrant and the 
center of the receiving circle in the third quadrant. 

The other school of thought used leading-reactive power 
as positive, lagging-reactive power as negative. This had 
the theoretical advantage of throwing current and power 
circle diagrams into the same quadrant, but the disadvan¬ 
tage that lagging-reactive power, the reactive commodity 
usually dispatched by power-system operators, was then 
a minus quantity. This concept is consistent with the 
mathematical forms: — 

Power associated with a voltage E and a current I is:— 
P+jQ^-^I 

Power flowing into an admittance Y due to a voltage 
Eia: 

P+jQS*Y 
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The form P-^jQ^l^Z is then erroneous and pves the 
wrong sign for Q. 

The latter school, (leading-reactive power positive) won 
out, for the time being, on the basis of the theoretical 
considerations, and on August 12, 1941 the American 
Standards Association approved this convention as an 
industry standard, C42-1941, Section 05.21.050. The first 
three editions of this book followed this standard conven¬ 
tion. However, the convention was never followed by 
system-planning and operating people to any extent. They 
continued to dispatch lagging-reactive power which they 
called simply "reactive,^ and to mark on their flow charts 
the direction in which lagging-reactive power flowed. They 
could not be converted to selling a negative amount of 
leading-reactive power for positive money, but preferred 
to sell a positive amount of lagging-reactive power. 

A majority of engineers have now come to consider 
lagging-reactive power as the commodity being dealt with. 
The AIEE Standards Committee recognizing this fait 
accompli recommended to ASA in 1948 adoption of the 
convention making lagging-reactive power positive. This 
reference book has, starting with the fourth edition, 1950, 
been changed to conform with what will undoubtedly be 
the standard from now on, namely, lagging-reactive power 
positive. 

Teachers and writers can materially aid in eliminating 
confusion by discontinuing all use of the term leading- 
reactive power which after all is simply an unnecessary 
name for the negative of lagging-reactive power. Such a 
term is no more necessary than a name for the negative 
of real power. Eventually if this is followed the adjective 
“lagging” can be dropped, as reactive power will always 
mean lagging-reactive power. 

3. Impedance Dia^am. Fig. 2 

The second essential in analytic study of a power system 
is the impedance diagram, on which are indicated on a 
common basis, the impedances of ail lines and pieces of 
equipment related to the problem. Because of the sym¬ 
metry of phases it is usually suflScient to represent only 
one phase—called the reference phase, or a phase. Under 
balanced conditions of operation, the currents and volt¬ 
ages in the other two phases are exactly equal to those in a 
phase and merely lag behind the a phase quantities by 120 
and 240 electrical degrees. Hence, when the a phase quan¬ 
tities have been determined, the others follow directly. 

Even when unbalances, such as a line-to-ground fault, 
or one-wire-open, occur at one or two points of an otherwise 
balanced polyphase system, the impedance diagrams for 
the reference phase are sufficient, if use is made of the 
method of symmetrical components as outlined in Chap. 2. 

The imp^ance diagram, corresponding to the system 
shown in Fig. 1, is given in Fig. 2. Generator impedances 
are not shown as they do not enter into the particular 
problem. All impedances on this diagram have been ex¬ 
pressed in ohms, and admittances in mhos, on a 110-kv 
base. Actually there are several choices, such as percent 
or per unit on various kva bases or ohms on voltage bases 
other t-h an 110-kv. The relations between these several 
methods, and factors affecting the choice are discussed 
subsequently. 


|2jB2^J3e.3 0HII8 



Zb 

E4X>54J43X>5 OHMS 
-VW 

|iUSxior\lHOs| 

18000 OHMS 






8.784-1379 OHMS 
^AAA^ 


j2.08Xl0-^ 
MHOS 

-14960 OHM9| 


12 , 08 X 10 -^ 
MHOS 
-J4980 
OHMS 

-H(—► 

,12.08 XIO-^ 
MHOS 
I -14980 
OHMS 


12.08 XIO-^ 

: MHOS 
-14980 OHMS 


Fig. 2—Impedance diagram of a system shown in Fig. 1. 


4. Determination of Impedances 

In general, accurate cable and overhead-line impedances 
can be obtained from the tabulations of Chaps. 4 and 3, in 
terms of the wire size and spacing. Average apparatus 
constants are given in the tabulations of Chap. 6, Machine 
Characteristics, and Chap. 5, Power Transformers and 
Reactors. More accurate figures, if required, can be ob¬ 
tained from name-plates or direct from the manufacturer 
of the equipment. The impedances of lines and trans¬ 
formers in Fig. 2 have been obtained, for example, from the 
tables of Chaps. 3 and 5 based on the data given in Fig. 1. 

Representation of Loads —The necessary representa¬ 
tion of loads in the impedance diagrams depends upon 
the use intended. In short-circuit studies, loads are most 
frequently neglected. In stability studies, they must gen¬ 
erally be considered. Several methods of representing loads 
are as follows: 

a. Shunt impedance that draws the same kilowatts and 
reactive kva at normal voltage as is drawn by the 
actual load. 

b. An impedance circuit, which, for any conditions of 
voltage is adjusted to draw the desired amount of 
real and reactive power. 
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c. In network calculator studies, the use of a "source” f 
adjusted, in phase angle and magnitude, to draw the 
desired and reactive power from the system. 

d. Given any characteristics of variation of real and 
reactive power with voltage, the load can be con¬ 
verted to impedance at the expected voltage, this 
impedance used in determining the 83 rstem voltages, 
and then the load impedance corrected to the new 
voltage if such correction is warranted. 


Conversion of Load Kw and Reactive Kva to 
Ohms or Mhos —^Loads given in kilowatts and reactive 
kva can be ccmverted to impedance or admitt^ce form by 
the fdlowing equations: 


Let F«»kw (three-phase) 

QsreacUve kva lagging t(three-phase) 
ifb-i.a'line-to-line voltage in kv at which the oonver- 
aon is to be noade. 

' Z^Kvectbr impedance valuer nhm^'Une-^neutraL 
Ko'vectbr adMttance value; mhod, lihd^to^neQtraL 

i 600 Z*w. 


«■:——r— „ —:—^hms, line-to-neutnQ 
Kw—j reactive kva (lagging) 

Y P'~fQ kw—j reactive kva (lagging) 

1000(kv)* 

mhos, line^o-neutral 


( 1 ) 

( 2 ) 


Far example^ at 13.8 kv a load of 10000 kva at-80 
percent power factor lagging may be-expressed as: 


"”l.05*(kva) 


1000(0.44)* 

1.05X150 


1.22 ohms 


( 6 ) 


This ohmic value can be converted to percent by Eq. (12). 

Shunt Reactors have 100-percent voltage drop across 
them when connected to normal voltage, or have 100-per¬ 
cent impedance based on the kva drawn from the system 
at normal voltage. 

Series Reactors— The reactance of a series reactor is 
frequently expressed in percent, but the kva of its parts 
is given. Thus, if a 6-percent reactor is desired in a circuit 
having a rating of 10 000 kva, three-phase, the reactor 
rating will be 600 kva, three-phase (6 percent of 10000 
kva). Three 200-kva single-phase reactors might be used. 
These would ordinarily be referred to as three 200-kva, 
6-percent reactors, whereas actually they constitute a 
three-phase reactance in the circuit having 6-percent re¬ 
actance on a 10 000-kva base. Care must be talcen, there¬ 
fore, to determine the reactance value on the through or 
transmitted kva base, or 10 000-kva baso in the example 
cited. The relation between reactor kva, and through kva 
are as follows: 

Keactor three-phase kva rating » a 

Through or transmitted kva ratings A 

Percent reactance on the transmitted kva base-X 


Then 



(3) 


Given the reactor three-phase kva rating, a, the through 
kva rating is 


A 



(4) 


P"»8000 kw -4-6000 reactive kva' 

. The impedance required to represent it is: 

line-to-neutral 

and-ihe admittance is: 

^** ^^( 1 ^^ "0.0420—j0.0315 mhos, line-to-neutral. 


The reactorhasa reactance of X percent on the kva base A. 
In the case cited above of a 600-kva, 6-percent reactor, 
100 ' 

Eq. (4) pves A«*-^XOOO"«10000. Whence, the reactor 
o 

has a reactance bf.6 percent oh a 10 000-kva base. 

The standard reactance tolerance of current-limiting 
reactors is —3 percent to -f7 percent for single-phase and 
—3 percent to -(-10 percent for three phase. The rated 
reac^ce is generally used in system calculations unless 
test figures are available. 


Y and Z as given above are the admittance or impedance 
values to be used in the single-phase impedance diagram m 
which (mly the reference phase and neutral are represented. 

Shunt Capacitors are built to a tolerance of —0 to 
-f 10 percent of their rated kva, -(-5 percent being the 
average. It is generally sufBciently accurate to consider 
the reactance to be 100 percent based on 105 percent of 
the rated kva base. 

Series Capacitors —The determination of reactance 
<A a series ciqiacitw can best be explained by example. 
Suppose ten standard 15-kva single-phase, 440'volt, shunt- 
capacitor units have been used in parallel in each phase, 
or a total of 150 kva per phase. The capacitive reactance 
presented in series in each phase is then: 

(The “aouroes” are voltage regulator-phase shifter circuits from a 
main power bus and can be readily adjusted to either draw or feed 
the derired quantities of real and reae^e power. 

to is positive for loggiwg reactive kva. 


5. Cionversions. Percent to Ohms and Ohms to 
Percentt 


Method 1 —If a base kva (three-phase) and kv (line- 
to-line) are selected, the corresponding normal or base 
current, line-to-neutral voltage, and impedance values can 
be immediately determined. 

'fhey are: 


Normal Current /a 

Normal Voltage ^ 
(line-to-neutral) " 


Icvft 

amperes 
lOOO(kv) 


V3 


volts 


( 6 ) 

(7) 


Normal Impedance Zn 


En ohms per phase, 

/„ line-to-neutral. 


( 8 ) 


*lf the ratio of actual to rated kva is known, it should be used in 
place of 1J>6. 

t(Note: Per Unit is percent divided by 100). 
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From these rdations aoy peroent impedance can be con- 
verted to ohxne. 

Ohms-- (nonnal impedance)^ ^^ ^ ^^ in^)edance^ 

») 

Ckmyerady any <dimic figure can be converted to percent 

*“(NonJtaSedM«») - ’K^) <“> 

Method i—Tlie magnitude of Z. from (8), (7), and 
(6) oaa be substituted in (9) and (10) and direct 
convenrions: 

01 ) 

F«trcnit-oliiiia^^^^ (12) 

For example, a IfijOOO-kva, 18.8-ky to 60-kv transfonner 
bankiljiaB a reactance of: 8 percent on the 16 000-kva base. 
Let 'it^ required to determine its impedance in ohms on 
a OO^'^base. 

Normal current: 


. 15 000 

^""66 V 3 " 

Normal volt^e: 


131 ampties. 


"38100 volts, line-to-neutiaL 
v3 

Normal impedance: 

„ 38100 


131 


291' ohms per phase, linO-to-neutral. 


Transformer impedance—8 percent of 291 

—23.3 ohms per phase at 66 kv. 

The direct determination from (11) is. 

Transformer impedance 

8 ( 66 )*( 10 ) . . 

——23.3 ohms per phase. 

10 oou 

The first method is longer, but gives other information 
generally required in the problem, and has nome advantage 
in visualising the procedures. 

6. CSonversions to a Different Kva Base 

From (12) it is apparent that for a given ohmic imped¬ 
ance the percent impedance varies directly with the kva 
base sdected. Thus 10-percent impedance on a 10 OOO-kva 
base becomes 100-percent impedance on a 100 OOO-kva 
base. When using percent impedances, all percentages 
should be expressed on the same kva bam. 

7. Conversions to a Different Voltaite Base 

In system studies if impedances are expressed in ohms 
it is desirable to convert them all to a common voltage bam 
so that transformer turns ratios need not be considered in 
the subsequent calculations. The terms “voltage ratio” 


and “turns ratio” are often used loosely as synonymous 
terms, until more precim or important calculations are 
being made for which it is desired to be quite accurate. 
Then tile quortion sometimes arises as to whether imped¬ 
ances tiioidd be transferred to the voltage bam on the 
other side of a transformer on the bans of its vol^e ratio 
or its turns ratio. It is actually the turns ratio.that coudts 
and should be used as will be shown latm in this section. 
The turns ratio ia the same as the nameplate voltiige ratio 
but differs from the terminal voltage ratio under load. 

Also in {qiproxiinate calculations it is frequently assumed 
that for all parts of the system of the ^me nominal voltage 
the same transformation ratio can be used to the desired 
voltage base. This is a rough approximation and becomes 
exact only if'the transformer turns ratios betweed parts of 
the system at. the same nominal voltage are all unity. 
Barring this, onexorrect procedure is to select some one 
point of the'^qrstem as a bam and transform all other 
impedances to this bam by multiplying by the square of 
the intervening turns ratios. Once all impedances are on 
a common bam they can all be transformed by a tingle 
multiplier'^ any other voltage bam. 

When impedances are in percent on a given kva bam the 
percent refers to a given normal voltage. Thus strictly two 
conditions.must be fulfilled in sequence for percent im¬ 
pedances to be used in network solutions. First, the normal 
voltages to 't^ch the percentages refer must be in the same 
ratios as transformer txuns ratios throughout the system. 
Second^-the normal voltage used in converting the answers 
fropi; percent to amperes and volts must be the same as the 
normal voltages on which the percent impedances are 
based. Otherwim approximations are involved. Them 
approximations can be eliminated by suitable transfonnar 
tions beyond the scope of this chapter except for the 
following general'method. 

Where doubiexista.as to the correct direct transformar, 
tion of-jgti'c^ntampedance, the impedrace of each eierhoat' 
can be convet^; to. ohms. The obmic.values can be con-^ 
verted to a cbrnmort^lMisaas d^ribed above and combined." 
The result cim 'reconverted to percent on any desired 
kva and voltage base. This is the general procedure by 
which rules for direct percent-impedance transformations' 
are derived. 

The pitfall of ignoring near-unity turns ratios extends to 
voltage aim. Suppom a 13.8-kv generator feeds through 
step-up and step^own transformers to a 13.8-kv distribu¬ 
tion system and that impedances have been expressed on 
the distribution system voltage bam. Suppom further that 
there is a resultant l:l.l step-up turns ratio between the 
generator and the distribution system. Then a generator 
operating at 13.8 kv would be at 13.8X1.1 — 15.18 kv on 
the 13.8-kv voItage..bi^ of the distribution system, and 
must be m treated in.the cticulations. Similarly, for cal¬ 
culations in, percent, the sune machine must be treated 
as operating:at IIQ percent voltage. The theoretical basis 
upon which all such^transformations rest, and ekabotples of 
their correct um is ipven in the foUoyring paragraph 

From an energy or power standpoint, no changei is made 
if all voltages are'multiplied by a constant, N, all ’cturrenta 
divided by N, kll impedances mult^diad by N*, and all 
admittances dhvid^ by AT*. When two drcuits are aepw- 
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(o) ACTUAL CIRCUIT 

LEAKAGE IMPEDANCES 



IMPEDANCE 

(U TRANSFORMER REPLACED BY IDEAL TRANSFORMER « IMPEDANCES 



IDEAL TRANSFORMER 
(e) TRANSFORMATION N 



(d) TRANSFORMER OMITTED 


Fig. 3—Power InTaiiant transfomuitioii. 

rated by an ideal transformer* of turns ratio N, such an 
operation performed on the quantities on one side of the 
transformer with a corresponding change in the trans¬ 
former ratio, has the advantage of bringing the currents 
and voltages on the two sides to an equality. A direct 
connection can be made and the ideal transformer can be 
omitted from the diagram (see Fig. 3). Solutions can be 
made with the quantities on the fictitious or transformed 
voltage base, and they can be reconverted to actual 
quantities whenever desired. 

An actual transformer differs from an ideal transformer 
in two respects only. It has primary and secondary resist¬ 
ances and leakage reactances, which are no different than 
the same impedance connected externally. Its primary 
and secondary ampere-turns differ by a small quantity 
of exciting ampere-turns that excite the core. A shunt 
branch can be connected which draws the requisite exciting 
current if important in the particular problem. 

Example —As an example consider the circuit of Fig. 4, 
a generator, transformer and high-voltage line with a three- 
phase short circuit at the end. Suppose the short-circuit 
currents are to be determined. This problem will also illus¬ 
trate that calculations can be made interchangeably with 
impedances in ohms on any voltage base or in percent on 
any kva base. 

''The generator reactance (assumed 15%) in ohms is 
from (11): 

*A tnuiafonner hAving lero exciting current and tero leakage 
impedance. 


(15)(10)(13.8)< 
50 000 


~0.571 ohms at 13.8 kv 


The transformer reactance in ohms is: 

0.343 ohms at 13.8 kv. 

50 000 

#The line impedance is, from Chap. 3. 

975+jf57.9olimsat 110-kv. [See Fig. 4(c)l 


SOPOO KVA 
TURBO-QEN. 

i3>800 
VJv 105 


:_ X tIO KV 18 FT EQUiV. SPACING ^ 

5C 75 MILES 500 MCM CU. ^ 

50P00 KVA 
9X REACT. 

(o) SINOLE-LINE DIAGRAM 

jO.343 0J54-I*j0.9l0 

I.43SO*AMP Z»ai54+llSg4 
■1.830 


(b) IMPEDANCE DIAGRAM 

110.000 ALL IMPEDANCES IN OHMS AT IS.8 KV 

VS\ J36.2 J2I.7 8.8+J57.9 

o To—VW-VW--VS/V'- -r- -1 

! I*345 AMP Z*»S'*-1118.8 


(c) IMPEDANCE DIAGRAM 
ALL IMPEDANCES IN OHMS AT 110 KV 

015 0.0» 0.044-i0.23» 


z*0l04*|047» 
PER UNIT J 'O-A® 


(d) IMPEDANCE DIAGRAM 

ALL IMPEDANCES IN PER UNIT ON A 50,000 KVA BASE 

Fig. 4—Problem illuatratliig the expression of ohms on vari¬ 
ous voltage bases and the relation to percent on a kva base. 


The shunt impedances of this line are high Oine CD' Fig. 
2 ) and will be neglected for simplicity in this problem. 

Use of Generator Voltage Base—If the current in 
the generator is desired, it will be most convenient to 
express all impedances on the generator voltage base. The 
generator and transformer impedances are already on this 
base. The line impedance is converted to it by multiplying 
by the square of the turns ratio, usually taken as the 
nameplate voltage ratio corresponding to the taps in use. 
Thus the line impedance is: 


(9.75+;57.9)(!M)’ 


=0.154-|-j0.910 ohms at 13.8 kv. 


The impedance diagram of Fig. 4(b) results, in which 
all impedances are expressed in ohms on a 13.8-kv base. 
The fault current in the generator is then: 


13 800 
>/3( 1.830) 


4350 amperes. 


The current flowing in the line is: 

/'»4350^11^^-545 amperes. 

Use of Line Voltage Base —A similar result would be 
obtained if the generator and transformer reactances had 
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been converted directly from percent to ohms at 110-kv. 
The impedance diagram, Fig. 4(c) would then result, the 
fault current being calculated directly for the line and 

requiring a conversion ^multiplication by to deter¬ 
mine the current in the generator. 

Use of Percent on a Kva Base—A third method of 
approach is to convert the line impedance to percent on 
a kva base, and “work in percent.” A convenient base 
will be 50 000 kva since two of the impedances are already 
known on this base. The line impedance is, from Eq. (12): 

(9.75.+jg^^.9)(^ 000) ^ (4 o ^^-23 9 )% ^ oOO-kva base. 

The impedance diagram Fig. 4(d) results, the percentages 
being shown as decimal fractions or ^'per unit’’ to facilitate 
computation. 

In this case the current is: 


1.0 

' 0 . 48 * 


= 2.08 per unit or 208 percent of the normal 
current, corresponding to the selected kva 
base. 


This normal current is: 


, 50 000 

V3(13.8or 110) 


2090 amp. at 13.8 kv 
or 262 amp. at 110 kv 


The generator and line currents are, therefore, 208 percent 
of 2090 and 262 or 4350 and 545 amperes respectively, 
which agree with the preceding calculations. 

The base selected obviously is immaterial. Had a 
100 OOO-kva base been used, the impedances in Fig. 4(d) 
would all be doubled and the resulting percent currents 
halved. But the normal currents to which these percent¬ 
ages refer would be twice as great, and thus the same 
number of amperes would be obtained. 


8 . Phase Shifts in Transformer Banks 

In addition to magnitude transformation, the voltage of 
the reference phase in general undergoes a shift in angular 
position. For balanced conditions, that is, considering 
positive-sequence quantities only, this is generally of no 
signi&cance. For example, in the problem just worked out, 
the current in the reference phase of the line may or may 
not have been in phase with the reference or a phase 
current in the generator. If the transformer were delta- 
delta, the currents would have been in-phase; if delta-star 
they would have been 30 degrees out-of-phase, using the 
usual conventions. 

However, it should be recognised that an angular trans¬ 
formation has been made whenever the single-phase circuit 
or impedance diagram is used for the calculation of currents 
and voltages in a circuit including a star-delta connected 
transformer bank. The following statements should aid in 
determining the treatment required in any particular case. 

Radial Systems— In radial systems, the angle trans¬ 
formation is not usually significant as few phenomena 
involve compmrisons of the phase angles of line currents 
on opposite sides of a transformation. Since currents and 
volta^ are shifted alike, power or impedance determina¬ 
tion at any one point in the circuit is unaffected by the 
angle transformation. 


Transformer Differential Protection—K typical ex¬ 
ception is the differential protection of a transformer bank. 
Here the currents on opposite sides of the transformation 
are purposely compared and measures must be taken to 
correct for the shift if the devices used are sensitive to 
phase angle. 

Sequence cm/Currenf^— Positive-sequence 

voltages and currents are shifted the same as the reference 
or a phase in progressing through a symmetrical trans¬ 
formation. Negative-sequence voltages and currents, if 
present, are shifted the same amount as the referen<^e phase 
but in the reverse direction. Zero-sequence voltages and 
currents are not shifted in progressing through a trans¬ 
formation. 

Ideal Transfornu0ion —The shifts referred to have to 
do with the ideal transformer only, deleted of all leakage 
impedance and exciting current. That is, they depend only 
on how many turns of primary and secondary are used 
on each core and how these are grouped to form the phases 
on the primary and secondary sides. Symmetry with respect 
to a, 6, and c phases is assumed. 

Regulating Transformers —A symmetrical three- 
phase bank of regulating transformers may involve both 
ratio and phase-angle transformation. Suppose that in 
progressing through a particular bank of this type, a 
phase-angle advance of 10 degrees exists in the reference 
phase. Then, in progressing through the tran.sformer in 
the same direction, positive-sequence quantities (currents , 
and voltages) are advanced 10 degrees, negative-sequence 
quantities retarded 10degrees, and jsero-sequence quantities 
not shifted at all. 

Standard Angular Shifts —The angular shifts of 
reference phase for various transformer connections are 
given in Chap. 5, Sec. 13. The American Standard* is a 
30-degree advance in phase in progressing through either 
a star-delta or a delta-star connected transformer from a 
lower to a higher voltage. When carried out consistently, 
this will permit interconnections at various system volt¬ 
ages without difficulty in phasing. However, at present 
practically all possible connections are in use throughout 
the industry. 

9. Loop Systems That Close 

Transformations of magnitude or angle in a system in¬ 
volving one or more loops can be treated similarly to a 
radial system provided that : 

a. The product of the magnitude transformation ratios 
for the reference phase, taken in a common direction 
around each closed loop is unity. 

b. The sum of the reference phase angular shifts taken 
in a common direction around each closed loop is zero. 

If each transformation ratio is expressed vectorially as 
including angular significance in the term ‘Vector 
transformation ratio,” then a and b above can be combined 
into the single requirement: 

c. The product of the vector transformation ratios 
around each closed loop is l€^^. 

If the requirements a and 6, or c are fulfilled, then the 
circuits of the system can be divided into zones separated 

♦ASA Standards C-57 
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< > (a) SINGLE LINE OIAGRAM 

r.MjeJ** 



(b) IMPEDANCE DIAGRAM 


Ns€J*»*|||€**®’«N|€J*'Nt€J** 


Fig. 5—Ratio and angular tranaformatlons. 


In Zone 3 

In Zone 2 


(14) 

(15) 



(16) 

In Zone 1 


(17) 



(18) 



(19) 


The Zone 1 quantities may also be expressed as follows, 
illustrating the general method to be followed when the 
zone in question is separated from the reference zone by 
several transformations. 

p/ ^ -JUk-rto 

‘ NiNte^Xt^ NiNt 

The power at any point », for example, can be cal¬ 
culated without transforming. For: 

p: +jQ:* “ Eft: - - ej, ( 20 ) 

and 

■=£?./. (21) 


from each other by transformations. One zone, usually 
the one of greatest interest in the particular problem, can 
be taken as the reference zone. 

Example —For example, in Fig. 5 currents in various 
parts of the system are to be determined for a balanced 
three-phase fault on the 132-kv line. 

There is one closed loop in which: 

= (13) 

Therefore, the reference-phase impedance diagram can 
be prepared from the single-line diagram without showing 
any transformations. 

Let Zone 3 be taken as the reference zone and all im¬ 
pedances expressed in ohms on 132-kv base. The fault 
current, /f, and the distribution of currents Ig and /p are 
now readily determined. So also are the voltages through¬ 
out the network. It is recognized that in Zone 3 these are 
the actual reference phase currents and voltages. In Zones 
1 and 2 they are the actual quantities transformed to the 
Zone 3 base, and hence, must be transformed to their own 
respective bases to obtain the actual quantities. Since they 
are all positive-sequence currents and voltages, that is, 
normal balanced three-phase quantities, the actual cur¬ 
rents and voltages of the reference phase, which have been 
indicated on the single line diagram, are as follows: 


These are the same. In other words the transformations 
described thus far and ordinarily used in analytical work 
are power invariant. They differ from transformations to 
a model scale for setting on a network calculator, in which 
power must obviously be scaled down. 

10. Loop Systems That Do Not Qose 

If the product of vector transformation ratios around a 
closed loop is not unity, special consideration needs to be 
given. This case will be sub-divided into three parts, viz— 
(a) product of ratios not unity, (b) sum of angular shifts 
not zero, and (c) product of ratios not unity and sum of 
angles not zero. 

Product of Ratios Not Unity —Many transformers 
are provided with taps in one or more windings. With star 
or delta connected windings, use of these taps changes the 
ratio only, without affecting the angular shift through the 
transformer. Thus, by far the largest number of cases of 
non-unity vector transformation ratio around closed loops 
falls in this category of ratio discrepancy only. 

Example —An example is shown in Fig. 6, in which two 
circuits A and B differ in capacity, the taps having been 
increased on the B circuit to make it carry more of the load. 
The power factor of the portion of load that can be thus 
shift^ from Bio A depends on the impedance phase angles 
of the A and B circuits being nearly pure wattless for pure 
reactive circaits, and pure watts for pure resistive circuits. 
Thus, for 60 degrees impedance angle circuits the shifted 
*dee Section 2. 
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•S4:I32 




IDEAL AUTOTRANSFORMER 

(b) IMPEDANCE DIAGRAM ON ZONE 2 BASE 
WITH REMNANT TRANSFORMATION INDICATED 


I—WNA- 


-q_g- 

1.04-iO 


Ir(*0.32e73-^!2M85^ 


Io»0.32e75-i0.254e5»lm 


l**0.6573-i0.5097 


>l*Is 

j _ 0.9745-i0.0329*^ E'«0.8976-10.0643 | 

(c) CIRCUIT CALCULATED WITH SERIES EMF ZERO 


—^\AAA ^ —AAAA— 

In>-aOI67'*’10.0663 


j-0~ 

I_Z: 


1d» 0.0 3 09- 1( ^. 07 83 *1 m 
L^WV;|r-0 8 
- 0.0078-)a003l 


I,•0.0142-10.0118 j 

I 

E'«0,0l98>i0 002l J 


(d) CIRCUIT CALCULATED WITH SHUNT EMFS ZERO) 
SERIES EMF ACTING ALONE. 6-0.0443-jO.0015 

Pig. b—Product of ratios around a closed loop not unity. 


load is at about 50 percent power factor. The amount 
shifted is nearly constant, and not a percentage of the 
total load. Thus, at no load, there is a circulation over 
the two lines. 

Suppose that the network of Fig. 6 is to be solved, and 
it is desired to work on the Zone 2 basis. Zone 3 can be 
readily transformed to this basis as explained in a preced¬ 
ing section. However, no transformation can be found for 
Zone 1 that will result in both transformer ratios being 
unity. The best that can be done is to make one of them, 


for example A, unity by transforming the voltages of Zone 
132 

1 in the ratio and currents and impedances by 

13.o 


the corresponding factors. This leaves an uncompensated 
or remnant ratio to be accounted for in S, which may be 
represented as an autotransformer, Fig. 6(b). 

In a-c network calculator studies, small auto-transform- 
ers of the remnant ratio are used and no further consider¬ 
ation need be given. For analytic studies the simplest 
method is to neglect the remnant transformation ratio, 
provided great accuracy is not required. The order of 
magnitude of the circulating current can be estimated by 
dividing the inserted voltage by the loop impedance to see 
whether it can be neglected in the problem at hand. For 
example, if the remnant ratio is 1.05 the insert/cd voltage is 
of the order of 0.05 per unit under normal load conditions. 
If the loop impedance is 0.50 per unit the order of magni¬ 
tude of circulating current is ^^ = 0.10 per unit. 

0.50 


If this cannot be neglected the following approximation 
is suggested in cases where the remnant ratio is close to 
unity. The accuracy of the method is indicated later by 
an example. 


a. Treat as though the ratio were unity and determine 
the resulting shunt voltage at the location of the 
auto-transformer. 


b. 


d. 


e. 


Determine the resulting series voltage introduced, 

in this case —= 7 ^ = 4.5 percent of the shunt 
132 132 


voltage, and in phase with it. 

Determine the current circulated in the network by 
the action of this series voltage alone, setting the 
generator emf, Ey equal to zero. Determine the volt¬ 
ages for this condition also. 


Superpose this set of circulating currents on the cur¬ 
rents previously calculated. Superpose the voltages 
similarly. The resulting solution is in error only by a 
correction factor of the second order which usually 
can be ignored, as will be shown subsequently. 
Where several such auto-transformers are required 
to "close” the impedance diagram, the circulating 
currents can be calculated separately, treating the 
ratios of the othere as unity at the time. All of the 
resulting circulating currents can then be superposed. 
The resulting voltages can likewise be superposed. 


This approximation is based on the concept that the 
auto-transformer could be replaced by a shunt load that 
draws the same current from the system as the main section 
of the auto-transformer and a series emf that impresses 
in series the same voltage as the short extension of the 
auto-transformer. With this substitution, the solution by 
superposition is exact. If the auto-transformer introduces 
five-percent voltage in series and the impedance to the 
resulting circulating current is 50 percent, then ten-percent 
current will flow. With five-percent voltage this amounts 
to 0.5-percent load, which is supplied from the system to 
the shunt winding of the auto-transformer, thence, to the 
series winding and back into the system, as PX and 
losses of circulation. As this load drawn by the shunt 
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winding is quite small, 0.5*peroent in the case just cited, 
it is most frequently i^ored. 

In general, introduction of the series voltage raises the 
voltage on one side of the auto-transformer and lowers it 
on the other side, as compared with the voltage that would 
be present if the auto-transformer were not there. Thus, 
if the series voltage is five percent, the shunt voltage 
applied to the auto-transformer will differ by not over 
five percent from that calculated with the auto-transformer 
removed. A correction of five-percent in the shunt voltage 
would change the series voltage from five-percent to 4.75 
percent. This small correction usually is not required. 
Thus, the steps as outlined from a to d above will usually 
be sufficiently accurate. 

Example —A comparison of the exact solution (by 
equations—see Sec. 13) and the approximation in the 
case of Fig. 6 will illustrate the procedure and indicate 
the degree of accuracy to be expected. Assume a set of 
constants as follows, in per unit on the generator leva base. 
Assume the voltage to be maintained constant on the 
generator bus. 

A-jO.lO E~l+jQ 

B-jO.lO 

C-0.10+i0.173 

D-0.10-f->0.173 

F-jO.lO 

(?-0.90+j0.50 

Following the steps suggested above, the series voltage 
is first set equal to aero and the solution using the generator 
voltage alone is obtained, Fig. 6(c). The series voltage is 
4.5 percent of 0.9745—j0.0329 or equal to 0.0443—jO.OO 15 
and is directed to the right. Then, setting the generator 
voltage equal to aero and appl 3 dng the series voltage alone, 
the solution of Fig. 6(d) is obtained. Adding vectorially 
the corresponding quantities in these two solutions, the 
superposed solution. Fig. 7(a), is obtained for the simul¬ 
taneous application of the generator voltage, E, and the 


r—wv- 


E«in+j0 
I -- E. 


I 

!t 


ii*i. 




lA«0.3l2l-i0.lSS9 


I^0. 3 Sf6- y J33£ ;I m 
0.9667-ja0360*£* 


I,»0.67l7-ia52l5 


j- 


r«o.»i74-jaoe«4 


(4) APPROXIMATE SOLUTION O0TAINEO BY SUPERIMPOSING THE 
RESULTS OF THE SHUNT AND SERIES EMP'S, FIG. t (e) ANO (4) 



In'0.3l6-iO.I9l 





A 

|Ip«0.37l-j0.345 

1 0.335-i0.330«Im 

If067^|03£l 

|l,«0.68e-ia636 


I 

OBBS-HXOST.^ T l:l.048 1 

r*0.fl6-i0X>67 


(») EXACT SOLUTION BY SOLUTION OF THE EQUATIONS 


Fig. 7—CompBrison of exact and approximate eolutione of 

Fig. 4. 


series voltage e, and is a good approximation to the exact 
solution ai the circuit of Fig. 6(a) and (b) as will be shown 
by comparison with Fig. 7(b). 

The Exact Solution for the currents and voltages in Fig. 
6 (b) can be obtained by writing Kirchoff’s Law for the 

Tabus 2—Comparison op Rbsults by Approxhutb and 
Exact Mbthods op Solution whin Product op 
Vbctor Transformation Ratios is not Unity. 

(Rbper aibo to Fio. 7). 



By Approximate Method 

By Exact Method 

% Diff. 
Diff. 

Exact 

XlOO 

Vector 

Scalar 

Vector 

Scalar 

/. 

0.672~>0.622 

0.851 

0.686-/0 536 

0.870 

2.18 

/. 

0 672->0.522 

0.851 

0.670-/0 521 

0 849 

0.24 

/. 

0.312->0.188 

0.364 

0.316-/0.191 

0.369 

1.36 

h 

0 360r>0 333 

0.490 

0 371-/0 345 

0 507 

3.35 

Im 

0 360->0.333 

0.490 

0.355-/0 330 

0.485 

1.03 

E" 

0.967-/0.036 

0.968 

0.965-/0.037 

0.966 

0.21 

E' 

0 917-/0.066 

0 919 

0.916-/0.067 

0 918 

0 11 


drops around each of the three loops and setting up a fourth 
equation stating that the total ampere-turns on the perfect 
transformer are sero. 

hB ~UB -I-7,(0) +E" 

( 22 ) 

-hB +h{A-\-B-\-C-\-D)-I»D -f-£"(0.045)-0 

(23) 

h{0)-I»D -h/i(7>+F+(?)-£"(1.045)-0 

(24) 

7, -1-7,(0.045) -7,(1.045) +£"(0) -0 

(25) 

The solution of these simultaneous equations with the 
numerical values of the impedances A to O substituted, 
is given in Fig. 7(b). Table 2 shows the error in various 
quantities by the approximate method. The voltages are 
within 0.2 percent. The largest current error is 3.35 percent 
in Ip. The sum of errors in Ip and Im are about 4.5 percent. 
This is necessary since these two currents are tsJeen the 
same in the approximate solution and differ by 4.5 percent 
in the exact solution. 

Sum of Angular Shifts Not Zero —Regulating trana- 
formers or regulators as well as special connections of trans¬ 
formers can introduce angular shift. If the net shift around 
a closed loop is not sero but is small, the treatment is 
similar to that for ratio discrepancies except that the series 
voltage is introduced at right angles to the shunt voltage. 
On the a-c network calculator, transformers cannot be 
used to obtain a shift since the circuits are single phase. 
Power sources must be used to introduce the necessary 
series voltages. 

Sum of Angular Shifts Not Zero and Sum of 
Ratios Not Unity—The series voltage can be introduced 
at any desired angle, corresponding to the net vector trans¬ 
formation ratio, and the currents superposed as outlined 
above, with appropriate phase relations. 
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II. NETWORK SOLUTION 
11. Network Theorema** 

The Superposition Theorem sutes that each emf 
produces currents in a linear network* independently of 
those produced by any other emf. It follows that the 
emfs and currents of a given frequency can be treated 
independently of those of any other frequency, and of 
transients. The superposition theorem is a direct result of 
the fact that the fundamental simultaneous differential 
equations of the network are linear. (See any standard 
book on Differential Equations.) (See Sec. 13.) 

The Compensation Theorem states that if the im¬ 
pedance of a branch of a network be changed by an 
amount AZ, the change in current in any branch is the 
same as would be produced by a compensating emf—AZ/, 
acting in series with the modified branch, I being the origi¬ 
nal current in that branch. By compensating emf is meant 
one which, if it were inserted, would neutralize the drop 
through AZ. This theorem follows directly from the 
superposition theorem. 

The Reciprocal Theorem states that when a source 
of electromotive force is connected across one pair of 
terminals of a paasivef linear network and an ammeter is 
connected across a second pair of terminals, then the source 
of electromotive force and the ammeter can be inter¬ 
changed without altering the reading of the ammeter 
(provided neither the source nor receiver has internal 
impedance). This follows from the fact that in Eq. (56), 
if «dl emfs are sero except Et and Et for example, then if 

E,-0, 7,-^, whileifE,-0, 

80 that if 1%^!% for the conditions of the theorem. 

Note that An^An^ 

13. Reference Current and Voltage Directions 

To specify uniquely a vector current or voltage in a 
circuit, some system must be adopted to label the points 
between which the voltage is being described or the branch 
in which the current flows. This system must also indicate 
the reference or positive direction. Two common methods 
are: the use of i^erence or positive direction arrows and 
the double subscript notation. 

R^erenceDirection Arrows— Fig, 8(a) and (b)—When 
a network is to be solved to determine, for example, the 
current flow for a given set of impressed emfs, the network 
should first be marked with arrows to indicate the reference 
positive direction of each current and voltage involved. 
These can be drawn arbitrarily, although if the predom¬ 
inant directions are known, their use as reference-direction 
arrows simplifies later interpretation. 

The use of open voltage-arrowheads and closed current- 
arrowheads will avoid confusion in numerical work, where 
the E and I symbols are not used. 

It must be decided at this point whether the voltage 

*^8ss slso Tbsvenin’s Thsorem, Seo. 18. 

linssr network is one in whi^ ssok impodsnoe is linear; that is, 
has a straight line rdation between current and voltage drop. 

tA passive network is one having no internal emfs as distinguished 
fiou an active network. 


Pig. 8—-Methods of notation used in network solution. 

arrow is to represent a rise or a drop. In system calcula¬ 
tions a is generally used as the rise in voltage. While 
this decision is arbitrary, once made, it must be adhered 
to consistently. 

Finally a vector value must be assigned to the voltage 
or current. It can be expressed as a complex number, or 
in polar form or g^phically and gives the magnitude and 
relative phase of the quantity with respect to some ref¬ 
erence. A symbol, such as /», can be used to designate 
this vector quantity. 

The known vectorial voltages or currents must be asso¬ 
ciated with the reference arrows in a manner consistent 
with the conditions of the problem. For example, suppose 
the problem in Fig. 8(a), is to determine the currents that 
would flow with the two voltage sources 180 degrees out 
of phase, and 100 volts each, rms, 60-cycle. Then if £« 
is taken as l(X)+j0, Er must be taken as — lOO+jO. Had 
the arbitrary reference-direction arrows been taken as in 
Fig. 8(b), then for the same problem a consistent set of 
voltages would be: 

E.^m+jO, Er^lOO+jO 

Ordinarily the reference-direction arrows for shunt voltages 
are directed from the neutral to the phase conductor as 
in Fig. 8(a). 

Summarizing then, the complete specification of a 
quantity in the reference-direction-arrow system involves 
three elements: 

a. The reference-direction arrow, drawn arbitrarily. 

b. An agreement, consistently followed as to what the 
reference-direction arrow means; particularly whether 
the voltage arrow means the voltage of the point 
above the tail or the drop from tail to point. 

c. A vector to represent the magnitude and relative 
phase of the quantity with respect to a reference. 

Suggested convention: For voltages, the vector quantity 
shall indicate the voltage of the point of the arrow above 
the tail, that is, the rise in the direction of the arrow. It 
then is also the drop from point to tail. 
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Mesh Currents and Voltages—Refer to Fig. 8(c )— 
The "mesh current” system involves a somewhat different 
point of view. Here each current is continuous around a 
mesh and several currents may flow in the same branch. 
(/* and Ir flow in Z.) The branch current is the vector sum 
of all the mesh currents in the branch, taken in the refer¬ 
ence direction for the branch current. If such a network 
can be laid out "flat,” it is most convenient to take the 
reference direction for mesh currents as simply "clockwise” 
for example. Or circular arrows can be used as shown in 
Fig, 8(c). The example of solution by equations in Sec. 9 
illustrates the use of "mesh currents.” 

The same reference directions can be conveniently used 
for mesh emfs, which are the vector sum of all emfs acting 
around a particular mesh, taken in the reference direction. 

Double-Subscript Notation — Fig. 8(d )—A double- 
subscript notation is sometimes used and is of course 
equivalent to the dra\ving of reference arrows. Here again 
an arbitrary decision must be made as to what is intended. 
Suggested Convention. Refer to Fig. 8(d). 

/st means the current from s to i. 

E^n means the voltage of s above n 
It is apparent then that £n«= — /•!= ~/u, etc. 

Setting Up Equations —If the work is analytical, by 
the method of equations, the equations must be set up 
consistent with the reference direction arrows, regardless 
of the values of any known currents or voltages. Consistent 
equations for Figs. 8(a), (b), (c), (d), are as follows, using 
Kirchoff’s Laws (See Sec. 1): The voltage equations are 
written on the basis of adding all of the voltage rises in a 
clockwise direction around each mesh. The total must of 
course be zero. The current equations are written on the 
basis that the total of all the currents flowing up to a point 
must equal zero. Arrows and double subscripts have the 
meanings given in the "suggestions” above. 


Referring to Fig. 8(a). 

• 

1 

• 

1 

N 

11 

o 

(26) 

— IrZr — Et-\-IZ = 0 

(27) 


(28) 

Referring to Fig. 8(V)). 

E.-I.Z,-IZ^0 

(29) 

— I tZr~\~Ef-\-IZ = 0 

(30) 

/.-/-/,=0 

(31) 


Referring to Fig. 8(c). 

^.~/,(Z.+Z)+/^«0 (32) 

/,Z~/r(Z+Zr)-i?r=0 (33) 

Referring to Fig. 8(d) or 8(e). 

—/tn^=*0 (34) 

ItnZ-ItrZr-Ern^O (35) 

/ft — Iin — /tr~0 (36) 


In the double-subscript system, the voltages and cur¬ 
rents could of course be indicated on the figure. They have 
been purposely omitted in Fig. 8(d), however, to emphasize 
that the specifleation of these quantities in Eqs. (34) and 
(35) is perfectly definite from the subscripts alone. 

Also, the inclusion of reference-direction arrows on the 
diagram, even when the double-subscript system is used, 
may aid in writing equations, although they are not 
strictly required. If us^, they must be consistent with 
the double-subscript system. That is, each arrow must 
be directed from the second subscript toward the first for 
voltages, and from the first subscript toward the second 
for currents. Fig. 8(e) illustrates such a diagram con¬ 
sistently labeled. 

13. Solution by Equations 

Representation —A network of n meshes can be 
represented as having n independent currents, h to /„, 
as shown in Fig. 9. The branch currents are combinations 
of these. See Branch Currents below. 

Mesh Impedances are defined generally as: Zp<,»» 
voltage drop in the reference direction in mesh q per unit 
of current in reference direction in mesh p. The curved 
arrows indicate reference directions in each mesh. In 
general 

Zpq = Zqp 

The impedances Zpp and Zpq are called self and mutual 
impedances. 

Specifically in Fig. 9. 

(First subscripts i and c indicate inductive and capacitive 
reactances respectively.) 

Zii = /?a+/2b+y(X ia+Xib — Xc* — Xob) (37) 

Zii= —/2b—y(Xib~Xob) (38) 

Zii=0 (39) 
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Zi4-0 (40) 

Etc. 

Zfl **/?b + fto+ft d +/2m + J (-If lb + X ic +id-X^oe) 

(41) 

Zu = id« (42) 

[The polarity marks signify that the mutual flux links 
the two windings in a manner to produce maximum volt¬ 
ages at the same instant at the marked ends of the wind¬ 
ings. See Fig. 9(b).] 


Z 24 = — Rm 

(43) 

Zn = 0, etc. 

(44) 

Zii = Z8i 

(45) 

Zii^Zii etc. 

(46) 


Mesh Emfs —Reference-positive directions for branch 
emfs, Eft, Eht etc., are shown by arrows associated there¬ 
with. 

A mesh emf is the sum of the branch emfs acting around 
that particular mesh in the reference direction. 

The same reference direction will be used for mesh emfs 


as for mesh currents. 

Specifically in Fig. 9. 

Ei^E,-Et (47) 

Et^--E. (48) 

(49) 

F4 = £d+Ff+Fc (50) 

Etc. 

En = E, (51) 

Equations —Kirchoff’s Law states that the voltage 

drop around each closed mesh must equal the emf im¬ 

pressed in that mesh. 

/lZll + /jZji-+-/8Zji-h * • • +/nZnl = (52) 

/lZii + /2Zn+/3Zj2+ • • • +/nZn2 = ^^2 (53) 

/lZi| + /2Zi|-h/3Z8|+ • • • +/n^nl = ^J (54) 


I lZi„ + /2Zin + /3Z8n+ ' * * +/nZnn = (55) 

Mesh Currents* —Equations (52) to (55) can be 
solved for the mesh currents h to /n. The solution for 
current in any particular mesh, p, is: 


EjApi EfApi E^Api ^nApn 

D D ^ D D 


(56) 


where D is the determinant of coefficients 



Z11Z21Z3I • 

•Z„i 


ZliZnZsi' 

• Zn2 

/) = 

Z18Z28Z38* 

* Zn8 


ZinZiaZzn’ 

•Znn 


(57) 


and Ap^ is the cofactor of Zp<, in the determinant (57). 


♦The method of determinants is used to state the solution here. 
However, any method of solving the simultaneous equations (52) 
to (55) for the unknown currents h to In may bo used. 


The cofactor of a term in a determinant is the minor 
determinant obtained by eliminating the row and column 
containing that term, this minor being prefixed by a -f- 
or — sign depending on whether the sum of column num¬ 
ber and row number is even or odd respectively. In (57), 
the first subscripts define columns, the second rows. Thus 
the cofactor of a term has a + sign if the sum of sub¬ 
scripts on the term is even. Since Zp<, = Zqp, it can be shown 

that Apq“Aqp. 

In (56), the term involving Ei is the current that flows 
in mesh p if all emfs are set equal to zero except Ei. Simi- 
E A 

larly, the term -- is the current that flows in mesh p 

if Et alone acts and Ei, ©8, etc., are equal to zero. 
Specifically: 

EiAn EtAti , EiAu ^ , EnAtn 

where D is given by (57). 

And* 

ZijZn* • *Zni 

Aii= — Z\%Zu*' 'Znz (59) 


ZiiZji * • 'Znl 
ZisZsa* • *Zn8 


Am= + 


IZinZsn* • *Znn| 

Zi\Zzi' • 'Znlj 
Z\lZn' • *Zn2 


IZinZsn* • •Znn| EtC. 

Branch Currents can now be obtained by combina¬ 
tion. The vector sum of all mesh currents flowing in a 
branch is the branch current. 

Specifically with reference to Fig. 9. 

/a = /i (62) 

/b = /i-/2 (63) 

h = h (64) 

/„. = /4-/2 (65) 

Etc. 


Branch Voltages- The branch voltages, Fyx, Ey^, 
etc., or the voltages between any two conduct!vely con¬ 
nected points in the network, as i?x*, can be obtained by 
vectorial addition of all voltages, both emfs and drops 
through any path connecting the two points. 

The voltage drop from x to y, Dxy, and the voltage of 
point X above point Exy, are the same. 

(Note that drop is measured from first subscript to sec¬ 
ond. The voltage of the first subscript is measured above 
the second.) 
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( 66 ) 

Dy, * Ey, {diZd 4’i/d.y id ~jl»X id* (67) 

Dwt^Ewt^ — Ee~i~IaRm ( 68 ) 

IJtc+jh{X ic — Xn)+I dftd 
+jIdXid—jItXu». (69) 

Note that 

Dxt = Dxy-\-Dy, (70) 

Er. = Ey.-\-Exy. (71) 

Example of Solution by Equations— (&) Given the 
impedances and emfs of a network, Fig. 10, required to 



Fig. 10—Example of a solution by equations. 


find the currents. Note; The headings (b), (c), etc., refer 
to the corresponding paragraphs b, c, etc., in which the 
method and equations are given. 

(b) Mesh Impedances 

^u=0+jf(7.55+136) =04-il43.55 
Za^Zti = —jll3.0 

Za = 5+i( 150.5 - 2.65) =5+;147.8o 

(c) Mesh Emfs 

£,= 2.9 +>56.6 

Ei= -0.29->5.66 


(d) Equations. It is unnecessary to write these out 
completely since only the solutions are desired. However 
for completeness they are; 

/,(0+>143.55)+/,( ->113.0)= 2.9+>56.0 

/,( ->113.0 )+/j(5+>147.85) =-0.29->5.66 


(e) Mesh Currents 


D 




[0+>143.6 ->113.0| 

>113.0 5+>147.9 

/ln = 5+>147.9 
i4ij = i4ji = +>113 
Am = 0+>143.6 

EiAit EjAit 


= -8400+J718 


D 


D 


(2.9+>56.6) (5+>147.9) (-0.29->5.66)0113) 
-8400+>718 -8400+^718 

=0.921+>0.007 

, E\An , EtAn 

_ (2.9+>56.6) 0113) (~0.29->5.66)(+>143.6) 

'^8400+>718 -8400+;718 

» 0.662+J0.034 

Note that the term is the "transfer admit¬ 

tance” between meshes 1 and 2, or is the current in either 


one of these meshes per unit of emf impressed in the other. 
Thus the voltage Et is —0.1 of E\ and likewise the current 
in mesh 1 resulting from is —0.1 of the current in mesh 
2 due to Ex. 

14. Solution by Reduction 

General —The currents flowing in a network of known 
impedances, caused by a given set of applied emfs, can be 
determined by the method of superposition (See Sec. 11). 
First the solution (currents in all branches of interest) is 
obtained considering one emf acting with all others set 
equal to zero. Following the same procedure for each emf 
in turn, a number of current solutions are obtained. By 
the principle of superposition, the current in any branch, 
when all emfs are acting at once, is the sum of currents in 
that branch caused by each emf acting independently with 
the others set equal to zero. The principle of superposition 
presupposes a linear network. The same reference direct- 
tions must be adhered to for all solutions if the super¬ 
position is to be a simple vector addition of the several 
current solutions. 

The solving of a network involving several emfs is thus 
reduced to the more fundamental problem of solving a 
network with one impressed emf. This can be accomplishe<l 
by the method of reduction. 



Fig. 11—Solution by reduction. Bridge network current dlt* 
tribution. 
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Suggested order of calculation (80) 

D = Zi+Z* 

z * 

= current in Zi per unit current in Z. (81) 

= 1 — ti = current in Zi per unit current in Z. (82) 
(fi and u are current distribution factors.) 

Z = i,Z,' (83) 


c. Delta to Star Transformation or Pi to T {Fig. 

16)—"The star impedances are the product of adjacent 
delta impedances divided by the sum of all delta imped¬ 
ances. ” 


b<>-AAA/VV/^V\A--pc 

^ 



^Zob 

I 





2 i 

e 

Fig. 18—Delta to etar—impedance form. 


/.b=-^/.+^/h (88a) 

ZabZ.b 

D 

(84) 

== — tea/a + ihclh (88b) 



/b.= (89a) 

„ Z.bZb. 

D 

(85) 

=-i.b/b+t»/c (89b) 



(90a) 

^ ZboZea 

Z.^ 2) 

(86) 

= *-tbe/o + tab/» (90b) 

D»Zab + Zb« + Zoa 

(87) 

Suggested order of calculation* 



= Zab + Zbe + Zca 

Zab 

Jab- ^ 


(87) 

(91) 

Za — Zct.b 


(92) 

Zbc 

tbc- ^ 


(93) 

Zb ” Zabt be 


(94) 

lo. = -“ 

“ D 


(95) 

Ze — Zbetea 

(tab, the, tea are current distribution factors.) 

(96) 


•f• ““-f ab 

(101) 

Zyh^DZyjZh 

(97) 

/b /ab”“ /be 

(102) 

Zbc ^ DZhZo 

(98) 

/e*®-fbc““/c. 

(103) 

Zoa**iDZcZa 

D =—+—-f— 

Z.^Zb z. 

(99) 



(100) 


Alternative forms of the transformation formulas fol¬ 
lows: 


Num. =Z»Zb + ^^aZe + ZbZe 

(104) 

^ Num. ^ , Z,Zb 

^ab= „ =i&a“r4&b”r „ 

Ztc /jr. 

(105) 

-Z.+Z.+V- 

(106) 

z.-''7 .Z.+Z.+^/- 

(107) 


e. Star with Mutuals to Star without Mutuals 
iFig. 18) 



Pig. 18 —Star with mutuals to star without mutuals—im¬ 
pedance form. 

Za = Z*+Zb<}““Zftb““2rc» (108) 

Zb ““Zb+Zca — Zbc — Zab (109) 

Zc— Zo+Zab^^ca^^bo (HO) 

Polarity marks require that with all reference directions 
from center outward as shown, all self and mutual drops 
are from center outward. That is, it is understood that 
with the polarity marks as shown, the voltage drop from 
the center to a will be written: 

Dnm^I aZa + /bZab + /oZoa 

and the numerical (vector) values and signs assigned to 
Zab and Zaa must be such as to make this true. It follows 
that Zab is defined as the voltage drop from n to a divided 
by the current from n to b that causes the drop. 

Special case: Star with one mxUual between two branches 
to star without mutual. {Fig. 19.) 


d. Star to Delta Transformation or T to Pi(Fig. 17) 




Fig. 17—Star to delta—impodanco form. 

n*hen after /», /b, and /, have been found, /«», /ab, and /bt can be 
determined using Eqs. (88b}, (89b), and (00b). 




Fig. 19—Star with one mutual to star Mrithout mutual- 
impedance form. 

ZA — Zft+Zbe 

Z»-Zb—Zb* 

Zc — Z* —Zb. 


(111) 

( 112 ) 
(113) 
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/. Two Seff Impedances and a Mutual Trans¬ 
formed to an Equivalent Star or T. Or the Equtv- 
edent Circuit of a Two-winding Trmisformer {Fig. 
Vf) 



Fig. M—Two solf tmpodancM and a mutual traiuformad to 
an oquiTalant star or T. Or the equivalent circuit of a two 
winding transformer. 


Zi = Zn-Zi, (114) 

Z,»Za-Zi, (116) 

Note: This transformation involves bringing 6 and d to the 
same fwtentiai and is permissible only when these potentials are 
not o^erwise fixed. Strictly, the form on the right is equivalent 
to that on the left with switch S closed. However, if the closure 
of S would not alter the current division, it can be considered 
closed and the equivalent circuit used. The resulting potentials 
and will be correct but the potentials and Edh, which 
are definite in the equivalent, are actually indeterminate in the 
original circuit and must not be construed as applying there. 
See note under t for meaning of polarity marks, considering h 
and d as point n. 

This is the familiar equivalent circuit of a two-winding 
transformer, provided all impedances have first been 
placed on a common turns basis. In this case Z\t is the 
exciting impedance and Z^Zi+Zg the leakage impedance. 

16. Transformations in Admittance Form 
a. Admittances in Series (Fig. 21) 


Y, 





Fig. 22—Admittances in parallel. 

c. General Star to Mesh Transformations or 
^^Elimination of a Junction^" (Fig. 23) 



Pig. 23—General star to meeh tTansfomiatlon« or elimination 
of a Junction—admittance form. 

Note: A network can be solved by diminating one junction 
point after another until a single-branch mesh remains. 

Rule: mesh branch is the product of adjacent star 

branches divided by the sum of all sttur branches.’* 

The mesh contains n/2 (n -1) branches, where n is the number 
of star branches. 

••+/»! (130) (126) 

/j=/it+/»i+• ■ •+/n» (131) Fu= ^(127) 

etc. etc. 



Fig. 21—Admittances in series. 


Y, 

'’‘“Fx+F. 

(117) 

F, 

"^“f.+f, 

(118) 


YiY, 

“Fi+F, 


Suggested order of calculation. 

Z)-F,+F, 

F, 

1 —ex 

F “ Fiei, or Fte* 


(116) 


(119) 

( 120 ) 

( 121 ) 

( 122 ) 


/p=/ip+/»p+ - +/np (132) Fp, = ^ (128) 

Zl-F,+ F,+ F,+ --H-F. (129) 

In which the positive reference direction for any mesh 
current /p, is toward terminal q. 

Suggested order of calculation. 

/)-F.+ F,+ F,+ • -l-F„ (133) (137) 

(134) y„ = ^* = fr,F, (138) 

= (135) (139) 

Fu-^^“(tiF, (136) etc. 

etc. 


b. Admittances in Parallel (Fig. 22) 

(124) F-Fx+F. (123) 

**"Fi+F.“y 


d. Star toDeltaorT toPi(Specialcaseofc)(Fig. 24) 



(144) 

V r.Fb 
F.b- ^ 

(140) 

1 

2 

1 

(145) 

11 

5 ? 

(141) 
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V-lO-i.' 

-0.804 

i\ -1 m„tk -0.804 X0.468 - 0.376 - if 
-1 m«»dh - 0.804 X0.532 -0.429 
it - i'mnit -0.804 X 0.78 - 0.625 
»'d. - - 0.804 X0.22 -0.179 

-0.196+0.179 - 0.375 
»h' - 0.196+0.429 - 0.625 - tV 
td' -0.429 - 0.179 - 0.250 

The six currents ij, tV, it', t,', id', ib' are given in Table 
4(a) and constitute the current division corresponding to 
unit current entering the network at a. Figs. 12(a) to (c) 
illustrate the steps in dividing the current, 
g. Transfer athnittances. See Table 4(b). 

Kab-tV>"aa=- jfO.01163 

>0.00698 
etc. 

Note: The transfer admittance, is the current in 
branch (b) in the reference direction p)er unit 
voltage impressed in branch (a) in the reference 
direction. 


Table 3 


Viewed From 

Impedance 

E, 

Z«-i53.74 

Ei 

Zn -il9 54 


Table 4(a) 


Unit 


Unit Currc? 

nt Division 


Current 
in at 

a 

1) 

r 

d 

e 

f 

a 

1.0 

0 625 

0.375 

0 250 

0.375 

0 625 

d 

0.091 

0.545 

-0 455 

1.00 

-0 455 

0 545 


In a similar manner, for voltage applied at (d), the 
driving-point impedance Zaa and the current division and 
transfer admittances can be obtained. These are given in 
Tables 3 and 4. It is essential that the same reference 
directions be maintained for all current divisions, in order 
that the solutions for applied voltages at different terminals 
can be superposed. 

The current divisions of Table 5 for the conditions in¬ 
dicated in the second and third columns are obtained 
directly from the basic network solution Tables 3 and 4. 
For example with i?*=«0+>100, 


(or 




o+>ioo 


1.861 


>53.74 
j0.0186l0‘100)« 1.881) 


Multiplying by the unit current division correspond¬ 
ing to current in at a, the currents /* to /f, for 1.861 am¬ 
peres in at a, are determined. 

This method is particularly advantageous when many 
different combinations of applied voltages are to be applied 
to the same network. It is also convenient to obtain the 
transfer admittances, as sho'vn in Table 4(b). These are 
the currents in the various branches corresponding to unit 
voltages applied at the respective driving points. It is 
necessary only to multiply by any actual single applied 
voltage to obtain the corresponding current division. There 
is a check here, for the reciprocal theorem states that the 
current at (d) for unit volt^e applied at (a) must be the 
same as the current at (a) for unit voltage applied at (d). 


18. Solution by Thevenin’s Theorem 

Thevenin*$ Theorem^ is useful in analyzing a net¬ 
work or part of a network when its reactions at a particular 
pair of terminals are of prime importance. Through its 
use, a complicated network consisting of several emfs and 
impedances can be replaced by a simple series circuit of one 
emf and one im]3edance supplying the pair of terminals of 
interest. The theorem can he stated as follows: 

With respect to any single external circuit connected to any 


Table 4(b)~TRANSFER Admittances (See note under g) 


Unit Voltage at 

Current Division (Amperes) 

a 

b 

c 

d 

e 

i 

i f 


a 

->0.01861 

-jfO.01163 

->0.00698 

->0 00465 

->0.00698 

->0 01163 

d 

->0.00466 

->0.02790 

+>0.02328 

->005118 

+>0.02328 

->0.02790 


Table 5. 


Case 

Condition 

Current Division (Amperes) 

E^ 

Ei 

/. 

/b 

/. 

/d 

/. 

It 

1 

0+>100 

0 

O+jlOO 


1.861* 

->0.233 
1.861 ->0.233 

1.163 

->1.395 
1.163->1.395 ! 

0.698 

+>1.164 
0.698+>1.164 

0.465 

->2.559* 
0.465->2.559 

0.698 

+>1.164 

0.698+>l.l64 

1.163 

->1.395 
1.163->1.395 

2 



0.746->0 659* 

0.280->0.047 

l.026~>0.605 


0 280->0 210 
-1.397+>0.233 
-1 117+>0.023 

bh 

BI1 

0.466->0 349 
1.674->0.279 
2.140->0.628 


*Total current for which the distribution is shown in that horisontal line. 
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given pair of terminals of a network^ the network can he 
replaoed hy a single branch having an impedance^ Z, equal 
to the impedance measured at these terminals looking into 
the network {when all the network emfs are made zero) and 
containing a single emfy Eot equal to the open-circuit voltage 
of the network across the given pair of terminals. 

The term emf as used here has a broader meaning than 
electromotive force. It is any voltage in the network that 
remains constant while the impedance connected to the 
output terminals is varied. Thus, the voltage of a battery 
of negligible internal impedance is an emf, while the voltage 
drop in an impedance is not, unless the current is held 
constant. (See later paragraph). A generator having regu¬ 
lation is segregated into an emf and an internal impedance, 
back of which the voltage is constant for the particular 
problem and hence can be treated as an emf. 

The General Case is illustrated by Fig. 26. The emfs, 
Ely Etf and E% can be of any single frequency. If more 
than one frequency is present, the emfs of each frequency 
must be treated separately, as the equivalent circuit will 
not usually be the same for different frequencies. The 
impedances may be composed of resistances, inductances 
and capacitances, but must be linear within the accuracy 
necessary for the problem at hand. A linear impedance is 
one that satisfies Ohm’s Law, E^IZy Z being a constant. 

With these considerations as a basis, Thevenin’s The- 
orem states that the circuit of Fig. 26(d) is equivalent to 



^0 




(o) NCTWOHK WITH LOAD DRAWN 
FROM TERMINALS i.y. 



(b) EQUIVALENT EMF DETERMI¬ 
NATION, SAME NETWORK AND 
EMF*S, NO CURRENT DRAWN 
FROM TERMINALS i.y 



K!f' 


■z 


(C) NETWORK IMREOANCE 

MEASUREMENT OR CALCULATION 


4 .» 


|e (d) equivalent network 


(d) » 

Fig. 36—Determination of equivalent network by means of 
Thevenin’s Theorem. 


the circuit of Fig. 26(a), so far as the terminals x, y are 
concerned. Eo is as measured with the terminals x, y open 
circuited in Fig. 26(b). Z is as measured in Fig. 2&{c) by 
applying any voltage E' of the frequency under consider¬ 
ation to X, y and measuring the corresponding vector cur¬ 
rent r with the emfs E\y E% and short circuited. Z is 
the vector quotient E'/T. 

An Example of the use of this theorem is found in the 
calculation of short-circuit current on a loaded system. 
The equivalent circuit of the system, up to the point of 
fault, consists of an emf, Eo^ and an impedance, Z. Eo 
is the voltage at the point of fault before the fault and is 
usually a known system operating voltage. Z is the im¬ 
pedance looking into the system at the point of fault with 
ail emfs set equal to sero. The short-circuit current is then: 
E 

Thus, it is unnecessary to determine the generator 
Z 

internal voltages. At a given operating voltage Eo^ and 
fixed generating capacity, increased load tends to increase 
short-circuit current by lowering Z, the driving-point im¬ 
pedance at the fault with all system emfs set equ^ to sero. 

The method applies equally well to a network in which 
certain fixed currents are forced to flow, as by current 
transformers. Examination of the equations of a network 
having fixed current input reveals its identity with a net¬ 
work of fixed emfs. For example, consider the circuit of 



Fig. 37—Application of Thevenin’s Theorem In a network of 
fixed Input currents. 

Fig. 27(a). The equations that involve the known input 
currents are: 

-IJi-IM+C+D)+InC+IJ)^0 (157) 

+/oB-/„(B+^-|-C)+/pC+/«Z-0 (158) 

The equations involving Eo and E. in Fig. 27(b) are: 

£a~/p(A + C-|-D)+/.C+/«Z)-0 (159) 

-hFo-/n(B+^:+O+/pC-h/mE-0 (160) 

Equations for the remainder of the network are the same 
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for Fig. 27(a) or (b). It ia f 4 >parent that (157) and (158) 
are identical with (159) and (160) respectively, if: 

-M (161) 

(162) 

In other words, the terms —I,A and —leB can be treated 
as emfs in applying Thevenin’s Theorem, and the per¬ 
formance at terminals x, y treated through the use of 
open-circuit voltage and driving-point impedance. The 
latter is obtained with the input-current terminals, that 
is, the a, b, and c leads from the current transformers, 
open' circuited in Fig. 27(a), or the equivalent ends, 
and Eh, of Fig. 27(b) set equal to zero. 

A more complete discussion is given in Reference 
Niunber 2. 


19. Solution by Circulating Currents 

A ladder-type network common where transmission and 
distribution circuits parallel each other as in a-c railway 
electrification* is represented in Fig. 28. The example is. 


o 


IS,000 KVA 
4.58 X 
13.8 KV 


4/0 COPPER 4 FT EOUIV. SPACING 

/ / \ 


10 MILES 

*^*y34.5 


10 MILES 

5000 KVA 
5% 




VJU 


10 MILES 

5000 KVA 
5% 


5000 KVA 
5% 


4/0 COPPER 3 FT - 
EOUIV. SPACING 


”/l3.6>^ 


”/i3.a>^ 


T 


10 MILES i 10 MILES 

LOAD KVA 5000 6000 2000 

POWER FACTOR (LAGGING) 60% 80% 80% 

Fig. 28—A general ladder-type network. 


however, for a three-phase system. Suppose it is desired 
to determine the current division and regulation for the 
particular loading condition shown, without making a gen¬ 
eral solution of the network. This problem lends itself to 
the method of circulating currents. 

The voltages at the load buses must first be assumed 
and the kva loads converted to currents. The sum of the 
three load currents flow in the generator and constitute 
the current in Fig. 29. These load currents and the 
generator current are assumed to be fixed for the balance 
oi the problem. 

The division of /» between /. and /«is next assumed. 
Now the voltage drops from 1 to 2, 2 to 5 and 2 to 3 can 



POWER FACTOR (LAGGING) 60% 60% 60% 

Fig. 26—ImpadancG diagram for the syitem of Fig. 28. Show< 
Ing the method of ctrculattng currenta. 


be calculated. The current /h is obtained by subtracting 
the load at 5 from /«, and then the drop from 5 to 6 can 
be computed. Knowing the drops from 2 to 3 and 2 to 6, 
for the assumed current division, the drop from 3 to 6 is 
obtained by subtraction. This drop divided by the imped¬ 
ance/ gives the current It* Now the balance of the currents 
can be obtained, that is, Id and /k. However unless a 
perfect guess has been made, the drop 3-4-7 will differ 
from the drop 3-6-7, and an arbitrary voltage, AJ5, must be 
included to make the voltages around the loop add to Zero. 

So far an exact solution has been obtained for the case of 
certain load currents, a particular generator voltage and 
a voltage AE. However, the solution is desired without 
AE. To obtain it a solution is next obtained for — AJ5 
acting alone. According to the conditions of the problem 
the load and generator currents are fixed so that these 
branches are considered open circuited when computing 
the currents caused by — AB alone. This solution is there¬ 
fore quite simple and gives rise to a set of currents //, 
Idy .. . Iky which are the “circulating currents” for which 
the niethod is named. 

Now let these two solutions be superposed; that is: 

/o" = /•+/•' 

Id'^Id+Id etc. 

The resulting solution does not involve AE since the AE 
of the first solution is canceled by the — AB of the second 
solution. It is therefore an exact solution for the load 
currents assumed. The voltage drops from the generator 
to the several load points can now be computed, since the 
currents are known. Also, from the new lo^ voltages, and 
from the load currents that have been held fixed through¬ 
out the solution, new load kvas and power factors can 
be computed. 

The net result is an exact solution for a set of conditions 
that differs more or less from those originally assumed. 
While this can be used as a basis for a second approximation 
it is more generally considered the engineering answer. 
The loads are usually not known exactly; the solution 
obtained provides an exact reference point in the region 
of the loads assumed, and thereby provides a tangible 
basis for engineering judgment. 

There is much to be said for this type of solution as a 
system design tool, since it capitalizes experience and fore¬ 
knowledge of the order of magnitude of the answer. As 
an example the network of Fig. 28 has been solved for the 
loads indicated thereon. ' 

Example of Method of Circulating Current —The 
network diagram. Fig. 29, is obtained from the single-line 
diagram as outlined in Secs. 2 and 3. The 15 000-kva 
transformer impedance should be converted to ohms on a 
34.6-kv base and then multiplied by (13.8/33)* to convert 
to the 13.8-kv base at the load. The resulting diagram 
is on the load-voltage base, a conversion being necessary 
to change to or from the generator-voltage base, which is 
also nominally 13.8 kv. Thus with the generator at 13.8 
kv, the corresponding voltage to be applied in Fig. 29 is 
13.8(34.5/13.8) (13.8/33) *14.42 kv or 4.5 percent above 
normal. In an actual case transformer resistances should 
be included as these are significant in regulation and 
loss calculaticms. 
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As a first approximation, assume the regulation in step- 
up and step-down transformers to total 10 percent with an 
additional 10 percent in lines. Allowing for a 4.5 percent 
above normal voltage at the generator, the loads should be 
converted to currents based on approximately 85 percent 
voltage or 11 700 volts. The load currents are given in the 
f<dlowing tabulation. 

Location. 6 6 7 Total 

Load leva. 5000 6000 3000 

Load Current Amps. 246 295 98 638 

In the current distribution calculation which follows, the 
current /. must be guessed, or taken arbitrarily. Later 
a circulating current is determined, which, added to the 
arbitrarily assumed value, gives the correct current. It 
is advantageous to guess as close as possible so that the 
correcting circulating current is small. In fact if the guess 
is sufficiently close, the labor of calculating the distribution 
of circulating current can be saved. 


/. 

ss 

638 



300 

• 

1 

II 


338 

/» 


245 

/h 

ss 

55 

/. 


338 

z. 

= 

0.53 -f-jl.176 

IJZ. 

sa 

179 +>397 

/. 

as 

300 

z. 

ss 

+>1.91 


= 

+>573 

/b 

= 

55 

Zb 

3E 

3.03+>6.37 

IhZb 

=1 

166.5 +>350 


* 

+>573 

Dtu 

=s 

166.5 +>923 

IB, 


179 +j397 

UZi 

3S 

- 13.5 +>526 

z, 

— 

+>1.91 

It 

S= 

275 +>7.1 

I. 

« 

338 

h^h-It 

SB 

63 -fl.l 

/b 


55 

It 


275 +;7.1 

/b+/f 

SB 

330 +>7.1 

u 


295 

h 

* 

35 +>7.1 

Zd 


0.53+>3.086 

/<• 


63 ->7.1 

/dZd 

SS 

55.3 +>190.7 

Zb 


3.03+>6.37 

/b 

* 

35 +;7.1 

/bZb 


60.8 +J244.5 

ItZt 


- 13.5 +>526 

Dui 


47.3 +>770.5 

Dti7 *■ /dZd 


55.3 +>190.7 

AE 

- 

- 8.0 +>579.8 


Solution for Circulating Current. 


Find the impedance as viewed from hB with load and 
generator branches taken as constant current branches, 
i.e., open circuited for this calculation. Apply a voltage 
hE' negative of the hE required to close tee mesh in the 
above calculation. 


z. 

0.53 +> 1.176 

z. 

+> 1.91 

Zb 

3.03 +> 6.37 

ZuM * 

3.56 +> 9.456 

Zt 

+> 1.91 

D 

3.56 +>11.366 

l/D 

0.0251-> 0.0801 

Zt "• 

+> 1.91 

Zt/D = int* ■“ 

0.1530+> 0.0479 

t,= l-tm« - 

0.8470-> 0.0479 

Zt 

+> 1.91 

Zp»r “ 

0.0915+> 1.618 

Zd 

0.53 +> 3.086 

Zb 

3.03 +> 6.37 

Z 

3.6515+>11.074 

\IZ 

0.0269 -> 0.0814 

-AE^AE'~ 

8.0 ->579.8 

/k'-Afiryz- 

-46.98 ->16.25 

1/ -/b' - 

46.98 +>16.25 

tttM ■■ 

0.1530+> 0.0479 


6.41 +> 4.74 

ii~i:-u^ 

-40.57 ->11.51 

i:~-if - 

- 6.41 -> 4.74 

1 

• 

1 

- 6.41 -> 4.74 


The currents from the arbitrary distribution (requiring 
AE to close) and the circulating currents contributed by 
AE '» —AE, are now combined to get the actual current di- 


vision for the load currents assumed. The circulating cur¬ 
rents are distinguished by prime symbols, the total division 

by double-primes. 

Fig. 30 illustrates this superposition. 


- 638 +>0 

/. 

- 300 +>0 

/.' 

-- 6.4 ->4.7 

/." 

- 293.6 ->4.7 

/. 

- 338 +>0 

/.' 

- 6.4 +>4.7 

/c" 

- 344.4 +>4.7 

/b 

- 55 +>0 

/b' 

— 6.4 —>4.7 

/b" 

- 48.6 ->4.7 

It 

- 275 +> 7.1 

It' 

-- 40.6 ->11.5 

It" 

- 234.4 -> 4.4 

/d 

- 63 -> 7.1 

W 

- 47.0 +>16.3 

/d" 

- 110.6 +> 9.2 

h 

- 35 +> 7.1 

ly! 

-- 47.0 ->16.3 

h" 

- - 12 -> 9.2 


Ckeck of Drops Around Loops. This solution can be 
cbeck^ by checking voltage drops around each loop. 
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Fig. 31—Gnphicsl determliuitlon of the load voltage £§ In 

Fig. 38. 


gMejO 



344.4^i4.7 


8f9.g* 
C9 •14,487 V. OM 
LOAD BA88 
•13,800 V. ACTUAL 



LOAD CUBBCNT 84S4}0 8854)0 884)0 

LOAD VOLTAOC 18,088 11,473 M,547 

IlCg. 88L0W 13,800 V. 18.88% 18.88% 18.38% 

KW4i8eACTIVe KVA 408IH308I 4757-)5484 I574HH88 

LOAD KVA 5101 5881 1880 

POWER FACT08 (LAO.) 8aO% 8L8% 8a3% 


(c) SUPERPOSITION. OP io) AND (b) 


Fig. 38—Solution of the network of Fig. 38 by the method of 
circulating currents. 


1. The load curreot /i is along the reference line. 

2. Draw circle of radius 8330 volts on which must terminate. 

3. Draw construction line at the load power factor (80 percent) 
along which B$ must lie. 

4. Construct the voltage drop vector, Dus, and move it parallel 
to itself, with one end following the generator voltage circle, 
until the other end falls on the load voltage construction line. 

5. Bn and By can then be drawn in and their vector values scaled 
off. 

E»--1307.4 ± 8248 
-6941 voltaL-N 
—12 022 volts L-L 
—87.12 percent of 13 800 
—83.33 percent of 14 427 
i?»-694lX(0.8+>0.6) 

£;»-5553+>4165 


Calculate the drop from generator bus to load point 5. 


/. 

- 638.0 + 7 O 

z. 

- O. 53 + 7 I. 8 II 

IJZ. 

- 338.1 + 71155.4 

I."Z, 

- 9.0 +7560.8 

Diu 

- 347.1 +71716.2 


Regulation —Determination of Load Voltages. The 
magnitude of the generator voltage is known, but not its 
phase position. The phase position of the load voltage 
E% is knoMm but not its magnitude. It is at an 80-percent 
power factor position with respect to 1%. The drop from 
generator to load point 5, Dui, is known vectorially with 
1% as reference. Thus the magnitude, can be deter¬ 
mined by the solution of a quadratic equation as shown 
below, or graphically as indicated in Fig. 31. 

J?,-E,(0.8-i->0.6) 

Si-f-Dui—£?» 

" 0.8oi+347.1 -|-j(0.6ff»-|-j 1716.2) 

* - (0.8ff»+347.1)*-|-(0.6S,-|-1716.2)* 

^-|-2(1307.4)£,-66.313X 10*-0 

f- 1307.4±\/(1307.4)*-|-66.313X 10* 


Check of Voltage Drop from 1 to 6. 

F»- 5553-f->4165 
Dm- 347-I-J1716 
F,- 5900-l->5881 
- 8330.4 L-N 
14428 I.-L 

The remaining load voltages are readily determined as 
follows: 

= 5553 +i4165 
/h'Zh = 177.2 -1-J295.3 
Et = 5375.8 -f73869.7 
= 6624 L-N 

= 11473 L-L 
= 83.14% of 13 800 
79.52% of 14 427 

F, - 5375.8 +73869.7 
/k'Zk - 22.2 -7 104.3 

E, - 5353.6 +73974.0 

- 6667 L-N 

- 11 547 L-L 

- 83.68% of 13 800 

- 80.04% of 14 427 


O.Sit'flTIS.Z 
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Load Power Calculations. 

Ei »( 6.553 +i4.165)kv 

3/5 « 735 -jP 

Ps+iQ 5 = (4081 +;3061)kva 

= 5101 kva 

at 80.00 percent power factor lagging. 

E. =(5.375 +;3,869)kv 
3/« = 885 ~j0 

P%+jQ% - (4757 +j3424)kva 

= 5861 kva 

at 81.16 percent power factor lagging. 

El =( 5.354 +i3.974)kv 

3/7 = 294 -jO 

P7+je7 = (1574 +ill68)kva 
= 1960 kva 

at 80.31 percent power factor lagging. 


Oenerator Output Power, 

E, =( 5.900 +i5.881)kv 

37, = 1914 -jO _ 

7"«+X?f - (11 293 +il 1 256)kva 
= 15 945 kva 

at 70.82 percent power factor lagging. 


Loos Calculation. 


Pi+jQi^ 
Total of Loads = 
7^.+7Q.= 


4081 +>3061 
4757 +>3424 
1574 +>1168 

10 412+J7653 

11 293+>ll 256 


Losses » 881 +>3603 

Kw Line Lo8b=881/11 2^ 

= 7.80 percent of generator 


output. 


In an actual case transformer resistances must be in¬ 
cluded in the diagram as these are significant in regulation 
and loss calculations. Transformer iron losses must be 
added to the copper losses thus determined to obtain the 
total loss. 

The 8<4ution given in Fig. 30 is exact for the conditions 
shown on the figure, which differ slightly from the original 
assumpticxis of Fig. 28. However, the total load is off 
only 1.3 percent and the regulation values therefore apply 
closely for the original conditions. In a practical problem 
it is not significant that the answer does not apply exactly 
to the original load assumptions. If the work is done with 
a calculating madbine so that several significant figures 
can be carried, losses can be computed as the difference 
between input and output power, as shown. 


III. REPRESENTATION OF NETWORK 
SOLUTIONS AND THEIR USE IN SYSTEM 
PROBLEMS 

Network soluticms can be represented in a variety of 
ways. For example a diagram can be labeled with all 
pertinent informaticm obtained in the scdution as in Fig. 


30. This scheme is used most commonly in expressing 
current distributions. The solution can also be expressed 
as a tabulation of self and mutual drops and current divi¬ 
sion, or in the form of driving point and transfer imped¬ 
ances or admittances. General circuit constants such as 
the ABCD constants or Pi and T equivalents can also be 
used to express the solution of certain types of networks. 
The following paragraphs describe these several methods 
of representing solutions and their uses. 

20. Method of Self and Mutual Drops 

The method of self and mutual drops constitutes one 
of the most useful means for fully describing the action 
of a complicated network in the form of a table of system 
constants. It is applicable principally to single-source syB- 
terns or to systems in which all of the generator voltages 
can be taken equal and in phase. However, its use can be 
extended to multiple-source systems provided that either: 

a. All sources but one are treated as negative loads, 

b. The emfs of the several sources are fixed in magnitude 
and phase position with respect to each other. 

The method will be described with respect to the single- 
source system, and the multiple-source system treated as 
an extension. 

A Single-Saurce System Without Shunt Branches 

other than the loads, is shown in Fig. 32(a). E^h of the 
loads draws current through the network causing voltage 
drop from the generator bus g to the bus on which it is 
connected. Each load likewise causes voltage drops to the 
other loads, known as mutual drops. As these drops are 
proportional to the load current, they can be determined 
by finding first the drop resulting from unit load and mul¬ 
tiplying by the value ^ load. Accordingly, the following 
definitions will be found of use. 

Zm iB the voltage drop from g to a caused by unit load 
current drawn from the network at a. It is called the self 
drop constant. 

Zab is the voltage drop from ^ to 6 caused by unit load 
current drawn from the network at a. It is called the 
mutual drop constant. 

Note that the self and mutual drop constants Z^ and Z»b as 
defined and used here in Sect. 20, differ from the self and mutual 
impedances defined and used in Sections 13 and 21. The Z with 
double subscript is used in each case to conform with accepted 
terminology. 

In both cases current is admitted at g and the unit load 
referred to is the only load. Obviously, the self and mutual 
drops have the dimensions of impedance but the term drop 
will be retained to distinguish from the terms self and 
mutual impedance that are used otherwise. For unit loads 
at other points the self and mutual drops are similarly 
defined. Thus associated with the network of Fig. 32(a) 
are the nine drops: 

Zma Z,b Zie 

Zb» Zbb Zbc 

Zm Zeb Zee 

The first subscript denotes the point at which unit cur¬ 
rent is drawn; the second denotes the point to which the 
drop is measured. However, in all cases mutual drops 

between the same two points are equal. That is: 




Unit Load 
at 


Current 



/a» 



0.243-j0>003 
-0.040-|->0.017 


-0.323-hiO.037 


.001 


0.090-hjO.016 
0.484-hj0.0Q4 
-0.122-jO .OQB 
-0.016->0.004 


-0.090->0.016 
0.516->0.004 

ai 22 -h> 0 . 0 Q 8 

O.oio-f>0.004 


(163) 

Z.c*Z.. (164) 

Zb.=Z.b (165) 

The dit^ can be calculated or measured on a network 
calculator. Unit current is drawn from one of the points 
of interest, for example load point a of Fig. 32(a), and the 
voltage drops from Uie reference bus, g, to each of the load 
points a, 6, and e measured or calculated. These are the 
self and mutual drops Zu, Z^, and Zm, respectively. The 
current division for this condition i^ould likewise be 
recorded. 

This process is repeated in turn for the other cardinal 
load points b and e. Mutual drops must check according 
to Eqs. (163-105). If the solution is to be used for a study 
of short circuits and relaying, it is generally necessary to 
include many cardinal points that are not strictly load 
points, but are line junctions, etc. 


The resulting tabulations of current division and self 
and mutual drops, as illustrated in Tables 6 and 7 for the 
network of Fig. 33, are the basic network solution. They 


Table 7 

Self and Mutual Drops 


Unit 

Voltage Drop to 

Load At 

A 

B 

C 

1 

D 

A 

Zak 

1.28+J2.08 

Zab 

1.10+il.71 

Zac 

0.916+il.345 

Zao 

0.10+>0.19 

B 

Zhk 

1.092+>1.712 

Zbb 

2.447+>3.554 

Zbc 

1.200+>1.808 

Zbd 

0.126+>0.263 

C 

ZcA, 

0.91 >1.36 

ZoB 

1.203+>1.82 

Zee 

1.49+J2.28 

ZcD 

0.154+>0.328 

D 

^DA 

0.096+>0.196 

Zdb 

0.125+>0.261 

Zdc 

0.154+>0.326 

Zoo 

0.440+i0.S97 
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Fig. 13— Single-line diegrem of m tyi>icel 11-kT subtninsmis- 
•ion tyeceiii. 

can be used in many of the problems of interest in the 
performance of systems; that is, regulation, short-circuit 
currents, losses, loading of lines and equipment, phase 
angles, circulating currents, stability, etc. 

Current Division —To determine the current division 
for any particular loading condition the current division 
corresponding to unit load current at a point is multiplied 
by the actual load current at that point. When this has 
been done for each load point the resulting currents are 
superposed giving the current division for the simultaneous 
loading condition. 

Let /pq be the total current from p to q, where pq is 
some particular branch of a network. 

Then in a network of n cardinal load points, if /i, /j, • •, 

In are the load currents drawn from the network, the 
current from p to g is: 

/pq*/l/l.pq + /t/l pq+ * * * +/n/n pq ( 16 (>) 

where /..pq is the current in any branch pq caused by unit 
current drawn at n. 

Thus, once the basic current divisions have been deter¬ 
mined for unit loads at the cardinal points, the current 
in any branch can be readily determined for any given 
load condition. 

Regulation —In a similar manner, to determine the regu¬ 
lation under a condition of simultaneous loads at several 
of the cardinal points, the self and mutual drops for unit 
load at a point are first multiplied by the actual load at 
that point. When this has been done in turn for each load, 
the resulting drops are superposed to obtain the voltage 


drops corresponding to the simultaneous loading condition, 
as stated in the following equation. 

Let Dp be the total drop to a typical point p. 

Z)p»*/iZip + /l2r*p+ • * * "^InZnp (167) 

Or the voltage at p may be expressed 

i5p**i5p^ — /lZlp —/iZfp— • • • —/n^np (168) 

where Ep is the voltage at p with no load on the system*. 

The superposition theorem applies strictly to a fixed 
network and may appear to preclude the possibility of 
connecting loads to various terminals. Fig. 32 illustrates 
the philosophy under which this problem is brought within 
the scope of the superposition theorem. Part (a) is the 
network with all loads connected, and (6) is the corres¬ 
ponding impedance diagram with loads replaced by the 
load voltages and and the load currents /», /b, 

and /e. The load voltages can be viewed as emfs as far as 
relations within the portion of network from g to a-fr-c 
are concerned. Part (g) illustrates unit current drawn at a. 
According to the de^ition, the drop to a is Z*a; hence 
starting with zero voltage on the generator bus the voltage 
at a must be —Zaa- Similarly the voltages at h and c must 
be — Z»b and — Zm>, respectively. Thus unit load at a can 
be viewed as produced by zero generator voltage and by 
voltages — Z*a, -~2ab and — Zm, acting at a, 6, and c, 
respectively, in the same network as Fig. 32(g). Parts (h) 
and (t) illustrate the corresponding voltages required to 
produce unit load current at b and c, in this same network. 

It is at once apparent that if all voltages and currents 
of Fig. 32(g) are increased in the ratio /a/1, the resulting 
emfs are those required to produce current /»at a and zero 
load current at the other two points. This condition is 
shown in Fig. 32(d), and the corresponding conditions for 
loads at h and c are shown in 32(e) and 32(f) respectively. 

Part (c) is simply the no-load condition illustrating load 
emfs equal and opposite to the generator emf, producing 
zero lo^ currents in the same network. 

If now the four solutions of the same network, as given 
in (c), for the no-load condition and in (d), (e), and (/) for 
loads at o, 5, and c respectively, are superposed, the 
resulting solution for the general case. Fig. 32(b), is 
obtained. Thus: 

En » En' - InZnn - hZy^ - hZ^n (169) 

Zb**^b^"~/mZ'nb““/bZbb”"/oZob (170) 

/S,-£e'-/sZ^-/bZbc-/oZoc (171) 

And in this case, as shown in Fig. 32(c): 

(172) 

Example — Single-Source System Without Shunt Branches 
Other Than the Loads —As an example of the use of this 
method, suppose a general solution is desired for the system 
of Fig. 33. Also the improvement in regulation at points 
B, C, and D, when 2500 kva of capacitors are added at 
each of these points, is to be determined for a particular 
condition. The network is solved by the method of reduc¬ 
tion. See Secs. 14-17. It is first reduced to a single branch 
by employing several series or paralleling operations and 

*The voltage at the source point from which drops are measured 
is assumed to remain constant. 
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a 




Convert Delta ABC to Star* 




Za-b** 

Zb-c 
Zc-A 
D»8um 

l/D 

Za-b 

ixB — Za-b/D 
Zc-A 

Za^Zc-aIab 

l/D 

Zb-c 

*BC “ Zb-c/ D 
Za-b 

Zb^Za-b^bc 

l/D 

Zc-A 

1ca=*Zc-a/D 

Zb-c 

Zc = ZB-CtCA 


2.60 

2.60 

1.44 


+J3.50 

+^•3.59 

+J3.02 


- 6.64 +>10.20 

- 0.04483-jO.06886 

- 2.60 +J3.59 

= 0.3638 ->0.0181 

- 1.44 +j3.02 

- 0.6785 +>1.0724 

= 0.04483->0.06886 
= 2.60 +J3.59 

0.3638 ->0.0181 
2. 60 +J3.59 

1.0109 +>1.2590 

0.04483->0.06886 
1.44 +>3.02 

0.2725 +>0.0362 
2.60 +J3.59 

0.5785 +>1.0724 


8 B B 

Pig. 34—Reduction of the eyatem of Pig. 33 with respect to 
terminals G and B. 

a delta*to-8tar conversion. Current distribution factors, 
symbol i, obtained in the course of this reduction are used 
later in the current distribution calculation. The steps 
of reduction are illustrated in Fig. 34. The steps in the 
subsequent current distribution calculation are illustrated 
in Fig. 35, the network being expanded in reverse order, to 
its original form. Fig. 35(c) shows the current distribution 
for a one ampere load at B. The mutual drops are then 
obtained by calculating the voltage drop from generator to 
each load point, using the impedance diagram Fig. 33 and 
current diagram Fig. 35(c). 

This procedure is repeated in turn for unit current at 
each of the load points, and the results tabulated as in 
Tables 6 and 7. The symbols Zaa, Zab have been included 
in Table 7 to identify the drops, but this in general is 
not necessary. 

Typical Calculation of Self and Mutual Drops and Current 
Division. Unit Load at B 


Combine a and c in Series. 


a 

ss 

0.47 

+> 1.00 

c 

= 

4.05 

+> 5.90 

a+c 

= 

4.52 

+>6.90 

Parallel 6 with o+c. 
a+c 


4.52 

+>6.90 

h 

33S 

7.78 

+>9.04 

D«8um 

a: 

12.30 

+>15.94 

l/D 

ae: 

0.03034 

1->0.03932 

a+c 

= 

4.52 

+>G.90 

lb™ (a+c)/D 


0.4075 

+>0.0321 

b 

ss 

7.78 

+>9.04 

A ■■ parallel b with (o+c) 

= 

2.8802 +y3.9335 



Fig. 35—Current distribution in the network of Fig. 33 for 
unit load at B. 


•See equations (87)—(90). 

•*Za.b is used here for impedance of branch from d to B to 
distinguish it from Zab, the drop to B for unit load at A, 
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Rrfer to Fig. 34 and Comlnne d and k in Series. 


d 


1.85 

+>3.15 

k 

- 

0.579 

+>1.072 

a-d+k 

- 

2.429 

+>4.222 

Series h and 

k 

mm 

2.88 

+>3.93 

1 

=■ 

0.579 

+>1.072 

p*k+f 

SB 

3.459 

+>5.002 

Parallel n and p. 

n 


2.429 

+>4.222 

V 


3.459 

+>5.002 

D«B0um 

-a 

5.888 

+>9.224 

UD 


0.04917->0.07703 

P 

ss 

3.459 

+>5.002 

t,-p/D 


0.5554 

->0.0205 

n 


2.429 

+>4.222 

r^pn/D 


1.4356 

+>2.2951 


* 

0.4446 

+>0.0205 

Series r and m. 

r 

s 

1.4356 

+>2.2951 

m 

= 

1.011 

+>1.259 

Zbb 

== 

2.4466 +J3.5541 


Current Division*. Refer to Figs. 35 and 34. 

/a = -K * - 0 . 5564+>[).0205 

/b “ I.OOOO+7O.OOOO 

/c--4 -- 0 . 4446 -jO .0205 

-tcA -- 0 . 2725 -> 0.0362 

Ia = - 0 . 5554 +> 0.0205 

-tcA/A - 0 . 1521 +> 0.0145 

tBc = 0 . 3638 -> 0.0181 

/b - 1 . 000 Q+> 0.0000 

tBc^B “ 0 . 3638 —> 0.0181 

Iam » 0 . 5159 -> 0.0036 

=* —tCA/A+tBc/s 

-*Aa - -0.3638+>0.0181 

Ja - 1.0000+>0.0000 

-•ab/b - -0.3638+>0.0181 

toA - 0 . 2725 +> 0.0362 

lo - - 0 . 4446 -> 0.0205 

*ca/c « - 0 . 1204 -> 0.0217 

/bo - - 0 . 4842 -jO .0036 

— —*AB/B+tCA/c 

-»Bc - -0.3638+>0.0181 

lo - -0.4446->0.0205 

-*Bc/c - 0.1621-J0.0006 

tAB - 0.3638->0.0181 

Ia - - 0.5554+JD.02Q5 

*ab/a - - 0.2Q17+iD.0176 

IcA - -0.0896+>0.0109 

* — tBc/c+*AB/A 
*8m BquBtions (88b), (SBb). (90b) 


/h- Ic - 

0.4446+>0.0205 

ih ■* 

0.4075+>0.0321 

/0C*=*b/h ** 

0.1805+>0.0226 

— /OC* 

0.2641->0.0021 

Mutual Drops. 

ICJL *= 

0.5554->0.0205 

d 

1.85 +>3.15 

Zba 

1.0921+>1.7116 

Iqc 

0.1805+>0.0226 

b 

7.78 +>9.04 

Zbc ** 

1.2000+>1.8075 

Iqd * 

0.2641 ->0.0021 

a * 

0.47 +>1.00 

Zbd * 

0.1262+>0.2631 


The current division and self- and mutual-drop factors 
from these calculations are tabulated in Tables 6 and 7, 
together with similar factors for unit loads at A, C, and D. 

Regulation —Tables 6 and 7 are considered to be the 
basic network solution. Their use in the regulation problem 
will now be outlined. 

The chief problem is to express the several load currents 
in proper phase relationship to a single reference voltage, 
either the voltage at one of the most important load points 
or the generator-bus voltage. 

If tl\ey are expressed with respect to the generator-bus 
voltage, a simple deduction of vector drops from this 
voltage gives tire load point voltages so that the load 
power factors and kva can be checked and a correction 
made if necessary. 

If there is considerable drop in the system but'the im- 
portant load voltages are nearly alike, it is preferable to 
use one of these load voltages as reference. The generator- 
voltage phase position can then be determined graphicaUy 
or by the solution of a quadratic equation as outlined in 
the example of the circulating current method Sec. 19. A 
simplified modification of this method is given below. In 
either method the proof of the assumptions lies in the 
check of load kva and p>ower factor and corrections can 
be applied if the assumed values prove to be far enough 
off to affect materially the regulation values and currents 
of interest. 

The preeuit problem is to calculate the regulation for the 
system of Fig. 33 under normal heavy load conditions. 
Case 1, Table 8, and also with several capacitor banks 
added as indicated in Case 2, Table 8. 

A practical problem now arises that is not immediately 
evident from Eq. 168. The load power factors given fix 
the positions the currents with respect to the final load 
voltages, {Ep in this equation) not with reqiect to the 
generator or *no load” voltage E p. Thus the phase relar 
tions between the generator voltage and the drops cannot 
be determined directly. A further difficulty exists in con¬ 
verting the loads from kva to amperes since the load 
voltages are not yet known. 

A straightforward method of approach would be as 
fcdlows. First assume that all load vdtages are equal to, 
and in phase with, the generator vdtage. Convert load 
kva’s to veetor eurrents with this vdtage as reference. 
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Table 8—Regulation without Capacitors (Case 1) and with Capacitors (Case 2) 



Load 

As* 


Resulting Drops to 

Case 

Burned 

Regu- 

Amperes 

B 

C 

D 












At 

kva—pi. 

lation 


Volte 

%Reg. 

Volte 

%Reg- 

Volte 

%Reg. 

1 

B 

2600-90% 

11.0% 

130.1- i63.1 

543.5*fj309.1 


271.4+>161.0 


32.9+726.2 




Lag 










c 

4500 -86% 

13.0% 

226.6-il 40.3 

526.1+>240.7 


666.3+>304.9 


81.2+>52.9 




Lag 



1 







D 

1 n 200 -86% 

9.0% 

639.3-i333.7 

154.9+>102.6 


190.9+>123.8 


539.7+>341.0 




Lag 











Total voltage drop 

Calculated load 

1224.5+>652.4 

19.4 

1118.6+7589.7 

17.7 

653.8+7420.1 

10.5 


AU 

2265kva-90.4% 

Lag 


4254kva—84.9% 


11 Ollkva-83.4% 

1 Lag 


2 

B 

2600 - 90% 

6% 

122.1+i76.6 

26.4+>622.0 


8.0+7313.3 


-4.7+>41.6 




plus 2600 -0%t 






1 

1 




=2666 -84.7% 











Lead 










C 

4600 -85% 

6% 

207.5-fj7.0 

236.7+>384.0 


293.6+>481.3 


29.9 +769.3 




plus 2500 -0%t 











=3827 -90.9% 











Lead 










D 

n 200 -85% 
plus 2500-0%t 
-10 110-94.2% 

2.6% 

503.4->179.9 

110.7+>109.7 


137.4+>137.6 


384.7 +7376.3 




Lag 











rn A - 

_Ia ^ J 


373.8+>1115.7 

6.7 

439.0+>932.2 

7.8 

409.9+7487.2 

7.1 


AU 

lOLAl voiu&ge uru(i 

Calculated load 

2609k va-82.8% 
Lead 


3715kva-99.9% 

Lead 


9636kva-91.6% 

Lag 



For Case 1 use E,-6438.6+j600; For Case 2 F,-6403.6+i900. 
tCapacitors (6466.5 volte L-N) 

'^Based on load voltages—all in phase—taken as reference, but below the generating bus voltage of 11.2 kv by the ^'assumed regulation’* 
values. 


Then calculate and deduct the drops to determine the 
load voltages corresponding to this first approximation of 
the currents. The currents used will not have quite the 
right phase positions or magnitudes, when associated with 
these load voltages, to agree with the loads and power 
factors spiecificd. 

However, with these load voltages a new set of load 
currents can be calculated, the drops recalculated and a 
second approximation to the load voltages determined. 
This process is highly convergent and the second approx¬ 
imation would ordinarily be sufficient. In fact by making 
two judicious guesses, one an estimate of regulation to each 
load point and the second an estimate of phase shift from 
generator to load, the first approximation is nearly always 
sufficient and but a single calculation is required. This is 
the procedure followed in the subsequent paragraphs. 

The assumed regulation to the load points is a straight¬ 
forward estimate from experience or from the quick esti¬ 
mating tables of Chap. 9* However, the treatment of the 
phase-angle estimate bears some further explanation. First 
the load voltages are assumed to be in phase. Making use 
of the regulation estimates the vector load currents can be 
calculate with this common load voltage phase as a refer¬ 
ence. The vector dnypB can be calculated and consist of in- 
phase and out-of-phase drop components. The generator 
voltage is now selected leading the reference by the average 


reactive drop to the loads. The example will make this 
clear. The magnitude of generator voltage is a given 
quantity. It is apparent that when the drops to various 
load points are deducted from this generator voltage, the 
load voltages obtained are close to the reference phase and 
hence the load power factors are close to those for which 
a solution is desired. Thus the resulting generator voltage, 
load currents, and drops are now sufficiently accurate to 
complete the regulation calculation. An exact answer is 
obtained for a set of loads differing slightly from those 
assumed. The example will make this clear. 

As the loads are given in kva and power factor, it is 
necessary to estimate the load voltages to convert the 
loads to currents. The load voltages are all assumed to be 
in-phase, as a first approximation, and below the normal 
voltage of 11.2 kv by the “assumed regulation** values 
listed in Table 8. Load currents are calculated on this basis 
using load voltage as the reference axis. For example the 
load current at C is for Case 1: 

J, =.266.6(0.85-j0.5268) 

V3X11.2X(1-0.13) 

=226.6—^140.3 amperes. 

Voltage drops are computed according to Eq. (167), the 
component and total drops being as shown in the ti^le. 

A rough check of the drops at the critical locations, B 
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and C, indicates that for normal load conditions, Case 1, 
the approximate in-phftse drops are 1224 and 1118 volts, 
or approximately 19.0 and 17.2 percent of normal line-to- 
neutral voltage. The “assumed regulations” could be cor¬ 
rected at this point but as this repetition would not add 
to the exp^tion, it is omitted. 

Up to this point a reference axis in phase with the load 
voltages has been used, the load voltages being taken all 
in phase. This was most convenient for converting loads 
to currents as the power factors were known with respect 
to the load voltages. Now it is necessary to determine the 
generator voltage with respect to this reference so that the 
calculated drops may be deducted from it to find the actual 
load voltages. The phase position of the generator voltage 
does not need to be determined exactly. However after 
the load voltages are computed, the load power will be 
computed and the r^pilation w^ be exact for the loads 
thus computed rather than for the actual given loads. 
Such a rc^t is usually an adequate engineering answer 
as the “given loads” are seldom accurately known. However 
it is desirable to start with a generator voltage as near as 
possible to that corresponding to the assumed load volti^e 
so that the computed loads will be cloee to the g^ven loads. 
This is accomplished as foUows. 

Noting that the out-of-phase drop is approximately 600 
volts for B and C, the generator bus voltt^ is arbitrarily 
taken 600 volts ahead of the load voltage or reference. The 
drops, as deducted from this voltage, give load voltages 
quite closely in phase with those used and hence the load 
power factors are nearly correct. As the generator voltage 
magnitude is 6466.5 v olts, line-to-neutr al, the in-phase 
component must be V(6466.5)*—(600)* ">6438. Whence 
the generator bus volta^^ is 6438-1-^ 600. 

The load voltages should now be calculated and the 
loads checked to see that they do not differ too far from 
the assumptions. A typical check follows, for Case 1, load 
at B. 


Eh 

= 6438 -Fi600 

Db 

= 1224 -l->652 

Eb 

= 5214 -j 52 

Eb 

- (5.214-j0.052)kv 

37b 

« 390.3-l-il89.3 

P B+jQb 

- (2050-|-i970)kva 


= 2265 kva 

at 90.4 percent power factor lagging. 


Case 2 of Table 8 illustrates the great improvement in 
regulation possible by the use of shunt capacitors. They 
may have to be partially switched off at light load to 
prevent overvoltages under that condition. Comparing 
the reduction in drops caused by capacitors at D, with the 
reductions caused by capacitors at B and C, it can be seen 
that the capacitors are much more effective at the latter 
two points which are farther from the generating station. 

Single-and Multiple-Source System Having 
Shunt Branches Other Than Loads—Figs. 36(a) and 
(b) give a simple illustration of a system having shunt 
branches other than loads, munely charging capacity of 
high-voltage lines or cables. In this case the no-load volt¬ 
ages Et and Eh of Pig. 36(c) differ from point-to-point in 
the system and also differ from the generator bus voltage 
E,. If there are several sources, a similar condition exists. 
However, in either case the no-load voltages can be deter¬ 
mined by measurement on a network calculator or by 
calculation and these form the base from which drops are 
deducted to determine voltages under load conditions by 
Eqs. (169) to (171). If the generator emfs vary in phase 
or magnitude for different parts of the study, the no-load 
voltages must be changed accordingly. 

Fig. 36(f) shows the arrangement of the network for 
calculation or measurement of Zm and Z.b. Sufficient 
voltage is applied between a and the bus of no-voltage to 
draw one ampere, all generator emfs being short circuited. 
The voltage reqmred, using the reference direction shown 
in Fig. 36(0> is —Z... It is thus necessary to amend the 
definitions of Z.* and Z^b given previously to the following: 

Zm is the vector voltage drop from p to a caused by unit 
current drawn from the network at a, xoith all generator 
emfs set equal to zero. 

Or it is the incremental vector drop in voltage at a 
per ampere drawn from o, with all generator emfs fixed 
in magnitude and position and all other load currents 
held constant. 

Ztb is the vector voltage drop from gtob caused by unit 
current drawn from the network at a, with aU generator 
emfs set equal to zero. 

The voltages and currents in Fig. 36(0 and (g) are 
labeled in accordance with these definitions. Increasing 
in ratio of actual load currents, parts (d) and (e) are 
obtained. Part (c) is the no-load condition. The super- 
poeition of (c), (d), and (e) results in currents identical 
with part (5). Consequently, the voltages E^ and Eh in 
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Pig. 34—Single-source system haTing shunt branches other than loads. 
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part (6) must be the superposition of the corresponding 
quantities in (c), (d), and {e), as stated in Eq. (168) 
generally. Specifically 

(173) 

Eb —Eh--1 tiZnh —IhZuh (174) 

It is apparent that the case of no shunt branches is 
simply a special case of the situation with shunt branches. 
Also the case of one emf is a special case of that with 
several. However, without shunt branches it is customary 
to apply enough voltage at the generator to cause one am¬ 
pere in a short circuit at the load point and determine the 
drops through the network from generator to load points 
to obtain the constants Zab, etc. With shunt branches 
present this is no longer a series circuit from generator to 
load point. In this case the voltage must be applied at 
the load point and the generator emfs short circuited, or 
else an indirect method employed as described below. 

With several emfs and shunt branches the network con¬ 
stants can be obtained by short circuiting one load terminal 
at a time, after first having measured the no-load voltages 
EJ, Eh\ • En'. Referring to P^qs. (173) and (174) this 
gives the condition: 

= 0 (175) 

/b-0 (176) 

= (177) 

= (178) 

Similarly by short circuiting 6, the other constants are 
obtained. 

(179) 

I b 

Zbb = ^- (180) 

i b 

Both measurements, that is, the no-load voltages and 
also the voltages and currents \vith one terminal short 
circuited, must be made with the same generator emfs. 
However, il is immaterial what emfs are used so that they 
may be taken all in phase and equal for the purpose of 
obtaining the system constants. This results in a different 
set of no-load voltages for computing system constants 
than the actual no-load voltages used in the system studies 
but simplifies calculation in some cases. 

Summarizing, the general solution of a multiple source 
system with shunt branches consists of: 

a. Self and Mutual Drops. 

b. Current Division. 

and for each set of emfs to be used in the study 

c. No-load voltages. 

A suggested procedure for calculating these data is as 
follows. If a network calculator is used, the labor of re¬ 
ductions is eliminated. 

a. Apply voltage at one load point with generator emf 
short circuited and other load points open circuited. 

b. Reduce the resulting network to a single branch 
viewed from the selected load point. This branch 
is the self drop. 


c. Expand the network developing the current division 
bsL^ on one ampere drawn out at the selected load 
point. This current division is part of the general 
solution. 

d. Calculate the voltages of other load points above the 
bus-of-no-voltage, or neutral bus. These are nega¬ 
tives of the mutual drops. 

e. Perform o, 6, c, and d for other load points in turn. 

f. With the load points all open circuited apply the 
generator emfs to be used in the study and determine 
the no-load voltages. 

g. Load voltages and current distribution throughout 
the network may now be determined for any loading 
condition corresponding to the generator emfs from 
which the no-1 osd voltages were developed. The 
voltage at any load point p is given by Eq. (168). 
The current in any branch, p-q is given by Eq. (166). 

Note : Alternative methods are outlined in the following 
paragraphs. 

More Than One Source—As Negative Load—U 
the generator emfs do not remain constant throughout a 
study, the network can be solved by treating all sources but 
one as load points. Determination of voltage and current 
conditions on the system for any loading conditions are 
then determined by using as the no-load voltages, those 
produced by the one selected source alone. These will be 
directly proportional to this one source voltage and hence 
can be varied for different conditions of the problem if that 
source voltage changes. A condition of the system is then 
completely specified by the selected source voltage and the 
currents drawn at all other sources and load points. 

Changes in the Network —When a transformer is 
removed or a line opened, it is of course desirable to deter¬ 
mine the effects without completely solving the new result¬ 
ing network. Assume that the branch to be omitted or 
added connects between two of the cardinal points, a and c, 
of Fig. 37 for which network constants and current division 
factors are known. A solution is desired with the branch or 
removed. By solution is meant the voltage at any cardinal 
point and the current in any branch corresponding to a 
particular load condition on the network. Thus the solution 
of the changed network for a given load condition is iden¬ 
tical with the solution of the original network for the same 
load condition plus two additional loads. One of these 
added loads is drawn at each end of the branch to be 
removed from the original network. These added loads are 
equal and opposite to the current in the branch so that the 
total current drawn by the branch and added load is zero. 

Suppose the load condition being solved for is /b, /«, /a 
and the corresponding current in ac is /«,. When loads 
// and Ic (equal to — IJ) are added, they cause additional 
current in the branch ac: 

A/.c=/.7a.ac-/.7c..c (181) 


The total of branch and added load must equal zero. 



/w + /a^(/a.M‘“/c.»c)+/a^ =*0 

(182) 

whence; 

7 / _ 

(183) 

and 


(184) 
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(o) ORIGINAL NETWORK 



(b) ORIGINAL NETWORK WITH ADDED LOADS 
MAKING IT EQUIVALENT TO CHANGED NETWORK 



(e) CHANGED NETWORK 

Fig. 37—Adding loftds to a network to make it equimlent to 
the network with a branch removed. 


the loads If and —If were added at o and c respectively, 
instead of connecting the impedance Z. 

A branch Z can be removed by adding an impedance 
branch, — Z, as alternative to the method previously 
given. 

Example of Changing a Network —A partial solu¬ 
tion of the network of Fig. 38 follows: 

Z„ = 2.5 ohms —0.25 amperes 

Z„= 1.75 ohms /».b.= 0.75 amperes 

Zoo=2.875 ohms /..«= 0.375 amperes 

/o.b.= 0.375 amperes 



Fig. 38—A simple network showing loads and distribution 

factors. 


Thus to solve the changed network for a given set of loads 
it is merely necessary to solve the original network instead, 
using the two added loads determined by Eiqs. (183) and 
(184). 

Adding a Branch Between a and c. Refer to Fig. 

37 (a) —Suppose a branch is to be added between a and c 
having impedance Z. It can be simulated in the original 
network by loads equal to what the branch would carry 
if there. Referring to Fig. 37(b) a branch would carry; 


j, e:-e: 
z 

(185) 

where primes refer to the condition after the branch is 
added. 

£«'=A’.-/.'z„-t-/:z„ 

(186) 

Fe' = Ec-/.'Z«-f-/.'Zec 

(187) 

Em — Ec . ,/Z,„—2Z«-|-Zc<!\ 

z ~^*v Z ) 

(188) 

E^-E, 

— 2Zac + Zcc + 2 Zaa““2Zftc + Zcc + Z 

(189) 


That is, the effect on the voltages and currents in Fig. 
37(a), of adding a branch of impedance, Z, between a 
and c, while holding the generator emf and the load 
currents /b, /«, and Id constant, is exactly the same as if 


From this solution the currents and voltage drops for 
the load condition, Fig. 38(d), are obtained. 

/b. = 2X0.75-l-3 X 0.375 = 2.625 amperes 
/m = 2X(—0.25)-|-3X0.375 = 0.625 amperes 
D.-2x2.5-f3X 1.75 = 10.25 volts 
Dc = 2 X1.75-t-3 X 2.875 = 12.125 volts 

Now consider the changed network Fig. 39(a) under the 
same load condition. Solving directly: 

Ibm = 2 amperes 

/,e=0 amperes 

D,' = 2X2-|-5Xl=9 volts 

De =3X3-f5Xl='14 volts 

However, suppose it were desired to obtain these data 
from the solution of the network, Fig. 38. Then using 
Eq. (183): 

If 


li 

Fig. 39(b) shows these loads added to the network loads 
of 2 and 3 amperes at a and c. 




0.625 


'1-0.25 -0.375 
- = 1.66 amperes 


— 1.66 amperes 
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Fig. 39—Network of Fig. 38 changed by the removal of branch 
a c and Its equivalent. 



(0) INTERMEDIATE LOAD 


7/c=0.33 X (- 0.25)+4.66 X 0.375 = 1.66 amperes. 

Thus it is seen the added loads and the current in branch 
ac total zero, and can be eliminated. 

That is: /a'c+/a' = 1.66-1.66 = 0 

Proceeding with the solution. 

/ba = 0.33XO.75+4.66X0.375 = 2.0 amperes 
Z);=0.33X2.5+4.66X 1.75 = 9.0 volts 
D' = 0.33 X1.75+4.66 X 2.875 = 14.0 volts. 


All of these agree with the direct solution. IJ could also 
be obtained from the consideration of adding a —3 ohm 
branch from a to c. Eq. (189) gives 

Dc-7)a 

• Za.~2Zac + Zcc + Z 


12.125-10.25 

2.5-3.5+2.875-3 


= —1.66 amperes. 


and the remaining solution is the same as above. 

Intermediate Loads —It frequently happens that reg¬ 
ulation and current division are required at loads con¬ 
nected along branches intermediate between two cardinal 
points, such as the load at x, a fractional distance, rn, along 
impedance branch Z from a to 6, Fig. 40. 

To determine regulation at x proceed as follows: 

a. Replace by two loads (1—m) /, at a and mix at 
6, as shown in Fig. 40(b). From these and the other 
loads on the system, the voltages at a and b can be 
determined and a circulating current /*b found. 

b. Permit the currents (1—m) 7* and mix to flow over 
the branch to point x and into the load. This will 
not alter the drop from a to 5 since the two added 
drops introduced into this branch are equal and 
opposite. 

(1 — m)7xmZ = m/x(l — w)Z (190) 

Nor will it alter the circulating current 7»b that 
causes the drop through Z and absorbs the voltage 
difference between a and 6. The drop can now be 
calculated from either a or 6 to the load point, tak¬ 
ing into account both circulating and load com¬ 
ponents of current. 

Dax = (1 - m)IxmZ +7abwZ (191) 


Or the voltage at x is: 

Ex - (1 -m)Ex+mEy,-Ixm{\-m)Z (192) 

c. The use of equivalent loads at a and 6 IFig. 40(b)] 
results in the same currents in all other branches of 



(b) EQUIVALENT LOADS AT a 8 b 



(c) CURRENT DIVISION TO 
INTERMEDIATE LOAD 


Fig. 40—Current division for a simple network with a single 
Intermediate load. 

the network as the actual condition [Fig. 40(a)]. 
The currents in branch ah are determined as shown 
in Fig. 40(c), in which 7»b is as determined from the 
equivalent loading. Fig. 40(b). 

General Solution for Intermediate Point —The 

intermediate load location is to be treated as a new car¬ 
dinal point of the network for which self and mutual drop 
constants and current division factors are required. 

The self drop constant is obtained by recalling that for 


unit load at x, Fig. 40, the drops to a and 6 are 

Z)»= (1 — Tn)Zaa+^^*^ba (193) 

D\y = {l — m)Zxb~{~mZhh (194) 

whence: 

^xx = (1 ”“^)7)a+^7)b+w(l — m)Z (195) 

or Zxx = (1 -m)2Zaa+2m(l - m)Zxb 

+m*Zbb+m(l-m)Z (196) 

The mutual drop constant to a typical point, p, is 

Zxp = (1 - w)Zap+mZbp (197) 

The current in any branch pq caused by unit current 
drawn at x is (except for branches ax and bx ): 

7x.pQ = (1 -m)/x.pq+m7b.pq (198) 

For branches ax and xb 

/x.ax = (1 -“m)7a.ab+m7b.ab+m (198a) 

7x.xb=(l~m)/a.ab+m7b.ab+(l~m) (198b) 
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While for point y, external to branch a6, 

(198c) 

Several Intermediate Ijoads—If the branch ah con¬ 
sists of several parallel mutually coupled circuits such as 
the trolley rail circuits of a four-track railroad, and con¬ 
tains several intermediate loads, the procedure is quite 
similar to the above. Refer to Fig. 41. 



Ptg. 41—More complex network luiTint eereral intermediate 
load points. 

Let Z be the total impedance a to 6. 

Let z be the impedance of each component circuit. 

Let Mf M\ be the mutual impedances between 
component circuits. 

It is assumed that these impedances are uniform 
throughout the section. 

The procedure is as follows for determining voltage at 
the load and current distribution. 

a. Divide each load inversely as the impedance to the 
two adjacent points a and 6, to obtain total equiva¬ 
lent lof^. From these and the other network loads 
the voltages £« and Eh can be determined. The total 
circulating current I^h can also be found. 

b. Determine the voltage at x while the loads are re¬ 
moved to a and 6. It is: 

JSf,* (1 —m)E^+mEh (199) 

c Now reintroduce the equivalent load currents letting 
them flow over the circuits to their respective loads. 
In the case shown there are four added drops, result¬ 
ing in a voltage at the load /,: 

Em “ (1 — (1 — — (1 --n)I^mM 

~ (1 -p)/ymAf' - (1 ' (200) 

d. The circulating current hh should be divided between 
the four circuits as though the loads were not present. 
If the mutual impedances are nearly equal it may be 
suflSciently close to assume ^ of the total in each 
circuit. Otherwise a solution by equations may be 
required. See Sec. 13. 


e. The current in any section of one of the circuits of 
branch ob consists of the vector sum of the circulating 
component as determined in (d), and the reintroduced 
equivalent load currents flowing up to the inter¬ 
mediate loads. 

21. Circle Dla^m of Transmission Systems 

Because of its importance to both the light and power 
and the communication industries, the transmission t 3 rpe 
network has been widely studied. A useful body of data is 
available for simplifying the calculations and expressing 
the performance of such networks. The fundamental ideas 
involved are extremely simple, and the reader should not 
be misled by the large accumulation of formulas tabulated 
for special cases. These merely signify that the field has 
been well explored, whereas only one or two of the formulas 
may be required in any particular problem. 

The general transmission-type network including shunt 
loading, is one having only input and output terminals of 
importance, designated for convenience as the sending and 
receiving ends. The t 3 rpe dealt with in this chapter is 
considered to be passive (having no internal emfs), and 
linear (made up of linear impedance branches and voltage 
transformations). 

For such a network the sending-end voltage and current 
depend solely on the receiving-end voltage and current, 
and the impedances and voltage transformations of the 
intervening network. 

The transmission problem is briefly the determination of 
the performance of the transmission-type network. This 
performance is most commonly expresi^ in two forms. 

a. Equations expressing the sending-end voltages and 
currents in terms of the receiving-end voltages and 
currents, and vice versa. 

b. The power equations or loci, the graphical representa¬ 
tions of which are known as the power circle diagrams. 
One circle gives the locus of sending-end power and 
one the locus of receiving-end power, as the angle 
between sending and receiving voltages is varied. 

A third form is sometimes used. 

c. The current equations expressing the sending-end or 
receiving-end currents in terms of the voltages at the 
two ends. The current locus for fixed voltages and 
varying angle between them is the current circle 
diagram. 

Power Circle Diagram —The power-circle diagram is 
derived mathematically in Chap. 9. The treatment in this 
chapter applies the diagram to general system problems. 
Condensed tables are presented for determining the circle 
diagrams from general circuit constants. First, however, 
a brief review of the power-circle diagram will serve to 
point up the important power system design and operating 
information which it provides. 

The fact that real and reactive power fed into and out 
of a transmission line can be plotted as a function of the 
sending- and receiving-end voltages only is itself an ex¬ 
tremely important concept. Stated differently, once the 
voltage magnitudes at the two ends of the line have been 
fixed, there exists for each angle between these voltages, 
one and only one possible value for each of the four quan- 
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Fig. 46—Typical pow«r>clKle diag r am. 

titieSi input real and reactive power, and output real and three power quantities are uniquely detemuned. 
reactive power. Or, if one of these is fixed, say delivered If the voltages of the two ends of the line are fixed in 
real power, this determines the angle and thus the other magnitude and the angle between them varied, then for 
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each angle there will be a discreet value of input real and 
reactive power. If these are plotted, one against the other, 
on a set of coordinate axes having real power as abscissa 
and reactive power as ordinate, the locus of such points as 
the angle between voltages is varied is a circle. Thus this 
plot of real power vs. reactive power for fixed line voltages 
and varying angle, is called a power circle diagram. What 
has been said of input real and reactive power applies 
equally well to output real and reactive power. Hence, 
for a given pair of terminal voltages there are two circle 
diagrams, a sending-end circle and a receiving-end circle. 
For other voltages there are other circles. The fact that 
these diagrams are circles makes them easy to draw. How¬ 
ever the important point is that the input and output real 
and reactive powers are uniquely determined by the ter¬ 
minal voltages and the angle between them. In a sense 
this places definite restrictions on the use of lines. Or from 
another viewpoint it makes it possible to predetermine the 
amount of synchronous-condenser capacity that is required 
to supply a given load over a given line. 

These points may be made more clear by reference to 
Fig. 46 which shows the sending-end and receiving-end 
power-circle diagrams for two values of sending-end voltage 
and one value of receiving-end voltage, i.e. for two com¬ 
binations. Thus there are four circles. The method of 
plotting these circles and the derivation has been given in 
Chap. 9, and will be sununarized shortly for the general 
case.. That need not concern us here. Suffice it to say that 
there are such plots. What do they show? 

The coordinates of the plot are real power as abscissa, 
positive to the right and lagging-reactive power as ordinate, 
positive upwards. The two sending end circles, have their 
centers at B and B' in the first quadrant. The positive 
reference direction at the sending end is into the line. Thus 
positive real or reactive power flow into the line at this end. 

The two lower circles having centers at A, in the third 
quadrant, are the receiving-end circles. At the receiving 
end the positive reference direction is out of the line. Thus 
positive real and reactive power from the receiving circles 
indicate real or reactive power out of the line and a nega¬ 
tive sign of reactive power indicates that lagging reactive 
power flowed into the line at the receiving end. 

Note first there is a maximum power that can be deliv¬ 
ered, for example 57 771 kw for one set of voltages, Er^ 
127 020 and Eb = 129 917 volts L-N. This is of course an 
absolute limit and well beyond a practical operating limit. 

It has been stated that with fixed voltages there exists 
for each angle between them, one and only one possible 
value of each of the four power quantities. This is shown 
on the diagram, for example, for an angle of 23^^59^^ and 
for the voltages J&r» 127 020, £8=129 917 volts L-N. 
Note that the angles are measured out from reference 
lines, marked Line for 0 bO, whose construction will be 
described later. The angle 9, by which the sending-end 
voltage leads the receiving end voltage is measured out 
ccw for the upper or sending circles and cw for the lower 
or receiving-end circles. Thus this specific angle fixes the 
points F and G on receiving and sending circles respec¬ 
tively. These are referred to as corresponding points, since 
they correspond to the same angle and hence give sending- 
and receiving-end conditions that occur simultaneously. 


For this angle and these voltages note that 27 595 kw 
enters the line and 25 835 kw leaves it at the receiving end, 
the loss being 1760 kw. At the sending-end lagging reactive 
kva is negative and hence flows opposite to the reference 
positive direction. That is, lagging reactive kva flows out 
of the line, 7620 kva. This must be absorbed by the system 
at the sending end of the line, in inductive loads or by 
under-excited machines. At the receiving end lagging re¬ 
active kva is positive and hence flows in the reference 
direction for that end which is out of the line, 2270 kva. 
In general this may be more or less than the lagging re¬ 
active requirements of the load and the difference must be 
absorbed or supplied locally. For example, if the load were 
25 835 kw at ^.26 percent power factor lag as plotted at 
E, requiring 17 258 lagging reactive kva, the difference of 
14 988 kva would have to be supplied by a S3mchronous 
condenser operating in its over-excited range, or an 
equivalent. 

If the load is increased to an emergency load of 52 335 
kw at 84.78 percent power factor lagging, the correspond¬ 
ing points on the circles are at J and K, It is assumed that 
the sending-end voltage has been raised to 137 523 volts 
I^N for this condition. The condenser must now supply 
52 461 kva of lagging reactive, as the line supplies a nega¬ 
tive amount or actually draws lagging reactive. Note that 
to supply this load with the lower sending voltage would 
have required considerably more than the 52 461 kva from 
the condenser. 

Other circles could be drawn for different receiver volt¬ 
ages and these would show the variation of synchronous- 
condenser capacity requirements within the limits of 
permissible variation of receiver-end voltage. 

Thus the circle diagram presents a complete graphical 
picture of the line performance under all conditions of 
terminal voltages and angles and hence provides the nec¬ 
essary information for design and operation of the system, 
particularly with relation to voltages, provision of reactive 
capacity, and real power flow. 

Transmission Equations: Constructing the Circle 
Diagram 

Generally the following steps are involved in determin¬ 
ing the transmission characteristics of a system from one 
point to another. 

a. The network must be reduced to a simple equivalent 
from which the constants for plotting the circle dia¬ 
grams can be obtained. The simple equivalent can be 
expressed as a T or a Pi circuit or by giving the 
coefficients of the current and voltage equations, 
called the ABCD constants. Table 9 gives the nec¬ 
essary formulas for determining the ABCD constants 
directly from networks of various forms. The T and 
Pi equivalents can be obtained by reducing the net¬ 
work as outlined in Secs. 13-17, or as indicated by 
the definitions of these constants which are to follow. 
Table 10 gives the transformations from Pi to T and 
to ABCD forms. This table also includes transforma¬ 
tions to admittance and impedance constants that 
are coefficients of the power equations as shown in 
the table. 

b. The Current and Voltage Relations if needed can be 
written directly from the T, Pi or ABCD constants 



Table 10—Convebsion For mulas for Transmission Type Networks 

To Convert From 
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Tablb 11—Current and Voltage Relations in 
Transmission Type Networks 


A. For ABCD Constants—Reference Fig. 42.* 

Es^AEjl^BIb. (201a) 

Is^CEn^DIn (201b) 

Er^^DEs-BIb (201c) 

/r~ ~C^6-hA/g (201d) 

B. For Equivalent Pi—Reference Fig. 44. 

Eb^=(1'\-ZYr)Er-\-ZIr (202a) 

fB^(YR^Ys-\-ZYRYs)ER-^(l-j-ZYB)lR (202b) 

Er^ (l-j-ZY8)Es—ZIs (202c) 

/R*~(FR+r8-hZrRrB)i2^8 + (l-hZKR)/6 (202d) 

C. For Equivalent T—Reference Fig. 45. 

-^6 * (1 “l”^8lO^R"|-(^R+^S+F^^R^<8 )/r (203a) 

/b * Fi^R+(l-fZRy)/R (203b) 

^R“(l"f'^RF)^8‘“(^R‘f--2r8 4-P^RZs)f8 (203c) 

/r « - yj^s -h (1 ^Zb Y)Is (203d) 

D. For Admittance—Reference Fig. 43. 

Ii**YiiEi-\-YitEt (203e) 

I%^YnE\-)rYtiEt (203f) 

E. For Impedance—Reference Fig. 43. 

E\^Z\\I\-\~Zi\l\ (203g) 

E\^Z\^I\-\-ZtkI% (203h) 


*Figi. 42 to 45 are part of Table 10. 


as shown in Table 11. Frequently these are not 
needed. 

c. The Power Expressions are given in Table 12 in terms 
of the r, Pi, or ABCD constants and also in terms of 
admittance and impedance coefficients, which are 
described in a later paragraph. The power convention 
used in this text is: 

P+jQ^Et (212) 

for which a positive value of Q is lagging reactive 
power, and P and Q of the same sign indicates lagging 
power factor (see Sec. 2). At the sending end, denoted 
by the subscript, S, the positive direction is into the 
network. At the receiving end, denoted by /2, it is out 
of the network. See Figs. 42, 44, 45 which are part of 
Table 10. With the generalized impedance or admit¬ 
tance form. Fig. 43, the reference-positive direction 
for current and power at each terminal is into the 
line or network. 

d. The Power Circle Diagrams can be determined from 
the data in Table 12 as outlined at the bottom of the 
table. The detailed data for plotting the circles can 
be obtained from the supplementary Table 12A, 
explained in the next paragraph. 


Table 12— Power Equations and Data for Plotting Circle Dugrams 


Derived 

From 

Sending Circle 

Receiving Circle 

Vector to Center, Cs Radius Vector Ego 

Vector to Center, Cr Radius Vector Ero 

ABCD 

Ref. Fig. 42 

Es+iQs* —^ErEb*'^^ 

B B 

(204) 

B B 

(205) 

Elquiv. Pi 
R«f. Fig. 44 

(206) 

PR+ieB= - 3 ( 1 + +|£r£6.-^* 

(207) 

Imped. Form 
Equiv. Pi 
Ref. Fig. 44 

Ps+jQb- 3(5+^)^ 

\z Z's/ Z 

(206a) 

IPr+>0b= - 3(4 + 4 )^* 4-|£R£e.->» 

! VZ Z'r/ Z 

(207b) 

Equiv. T 
Ref. Fig. 45 

p 3(l+Z^Y)£i 3£:b£..+^ 

P _ 3(1+Zsy)£i SEnEat-J* 

“ ^r+Zs+KZrZ. Zr+Zs+KZrZb 

(208) 

^r~\-Zb^YZrZb Zr-\-Zs^YZrZs 

(209) 

Admittance 
Ref. Fig. 43 

Pt+jQt- 3Yn£i +3y,.fi,£,.+^ 

(210) 

Px+jQi^ 3YiiEl +3Y„E,E,t-i» 

(211) 

Impedance 
ReT Fig. 43 

PliO- P 

(210a) 

Px+jQx' . .El 3Z., fi.fi,.->* 

ZuZa~Zii Z.iZa —Zi, 

(21 la) 


Units 

Table gives P and Q in me^watts (mw), and megavolt amperes (mva) for Er and Eg in kv line-to-neutral, or it gives P and Q in watts 
and volt-amperes for Eg and Er in volts, line-to-neutral. 

To use volts or kv line-to-line, omit factor 3 throughout the tabulation. 

Impedances and admittances are in ohms or mhos per phase, line-to-neutral. 

S is the anide of E§ in advance of Er or the angle of Es in advance of Ei. 

^ Symbol aesigiiating conjugate of a vector. 

To Draw Circle Diagram—Fig. 47 

1. Calculate 'Vector to center’' and locate center, Cs or Cr. 

2. Calculate radius vector for 9->0 (r^>««f**l). Call it Ego or Pro. 

3. Add 1 and 2 to obtain real and reactive power for sending and receiving voltages in phase. 

Plot this as “Power for ^—0”, on the di^am. IFro “Cr-HEro. l^so -Cs-hEso. 

4 . Draw the circle through the “Power for a*0“ point. Draw the reference radius vector from tlie center to the “Power for point, 
to serve as the reference from which angles are measured. 

5. Corresponding sending and receiving conditions are found at the same angle on the corresponding circles. 








sao 


Steadi-State Performance of Syatema Including Methods of Network Solution 


Chapter 10 


Table 12A —Constants for Plotting Power Circle Diagrams 

Refer Fig. 47 

(I, m, l\ m', n, ^ are to be obtained from the relations given) 


Form of* 

Sjrstem 

Receiving Circle 
Constants 

Sending Circle 
Constants 

Radius 

Constant 

Position of Radius 

Vector for S«0 

Constants 


i'+jm' 

n 


ABCD 

Ref. Fig. 42 

A 

b 

b 

B 

1 

B 

tan-^ “ 6i 

Equiv. n 

Ref. Fig. 44 


l+^s 

1 

2 

tan-J Z 

Imped. Form 
^uiy. Pi 

Ref. Fig. 44 


1 1 

1 

i 

tan-' ^ Z -r-hjx 

Equhr. T 


l+buf 

1 

tan-' ~ 

Ot 

Ref. Fig. 46 



-hZs -4* Y ZbZs 

where 



Zk-{-Zs -4* YZbJZb “ 


*ffor ftdmitteiiee aad imp«iui06 oonttanto the re f er en ee diraetion k Into the network at both onde. Thue the reoeivina oirele k in the same quadrant aa the eendinf 
drele and the I and m eonetante do not apidy. Uae the method of IWe 12 for plotting the eixelee in ihk eeee. 


Construction of power circles. —For the oocadonal 
user it is convoiient to list directly the coordinates of the 
centers and the radii of the circles, t<^ther with the 
location of the reference line from which angles are to be 
measured. For tins purpose the ax constants I, m, n, Oh, 
I' and m' are defined and used. When working with ABCD 
constants these have the definitioius.— 


1 

5-" 

(213) 

^=tan”‘ ^ where B’^bi+jbt 

Ot 

(214) 


(215) 


(216) 


Fco* other forms of expression of the transmission network 
the definitions of these six constants are given in Table 
12A. 

Having defined these six constants, the circles can be 
constructed as follows. Refer to Fig. 47. The scales used 
for kw and reactive kva must be the same. Line-to-linc 
voltages are used, giving three-phase kw and reactive kva. 
If line-to-neutral voltages are used to determine the cen¬ 
ters and radii of sending and receiving circles, the ex¬ 
pressions in Fig. 47 must be multiplied by three. 

Center of sending circle is at V Es* kw, m' Sb* kvar. 

Radius of sending circle is riEtBs- 

The reference line for angles in the sending circle is clock¬ 
wise from a downward vertical radius by the angle, 9b. 
See Fig. 46, Angles 0 of sending-end voltage in advance of 
receiving-end voltage, are measured ccw from this refer¬ 
ence line. 

Center of the receiving circle is at —tEe? kw, —rnEt? 
kvar. 

Radius of the receiving circle is nEtBs- 

The reference line for angles in the receiving circle is cw 


from an upward vertical radius by the angle, Oh. See 
Fig. 47. 

Corresponding sending and receiving conditions are 
found at the same angle 0 on the two corresponding circles. 

An alternative method of construction is listed in the 
five steps imder Table 12, which eliminates the necessity of 
measuring angles. An “initial radius vector for fl—0” is 
added to the “vector to the center” to get the coordinates 
of a point (i.e. the vector power) corresponding to 9=0. 
This fixes both the radius and the reference line for 
measuring angles. 

Power-Angle Diagrams —From the circle diagram the 
power expressions as a function of angle can be written 
directly. They are, for three-phase power in kw on kvar. 


and voltages in kv, L-L;— 

Ps^l'Sh-^nEsEs sin (9—9b) (217) 

Qb ■= m’El— hEbEb cos (9—9b) (218) 

Pe"“ — lE^-inEeEs sin (O-iOb) (219) 

Qr= — mE^-j-nEjJEs cos (9-|-9b) (220) 


Power plotted vertically against 9 plotted horizontally 
is thus a displaced sine wave known as a power angle dia¬ 
gram. Its use in stability calculations is described in 
Chapter 13. 

Use of Equations vs. Circle Diagrams —If only 
one condition were of interest, for which the voltages 
and intervening angle were known, the sending and re¬ 
ceiving power qutmtities could be calculated directly, 
using the power expressions of Table 12. However, 
if the power transmitted is to be determined for a 
number of angular positions, as in stability studies, the 
circle diagram is advantageous. Also if the voltages and 
power are known and the angle and reactive requirements 
are to be determined the circle diagram becomes indis¬ 
pensable. More particularly a diagram having several 
circles corresponding to different voltages constitutes a 
chart of the real and reactive powers that can be trans- 
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mitted for various voltages and angles. As such it finds 
extensive use both in system operation and design. 

Interpretation of Power Circle Diagrams— 
circle diagrams for a particular system are given in Fig. 
47. They have been drawn in accordance with the in¬ 
structions at the bottom of Table 12. Likewise their con¬ 
struction from the six constants I, m, n, i', n', given in 
Table 12A is indicated. This system consists of ninety 
miles of 110-kv line with a load of 10 000 kw and 5000 
lagging reactive kva tapped on at the middle. The load 
is treated as a fixed imp^ance. Points p and p' convey 
the following information, “With a receiver voltage of 110 
kv and a sending voltage 116 kv, if 34 000 kw (34 mega¬ 
watts) are supplied at the sending end, then 500 leading 
reactive kva must be supplied at the sending end and 
20 000 kw and 9000 leading reactive kva will be delivered 
at the receiving end. That is, 9000 kva of lagging reactive 
must be supplied at the receiving end. 13 500 kw and 8500 
reactive kva will be consumed in the system, including 
line losses and reactive plus the intermediate load. In¬ 
cidentally the sending-end voltage is only 20 degrees ahead 
of the receiving-end voltage and the operation will there¬ 
fore be stablef.” Obviously contained in this informa¬ 
tion are the answers to a variety of questions that might 
be asked. 

ABCD Constants are coefficients of the current and 
voltage equations (201a) to (201d) given in Table 11. 
They apply to the transmission-type network having 
sending-end and receiving-end terminals, and have the 
followring physical significance. 

A is the voltage impressed at the sending end per volt 
at the open-circuited receiver. It is a dimensionless volt^ 
age ratio. 

B is the voltage impressed at the sending end per am¬ 
pere in the short-circuited receiver. It is the transfer 
impedance used in network theory. It is also equal to 
the voltage impressed at the receiving end per ampere 
in the short-circuited sending terminals. 

C is the current in amperes into the sending end per 
volt on the open-circuited receiver. It has the dimen¬ 
sions of admittance. 

D is the current in amperes into the sending end per 
ampere in the short-circuited receiver. It is a dimen¬ 
sionless current ratio. 

Table 9 gives the ABCD constants for many types of 
networks. Table 10 gives the transformations to Pi, T, 
admittance and impedance forms. Chap. 9 illustrates 
the use of ABCD constants in a stability example. 

For passive networks, as dealt with here, 

AD~SC=1 (221) 

This affords a valuable check on the calculations. If the 
single-phase network used involves phase shift, it is not 
strictly passive. A case in point is an ideal phase-shift 
transformer Fig. 48. As shown AD--BC is numerically 
one but includes a double angle term. This single-phase 
representation of a three phase transformer receives 
power at one time phase and passes it on at another time 
phase, although the total power flow is continuous in 
the three-phase transformer it represents. Usually the 

fRefer to Chap. 13 for criteria of stability. 



B-0 0 = 6*^® 


Fig. 48—Ideal phase shift transformation. 

phase shift factor is removed from the equivalent single¬ 
phase circuit before calculating the ABCD constants so 
that Eq. (221) is applicable. 

Admittance Constants (or Driving Point and 
Transfer Admittances) are coefficients of the network 
current equations. 

Ii^YnE, + YnE^ (222) 

U^YnE^+YnE, (223) 

As indicated in Fig. 43 the positive direction is taken 
into the network at both ends. This permits ready ex¬ 
tension to more than two terminals. In the following 
definitions current in a terminal is understood to be in 
the positive direction unless otherwise stated. The defi¬ 
nitions indicate the extension to more than two ter¬ 
minals. In general: 

Yn is the current in terminal 1 per volt applied at ter¬ 
minal 1 with all other terminals short circuited. 

Yn is the current in terminal 2 per volt applied at ter¬ 
minal 1 with all other emfs short circuited, or vice 
versa. It will usually be negative for transmission- 
type systems with positive direction into network 
at both ends, etc. 

The power equations as obtained from (222) and (223) 
are: 

PEili^^ ^\\E\P\-\~^\2E\fl2 (224) 

~ ^2^2 ~ “f* ^22^2-^2 (225) 

For a Three-Terminal System (as in a three-machine 
problem) the current equations are: 

U^YnE^ + Y2^E2+Y^,E^ (226) 

h-^YnE,+ YnE2+YnEz (227) 

I,^YnE^■\•YnE2+Y^^ (228) 

The corresponding power equations are: 

-Fi+jQi ~= P\iE\B\A~ ^ 2 \E\BtA" ^i\E\fji (226a) 
= (227a) 

P^uEtEi (228a) 

The exteasion to more than three terminals is apparent. 

Self and Mutual Impedances are coefficients of the 
network voltage equations given generally in Eqs. (52)- 
(55). Writing these for the transmission-type network, 
which can in general be reduced to a number of meshes 
equal to the number of significant terminals: 

£i “Zn/i+ZjiA (229) 

E%^Z\2li“\“ZnI% (230) 
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Zii is the voltage in terminal 1 per ampere in terminal 1, 
with all other "significant terminals” open circuited. 

Zi? is the voltage in terminal 2 per ampere in terminal 1, 
with all other "significant terminals” open circuited. 
Etc. 

Note that the self and mutual impedances Zn and Zn as 
defined and used in Section 13 and in this Section 21, differ from 
the self and mutual drop constants defined and used in Section 
20. The Z with double subscript is used in each case to conform 
with accepted terminology. 

The power equations are obtained from (229) and (230). 

P =Zii/i/i + Z2i/2A (231) 

P 2~I~JQ2 =-B 2/2 = Zi2/i/2 4”Z22/2/2 (232) 

For a three-terminal system the voltage and power 
equations are given below. The extension of admittance 
or impedance constants to any number of terminals is 
apparent. 

£i = Zii/i-|-Z2i/2+Z3i/8 (233) 

£2 ~ Z 12/1 + Z 22 / 24 " ^32^3 (234) 

S3 = Zi3/i + Z23/2 + Zs3/8 (235) 

Pi+jQi = ^1/1 == ZulJi + Z^jJ^ + ZnhL (236) 

Pi’'\~jQ2 = E 2/2 = Z 12 / 1/2 + Z 22 / 2/2 + 232 / 3/2 (237) 

^3+jQ3 = )53A = Z 13 / 1 / 3 +Z 23 / 2 / 3 +Z 33 / 3/3 (238) 

IV. REAL AND REACTIVE POWER FLOW 

It is well known that in a system in which impedances 
are largely reactive, real power flow is controlled by phase 
angles and reactive flow by voltage magnitudes. Ordi¬ 
narily the adjustments of real power flow are made by 
throttle or gate adjustments (governor settings), although 
the flow in a closed loop can be controlled by a regulating 
transformer capable of introducing a phase shift. Similarly 
reactive flow is usually controlled by generator field ad¬ 
justment (regulator setting) but in a closed loop, trans¬ 
former tap adjustments can be utilized. 

Quantitatively the real and reactive power over a trans¬ 
mission circuit or interconnection can be determined from 
the power circle diagrams. These diagrams give the real 
and reactive power at the sending and receiving ends of an 
interconnecting line or network, in terms of the voltages at 
the two ends and the angle between them. The method 
will be explained by examples, starting with a simple two- 
station system with an interconnection, and covering in 
all, the following conditions: 

22. Examples of Real and Reactive Power Flow. 

Refer to Fig. 1, or the equivalent network Fig. 49. 

I. Two Stations with Interconnection (Station A to 
station B). 

Case la. 

Given: 1. Sending-end and Receiving-end Voltages. 

2. Received Power. 

To Find: 1. Received reactive kva. 

2. Transmitted kw and reactive kva. 

3. Required kw and reactive kva to be sup¬ 
plied by generators at each end. 

4. Losses (kw and reactive kva). 



Fift. 49—Network of Fig. 2 reduced to an equivalent PI for each 

line. 

Case Ib. 

Given: 1. Received kw and reactive kva. 

2. Receiving-end voltage. 

To Find : 1. Sending-end voltage. 

2. Sending-end kw and reactive kva. 

3. Required generation at sending end. 

4. Losses. 

II. Three generating stations along one main intercon¬ 
nection, no closed loops, intermediate substation. A, 
5, e, D Fig. 1. 

Case Ila. 

Given: 1. Voltages at all but D. 

2. Real power flow. 

To Find: 1. Remaining Power Quantities. 

2. Voltage at D to hold stated voltage at in¬ 
termediate Substation C, 

Case Ilb. 

Given: 1. Voltages at all but intermediate substa¬ 
tion C. 

2. Real power flow. 

3. Load at C, real and reactive. 

To Find: 1. Remaining power quantities. 

2. Voltage at intermediate substation ( 7 . 

III. Closed Loop System. 

Case Ilia. Find voltage to close under given load and 
power flow conditions. (To determine regulator require¬ 
ments.) 

Case IIIb. Find power which flows if loop is closed and 
flow held constant in rest of the loop. 

Case L Two-Source System —Stations A and S, Fig. 
1, and the 50-mile line connecting them, will be used for 
illustration. The remainder of the system shown will be 
considered as disconnected. It may be desired to find the 
required voltages of the A and B buses, and the angle be¬ 
tween them, to transmit a desired real and reactive power. 
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Or it may be necessary to find what real and reactive 
power can be transmitted for different voltages and angles. 
In either case the power circle diagram is an ideal method 
of expressing the performance of the interconnection. Two 
cases will be considered illustrative of the two forms in 
which the problem may appear. 

Case la'. Two Station System^ A and B. See Fig. 49. 


Fixed. Voltages and receiver real power. 
Sending end Station A 

Receiving end Station B 


The given conditions are: _ 

Sending-end voltage jEs =“ 110 kv L — L 

Receiving-end voltage = 110 kv L — L 

Received power 20 Megawatts 

Load at A 10 000 kw, 6200 lagging reactive kva 
(10.0+j6.2) mva 

Load at 50 000 kw, 37 500 lagging reactive kva 
(50.0+;‘37.5) mva 

It is required to find the real and reactive power that 
must be generated at Stations A and B. This requires 
determination of the reactive power received from the 
line, and the real and reactive power at the input end. 
From the line power quantities and the local loads, the 
required kw’ and wattless generation can be determined. 


General Comments 

This is a characteristic problem of transmitting between 
buse^ whose voltages are fixed by load requirements. 
Wattless capacity in condensers or generators must be 
available at the proper locations because the fixed voltages 
determine the wattless flow over the line. 

Tap-changing-under-load transformers permit main¬ 
taining the generator bus voltage while raising the effective 
sending-end voltage to transmit wattless. No-load taps 
can be used to a rather limited extent if the power flow is 
in one direction with not too much variation from maxi¬ 
mum to minimum. 

This problem is often further complicated by the fact 
that the load bus voltage must be scheduled during the 
day, being somewhat more under heavy load conditions. 

The stability of the interconnection is not investigated 
in this chapter : Refer to Chap. 13 for examples of stability 
determinations. 


Obtaining the Circle Diagram 

The method of obtaining the impedance diagram, Fig. 
2, from the single-line diagram, Fig. 1 has already been 
described in Sec. 3 and 4. To obtain the circle diagram 
from the impedance network from A to i5 two general 
methods of approach can be used. The intervening net¬ 
work can be reduced to an equivalent Pi and the circle dia¬ 
gram determined therefrom as shown in Table 12. Or 
A BCD constants can be written for the sections of the in¬ 
terconnection, from Table 9. These can then be combined 
to obtain ABCD constants for the complete interconnec¬ 
tion as shown also in Table 9. The circle diagram data can 
then be determined from the overall ABCD constants, 
using the formulas of Tables 12 or 12a. Some prefer the 
ABCD constants because the method is systematic, and 
has a check for each step. Others prefer the equivalent cir¬ 


cuit method because they can more clearly visualize the 
problem by this method. As a result both methods are used 
and some examples of both methods will be given. The 
stability problem of Chap. 13 is treated exclusively by the 
method of ABCD constants. This power flow problem has 
been treated by the equivalent circuit method. 

Reducing the Network 

The first step is the reduction of the network between 
A and R, Fig. 2, to an equivalent Pi, shown in Fig. 49. As 
the equivalent circuits between other buses will be needed 
in subsequent cases, they also must be obtained. A typical 
reduction follows for the section from A to R, the steps 
being shown in Fig. 50. 

Convert the T network a, 6, and c to an equivalent Pi 
using Eqs. (105.)-(107). 

2.82+j*32.3 

Zb = 24.05+>43.05 

Zc= ->8000 
Z8'=*Z»c = Za + Zo + ZaZc/Zb 

-2158->12 778 

Af *=Zbc = Zb+Zo+ZbZo/Z* 

- -4940->19 050 

Z==Zab = i?» + Z^b + 2^a^h/^c 

- 26.76+j75.19 

Parallel M and N to obtain Zr' 

MN 

^H' = ^=-418-i5700 


Plotting the Circle Diagram 

From the constants Zs', Z, Zr' of the equivalent Pi, the 
data, for plotting the power circle diagrams for line AR 
can be obtained, using Eqs. (206a) and (207a) of Table 
12. In the following calculations Es and Er are expressed 
in kv, line-to-line which gives the power, calculated as 
R*/Z, in the dimensions of megavolt amperes; that is, 
megawatts (mw) and reactive megavolt-amperes (reactive 
mva). With the power* calculated as P+jQ = R/, the ASA 
standard, a positive value of Q indicates lagging reactive 
power in the chosen reference direction for I. 

Sending-end Circle—from equivalent Pi in impedanc#^ 
form _ 

Rb*110 kv, Rr=110 kv 

Center 



«=50.9930+>141.9209 


Radius vector for 0=0 


Rso* 


ErJSb 

-X- 

z 


- -50.8369-;142.8429 


Power for fli-O 


—Cs+Hso 

-0.1561-i0.9220 

The sending circle has been drawn in Fig. 51 by plotting 
the center, the power for 0^0, and drawing the circle 
*The tenii power ia uaed genendly meaning real and reactive power. 
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z.se'fjse.s e4.o5-t-)43.os 



26.764-J79.l9 



26.76 •4175.I9 



Fig. 50—Steps in the reduction of line AB to an equivalent PI. 


through the latter point. The sending power for any 
angle, of in advance of is a point on the circle, an 
angle 0 counter-clockwise from the radius for ^ = 0. 

Receiving-end Circle—from equivalent Pi in imped¬ 
ance form. ^ 

Eg^llOkv, feV-llOkv 

Center 




- 50.6821-jl40.7363 


Radius for 0 = 0 


Power for 0 = 0 


= 50.8369+jl42.8429 

W^ro-Cr+«ro 

= 0.1548+i2.1066 


The receiving circle is located in a similar manner to the 
sending circle. The receiving power for any angle 0, of £s 
in advance of is a point on the circle an angle 0 clock¬ 
wise from the radius for 0 = 0. The corresponding sending 
and receiving power for a given transmission condition 
over the line, are points on the two circles for the same 
angle 0. 


Interpreting the Circle Diagram For the 
Particular Problem—Case la, 

From the conditions of the problem, the received power 
is 20 mw which is found at point 1, on the receiving circle, 
Fig. 51. Laying off the same angle 0i on the sending circle, 
the point 1. is located giving the corresponding real and 
reactive power at the sending-end 

i^8A+iQ8A = 21.0-j7.0 mva 
PRB+jORB«20.0-j7.0 mva 



Fig. 51—Power circle diagram for line AB. 


The local loads at A and B are respectively: (See Fig. 1) 

Pla+JQla = 10+;6.2 mva 
PLB+iQLB = 60+>37.5 mva 

The required generation at A is therefore; 

Pqa +jQa a =* Pla +iQLA+P sa +JQ8A 
= 31--y0.8 mva 

or 31 mw and 0.8 lagging reactive mva. i.e., underexcited. 
The required generation at B is 

PoB +jQoB = PlB +JOlB (PRB +iQRB) 

-30+7*44.5 mva 

or 30 mw and 44.5 lagging reactive mva. 

The line losses are: 

Pl+70l = Ps+jQs — (Pr+jQr) 

= 1 + 7*0 mva 

or 1 mw and no reactive mva. 

The PXl lagging reactive power consumed by the line 
is balanced by the E^/Xc leading reactive power consumed 
by its shunt capacity. 

For accurate values of losses, Pr+ 7 Qr and Ps+iQs can 
be calculated for the angle 0 involved. Transformer iron 
losses must also be added. 

From this example it can be seen that if a particular 
kilowatt load is transmitted over a line with fixed terminal 
voltages, the input and output reactive power quantities 
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are determined by the line, and must be provided for in 
the machines at each end. 

Case Iby Two-Station Systerriy A and By Fig, 1, Fixed re¬ 
ceiver voltage and real and reactive power. 

Sending end Station A 

Receiving end Station B 

The given conditions are^ 

Receving-end voltage £r= 110 kv, L —L 
Received power (20+^15) mva, or 20 mw, 15 lagging 
reactive mva. 

Load at A (10+j6.2) mva. 

Load at B (50+>37.5) mva. 

To be determined: 

Sending-end voltage. 

Sending-end real and reactive power. 

Line Losses 

Generation required at sending end. (The generation 
at B must obviously be 304-i22.5 mva.) 
Receiving-End Circle (Refer to Fig. 51) 


The center of the receiver circle is the same as deter¬ 
mined in Case la since the receiver voltage is again, 110 
kv. The received power, (20+7*15) mva is plotted as point 
2r on the diagram. The receiver circle passes through 
point 2r. Scaling or calculating the radius to this point it 
is found to be /?R= 171 mva, scalar value. But the scalar 

Ei»E 

value from Eq. (207a), Table 12 is —y --. Whence solving 
for the sending voltage 


p ArZ 171X79.8 

—nr~ 


124 kv 


Sending-End Circle. 

E'8=124kv, ER=110kv 


Center, Cs 

The vector to the center for 110 kv has previou8l> been 
drawn. Increase it in the ratio (124/110)* to obtain the 
new center for 124 kv. 

Radius Vector forff^Oy Beo _ 

The radius vector for®*0, forER= llOkv, and Eb—110 
kv has previously been obtained. Increase it in the ratio 
(110X124)/(110X110) to obtain the new radius vector 
at ®=0 for Eb^124 kv, Er= 110 kv. 

Power for *0 


Wbo * Cb+Rbo = 7.4916+719.3214 

From the center and power at 0 = 0 the new sending 
power circle can be drawn. The received power point 2r 
occurs at the angle 0s. Laying off 0s along the sending 
circle the sending power point 28 is located. Thus: 

PsA+iQsA* 21.5+7*15.5 mva 
And since the load at A is 

Pla+7Qla== 10+7*6.2 mva 
The required generation is: 

P OA + 7 Q 0 A = PsA + 7 O 8 A +Pla +70lA 

= 31.5+7*21.7 mva 

or 31.5 mw and 21.7 lagging reactive mva 
The losses are : 


Pi +7Q1 “ Pb A +7Q8A — (Prb +jQrb) 

-I. 5 + 7 O .5 

or 1.5 mw and 0.5 lagging reactive mva. 

The required sending-end voltage of 124 kv could be 
provided by a step up transformer at A having a rated high 
voltage of 115 kv and equipped with ±10 percent tap- 
changing-under-load equipment, giving it a range of from 
126.5 kv down to 104.5 kv. This would provide for trans¬ 
mitting only a reduced load in the reverse direction unless 
the transformer at B were similarly equipped. 

This problem illustrates that to transmit a desired 
amount of wattless as well as real power over a line with 
fixed receiver voltage, the sending voltage must be under 
control of the operator or automatic means, since the re¬ 
quired value depends on the wattless to be transmitted. 

Case II. Three Generating Stations Along One Main 
Interconnection, and Intermediate Substation — 

The methods used in analyzing a two-station system can 
be easily extended to a multi-station system in which the 
stations are all connected along one main transmission 
channel. Such a system is illustrated for example by Fig. 

1 and Fig. 49 with line AED omitted. Because in this case 
power can flow over only one path, any two stations and 
the line connecting them can be treat^ as a two-station 
system, independent of the other stations and lines. For 
instance, the system of Fig. 1 with line AED omitted 
merely adds more stations and lines to the two-station sys¬ 
tem of Example I, and part AB can be solved as before. 

Besides the addition of another generating station, the 
new system has the added complication of a substation 
between stations B and D, Since there are no generators 
at C to maintain the voltage, the voltage on the substa¬ 
tion bus is determined by the voltages at the adjacent sta¬ 
tions and by the real and reactive kva load on the substa¬ 
tion bus. 

There are in general two problems concerning the volt¬ 
age at an intermediate substation such as C. First, the 
voltage at one of the adjacent stations may be fixed, and 
it is desired to maintain a given voltage at the substation 
by varying the voltage at the other generating station. 
The problem is then to find the generating-station voltage 
and determine the power and kva flow in both lines. This 
problem can be solved by setting up a circle diagram for 
the line from the substation to the fixed-voltage station 
and determining the kva flow. This kva is subtracted from 
the load on the substation to give the kva that must be 
furnished by the other line. Using this kva, the circle dia¬ 
gram for the other line can be set up and the desired gen¬ 
erating bus voltage can be found as in the case Ib just pre¬ 
ceding. 

Second, the voltage at both generating stations may be 
fixed, together with the real power flow over each line sec¬ 
tion, and the voltage at the substation must be deter¬ 
mined. This can be done by a cut-and-try process, using 
the circle diagrams of the two lines and varying the sub¬ 
station voltage until the sum of the reactive kva’s trans¬ 
mitted to the substation is equal to that required by the 
substation load. 

Each of these two operating conditions will be illustrated 
in the following example. 
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Case 7/a. MttUUtaUcn Syetem with Inlermediale Svbetor 
turn—No Closed Loop^Fixed Substation VoUage 


LineAB 
lineBC 
Line DC 


Bending End 
A 
B 
D 


Receiving End 
B 
O 
C 


The given conditions are as follows, line AB being as¬ 
sumed to operate under the same conditions as case lb. 
At A Generated - 31.6-f-j21.7 mva 

Load — 10 +j6.2 mva 

Transmitted - 2I.5-l-il5.5 mva 

Voltage —124 kv. 

At B Load » 50 +i37.5 mva 

Received over AB = 20 +jl5 mva 
Transmitted over BC— 6.0-fj? mva 
Generated 364-i?mva 

Voltage “llOkv 

At C Load ■■ 18.3-l-j7.0 mva 

Voltage 108 kv 

At D Load * 10.0-fj7.0 mva 

To be determined: 

At B Transmitted reactive over BC 
Generated Reactive 
At C Received P+jQ over BC 
Received P+jQ over DC 
At D Voltage 

Transmitted P+jQ 
Generated P+jQ 

Solution: 

Line BC, sending circle (B) for ^8 = 110 kv, ^b= 108 kv 
Center (Refer to Fig. 52) 




Radius vector for 

„ Ms 




-1-' 


=34.2200-I-J200.7886 


-33.5978-jl99.5234 



POINTS I as CORRESPOND 
POINTS SaS CORRESPOND 



Power for 0 

lF«)-Ci-l-B8o-0.6222-1-^1.2662 (Point 6, Fig. 62) 
Lino BC, Receiving Circle (C) for j?8= 110 kv 108 kv 

Center 

a-32.9870-j193.5536 

Radius for 

jf EJ!n 

Bito—g- 

-33.5978-f-yi99.6234 - 202.3324 

Power for 0 

Wmo - Cu+Rao -0.6108-Hy5.9608 

Line BC circles are plotted in Fig. 62 from these data, 
the section near the origin being enlarged. F)rom the send¬ 
ing circle the transmitted power of 6 mw is accompanied 
by transmitted lagging reactive power of 0.6 mva (Point 
2, 62). From the receiving circle, for the same angle 

$ 1 , tiie received power at C is found to be 6.0-f-y6.0 mva, 
as closdy as the chart can be read (Point 1, Pig. 62). 


ng. S2—Power circle diagram for line BC. 

Line DC, Receiving Circle (C) for jl?Rol08 kv, Es**? 
Refer to Fig. 53. 

Center 

- -20.2732-yi42.2751 

The received power over line DC can be determined 
Load at C—18.3-1-/7.0 mva 
Received over BC-^ 6.0+jS.O mva 
Received over DC=12.3+j2.0, which is plotted as 
point 1 of Fig. 53. 

Scaling from the center to this point the radius of the 
receiving circle is found to be 147.9 mva, from which 
we can solve for Eg. 

loT 

Line DC, sending circle (D) for Eg—110 kv, S7a»108 kv 
Center 
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Plg« 53—Power circle diagram for line CD. 

*20.9354+;146.2781 mw. 

Radius vector for 

p EaEn 
«80“-^ 

= -20.6011 ->146.6527 mw. 

Power for =0 

80 * Cg+/Z 80 * 0.3343—jO.3746 mw. 

The sending circle can now be plotted and laying off the 
angle 01 , the same as for the receiving circle the sending-end 
power is found to be 12.4—jl.8 mva, at point 2. 

Now recapitulating, 

At B Transmitted over BC 6.0+j0.6 mva 

Generation otherwise required 30.0+j22.5 mva 

Generation required 36.0+J23.1 mva 

At C Received oyer BC G.0+j5.0 mva 

Received over DC 12.3+j2.0 mva 

Load at C 18.3+j7.0 mva 

Losses in line BC* 0 —j4.4 mva 

or 0 mw and —4.4 lagging reactive mva, i.e., 4.4 lagging 
reactive mva is supplied net by the line. 

At D Transmitted over DC = 12.4—j 1.8 mva 

Load at D * 10.0+jf7.0 mva 

Generation at D «22.4+i5.2 mva 

Losses in line ZX^«0.1—j3.8 mva* or 
0.1 mw and —3.8 lagging reactive mva. 

*8ee dinciuHiion of losses in case /a. 


Case lib, Mtdlistatian System with Intermediate Svbstar 
tian—No Closed Loops—Substation Voltage to Be De- 

termined 

The generating-station voltage magnitudes are assumed 
to be fixed. As the methods of combining loads and of de¬ 
termining losses are simple and have been outlined in the 
previous cases, this case is confined simply to determining 
the voltage of the intermediate substation and the reactive 
power flow over the lines. The real power flow is assumed. 

Given: 

Voltage at JB« 110 kv 
Voltage at D * 116 kv 

At C 

Load at C 
Received over BC 
Received over DC 

To be determined: 

At B Transmitted power over BC 
At C Volt^e 

Received reactive over each line 
At D Transmitted power over DC. 

A cut-and-try method is employed, based on assuming 
values of voltage at C until a value is found that results 
in a total received reactive power equal to the reactive load 
at C (+j7.0 mva). Obviously after a few trials a curve of 
received reactive power versus voltage-at-C can be plotted 
and the proper voltage read from this curve. Or after two 
trials the increment of reactive per increment in voltage 
noted, so that the third trial is simply a check. Assume, to 
start with, a voltage of 109 kv at C, Circle centers and 
radii can be found by ratioing from values calculated in 
Case Ila.** Refer to Table 13. 

The second trial gives a sufficiently close value of total 
reactive (+^6.2 mva compared with the desired+/7.0 
mva) and the circles corresponding to this trial are used to 
determine the power quantities. Thus, drawing the cor¬ 
responding sending circles, and using points 3 and 4 or 
Fig. 52 and 3 and 4 on Fig. 53. 


At B Transmitted over BC 

6 ->5.2 

At C Voltage is 

111 kv 

Received over BC 

6 ->0.5 

Received over DC 

12.3+>6.7 

Load Assumed 

18.3+J7.0 

At D Transmitted over DC 

12.3+>2.5 


*^Obtaining Circle Centers and Radii by Ratioing-^Ceneral: 
In working graphically, after one sending and receiving circle 
have been drawn for a given intervening network, all further 
work can be done by simple scalar ratios and graphical con¬ 
struction using the following relationships. 

a. The center of a receiving circle is always along the same 
line through the origin, the distance to the origin being 
proportional to Ei. 

h. The center of a sending circle is always along the same 
line through the origin (not necessarily the same as in a) 
the distance to the origin being proportional to El, 

0 . The scalar value of the radius is proportional to £• Em> 

d. The radius for 0«*O is always parallel to the first one drawn. 


18.3+/7.0 mva 
6.0+i? mva 
12.3+7? mva 
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Table 13 




Case Ila 

Cue lib, Trinl 1 

Case lib, Trial 2 

BC Receiving Circle, (C) 




1 


110 

no 

no 

2 


108 

100 

111 

3 

Center, Cb“ 

- 32.99-il93.55 

- 33.60-;197.15 

- 34.85-j204.45 

4 

Radius for S»0, Rro “ ^ “ 

33.60-fil99.52 

33.91-hj201.37 

34.53-hj206.06 

5 

Power for S»0, TFro “Cr+Rro » 


0.31-hj 4.22 

- 0.32+ jO.61 

6 Reactive corres. to 6 mw, from circle 

DC Receiving Circle, (C) 


+i 3.2 

1 

-j 0.5 

7 

Rg ** 1 

no 

116 

116 

8 


108 

109 

111 

9 

Center. 

- 20.27-jl42,27 

- 20.65-jl44.92 

- 21.42-jl50.28 

10 

Radius for S =0. Rro * — = — * 

z 

20.60+il46.66 

21.93-hjl56.08 

22.33-hjl58.95 

11 

Power for S*0, ITro -Cr-I-Rro 


1.34-hj 11.16 

0.98-hj 8.67 

12 

Reactive corres. to 12.3 mw, from circle 


+j 9.3 

-hj 6.7 

13 

Reactive received at C, Sum of 6 and 12 


+i 12.5 

_i-2.§,;■? , 


Case III. Loop System, Three Generating Stations, 
Two Intermediate Substations, Fig. 1*—Power flow in 
the complete loop system of Fig. 1* is next considered. A 
method for calculating the effect of a regulator for con¬ 
trolling phase angle and voltage ratio is given. This meth¬ 
od in general consists of breaking the system at one 
point and treating it as several stations along one line up 
to the point of closing. The voltage required to close the 
loop can then be determined and also the circulating 
current that flows if the loop is closed without this 
voltage. 

The simpler problem is to calculate the voltage required 
to close the loop for a given power flow condition, as this 
is simply an extension of Case II, above. The voltage re¬ 
quired to close the loop gives the necessary setting of a 
regulating device to produce the assumed power flow. 

It must be remembered that up to the point of closing 
the loop there is complete and independent control of real 
and reactive power flow over each line section connecting 
two generating stations. This assumes that permissible 
voltage or stability limits are not exceeded. For example, 
the generator voltages and throttles at A and B can be set 
to produce a desired real and reactive power over this line. 
Then holding the voltage and speed at B fixed, so as not to 
affect the flow over line AB, the generator voltage and 
throttle at D can be adjusted to give the desired flow in the 
BD section. Now if the voltages and speeds are held fixed 
at A, B, and D by suitable adjustments at those points, 
then the connection of a line from Z> to and the passage 
of any amount of power over it under the control of a 
regulator in the line will have no effect on that part of the 
loop external to line AD. 

Thus the problem reduces to a consideration of the flow 
in the section A to D only when the magnitudes and phase 
positions of the voltages at those two points have been 
previously fixed by the required conditions elsewhere in 
the loop. 

*Fig. 49 also shows the system except for loads 


Case Ilia. Loop System, Given Power Flow, Find Voltage 
Across Open Point 

Given Conditions. 

For the system external to line AD we shall use the 
voltages and power flow conditions described in Fig. 54 
which have b^n arrived at: 

For line AB from case la, Circle Fig. 51. 

For line BD from case Ilb, Circle Figs 52 and 53. 

Load at i?=10.0+y5.0. 

Voltage at E will be taken as 111 kv for converting loads 
to impedances. 

Required to Find. 

The voltage between A and A'. 

There are a number of ways to go about this problem. 
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The one selected involves the following steps: 

a. Assume a voltage at B and determine the power con¬ 
sumed by the open line. Add this to the load at to 
obtain the total load received over line DE. 

b. Find the v(dtage at E at which this load can be re¬ 
ceived. 

c. Determine the voltage at A\ and the angle betwem 
it and the voltage at A. 


Proceeding with the calculations in this sequence: 
a. The input power at i? to the open-ended line EA' is 
obtained from the impedances, Fig. 49. 




m* 111* 

” -418+j5700‘^21584-il2 700 
-0.0049-J3.0877 mva 


Load at J? 10.0-f-j5.0 mva 

Open line EA' — 0.0—j3.1 mva 

Power received fitMn DiJ-lO.O-l-yi.9 mva 


b. The circle diagram for line DE is given in Fig. 55. 
By trial it is found that with a receiver voltage at 
E oi 113.5 kv the received power is 10.0-(-jl.9 mva 
as desired and the corresponding sending power at 
D is 10.0—jO.5, within the accuracy of the graphical 
construction. 


0 . The voltage at A' is: 


Et!’-‘Ez 


Ztf 


113.5(2158-il2 778) 
‘26.76-f-j75.194-2158-il2 778 
-114.18-70.407-114.2 kv. 


Taking j&a “ 1 lOc^® 

Angle of A in advance of B, Case la,— 0ab'*>8.15® 
Angle of B in advance of C, Case Ilb, —ffsc —1-76® 
Angle of D in advance of C, Case Ilb,— 9 dc— 4.14® 
Angle of D in advance of E, Case Ilia,—8 ds— 3.23® 
Angle of A' in advance of E, Case Ilia,—^ a'e— 0.17® 
Angle of A in advance of A' — ^a'a 

A^A — <^A8 + ®BC ~ ®DC + ®DE ~^A^E — 8.83® 

Thus, since ^a —110 kv and Ea' —114.2 kv 



and a regulator having a setting such as to result in a 
vector ratio of 

1:0.963 


closes the loop with the power flow as indicated. For any 
other desired power flow in the various sections of the 
loop the requisite regulator setting can be similarly cal¬ 
culated. Thus by taking the extreme conditions of flow 
one way and then the other, the range required of the 
regulator can be determined. 



Case Illb. Loop Closed Without Reg%dator 
Given Conditions. 

The load E, for simplicity is converted to an impedance 
on 111 kv base. 

Voltage at A —110 kv 
Voltage at D—116 kv 
Angle of D in advance of A — —5.77® 

To Be Determined. 

Power flow in Lane AD. 

With the conditions stated as above the problon is easily 
solved by determining the circle diagram for the complete 
line AD. The load impedance at £ is shown on Fig. 56 
together with the reduction to an equivalent Pi. The circle 



ng* 55—Power circle dlegram for line DB. 


Fig. 54—Reduction of line AD. 
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diagram for the line DA is given in Fig. 47. Using the 
given voltages and angle it is found that 

Power transmitted at D over DA • — 1.0+j6.6 

Power received at A over DA « — ll+j6.2 

From the circle diagram of a line connecting two points 
of known voltage and phase angle the effect of a regulator 
at one end can be determined by multiplying the voltage 
at that end by the vector ratio of the regulator and using 
the value thus obtained as the voltage at that end of the 
line. 

It is hoped, that while it has not been possible to cover 
all conditions, a study of the methods used in the cases 
given will point the way to the solution of most other cases. 
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RELAY AND CIRCUIT-BREAKER APPLICATION 
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T he function of relays and circuit breakers in the 
operation of a power system is to prevent or limit 
damage during faults or overloads, and to minimise 
their effect oa the remainder of the system. This is ac¬ 
complished by dividing the system into protective sones 
separated by circuit breakers, such as are shown in Fig. 1. 
During a fault, the sone which includes the faulted appa¬ 
ratus is de-energised and disconnected frmn the system. 
In addition to its protective function, a circuit breaker is 
also used for circuit switching under normal conditions. 

The relay application problem consists of selecting a 
relay scheme which will recognise the existence oi a fault 
within a given protective sone, and initiate circuit-breaker 
operation. This problem is considered from a system 
point of view. The operating characteristics of protective 
schemes for generators, transformers, lines, and buses are 
discussed in their relation to overall system performance. 
Reference is made to other publications, particularly 
Silent Sentinel^, for the operating characteristics and con¬ 
nections of individual relays. It is proposed here only to 
give the general features which will determine the type of 
scheme to be used. 

The circuit-breaker application problem connsts pri¬ 
marily ol determining ^ interrupting requirements, 


normal current, voltage, and other rating factors required 
to select the proper bretdcer for each location. These fac¬ 
tors are discussed, and methods of calculating the fault cur¬ 
rent and interrupting rating are given. 

I. GENERAL PHILOSOPHY AND BASIC 
RELAY ELEMENTS 

As mentioned the system is divided into protective cones 
as shown in Figure 1, each having its protective relays for 
determining the existence of a fault in that sone and hav¬ 
ing circuit breakers for discoimecting that sone from the 
system. It is desirable to restrict the amount of S 3 rstem 
disconnected by a given fault; as for example to a siogle 
transformer, line section, machine, or bus section. How¬ 
ever, ec<momic considerations frequently limit the number 
of circuit breakers to those required for normal operation 
and some compromises result in the relay protection. 

The relays operate usually from currents and voltages 
derived from current and potoitial transformers or po¬ 
tential devices. A station battery usually provides the 
circuit breaker trip current. Successful clearing depends 
on the condition of the battery, the continuity of the wiring 
and trip coil, and the proper mechanical and electrical 
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operation of the circuit breaker as well as the closing of the 
relay trip contacts. 

In event of failure of one of these elements, so that the 
fault in a given zone is not cleared by the line of de¬ 
fense, relays and circuit breakers, some form of back-up 
protection is ordinarily provided to do the next best thing. 
This means, first of all, to clear the fault automatically, if 
at all possible, even though this requires disconnection of 
a considerable portion of the system. Once cleared, the 
system can generally be rather quickly restored; whereas 
if the fault hangs on, the line may be burned down, or 
apparatus damaged beyond repair, or the entire system 
may be shut down for an extended period. The measures 
taken to provide back-up protection vary widely depend¬ 
ing on the value and importance of the installation and the 
consequence of failure. These will be discussed in a sepa¬ 
rate section. 

Some utilities in measuring the performance of trans¬ 
mission line relay protection analyze all relay trip opera¬ 
tions as shown in Table 1. The numbers shown are typical 
of a system operating 3000 miles of 110-kv line. 

This is only an analysis of faults for which the relay 
tripped or should have tripped. For each of these there 
were several cases where the relays should not have 
tripped, and did not. Thus the total number of discrim¬ 
inations made by the relays is possibly five to ten times 

Table 1—Relay Operations 

Per Cent 


Correct and desired.92.2 

Correct but undeeii ed. 5.3 

Wrong tripping operations.2 1 

Failure to trip.0 4 


as great as the trippings. The percentage failures are 
correspondingly less on this larger basis. 

However, Table I has been presented at this point to 
bring out the following factors that enter into a highly 
successful protective relay system: 

1. Good equipment, relays and instrument transformers. 

2. A 8)rstem design that can be protected and correct applica¬ 
tion of relays to provide the possible protection. 

3. Good maintenance primarily to assure that all the accessories 
are operative. 

The correct but undesired trippings are cases where the 
relays have done what should be expected from their 
characteristic curves and settings and the fault conditions 
involved. There may have been system changes since their 
application, or incorrect initial application, or application 
with foreknowledge that certain conditions would un¬ 
avoidably operate the relays, but this was necessary to 
secure tripping in other desired cases. 

It is important to bear in mind that simple standard 
system design plans can be better protected. Distance 
measuring and carrier or pilot-wire t 3 T>ee of relaying are 
much less subject to disqualification by system changes 
than are over current types. 

Wrong tripping and tripping failures, together with all 
causes of failure to clear faults, are found to stem largely 
from human errors, such as leaving the trip circuit open 
after test, or to open circuited trip coils, or mechanical 


failure of the circuit breaker, or blown fuses in trip cir¬ 
cuits (if used). Only a small part of the total failures occur 
in the protective relay itself. Thus close attention to the 
initial design, installation, testing, and maintenance of all 
of the accessory equipment, as well as of the protective 
relay proper, are ne^ed to assure successful operation. 

The application of protective relays properly requires 
evaluation of several factors, namely: 

1. The requirements of the power service and desired function¬ 
ing of the 83 r 8 tem during fault conditions to produce this 
result. 

2. The currents, voltages, temperatures, pressures, or other 
indicators at time of fault which provide the fundamental 
basis of discrimination. 

3. The characteristics of available or standard rels v elements. 

4. The schemes in which they are used. 

A wide variety of characteristics are now available op- 
eirating in response to the prime quantities themselves, or 
to various functions of these prime quantities, such as 
powpr, phase angle, power factor, current comparison, 
power comparison, impedance, reactance, modified re¬ 
actance, current ratio, or phase-sequence component. 

In each case the response may be instantaneous, mean¬ 
ing no intentional delay, or the operation may depend in a 
predetermined manner on the electrical quantities and 
time of duration. 

2. Basic Relay Elements*' 

The more commonly used relay elements and their un¬ 
derlying principles of operation are shown in Fig. 2. The 
schemes in which the elements are used are much more 
numerous. The more common ones will be described under 
the application headings, such as generators, transformers, 
and buses. 

Instantaneous Elements —For instantaneous re¬ 
sponse to current or voltage the solenoid element, Fig. 2(a), 
is most common, appearing individually or as the insten- 
taneous attachment with the induction-type overcurrent 
relay. The beam element, (6), with spring or weight bias 
is used where low burden is desirable, as when setting for 
low ground currents with low-ratio bushing current trans¬ 
formers. The polar element, (j), is of far lower burden 
than the nonpolar types and has come into widespread use 
since 1935 as the receiver relay of directional-comparison 
carrier equipments, and is the basic element when supplied 
from networks or electronic devices. For example, it ap¬ 
pears as the operating element in a pilot wire relay, in a 
phase-comparison carrier relay, in linear-coupler bus pro¬ 
tection, and in supervision of pilot wires. 

Because of its higher pick-up to drop-out ratio and less 
accurate setting the clapper-type element, (c), is used less 
frequently for the primary protective functions but is 
widely used as an auxiliary relay. 

Induction Elements —The induction-disk element, 
(d), continues to be most widely used, its reliability and 
inherent time characteristic giving it great flexibility for 
co-ordinating relays in series or co-ordinating with fuses or 
direct-trip devices. A variety of characteristics are avail¬ 
able from the definite-minimum-time, which is ideal for 
securing definite time steps between relays, to the very 
inverse which provides faster tripping with the same mar¬ 
gins when the fault current drops considerably from one 
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Notbs 


(a) Operating charaeteristioe show typical order of magnitude 
only; yaries with type of relay and adjustments. 

(b) Subscript o indicates setting or balance point value. 


(c) All current rdays are also voltage relays by suitable no. of 
turns and external series impedance since / ■■If/Z. 

(d) “Instantaneous” is defined as “no intentional delay.” 


Schematic 


Solaooid. **laitantJuieoua/* AC 
or DC, adjust by tape on coil or by 
initial plunger position. 



Balance beam, AC or DC. '‘In¬ 
stantaneous,** adjust by coil tape, 
and core screw (airgape in mag¬ 
netic circuit). 


Armature or clapper type,—AC or 
DC, "Instantaneous,** usually 
Axed settings by design. Primarily 
auxiliary volta^ relay. 




Operating Cluinicterla€lcs<*> 1 Schematic 



Operates for />/o^^ 



Operating Caiaracterletlce^ 

Example: Connected as direction¬ 
al element (quantities in paren¬ 
theses applied to reepeotiTS poles) 
for watt characteristics, ^ is made 



Multi|^ pole induction cup or 
dbk. Each pole produces a torque 
product in conjunction vrith its 
adjacent poles and lesser torques in 
conjunction with those one pole 
remoTsd, etc. 



Contacts close for / in unshaded 
region, open in shaded region. 
Torque expression 

r-/Ci?7oos^. 


Operates for />/o. 


T ^KjJt cos (#11 ■♦"# 1 ) — Jti7i7iOoe (#n-f“#i)) 

•f JCjgJg cos cos (#n -f ^i) I First Order 

•\-KJJ% cos (^+41) cos I Terms 

-i-iCiTTTi cos (#T»-f#i) cos (gri'i-di)' 

cos (#tt-f4i) cos (#n -f^) I Second Order 

-fete. } Terms 


Operates for />/o. 




Toaouc X 
poeiTioit^ 


Induction disk or cup directional 
eleroent as in s or /, with phase 
shift, applied to voltage, B. 

4 is the phase shift an^. 


Contacts close for I in unshaded 
region, open in shaded region. 
l^>rque Expression 

T-KSI otm {.$-*). 


10RQUC COMSCNtSTOS 

Induction disk inverse-time over¬ 
current element—AC-Current is 
supplied to the lower pole, and by 
inductive coupling to the upper 
pole, directly, or through a torque 
compensator (saturating trans¬ 
former). The upper pole induces 
currents in the disk. Torque is 
produced by the reaction between 
these currents and flux from the 
lower pole. Adjust current setting 
by coll tap and time setting by 
contact travel. 


Operates for I greater than /o. 

Times shown are maximum. Re¬ 
lays adjustable for times down to 
0.1 or 0.06 times those shown. 

1 Inverse, low energy 

2 Very inverse, low energy 

3 Standard energy definite min¬ 
imum time 

4 High-speed, no torque compen¬ 
sator 


koaoi sou 

Induction disk directional element. 
Current induced in the disk by the 
upper pole reacts on flux from the 
lower pole to produce torque. 

1 Lag loop to bring lower pole flux 
in phaee with u pper pole current 
at unity power factor of E and /. 



Vector diagram of E and /, 
Contacts close for / in unshaded 
region, open in shaded region. 
Torque expression 

T-KJlleM0 

where /T is a constant, $ is the 
power factor angle. 
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SdiMiiAHe 


Pig. 2—lUlay •lemmtt—ContiniiMl 

Oi^wmdng Gluinict«istles<*> | SchMnAtIc 


Operating Charactefi«tics<** 


HU* nom 


Hifh-epeed beUnoe-bram imped- 
anoe element—operates when *'cur¬ 
rent puli’* on front of beam over- 
balanoee ’’voltam pull” on rear of 
bem. Adjust Dslanee point by 
cunent~>ooil taps and core screw 
(air-gap adjustment) 


tsiHzonc 

WITHIN 


Balance point _£mZ% (radius of 

/ 

circle). Kxamples: 

k — — 

-y trips 

P — — 

y does not trip. 



Kllcosie-fl 


\ ^ 

V-MAXTOaOUC 

sosmoN 


Current tripping characteristics 
with fixed voltara. Contacts close 
for I in unshao^ area. Balance 


PHASE SMirrCS IP MCEOCO 

Induction impedance element 
pulling against KSI cos 


for / in unsl 
point at 


^ KcosCa-^) 

2-j-Kct»<«-4). 


>et ^ 


Polar element DC (or AC is used 
with rectifier), ’’instantaneous” 
type, current in the operating coil 
makra the moving armature a 
north pole. It is drawn toward the 
south pole of the permanent mag¬ 
net. 



Zr SCTTmS 


High-speed balance-beam modified 
impedance element. Adjust im¬ 
pedance radius of circle, Zs, by 
current coil taps, Z, and core screw' 
(air gap). Adjust ani^e of line 
dong which center is shifted by 
taps on resistor, Adjust im¬ 
pedance Zr by which center is 
shifted ^taps on current trans¬ 
former. (jT.. and on reeistor Rt. 



Induction type power relav. Oper¬ 
ating torque is product of current 
induced in disk oy upper pole and 
fiux from lower pole. 

1. Lag loop to bring lower pole 
fiux in phase with upper pole 
current at unity power factor 
of E and /. 



0 I e i 4 
lecoaioc 

Operates for Ida or /«« greater 
than /t. 


(Right) Ointacts close for Z in 
unshaded aiea. Balance point at 

2 -jmK CM (»-♦). 


(n) 




Displaced circle impedance char¬ 
acteristic relay trips for all faults 
for which impedance. Z, seen by 
reli^ falls within circle. 

Zf, Zr, and 4 are adjustable. 
Balance point locus:— 

Z-ZR#*^-fZ,f**- 

for an values of a. 


TYPICM POWEt VtaOE WAOEAM 


ZESO 

TOeOUE LINE 




ATSie ELECTRO MASNST 


0 to 40 SO SO 
fAULT CURRENT THRU REURT 
AMPS 

(Contacts close for currents above 
curve corresponding to relay set¬ 
ting. 

(Left) three windiM transformer 
differential relay. (Damping mag¬ 
net not shown). Adjust by taps on 
operating winding. (Also see Fig¬ 
ure 6) 



*t y ItpirrERENTIAL 

q p i; current 

Induction-type ratio-differential 
relay for generator and transformer 
protection. 



/rcfcrcnSc 

AHSLC 

p>io 


P-f;Q-Z/(P-ZJco8?) 
Contacts close for bi mi- 

shaded rerion with timing as in- 
dioaied below. 

Kra—p=q 


1 on typical time lever settings. 



Operates in 0.1 to 0.2 sec. on heavy 
faults. Contacts close for currents 
in unshaded areas, (/t and 1% 
approx, in phase.) Scale shown is 
for a 10 percent cUfferential gener¬ 
ator relay. 


3—I 



% TAP %aLUE CURRENT 


Induction type phase balance relay 
(contact normally spring cen¬ 
tered). A second dbk on same shaft 
balances vs /o- 
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SdMIfHItiC 


Fig. 3—IMsy 

OpOTstiag ClMmct«rMei<^ | S c h — m tlc 

WM ^ POLM^ 


QpWtttteg dMtfACtWlVClOil^ 



polaniun# 


8 pole induction cup or disk oon- 
neeted tm e polypheee direotkmnl 
element. 


Reeponee proportionel to KiSJi 
cot (^1 —60+^)coe (8|4* 
60+4)]. For poeitive eequence pow¬ 
er eonteote cloee for Pn+iQn in 
unsKeded recion. #i end ^ ere 
poeitive end nejpttive eequence 
PF engiee; 4 is reUy design or ed- 
juetment e^e. 



High speed 4 pole induction cyl¬ 
inder type MHO unit (offset when 
0), Redius end 4 edjuatmente 
not shown. 




Conteots close for Z inside the 
oircle. Belence point for circle 1 

(Zb-O) 

Belence point for circle 2 
(Zb not 0) 



foutvALiMT cifieurr 

h ‘ F 


Combined poe.-eeq.-current end 
weighted sero-eeq.-current filter. 


where 

The intemel roltege is: 

The intemel hnpedence is: 

where f is the hnpedence of in- 
dioeted wdg. of 8-wdg. reector. 


§11 


soueiziMf 

m < 


I 

i * 4 PQUMOiee 

High speed 4 pole induction cyl¬ 
inder onm unit (blinder). 



Belence point Z cos (8+20^ »/C. 
C^ontects close for Z in the un- 
sheded eree. 


IBlBEi 


Shown for element. Contects 
close to right for /it hi unsheded 
region. For feult on phese A-grd 
/it is in ejmrox. position shown by 
full line; lor e feult on or 

Ogrd H is es shown by dotted 
]mm. Other two phssss siiniler. 


Phese selector reley (selects feulty 
^heM for single Une-to-ground 


I I W i.J 

Mumwg 

High speed 4 pole induction cyl- 
incmr reeetenes unit. 



Bnlenoe point Z coe (# -00^ 
Conteots cloee for Z in unsheded 
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Fig.}—Kalay 



**Iii8tantaQeou8" three phase in¬ 
ductor loop directional element. 
Currents in loops by transformer 
action from voltage windings react 
on flux from current magnets to 
produce torque. 


\t^-—Cmn fin u0 d 

Opemtlt CHem ct erl itl ce«* > 



45* Characteristic Relay 
First contacts close for m un¬ 
shaded area. Shown for balanced 
three phase conditions. Under any 
conditions relay torque is real part 
of 

r»(p~jsr^/45* 

P~BiU 


(2)^ 



Above a current pick-up dbk runs 
at a speed proportional to 7 build¬ 
ing up the spring force until it 
over-balances vmtage restraint 
KM. 



Contacts close in a time 
iaiZ 

at which time 

KEbuJ 


or 



relay location to the next. The more inverse characteristic 
also co-ordinates better with fuses. 

The induction disk serves as a directional element, (e), 
or, when used with a spring, as a watt element, (Z), the 
electric torque being proportional to El cos 0, where 9 is 
the power-factor angle. Either of these can, of course, be 
current polarised instead of voltage polarised for use in 
ground relaying when a bank-neutral current is available. 

The relative phase of voltage and current can be shifted 
by internal or external phase-shifting devices to produce 
maximum torque for power factors other than unity, as in 
(jr). For example, the directional element for ground re¬ 
laying usually has its maximum torque for current lagging 
the voltage by 60 or 70 degrees to provide maximum 
torques for the fault conditions. A pure watt characteristic 
is used with the 30 and 60 dep^ees connections for ph^ 
directional relays, the phase shift being provided by using 
the voltage of a different phase from the current. With 
the 90 degree connection this shift is too much, and the 
voltage is advanced about 45 degrees by a phase shifter to 
provide a maximum-torque position for a current 45 de¬ 
grees lagging. 

The disk is provided also with an electromagnet, (o), 
producing ratio characteristics for use as a differential re¬ 
lay for g^enerators or transformers. The generator-differ¬ 
ential relay is shown in (o). The transformer relay has 


windings 1 and 3 tapped for different current-transformer 
ratios. 

Referring to Figure 2 (o), the differential current pro¬ 
duces lower-pole flux which acts in the operating direction 
on disk currents produced by the upper pole which is trans¬ 
former fed from the same differential current. The re¬ 
straint torque, giving the ratio-differential characteristic, 
is produced by the through current in coils 2-3, which 
supply disk current by transformer feed to the upper pole, 
and by lower-pole flux produced by the same through cur¬ 
rent. 

The induction disk provides a tripping-time-proportion- 
al-to-impedance characteristic as shown in Figure 2 ( 2 ;). 

Multiple Electromagnets or Disks— Two electro¬ 
magnets on the disk provide for balancing mechanical 
torques with no phase angle effects (see (p)). When these 
are both current electromagnets, the relay is the regulat¬ 
ing-transformer differential relay which balances the cur¬ 
rent in the shunt exciting winding against the through line 
current. For example in a ± 10 percent regulating trans¬ 
former, it operates when the shunt current exceeds about 
15 per cent of the through cunent. When both electromag¬ 
nets are voltage energised, the voltage-differential relay 
results. When one is voltage (actually responsive KP) 
and one is a product element, El cos (^-<^), a balance oc¬ 
curs when I cos (®-^) = KE. This impedance character¬ 
istic is shown in current and also in an R~X plot in (m). 

A second disk on the same shaft provides space for two 
more electromagnets. This structure is used as the phase- 
balance relay for motor protection, whose characteristics 
are shown in (p). It is used for the 3-winding-transformer 
differential relay, using one operating electromagnet and 
three restraint electromagnets, (n). With two current- 
input windings on each electromagnet and with two re¬ 
lays per phase the multirestraint bus differential relay 
results. Its used will be described later. 

Multiple-'Pole Cylinder or Disk Elements —The 
multiple-pole cylinder or disk element is illustrated in (/). 
The example shows how it would be energized to act as a 
single-phase directional .element haying torque propor¬ 
tional to El cos 6. This element also serves as a polyphase- 
directional element by the connection, (g). The multiple- 
pole element is flexible making possible a variety of other 
combinations. 

Four-Pole Induction-Cylinder Elements— These 
high-speed elements serve a variety of purposes as shown 
in Figure 2(w), (r), (u?), and (x). The element (w), desig¬ 
nated a mho element, operates with torque E* cos (9—^) 
restrained by torque proportional to E*. It produces the 
circular-imp^ance-tripping locus passing through the 
origin or relay location, the same as shown for the induc¬ 
tion disk in (m). Or with either element, the circle can be 
shifted from this position by current compensation, /Zb, 
in the restraining circuit, as indicated. A directional- 
starting unit, (r), is obtained using current times shifted- 
quadrature voltage for operating and the product of two 
delta voltages for restraint. This results in maximum 
torque for current 30 degress ahead of the quadrature 
voltage or about 60 degrees lagging the unity-power-factor 
position. 

The special impedance characteristic, (v), obtained, by 
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/* operating against El cos (d+20 degrees) is used to re¬ 
strict the tripping area to assist other relays in differenti¬ 
ating heavy Ic^ swings from faults. A reactance element, 
(x), is obtained similarly with the phase-shift devices ar¬ 
ranged so that the maximum-torque line is along the x 
(I'eactance) axis. 

Inductor-loop Element —The inductor loop, (A), pro¬ 
vides a very high speed and very reliable directional ele¬ 
ment which has been used for many years now in high¬ 
speed distance measuring relays. 

Balance-Beam Element —^The basic balance-beam im¬ 
pedance element is shown in (i), a balance occurring for 
ElI^Zo. For higher impedances than Zo (current rela¬ 
tively lower) the contacts remain open; whereas for lower 
impedances (relatively higher currents) they close quickly. 
Since the balance is mechanical, the phase angle tetween 
voltage and current is of minor consequence, and the trip¬ 
ping characteristic, plotted on an /Z and X diagram is 
substantially a circle. 

Modified-Impedance Characteristic—The circu¬ 
lar characteristic may be shifted by some circuits auxiliary 
to the element as shown in (/r), in order to provide better 
discrimination between fault currents and load and swing 
currents on long, heavily-loaded transmission lines. The 
shifting imparts a directional characteristic to the relay in 
addition to narrowing its tripping region to more nearly 
just that required for faults. 

Networks and Auxiliary Circuits —It may be 
noted that in discussing fundamental relay elements cer¬ 
tain auxiliary circuits external to the mechanical relay 
have been introduced: in (ff), the phase shifter; in (j), the 
Rectox; and in (k), a full fledged network to produce in the 
relay element proper, the desired currents. This is a trend 
of which we shall certainly see more as time goes on, as 
static circuits are devised to produce a simple current out¬ 
put proportional to the desir^ function of the various line 
currents and voltages. 

Sequence-Segregating Networks, h+KIo—The 
method of symmetrical components has been the key 
that has unlocked the door to a number of the aforemen¬ 
tioned possibilities, some of which are illustrated in (r), 
(«), and (/). The positive- and sero-sequence network in 
(r) is commonly used in pilot-wire relaying, where it is 
desired to compare over the wires only one quantity, which 
is a good measure of the fault current irrespective of what 
kind of fault it may be, that is A-B, A-Ord, ABC. The 
relay can be given almost independent and widely different 
settings for phase faults and ground faults, using the single 
relay element. For example, it may be set for one ampere 
of ground fault to provide the requisite sensitivity, but for 
ten amperes of 3-phase current to avoid operation on loads. 

A negative-sequence directional element is shown in (s). 
It is an adequate directional element for ground faults on 
reasonably well-grounded systems, and requires only two 
potential transformers rather than three as with usual 
residual-directional relays. 

Another novel application, (t), is the phase-selector re¬ 
lay to determine which phase is faulted. This information 
is necessary in single-pole tripping and reclosing schemes. 
It is predicated on the knowledge, from symmetrical- 
components theory, that the negative-sequence current in 


the faulted phase only is in phase with the lero-sequence 
current. Individual overcurrent elements in the three 
phases could not be used for this selection as all three 
would pick up for a single line-to-ground fault on many 
solidly-grounded systems. 

II. PROTECTIVE SCHEMES 

Protective schemes may be conveniently classified as 
follows: 

1. Apparatus Protection 

2. Bus Protection 

3. Line Protection 

Thus, in Fig. 1, generator and transformer protection 
come under the "Apparatus” classification; generator 
buses, high-voltage buses, and substation buses, under the 
second classification; and high-voltage transmission lines 
and feeders under "Line Protection.” 

The relay application chart. Table 2, has been included 
for ready reference in determining the operating principles 
and application of various specific relay types referred to 
throughout this chapter. 

3. A-C Generators 

Most a-c generators above 1000 kva and many smaller 
machines are equipped with differential protection ar¬ 
ranged to trip if the currents at the two ends of each phase 
winding differ. This scheme is shown in Fig. 3. 

Smaller machines are sometimes operated without dif¬ 
ferential protection, but if paralleled with larger machines 



Fig. 3—Connectians for one phase using the percentage differ¬ 
ential relay for generator protection. 

or with a system, they may be arranged to trip off on a 
reversed flow of power into the machine. 

For differential protection the Type CA normal-speed, 
induction, ratio-type relays are us^ in the large ma¬ 
jority of cases, their speed (about 0.1 second relay time on 
severe faults) being adequate to prevent serious burning of 
the iron in nearly all cases. However, a high-speed gen¬ 
erator-differential relay. Type HA**, is available provi^ng 
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1-cycle protection and is being used with 100 per cent suc¬ 
cess in a number of important applications. 

The relay is usually arranged to trip the generator, field 
circuit, and neutral circuit breakers (if any) simultaneously 
by a manually-reset lockout relay in new installations. 
Frequently the relay also trips the throttle and admits 
COj for fire prevention. For example it may be required to 
coordinate with other high speed relays or to reduce the 
shock to the systems. 

If a single-winding generator (or equivalent) is con¬ 
nected to a double bus through two breakers, a current 
transformer matching problem is introduced. The cur¬ 
rent transformers in the connections to the busses may 
carry large currents from one bus to the other in addition 
to the generator current. Thus, matching is not assured 
by identical current transformers as in the simpler case of 
Fig. 3, and consequently, the Type HA relay is pre¬ 
ferred for this case because of its superior discriminating 
qualities. 

The Type CO relay is also used for generator differential 
protection. It provides straight differential protection, as 
contrasted with percentage differential, the diagram being 
the same as Fig. 3 without the restraining coils. Its setting 
must be considerably coarser than that of the CA relay be¬ 
cause there are no restraining coils to desensitise it when 
high through-fault currents are flowing. 

Double-Winding and Multiple-Winding Gener¬ 
ators —^The differential protection scheme of Fig. 3 does 
not detect tum-to-tum short circuits within the winding 
because the entering and leaving currents of a phase re¬ 
main equal. Double and multiple winding machines pro¬ 
vide a means for obtaining such protection in the larger, 
more important generators. The currents in the parallel 
branches, become unequal when turns are short circuited 
in one branch. The differential relays, Type CA or HA, 
can be arranged to detect shorted turns, grounds* or 
phase-to-phase faults, by placing one current transformer 
in the neutral end of one ol the parallel windings, and one 
of double ratio at the line end in the combined circuit. The 
choice of schemes depends somewhat on the facility with 
which leads can be brought out and the necessity of over¬ 
lapping the generator breaker. With hydrogen cooling 
additional leads can be brought out through the necessary 
gas-tight bushings only with considerable difficulty, and 
usually there is no space for transformers inside the hydro¬ 
gen compartment. 

Sfffect of the Method of Grounding—The method 
of grounding the generator neutral affects the protection 
afforded by differential relays. For example, if sufficient 
grounding impedance is used so that a ground fault at the 
generator terminals draws full load current, then for a 
fault at the midpoint of the winding, where the normal 
voltage to ground is half as great, the fault current will be 
approximately one-half the full load current. When a 
ground fault occurs 10 percent from the neutral end of the 
winding, the fault current, being limited largely by the 
neutral impedance, is about 10 percent of full load current. 
This corresponds to the sensitivity of a 10 percent differ¬ 
ential relay and, therefore, represents the limit of protec¬ 
tion for phase to ground faults with such a relay. For 

*With the aaine limltationa m for a eiiigle winding generator. 


lower impedance grounding the differential relay protects 
closer to the neutral. With higher impedance grounding, 
the limit of protection for ground faults is farther from 
the neutral end, and for an ungrounded machine, the 
differential protection is ineffective against ground faults. 
The protection afforded for phase-to-phase, double-phase- 
to-ground, or three-phase faults is relatively unaffected by 
the method of grounding. A complete discussion of the 
methods of grounding is given in Chap. 19. 

Solidly Grounded and Low Resistance or React¬ 
ance Grounded Machine —If the generator is solidly 
grounded, or grounded through a reactor or resistor, draw¬ 
ing at least full-load current for a ground fault at a line 
terminal, the usual 10 percent differential relay operates 
for practically any short circuit within the machine and 
for grounds to within 10 percent of the neutral, or closer 
if the ground current is higher. 

Ungrounded, and Potential-Transformer- 
Grounded Generators —are thoeegrounded only through 
the natural capacitance from the metallically connected 
windings, buswork, and cables to ground. The potential 
transformer from neutral to ground, if properly applied t, 
serves as a measuring device only. To insure that this is 
so, it must be liberally designed so that under no condition 
will its exciting current become appreciable compared with 
the charging current to ground. Otherwise, ferro-reso- 
nance may occur. Usually a full line-to-line rated trans¬ 
former will suffice. The potential transformer and a volt¬ 
age relay such as the SV (instantaneous) or CV (inverse 
time) may be used to initiate an alarm or optionally to 
trip. Or, on lower voltages, a static voltage unbalance 
infficator may be used connected directly to the primary 
circuit. Such an instrument is the Type G. These devices 
supplement the generator differential protection to provide 
inffication or tripping for ground faults. Light resistance 
grounding as covered in the next section is generally pre¬ 
ferred to ungrounded operation. 

Light-Resistance-Grounded Generators — This 
scheme and an associated protective arrangement is il¬ 
lustrated in Fig. 29 of Chap. 19. Indication from a volt¬ 
age relay, connected in parallel with the resistor as shown, 
or from a current relay, such as the Type BG, connected 
in series with the resistor, may be used to sound an alarm 
or to trip, depending on the application. Combinations 
of sensitive alarm and coarser trip, or of alarm and time- 
delay trip, have also been used. The latter gives time 
to transfer the load to another machine at the hazard of 
operating with a fault on one phase. 

This scheme was designed primarily for the unit station 
arrangement in which a generator and step-up transformer 
are operated as a unit without an intervening bus. How¬ 
ever, it can also be used where an intervening bus carries 
the station service transformer and one or two short feeder 
cables. A limited amount of selectivity is possible by the 
use of a polarized relay, such as the CWP-1, which obtains 
most of its energy from a potential coil in parallel with the 
grounding resistor. Such a relay used in the station-service 
feed, for example, can detect a ground on that circuit. 

Field Protection —While a large number of machines 
still operate without any protective relays to function on 

fSee also Light-Resistanoe-Grounded Generaton. 



150 


Rday and CireuU-Brtaker Application Chapter 11 
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loes of field, there is a trend to more general use of equip¬ 
ment for this purpose. On some systems where loss of 
field would cause serious low voltage and danger of in¬ 
stability but where the system is operated in a way which 
can tolerate the loes of one machine, automatic means are 
being provided to disconnect the machines on loes or par¬ 
tial loes of field. 

Fairly common is the use of a d-c under-voltage relay, 
a Ty]}e D-2 d’Arsonval relay in series with a reastor, con¬ 
nect^ across the slip rings for field short circuit detection; 
also a similar element across the field ammeter shunt for 
undercurrent or open field detection. These do not pro¬ 
vide complete protection, and there are a number of inf¬ 
lations of reactive power relays used at the generator 
terminals in conjunction with under voltage to trip for any 
field reduction which would cause serious low voltage. 

On many closely knit metropolitan systems loes oi field 
has been found to be not serious if immediately corrected. 
The operator attempts to restore the field, the generator 
in the meantime operating at stunewhat reduced load as 
an induction generator. If he cannot restore field within 
a few minutes, he must trip the line circuit breaker to avoid 
injurious rotor heating. 

Field Ground Detection —Some form of field ground 
detection is frequently provided. It is considered most 
important to detect the first ground because a second 
could short circuit part of the field winding causing un¬ 
balance and vibration which could wreck the machine. 
The a-c scheme provides complete coverage for solid 
grounds. The d-c scheme gives nearly complete coverage, 
complete if the main field rheostat is varied. In some in¬ 
stances vibration detectors'* are used if the ntachine is known 
to be operating with a ground on its field. This will trip 
the unit instantly in evoit a second ground occurs. The 
over-all protection scheme frequently includes armature 
and bearing tempwature indication and sometimes alarms. 
Less frequently field temperature indications are provid¬ 
ed. The voltage regulators are scmietimee equipp^ with 
over- and under-voltage protection, and, oi course, over¬ 
speed protection is provided. 

In addition to the protectira described, generators can 
be equipped with over- or under-v<dtage, frequency, over¬ 
speed, and loss of field, and temperature responsive 
devices. 

4. Transformer Protection 

Power-transformer protecti<m in general includes over¬ 
load devices to protect the transformer and fault-detect¬ 
ing devices to protect the qnstem and limit damage in 
event of fault in the transformer. 

In the first cat^ory is the thermal relay immersed in 
the transformer oil but energised from a current trans¬ 
former so that it responds to the cc^per temperature. 
This relay, obtainable only <m new transformers, has 
alarm contacts to announce the approach of dangerous 
temperatures, and tripping contacts that close if an unsafe 
temperature is reach^. 

Oil temperature indicators perform a somewhat similar 
function though less effectively. For large power trans¬ 
formers the order of magnitudes of copper and oil time- 
constants are 5 minutes and 7 hours respectively. Thus, 


an emergency overload for a half hour could seriously 
damage the transformer without reaching an oil tempera¬ 
ture which might be reached daily after several hours of 
moderate load. The thermal relay responsive to copper 
temperature will permit the overlo^ to be carried, if safe, 
but will protect the transformer otherwise. 

Fault-detecting relays include percentage and straight 
differential schemes mmilar to generator-protective re¬ 
lays but include provisions for the magnetising inrush 
current and for transformer ratio and phase shift. Also, 
transformers are often included with the transmission line 
into a ringle protective sone. This is particularly true of 
the smaUer sises such as network transformers. Many 
small power transformers (600-3000 kva) are provided 
with internal protective links that act like a single-opera¬ 
tion breaker as the fusible element whips through the oil 
in the top of the tank thereby disconnecting the trans¬ 
former in event of internal trouble. Others are fused to 
provide disconnection from the line in event of transformer 
failure. 

A typical application of the CA relay to a star-delta con¬ 
nected transformer bank is shown in Fig. 4. N^lecting 



WINDINGS 

Fig. 4—DUIsrenttol protection of a grounded star-delta trans¬ 
former bank with GA relays. Note that the current trans¬ 
formers are oonnccted star on the delta side and delta on the 

star side. 

exciting current, the top phase line current on the rig^t 
hand side is ma^ up of the difference of two transformer 
currents or the difference of the two top phase line cur¬ 
rents on the left hand side. Consequently, it is compared 
with this difference current obtained by coimecting the 
left hand current transformers in delta. These two cur¬ 
rents are not exactly equal, even with a perfectly sound 
transformer bank, because of the magnetising current. 
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Magnetizing Inrush—y/hWe under steady operat¬ 
ing conditions, the magnetizing current amounts to only 
6 or 10 percent, it may rise to several times full load cur¬ 
rent when a transformer is first energized, and decay 
rather slowly from this value; that is, it may be as much 
as full load current even a full second after the transformer 
is first energized. This magnetizing inrush current is fully 
displaced and hence, contains a large d-c component.** 
The inrush current is greatest if the switch is closed at the 
zero point of the volt^e wave. Its magnitude depends 
also on the residual excitation and on the leakage reactance 
in the supply circuit and transformer primary. Data for 
determining the value of the magnetizing inrush is given 
in Chap. 5. Ordinarily the residual flux density is low 
when the transformer is first energized. However, when a 
severe fault occurs near a transformer at a time when its 
flux density is maximum (voltage zero), and if the fault is 
interrupted an odd number of half cycles later, the residual 
flux at the instant of re-energizing may approach normal 
density. As this requires the fault to start and stop at 
zero voltage, it is seldom fully realized. 

The rate of decay of the magnetizing inrush current 
depends on losses and is particularly slow when a large 
bank is paralleled with one already operating and quite 
near to a large generating station.* The d-c component, 
which flows at first over the supply circuit, transfers to a 
circulating current between the two transformer banks, 
and this dies out very slowly because of the high L/R ratio. 
For example, when the magnetizing current has dropped 
to 50 percent of full load in a 60-cycle transformer having 
0,25 percent primary resistance, the reactance to resist¬ 
ance ratio is 200/.25 or 800/1. The corresponding L/R 
ratio or time constant which determines the rate of decay 
of the d-c component is 2.1 seconds. 

The Type CA normal-speed differential relay most 
commonly used for transformer protection has a 50-per¬ 
cent differential characteristic and 2.5-ampere minimum 
trip. It is prevented from operating during the magne¬ 
tizing inrush by the large restraint, the inverse time char¬ 
acteristic, and the braking action of the direct current on 
the induction disc. It is found adequate in all but the 
extremely rare cases where one large bank is paralleled 
with another. 

When the differential relay cannot, because of its in¬ 
herent characteristics, avoid tripping on the magnetizing 
inrush, a timing device can be used, which desensitizes 
the protection during the timing interval by requiring a 
drop in voltage in addition to operation of the differential 
relay to produce tripping during the inrush period. This 
device, known as a magnetizing-innish tripping suppres¬ 
sor,^ is used primarily with high-speed differential relays 
or with pilot-wire relays when a transformer is included 
as a part of the line. 

High-speed transformer differential protection (Type 
HA relay) is required in certain circumstances to coordi¬ 
nate with other high-speed system protection, particularly 
where stability is critical. It must be used with the trip¬ 
ping suppressor as outlined above. This unit is therefore 
built as an integral part of the Type HA transformer relay. 

Three-Wir^ing Transformers are protected in the 
same manner as two winding transformers except that the 


THREE WINDINO TRANSFORMER 



Fig. 5—Single line diagram showing the arrangement of cir¬ 
cuits when using the CA-4 relay for the differential protection 
of a three-winding power transformer. 

Type CA-4 relay for this purpose has three restraining 
coils to be associated with the three transformer windings 
as shown in Fig. 5. 

Regulating Transformers —Regulating transformers 
for voltage and phase-angle control constitute a special 
problem because of the change in ratio taps during opera¬ 
tion. Figure 6 illustrates the most modem differential re¬ 
lay protection for such a unit. A Type CAM relay. Fig. 
2(p), having one disk and two electromagnets is arranged 
to trip if the current in the shunt-exciting winding of the 
r^ulator greatly exceeds the proper proportion of the 
series-line current. For example with a± 10 percent volt¬ 
age regulator, a typical relay would operate for any cur¬ 
rent in the shunt winding greater than 11.5 percent of the 
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line current. This provides sensitive protection for the 
shunt transformer. In addition nonnal two-winding trans- 
former-differential protecticm ia applie<i around the entire 
unit, providing overlapping protection with the bus and 
line protection and guarding the series transformer. If. is 
difficult to provide complete protection to the series trans¬ 
former and tapped regulating windings Optim\im use is 
made of ground protection, for example as siiowni in Fig. 0. 
However, the possibilities of this proier lion v;iry with the 
arrangement of windings and whether grounded or not. 

Remote Trip for Transformer Faults - i^ecause of 
the high record of reliability of hivxc oower tran.sfoiTners, a 
circuit breaker between the high-voli.ige side of the trans¬ 
former and the line frequently carmot be justified, purely 
for protection of the transfonner, and the transformer is 
very little hazard to the line. However, an iniermodhte 
measure costing much less than t]»e high-voltage circuit 
breaker is frequently provirhxl to tnp the iemote circuit 
breaker (or breakers) necessary to clear in the event of a 
transformer fault. The transformer ditlerentia) relay is 
sometimes used to initiate a remote trip signal over a car¬ 
rier or pilot wore channel, particularly if tlie channel is 
already available for some other purpose. .Vnother meth¬ 
od is to close a fast spring- operated high-voltage grounding 
switch in response to the relay indication. This trips tlie 
ground relays at the other terminals of the line, ui the ex¬ 
pense of some added shock to the system, 

5. Bus Protection 

The advantages of bus protection in clearing faults 
rapidly from a system are well recognizwl by the indtistry 
and the provision of relay protection for tnajor station 
busses has been standard practice for a nurnl^ei of years. 
The problems involved in such protection are also quite 
well known. One of the principal problcuu i.^ itic saiura 
tion of current transformers by the d-c transient compo¬ 
nent of the short-circuit current as in Fig. 7. In severe 



Figt* 7—False differential current caused by d-c Qaturution of 
current transformers durinj} the condition of an a«yniinetri- 
cal short circuit. The d-c time constant for the case shown is 
0.14 sec. The incoming transformers are assumed not to sat¬ 
urate. Thus the error current of the outgoing transformer is 
the differential current through the relay. 

cases the d-c transient component may require UX) times 
as much flux capacity in the tran.sformor is required by 
the a-c component to completely prevent saturation. 

There are a number of successful solutions to this prob¬ 
lem, as well as the fault-bus scheme,which completely 
avoids it. One is the use of large current transformers 
which will not be saturated by the d-c component. These 


are used in the simple differential scheme, Fig. 10(a), with 
low- resistance leads to minimize the current transformer 
requirements. The formula specifying the requirement of 
iron cross section, turns and lead resistance for nonsatura¬ 
tion'* ia^ 

§=4.44 IT 
R 

where T is the short-idrcuit current d-c time constant in 
cycles, /s is the a-c exciting current in the secondary, se- 
leveled as the threshold of saturation. It would be taken 
as less than the relay setting by a suitable factor of safety. 

Er^ is the requiied secondary mis, a-c voltage corre¬ 
sponding to h Oil the a-c saturation curve of the current 
transformer rhis determines the needed iron cross sec¬ 
tion and turns, or the iron if turns are fixed. 

/ ii: the en.st val\ie of symmetrical subtransient current, 
secondary arnoeres. 

R is the secondary circuit resistance in ohms, including 
the traniioriiier winding and leads up to the relay (or 
point at which all current transformers are paralleled.) 

The a e flux is neglected. It is usually relatively small 
a.s ratio of maximum d-c flux to a-c flux is 2x7 or 37.7 
for a 6-cyc‘le d-c time constant. 

For i?-0 5 ohm, f-KX) amperes, T = 6 cycles, and 
taking /» iis one ampere, in considering a 5-ampere relay 
setting, liecome^s 1332 volts. A current transformer 
which would generate this voltage at 1.0 ampere exciting 
current is very large. Thus, this is a bull-by-the-homs 
solution, and the size, weight, and cost can he afforded only 
in the most important installations. However, it does 
piovido the possibility of instantaneous tripping without 
any time delay. 

A mctliod^^ has been developed for calculating with 
engineering accuracy, the time-to-saturaie with 
orTset currents, and the time and curient settings required 
to prevrnt misoperation with time-delay overcurrent re¬ 
lays and usual current tramsformers. 

Jmiuction Type Overcurrent Relays —On busses 
of moderate time constant, say 0.1 second or less, and with 
somewhat better than average current transformers, satis¬ 
factory protection can be obtained with a straight differ- 
entud scliruie, Fig. 8, using a fast induction clement. A 
small ratio of maximum to minimum fault is favorable to 
this application. Relaying times of the order of 3 or 4 
cyc-es for Tnaxinium faults and up to 8 or 12 cycles on 
mi/iimuni faults ca.n be obtained in some cases. As men¬ 
tioned, tlm performance can be predicted.'* However, 
the time delays in shelved in less favorable cases are fre¬ 
quently so long as !»» point the need of a better solu¬ 
tion. 

Even substation busses having a d-c time constant 
as short as 0 01 second, false tripping has been experienced 
with 300/5 bushing current transformers and standard 
induction relays in the connection of Fig. 8, with 4 ampere 
tap, 0.5 time lever, giving 0.15 second time at 10 times tap, 
and with a fault current of 13 000 amperes. While this has 
been overcome by changing to 1200/5 current transform¬ 
ers, nevertheless present practice would be to install ratio- 
differential relays in these cases, providing both greater 
sensitivity and greater safety factor. 
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CIRCUITS 



FI^. 8—Bus-dlfferentlal-current relay scheme. 


Multirestraint Ratio Differential Relays- Rels^ya^'^ 
have been developed which will not operate falselj^ even 
when used with normal sized current transformers which 
saturate due to the d-c component of current. These are 
multirestraint relays, connected as in Fig. 9; however, their 
success is due also to exploitation of variable percentage 
characteristics, and the tendency of the d-c component to 
brake, rather than drive, the induction d\ak. 

No small part of this development is the reduction of 
the operating limits to a few simple rules which insure safe 
application. This relay scheme provides operation gen¬ 
erally in from three to six cycles and can be set as low as 
one percent of the maximum througli-fault current. 

Linear Coupler Scheme - The multi restraint relays 
just described may, of course, be used when the setting 
does not need to be as low as one percent of the maxi¬ 
mum-through-fault current. However, on bus.ses where a 
setting of four percent or more of the maximum through- 
fault provides the requisite sensitivity, a simpler and faster 
scheme (one cycle) can be used known as linear-coupler 
bus protection.-*’^^ The linear coupler is an air-core mu¬ 
tual inductance used directly in the primary circuit in the 
same manner as a current transformer except that the 
secondaries are usually connecteil in series, as shown in 
Fig. 10, instead of in parallel as are current transformers, 
Fig. 8. 

The secondary induced voltages are proportional to the 
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Fig. 9—Protection of a alx-clrcult bus using two multi-re 
straint relays per phase. 


primary currents, a ratio of five volts per 1000 amperes 
being commonly used. These voltages, which add up to 
zero for through faults :and to a value proportional to the 
fault current for internal faults are joined in a series loop 
to the relay as shown in Fig. 10. The± 1 percent tolerance 
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Fig. 10—Linear-coupler bus-protection scheme. 


within which the mutual inductances are held commer¬ 
cially, limits the maximum possible false differential to 2 
percent. Thus the minimum setting of 4 percent allows a 
2:1 factor of safety. Solenoid elements, Fig. 2(a), are used 
for settings down to about 1500 amperes on a 6-circuit bus, 
and polar elements, Fig. 2(;), vrith saturating transformer 
and Rectox for lowxr settings. 

Impedance Schemes —Busses having reactors in a 
majority of the feeders and possibly in the bus-tie circuits 
provide the possibility of protection by impedance re- 
Impedance or modified-impedance elements can 
be used, see Fig. 2, (z) and (k). For a fault on the bus, the 
maximum impedance measured is that of the arc which is 
taken as about 300 to 500 volts per foot for current above 
500 amperes. Considering the possible arc length during 
the first, few cycles of fault, a maximum arc voltage can be 
computed and this, divided by the minimum fault current 
gives the greatest fault impedance encountered for in- 
temal faults, that is, for faults on the protected bus. Pro¬ 
vided this impedance i.s smaller than the impedance from 
the relay to a fault anywhere beyond the reactors, a basis 
of discrimination exists and the impedance scheme can be 
used. 

Two relay arrangements are used. When the bus tie 
circuits include reactors, separate impedance relays can 
be used on each generator or transformer feed to the bus, 
operation of any of which will trip the bus. This arrange¬ 
ment is most feasible when the generators and transformers 
are nuitched, acting as a unit, and the generators on the bus 
are either high and low pressure units of a single combina¬ 
tion or are treated as a single generator. The other ar¬ 
rangement requires totalizing all of the main feeds to the 
bus and tlie use of a single set of impedance relays. The 
grouped main sources provide the possibility of a large 
false differential current for through faults on one of these 
main circuits. The voltage is also low under this condition 
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if the source circuits are not equipped with reactors. 
Usually a fast induction relay, Fig. 2(d), is used together 
with adequate current transformers in the main feeds so 
that it will not operate for through faults on those feeders. 
Combined impedance and fast-induction-element opera¬ 
tion is then required to trip the bus. 

Directional relays can be used in a variety of ways, 
either as the basic protection, tripping when fault current 
flows into and not out of the bus,^* or as an adjunct for 
determining which of several bus sections included within a 
common differential protective zone is in trouble.^ 

Fault Bus —For new and certain existing segregated 
phase busses, the fault-bus scheme“‘^* provides a distinctly 
different mode of attack to the bus protection problem. 
All metal parts to which the bus may flash are connected 
together and grounded through a current transformer and 
relay. This construction lends itself particularly well to 
metal-clad switch-gear. The entire cubicle or switchhouse 
is insulated from ground except for the ground connection 
through the current transformer. The simplicity of this 
scheme is strongly in its favor where the construction per¬ 
mits its use. However, it is sometimes difficult to secure 
overlapping protection with the adjacent system elements. 

Summary of Bus Protection —While personal pref¬ 
erence, experience, and factors peculiar to a particular 
installation play a large part, some of the general factors 
that lead to the selection of one or the other of the several 
schemes are described below. One-cycle operation, sim¬ 
plicity, and savings in cable costs, as compared with the 
multirestraint scheme, are favorable to linear couplers. 

Quit-e adequate spe^d (3-6 cycles), the use of existing 
current transformers, the use of current transformers 
which can be used for certain other purposes also (such as 
back-up protection), simple application rules, and ability 
to set for minimum faults one percent of maxiraum- 
through-fault sometimes eliminating need of separate 
ground relay, are all favorable to the multirestraint sys¬ 
tem. 

Existence of reactors and the cost or difficulty which 
would otherwise be involved of installing current trans¬ 
formers on all feeders, favors impedance schemes. 

The fault-bus scheme is limited to cases where the struc¬ 
ture can be insulated from ground, but in these cases its 
simplicity is favorable. 

Simple time-delay over current frequently involves ex¬ 
cessive delay, but if used with ordinary current trans¬ 
formers, it may be lowest in cost. 

The directional schemes are used to good advantage by 
some and have the advantage of securing fast operation 
with ordinary current transformers, but are considered less 
favorably by others because of the number of contacts to 
be co-ordinated for correct operation. 

In most cases, spring-operated, manually-reset auxiliary 
tripping relays are used, unlatched electrically by the main 
differential relays. These trip the necessary circuit 
breakers and provide lockout. 

6. Tranamiaaion Line Protection 

As systems have grown in extent and complication, from 
the simple radial systems of the early IQOO's to the looped 
and interconnected systems of the present, the task imposed 


on the protective relay has become increasingly more diffi¬ 
cult. However, developments in the protective relaying art 
have kept pace with the requirements. Through the intro¬ 
duction of improved relaying principles and better use of 
the old principles, high-speed action can be obtained on the 
complicated systems of today with better overall results 
than that previously possible on the simple radial systems. 

Starting with the induction-type overload and reverse¬ 
load relay in about 1901, which used power for discrimina¬ 
tion, the directional overcurrent relay ^vith inverse-time 
characteristics was introduced in 1910. Later, in 1914, the 
definite minimum time characteristic was added. This sim¬ 
plified the relay coordination problem and is still used in 
the greater proportion of overcurrent relays today. The 
first impedance-, or distance-measuring relay, the type CZ, 
was introduced in 1922. 

Shortly after this the importance of speed in fault clear¬ 
ing, particularly with inter-connected systems, was begin¬ 
ning to receive merited attention and in 1929 the high 
speed impedance relay, type HZ, operating in one cycle 
and using the balance beam principle, was introduced*'. At 
about the same time, circuit breaker operating times were 
lowered from about 24 cycles to 8 cycles. 

The reductions of overall fault clearing times that could 
be realized by these progressive changes in the art*^ are 
shown in Fig. 11.^ Starting with times up to 2 seconds for 
the slow-speed relays and 24 cycle breakers, the change to 
high-speed relays brought the time down to about 27 cycles 
with about one second in the end zones. 

Decreasing the circuit-breaker operating time to 8 cycles 
further lowered the overall clearing time to 8 to 10 cycles 
for about 80 percent of the line length but left times of 
about 27 cycles in the end zones. 

In about 1935 carrier current relaying passed out of the 
experimental stage*'’*^’**’^ and reached general acceptance, 
making available uniform high speed action throughout 
the entire section. Shortly later, in 1938, the Type HCB 
relay ” based on symmetrical component principles made 
one-cycle operation practical over two a-c pilot wires. 
Summarizing, and referring to Fig 11, with 8 cycle break 
ers the total clearing time is under 0.2 seconds for pilot- 
wire or carrier current relaying, 0.2 seconds (with 0.5 sec¬ 
onds for the end zones) for high speed distance relaying 
and 0.2 to 2.0 seconds or longer for overcurrent protection, 
depending on the layout. 
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Fig. 11—Reduction of fault clearing time obtainable through 
the use of higher speed circuit breakers and relays. 
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A cross section view of the industry today shows all of 
these relay and circuit breaker types and speeds to be in 
current operation. Although speeds of new oil circuit 
breakers appear to have stabilized at 8 cycles except foi 
special cases, there appear to be distinct fields for both nor¬ 
mal-speed and high-speed relays. 

7. Protection of a Typical System 

A composite diagram showing the typical transmission 
line conditions in many of the large systems is given in Fig. 
12. For example the main transmission lines are shown as 
220-kv, although they may be from 66 to 287-kv, bringing 
in power from a remote hydro plant or interconnecting with 
an adjacent system. These lines are equipped with the 
finest and fastest protection, high-speed distance, or car¬ 
rier-pilot relays.^ Balanced-line protection** may also be 
used if the lines are paired although high-speed distance or 
carrier relays are required to secure fast operation with one 
line out of service. 

The 33-kv circuits, often looped or interconnected, carry 
bulk power out through the territory served by the partic¬ 


ular utility, to substations in the various towns and com¬ 
munities. A looped 33-kv circuit may use directional over¬ 
current relays. Type CR, set with oelectively higher time 
settings each way around the loop, as shown in Fig. 12. 
Impedance relays, preferably the step-type HZ, or alter¬ 
natively the norm^-speed impedance relays. Type CZ, 
may be used as in the 33-kv loop on the right. Impedance 
relays are particularly desirable if interconnections are con¬ 
templated as shown dotted. Loops involving short lines of 
33- or 13.8-kv lend themselves well to pilot wire protec¬ 
tion®^®* as in the center right. 

Induction-type overcurrent relays, usually with instan¬ 
taneous trip attachments for operation at the higher cur¬ 
rents, will be found on a majority of the radial feeders and 
4-kv or 2.3-kv primaries. Network fejeders are cleared at 
the load end by the network relays, essentially a reverse 
power form of protection. 

8* Relay Symbols 

Relay symbols are useful in illustrating the form of pro¬ 
tection used for each element of a system. With modifying 
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notations as to relay types and settings, these symbols 
compress the otherwise complicated picture of complete 
system protection into a form that can be readily visual¬ 
ised. The standard symbols are given in Table 3. Their 
use has been illustrate in Fig. 12. 


Tablb 8—Relay Symbols 


(o) SYMBOLS from THg ASA STANDARDS. 


pVCRCURRENT 
loVERVOLTAGe 
UNOCRVOLTAGC 
DISTANCE 

BALANCED OR 
[DIFFERENTIAL CURRENTl 

OVER FREQUENCY 
UNDER FREQUENCY 
OVER TEMPERATURE 
BALANCED PHASE 

PILOT WIRE (CURRENT 
DIFFERENTIAL) 


DIRECTIONAL OVCRCURRENTi 


DIRECTIONAL DISTANCE 
POWER DIRECTIONAL 






PHASE ROTATION 

PILOT WIRE (DIRECTIONAL 
COMPARISON) 

CARRIER PILOT 


■^cc 


Whart lh« opecotion of 
ctirropt (rtsIdMOl or fero 
thd symbol thu&> 


a r«loy is conditionol upon (low of grounG 
•equonoe) this sholl bo indicoted by prefising 


Rosiduoi Oworcurrent w. oirectlonol Residue) Ovorcurreot -w- 

Other prefixes such os ® ond @ to indicote operotion on positive 
or ntqotive phase sequence quontities, ond suffixes to indicote the 
reloy types, inclusion of Instonloneous trip ottochments, etc. moy be 
odded at the discretion of the user. 


(b) FREQUENTLY USED VARIATIONS OF THE STANDARD SYMBOLS. 


OVERCURRENT GROUND WITH INSTANTANEOUS ATTACHMENT 

1 

GROUND directional WITH INSTANTANEOUS ATTACHMENT 


DIRECTIONALLY CONTROLLED 

•4—^1 

POWER DIRECTIONAL WITH INSTANTANEOUS ATTACHMENT 


DIRECTIONALLY CONTROLLED 


BUS CURRENT DIFFERENTIAL 

1 

B< K » 

BUS GROUND DIFFERENTIAL 

nr 


9. Fault Frequency and Distribution 

About 300 disturbances (or one per ten miles^ occurred 
per year in a typical system operating 3000 miles of 110-kv 
circuit. This system used mostly overcurrent and direc¬ 
tional relays^ and in a 4-year period experienced 2800 relay 
operations of which 

92.2 percent were correct and desired 
5.3 percent were correct but undesired 
2 1 percent were wrong tripping operations 
0.4 percent were failure to trip 

The faults were as follows: 

Lightning 56 percent 

Sleet, Wind, Jumping Conductors 11 percent 

Apparatus Failure 11 percent 

Close-in on Fault 11 p>ercent 

Miscellaneous 11 percent 


Relative Number of different kinds of faults — 

The relative numbers of different types of faults vary wide¬ 
ly with such factors as relative insulation to ground and 
between phases, circuit configuration, the use of ground 
wires, voltage class, method of grounding, speed of fault 
clearing, isokeraunic level*, atmospheric conditions, qual¬ 
ity of construction and local conditions. Thus the figures 
given below serve merely to indicate the order of preva¬ 
lence and emphasize that there are usually a great many 
more line-to-ground faults than faults of other types. 


Three-Phase Faults 
Two-Line-to-Ground Faults 
Line-to-Line Faults 
Line-to-Ground Faults 
Total 


5 percent 
10 percent 
15 percent 
70 percent 
100 percent 


10, Overcurrent Protection 

The general plan of coordination with overcurrent relays 
on a radial system Is shown in Fig. 13. The time shown in 
each case is the fastest operating time for a fault at the lo¬ 
cation of the next device in sequence. At lighter generat¬ 
ing capacity the fault currents are reduced and all operat- 


CO-O.S Sec. 



Fig. 13—(Coordination of overcurrent protection on a radial 
power systenoi. 


ing times increase, but because of the inverse time charac¬ 
teristics of the relay the margins between successive relays 
also increase. 

Relays used with feeder circuit breakers must be coor¬ 
dinated with fuses of distribution transformers and with 
the main and branch line sectionalizing fuses.** Several 
characteristic curve shapes are available in different de¬ 
signs of the induction-type overcurrent relays as illustrated 
in Fig. 14. These provide latitude in selecting the relay 
that coordinates best with the fuse curves at the current 
involved. 

The definite minimum time characteristic provides a 
ready means for coordinating several relays in series with 
only an approximate knowledge of the maximum current, 
and results in relatively small increase in the relay time as 
the fault current is lowered. It is used in the majority of 
overcurrent relay applications. The inverse and very in¬ 
verse characteristics are sometimes more favorable where 
close coordination with fuses is required. They also make 
it possible to take advantage of the reduction of maximum 
fault current as distance from the power source increases. 
Several relays in series can be set for the same time for 

^Number of ■torm>dayB per ye*r 
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FI*. 14 —Characteristics of various induction type overciirrent relays. 

(a) Type OOH. (c) Inverse-low energy relay, Type CO. 

(b) Very inverse-low energy relay, Type CO. (ti) Standard, definite minimum time, Type CO relay. 


faults immediately beyond the relay and still provide the 
requisite 0.25 second or more margin for fault beyond the 
next relay because of the lower current value for fault in 
that location. For example the timing on curve (b), Fig. 
14, doubles when the current is rexiuced from 700 percent 
to 400 percent of pick-up value. Several settings of 0.3 .sec¬ 
ond at 700 percent could be used in series, while still having 
0.3 second margin between siieceasive relays if the fault 
current dropped in the ratio 7 to 4 between successive loca¬ 
tions. 

The choice of relays is also influenced in certain cases by 
the lower burden of the “low energy^ and “very inverse" 
types. 

IL Normal«Speed Impedance Relay 

The time-distance tripping characteristic of the Type 
CZ normal-speed directional distance relay is illustrated in 
Fig. 15, which shows a number of line sections in series. 
This may equally well be a loop, the two ends of the section 
shown being at the same supply point. The tripping time 
of the relay increases in direct proportion to the distance 
from the relay to the fault, except that the minimum time 
is about yi second for a fault at the relay. Each relay is 

•The trend is toward the high-speed impedance relay described bi 
Sec. 12 even for intermediate voltage transmission lines. 


Trip Time for Bkr. S I 



Fig. 15—Tline-dl^lance curves of the Type CZ relay. The slope 
of ilie curve Is changed by varying the resistance In series with 
the potential coil. The minimum operating time with zero 
voltage on the relay is about V4 sec. 

adjusted to trip in approximately second for a fault at 
the next bus, except as will be noted. 

It is essentia! that for a fault near bus 4, breaker No. 3 
be tripped in preference to breaker No. 1, Thus the oper¬ 
ating time o<* relay No. 1 must exceed that of relay No. 3 
for fault at location No. 4 by one circuit breaker operating 
time plus margin. For 8-cycIe breakers a reasonable break¬ 
er time plus margin is 0.4 second. 
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The operating time for faults anywhere on the system 
can be readily determined by drawing the straight lines 
representing the relay times, using whichever criterion 
rules in each case; that is, 0.75 second at the next bus or 0.4 
second above the next relay at the second bus. The partic¬ 
ular time values mentioned are typical only. The relay 
tripping time is independent of current magnitude once the 
overcurrent setting has been exceeded and timing thereby 
initiated. Thus variations in the amount and location of 
connected generating capacity, or switching lines out, does 
not materially affect the coordination of the distance type 
relays over the remainder of the system. 

The normal-speed type CZ relay is not usually employed 
on lines shorter than those in which at least 5 volts sec¬ 
ondary result at the relay for a fault at the other end of the 
line. As the relay is normally subjected to full voltage and 
must discriminate on values between zero and that for a 
fault at the other end of the line, the operating forces ap¬ 
proach the frictional forces below this limit. 

12. Hi^-Speed Impedance Relays, HZ and HZM 

The high-speed distance type relay has the step type 
time-distance characteristic illustrated in Fig. 16, obtained 
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Fig. IS—^Time-distance curres of the Type HZ step type, high 
speed distance relay. When carrier current Is added the time 
is reduced to that shown dotted. 


Fig. 17—Contact circuit for producing the stepped time-dis¬ 
tance characteristic shown in Fig, 14. 

Zi —First Zone Impedance Element Contact. 

Zf—Second Zone Impedance Element Contact. 

Zs—^Third Zone Impedance Element Contact. 

Ttf Tt, timer contacts having separately adjustable time settings. 

D —Directional element contact. 

by separate directional, impedance, and timing elements 
with contacts connected as shown in Fig. 17. There are a 
total of three balance-beam type impedance elements, each 
arranged with a current operating winding at one end of 
the beam and a voltage restraining winding at the other. 
When the ratio of voltage to current falls below the im¬ 
pedance setting of the relay high-speed action closes the 
contacts. 

The impedance elements Zi, Z*, and Za are set for suc¬ 
cessively gpreater distances. The directional element closes 
only for faults in the desired tripping direction from the 


relay. The third-zone impedance element, which operates 
when either of the other two elements operate, is used to 
start the timer that closes first a second-zone timing con¬ 
tact Tty and later a third-zone timing contact, Tj. 

Thus for a fault in the first 90 percent of the section, 
known as zone 1, the contacts D and Zi operate, giving im¬ 
mediate high-speed tripping in one to three cycles, as indi¬ 
cated in the timing chart of Fig. 16. While the other ele¬ 
ments also operate their action in zone 1 is unimportant 
because the circuit breaker has already been tripped. Thus, 
in zone 1 the tripping time is that of elements Zi and D. 

For the second zone, which extends approximately to the 
middle of the next section, contacts D, Zj and Tt in series 
do the tripping, provided the fault lasts for the time setting 
Tr If the fault is in the next section it will be cleared by 
the proper breaker in advance of Tt operation, although 
back-up protection is provided by the second zone setting 
extending into the next section. This also provides opera¬ 
tion for bus faults if they are not previously cleared by bus- 
protective relays. 

The third zone, corresponding to tripping through the 
contacts of elements D, Z|, and Ti, completely overlaps the 
next section, providing complete back-up protection. It 
must of course be timed selectively with the Tt timing of 
the next section. 

The flexibility of this arrangement in molding its char¬ 
acteristic to various section lengths and breaker and relay 
times is apparent. Tlie highly successful operation of sev¬ 
eral thousand such relays in service indicates that for prac¬ 
tical systems, which of course depart in many ways from 
the simple ideal case represented in Fig. 16, the flexibility 
is sufficient to secure in general the operation outlined. 

For good operation the line should be electrically long 
enough so that there will be at least 5 percent voltage at 
the relay for a fault at the next bus, although in special 
cases successful operation can be obtained somewhat below 
this limit. 

In some cases the CZ characteristic lends itself better to 
coordination with other back-up protection, but the high 
speed of the Type HZ first-zone element is desired. For 
this purpose these two elements have been combined and 
make available the time-distance curve shown in Fig. 18. 



Pig. 18—‘Typical time-distance characteristics of the HGZ re¬ 
lay. Note the slope of the CZ element necessary for different 
length sections to secure selectivity. 

Modified Impedance Relay, Type HZM.^ The operat¬ 
ing characteristic of the standard type HZ impedance relay 
is nearly independent of the phase angle between current 
and voltage. That is its “reach'^-vs.-angle characteristic is 
a circle centered at the origin as shown in Fig. 19. This 
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Fig. Ig—Modified-impedance characteristics provides im¬ 
proved selectivity between heavy load swings and line faults. 


characteristic provides adequate discrimination between 
load and faults in a majority of cases. However, increased 
use is being made of the Type HZM relay having the modi¬ 
fied-impedance characteristics shown in Fig, 2{k) for the 
protection of long or heavily-loaded lines. It is necessary 
that the relays permit the maximum expected steady or 
swing loads without tripping. On long or heavily-loaded 
lines, and especially if high-speed reclosing is used, it be¬ 
comes more and more difficult for the relays to distinguish 
between heavy swing loads and fault conditions. The 
modified-impedance relays provide the improved discrimi¬ 
nation necessary in these cases. 

Their operation can best be shown by plotting on a sin¬ 
gle diagram the impedances corresponding to three things. 

1. Faults on the protected line. 

2. Heavy load swing conditions. 

3. The relay characteristics. 

These are shown for a simple case in Figure 19. Con¬ 
sidering the simplified case of a two-machine system with 
all impedances having the same R/X ratio, let the system 
impedance be laid out on a resistance-reactance chart as 
the line OABO* representing the impedance from one ma¬ 
chine to the other. The transmission line being studied is a 
tie-line constituting the section AB, shown heavy, of this 
total impedance. If R and X axes are drawn through A, 
as shown, the impedance with respect to these co-ordinate 
axes are those seen by the relays at A, Thus, the locus of 
impedances seen by the relay at A for a solid fault on the 
protected line consists of the line A-B, having impedances 
from aero up to the full line impedance. 

It can be shown that if the generator voltages at the two 
ends of the system are equal in magnitude and are at first 
in phase, then are moved out-of-phase, resulting in load 
transfer over the line A-B, the impedance locus viewed 
from A is along the line L-L'. That is, the impedance seen 
by a relay at A, for the load condition, is the impedance 


vector drawn from the origin, A, to a point on the line 
InV. This line bisects 0-0' perpendicularly. The no-load 
points, corresponding to sero angle between machines are 
at infinity either way along Zr-L', whereas the 180 degree 
out-of-phase condition is at the intersection, C. All inter¬ 
mediate loads are somewhere along the line Z/-L', the point 
L corresponding to power flow A to B and point L' to 
power flow from B to A. 

The large circle with center at the origin. A, represents a 
pure impedance characteristic, as in Fig. 2(i). The smaller 
circle having the same “reach” beyond B is a modified im¬ 
pedance characteristic, Fig. 2(A*). It can equally well trip 
for all faults on the protected line but is less likely to trip 
for very heavy loads or load swings. Successively heavier 
loads are represented by progressing through points L, B, 
and E along the load locus. The modified characteristic 
taken with directional element, trips for faults or loads in 
the cross-hatched area F, while the pure impedance ele¬ 
ment trips also in the areas G and G'. Thus the modified 
characteristic permits heavier loads without tripping. 

When carrier relaying is used so that tripping requires 
closure of the relay at each end of the line, the small circle, 
for the relay at A can be advantageously shifted further to 
the right, so that the combined action of this relay and its 
mate at the other end of the line limits carrier tripping to 
the restricted zone between the two arcs at H and The 
back-up protection must be given sufficient timing to ride 
through swings or eliminated entirely except for a high-set, 
long-time element. 

The modified impedance element provides for indepen¬ 
dent adjustment of the radius of the circle and the location 
of the center as shown in Fig. 2{k) and hence makes pos¬ 
sible the superior discriminating characteristics needed for 
long or heavily-loaded lines as outlined before. 

13. Carrier Pilot Relaying 

A pilot channel such as that obtainable by carrier cur¬ 
rent over the power circuit, or by a microwave beam, pro¬ 
vides the possibility of simultaneous high speed tripping of 
both circuit breakers in one to three cycles for faults 
throughout the entire section. The significance of fault- 
clearing speed on system stability is treated fully in Chap. 
13. However there are, altogether, a number of reasons 
why carrier-current relaying has been employed in prefer¬ 
ence to other systems. These are: 

1. Stability —Simultaneous clearing improves system stability 
and increases the loads that can be safely carried over 
parallel interconnecting lines. 

2. Quick Reclosingf ^—Simultaneous tripping is essential to 
fast reclosing, the combination being particularly effective 
in increasing stability with single tie lines. 

3. Shock to System —S)rstem shock, evidenced by voltage dips 
and dropping of synchronous load is lessened by fast 
clearing. 

4. System Design Flexibility —Desirable system arrangements 
that can not be relayed with sufficient speeds otherwise, are 
possible with carrier relaying. 

5. Growth of Faults —The more serious three-phase and dou¬ 
ble-ground faults generally originate as line-to-line or single¬ 
ground and with sufficient speed of clearing the spreading 
to other phases is greatly reduced. 

6. Ground Relaying Improved —On systems where high-speed 




362 


Relay and Circuit-Breaker AppUcation 


Chapter 11 


ground relaying is not feasible otherwise^ carrier pilot re¬ 
laying provides an ideal solution. 

7. Out^f-Synchronism *—The carrier channel provides means 
for preventing operation of protective relays by power 
swings or out-of-synchronism conditions, yet clearing 
faults during such conditions. 

8. Simultaneous Faults — The added basis for discrimination 
makes possible superior relay performance under simultane¬ 
ously occurring faults. 

9. Joint Use —From an economic point of view joint use of the 
carrier channel for point-to-point communication, or for 
control or remote metering, may indicate the use of carrier 
pilot where the relaying requirements alone do not justify it. 

Carrier relaying operates on the principle of tripping 
quickly all terminals through which power flows into a line 
provided fault power does not flow out at any other ter¬ 
minal. If fault power flows out at any terminal, that ter¬ 
minal continues to transmit a straight telegraphic carrier 
signal over the line, which is picked up by all other termin¬ 
als on that particular line and prevents tripping. No time 
delay is necessary for internal faults since tripping for ex¬ 
ternal faults can be prevented by the carrier signal. Since 
carrier is not transmitted for internal faults, the short cir¬ 
cuiting of the carrier channel by the fault is of no conse¬ 
quence. 

Directional Comparison System—The type HZ or 
HZM directional comparison system utilizes the stepped 
impedance elements, Fig. 2(i) or (A*), as its basic actuating 
elements, (see section on High-Speed Impedance Relay). 

*CkQ »lao be accompliehed without earner,** with some differences. 


Corresponding second and third zone ground over-current 
elements. Fig. 2(6), are provided. The carrier control has 
the net effect of eliminating all second-zone time delay for 
faults within the protected section. This is accomplished 
by closing of the contact RR, Fig. 17, whenever a fault is 
present and carrier is stopped because the direction of flow 
is “inward^ at each end of the line. 

The mechanism is indicated generally in Fig. 20. Occur¬ 
rence of a fault anywhere within reach of the third zone re¬ 
lays, closes Zs starting carrier and setting up a circuit so 
that the receiver relay will close if carrier is removed by 
some other action. If the fault is internal, D and Zj close, 
stopping carrier transmission from either end of the line. 
The receiver relays, RR, immediately complete the trip 
circuit. If the contact circuit RR is opened manually the 
carrier can be cut out and a stepped-distance relay scheme 
remains. Thus the carrier is thought of as simply eliminat¬ 
ing the time delay in the end zones, indicated by the shad¬ 
ed areas in Figure 16. The stepped-distance elements and 
an inverse-time ground current element provide the back¬ 
up protection in this system. 

Phase Comparison System —The phase comparison 
system differs functionally in that the current directions 
or phases at the two ends of the line are compared rather 
than the power directions. Networks are used to derive a 
single-phase function of the line currents as in the pilot- 
wire relay. This function may be referred to simply as the 
"current” at each end of the line since it is a measure of the 
several phase currents. 



RELAYS 


Pig. 2t —Garrier current relay eyttem Including relays, carrier current transmitter-receivers, coupling capacitors, and chokes. 


Dotted lines indicate symbolically the carrier controls 

MO—Master Oscillator REC—Receiver 

PA—Power Amplifier LTU—^Line Tuning Unit 
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If the currents at the two ends of the line are in phase 
and of fault magnitude, carrier is transmitted on alternate 
half cycles of current from either end of the line, resulting 
in substantially continuous carrier on the line from one end 
or the other. For an internal fault the current at one end of 
the line reverses or remains below the fault detector setting 
so that carrier is sent only half of the time. The relay is ar¬ 
ranged so that this produces tripping. 

Figure 21 shows (heavy) the relative positions oi the 
locally and remotely transmitted carrier pulses for internal 
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Fig. 21—Relay tube circuit and typical wave diagrams of type 
HKB carrier relaying system. 


faults (left) and external faults (right). Local pulses of op¬ 
erating voltage are applied to the relay tube every half 
cycle. For the internal fault the pulses of restraining volt¬ 
age caused by the carrier occur in the opposite half cycle 
from the operating pulses. Hence pulses of plate current 
occur and result in tripping. For the external fault, re¬ 
straining pulses occur during both half cycles, and since 
these pulses are, by design, greater than the operating 
pulses, no trip current results. With the entering and leav¬ 
ing line currents not quite in phase, some relay current 
flows. However, as shown in Fig. 22, a substantial phase 
difference can be tolerated without causing tripping. 

In this system, the carrier portion is purely pilot protec¬ 
tion. Back-up protection must be added as an entirely 
separate entity. Stepped-distance relays, or simply direc- 
tional-overcurrent relays, are used for back-up protec¬ 
tion. 


"R" RELAY 
CURRENT 



Fig. 22—Typical overall characteristics of the Type HKB car¬ 
rier relaying system. 

A Lvv of the factors considered in determining whether 
to use one or the other of these systems are the following: 

Favoring the Phase Comparison System 

1. Can be added for high-speed protection with any existing 
relay scheme for back-up. 

2. No potential transformers are required. Low-tension 
potentials are sometimes adequate for back-up relays. 

3. Inherently trip proof on out-of-step conditions. (Out-of¬ 
step blocking relays are included in the other scheme if 
needed.) 

4. Not subject to trip by induced ground current from a 
parallel line. 

5. Back-up relays entirely separate. Can take cither high¬ 
speed or back-up out of service without affecting the other. 

Favoring the Directional-Comparison System Using Stepped- 
Distance Relays 

1. More generally, applicable to multi-terminal lines. 

2. Provides better discrimination between loads (tapped from 
lines) and faults. Wlien transformers are Lipped along the 
lines, it is not desired to trip the line for faults on the low- 
tension feeders. 

3. Can trip with fault currents less than twice load currents. 

4. More flexible for system manges. 

However, on many lines either system is entirely applic¬ 
able and might equally well be used. 

Fig. 20 shows the complete equipment required for a 
carrier current relay system. Relays shown are of the di¬ 
rectional-comparison ty^pe. The carrier components are 
the same with the phase-comparison type relays. 

(a) The relays; practically the same as for high-speed distance- 
type protection except with the addition of the receiver relay, 
directional auxiliary relays, and out-of-step elements which are 
housed together. The Type HZ relay is shown in Fig. 23. 

(b) The carrier current transmitter-receivers operated from 
the station battery and with an output of 5 to 40 watts at 50 to 
150 kilocycles when keyed. The outdoor set contains line-tuning 
equipment for matching through the coupling capacitor to the 
high tension line. When the set is located indoors it is connected 
by coaxial cable to the line tuning equipment in a separate 
housing located near the coupling capacitor. 

(c) The coupling capacitor. The connections to ground, and 
to the potential device if used, are through radio-frequency 
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Fig. 23—^The Type HZ high-speed, three-zone impedance re¬ 
lay. The relay Is arranged for use either as a conyentional 
step-type distance relay for phase-fault protection, or In the 
directional comparison scheme of pilot-wire or carrier-cur¬ 
rent relaying. 

chokes. Thus, at carrier frequency, the coupling capacitor is 
simply a series capacitor between the carrier set and the high- 
tension line. 

(d) The tuned carrier-current choke or wave trap, of sufficient 
capacity to carry the line current but imposing a high impedance 
to carrier current of the frequency used. Its purpose is to prevent 
loss of the carrier energy into other sections, so that ample signal 
strength is available in the protected section. 

Microwave Relaying —Either the directional-com¬ 
parison or phase-comparison systems of rela 3 ring can be 
used over microwave channels as well as power-line carrier 
channels without significant alteration. However, because 
the microwave channel is not subjected to line faults it 
does not necessarily have to be used in a blocking manner, 
but is suitable also for transfer tripping. 

14. Pilot-Wire Relaying 

Pilot wire relaying is to the short transmission line what 
carrier current protection is to the long one. It provides 
uniform simultaneous tripping of the circuit breakers at 
both ends of.a section, with all that such operation implies 
in the way of increased stability, lessened shock and dam¬ 
age to the system, and simplified coordination with other 
relay protection. In short high-voltage lines, discrimina¬ 
tion is often impossible with distance type relays; pilot re¬ 
laying by wire or carrier becomes the only method of dis¬ 
crimination not based on time delays. 

The cost of carrier-current protection is practically un- 
:) "’ected by the length of the line. The terminal equipment, 


including the relays, carrier set, coupling capacitor, choke 
and installation, costs considerably more than the terminal 
equipment required with pilot-wire protection. However 
the cost of the pilot-wire circuit increases almost directly 
with the length of line; consequently there is an economic 
dividing line between carrier-current and pilot-wire appli¬ 
cations. The average dividing line is at about 10 miles but 
it varies widely with such factors as: the availability of ex¬ 
isting pilot-wire circuits, the number of other pilot wire 
services with which the cost of the pilot cable can .be 
shared, the inductive exposure conditions which determine 
the test voltage of the pilot cable, and the cost and com¬ 
plexity of the necessary carrier-current channel. 

The ideal pilot-wire relay systems should: 

1. Require only two pilot wires. 

2. Provide complete phase and ground protection with a 
single relay at each terminal. 

3. Permit wide variations in current transformer performance. 

4. Be suitable for use over leased telephone circuits. 

5. Not operate incorrectly when the system is outof- 
synchronism. 

6. ihrovide adequate insulation between the pilot wires and 
the terminal equipment. 

7. Have provisions for dealing readily with longitudinal 
induced voltages in the pilot circuits or with differences in 
station ground potential. 

8. Have provision for supervising the pilot wires. 

9. Operate at high speed. 

A number of d-c or a-c pilot wire schemes based on di¬ 
rectional comparison or on current differential have been 
used to a limited extent. For example an arrangement 
similar to the carrier-current protection described has been 
used with pilot wire. However by far the greatest number 
of pilot-wire relay applications employ the Type HCB re¬ 
lay thereby meeting all of the above requirements. 

The arrangement is shown in Fig. 24. At each end of the 
line a voltage proportional to positive-sequence current 



^Po«itiv«*«equenM and Mro-Mqu«iioe ■egrofaiinf natwork. Tba Mooadary eur- 
rento are fed in. An internal voltage ie produced proportional to /i-f X/a The 
network ae viewed from the relay element terminafa hM thie internal voltajp and 
an internal impedance. A saturating transformer, not shown, is ussd betwesn 
the network and the relay element 

Fig. 34—Alternating current pilot wire scheme using the 
HCB relay. Simplified schematic. Only two wires are required 
and continuous supervision of them can be obtained as ^own 

dotted. 
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Fig. 25—Typical operating characteristics of the HCB relay for a phase A to ground ftiult with the currents through the 

two terminals 30 degrees out of phase, and a 2000-ohm pile t wire. 



Fig. 36^The Type HCB pilot-wire relay. The relay has a sin¬ 
gle operating element, which functions for all types of phase 
and ground faults. 

and a constant times the sero-sequence current is derived. 
The relay has variable-percentage differential character¬ 


istics. Each relay contAins a filter segregating the positive- 
and zero-sequence currents and combining the right 
amount of each into a single relaying quantity. Thus, by 
selecting the proper relay tap, tripping is obtained at any 
desired ground-fault current and phase-fault current. This 
reduction to a single differentiating quantity makes com¬ 
parison over only two pilot wires possible. The ability to 
trip correctly even with badly mismatched current trans¬ 
formers is illustrated in Fig. 25. The vector positions of 
the sequence currents for various types of faults are illus¬ 
trated in Fig. 32. 

15. Ground Relaying 

Overcurrent and directional relaying used for ground 
protection usually follows the same schemes as employed 
for phase protection. That is, the overcurrent ground re¬ 
lays for a radial system may be progressively timed, as in 
Fig. 13. For loop systems the directional element is added, 
polarized either by zero-sequence voltage or by a trans¬ 
former bank neutral current which is proportional to zero- 
sequence voltage. This results in progressive timing as in 
the loop circuit of Fig. 12. Stepped-distance relaying is 
likewise used but with limitations which will be dis¬ 
cussed. 

There are a number of differences between ground and 
phase relaying. 

(a) The zero-sequence impedance of the average trans¬ 
mission line is 2 to 5 times its positive-sequence impedance, 
while the zero-sequence impedance of the source, compris¬ 
ing frequently only the transformer-bank impedance, may 
be lower than the positive-sequence impedance of the 
source. Therefore as the fault is moved along the line, the 




366 


Relay and Circuit-Breaker Application 


Chapter 11 


ground-fault current falls off more rapidly than the phase 
fault current and current magnitude can he used more for 
discrimipation, at least where ground wires are used. 

(b) Usually there are many more sources of ground cur¬ 
rent than of phase current. This improves the selectivity 
obtainable with overcurrent ground relays. 

(c) A system may have several unconnected portions of 
zero-sequence network, in which case a ground fault in one 
section does not draw ground current from other parts. 
This makes the coordination of ground relays simpler than 
that of phase relays. 

(d) Fault resistance is likely to be much higher for 
ground faults than for phase faults on the higher voltage 
lines. At currents of 1000 amperes or more the arc voltage 
is 300 to 500 volts per foot so that a 1000-ampere line-to- 
line fault through a 5-foot arc involves a fault resistance of 
approximately 2500 volts divided by 1000 amperes or 2.5 
ohms. Compared with this, pole grounds, which may be 
the fault impedance for a ground fault, are usually in the 
5 to 50-ohm range. A wire on the ground can have almost 
any fault resistance. Being unaffected by load current, a 
ground-current relay can be set lower than a line-current 
relay. Thus it can be set low enough to operate even 
though the fault current is choked down considerably by 
fault resistance. 

(e) The zero-sequence mutual reactance between two 
parallel lines is important, although positive-sequence mu¬ 
tual reactance is usually unimportant. The zero-sequence 
mutual reactance leads to circulating residual currents in 
one line for a fault in the other, even though the lines are 
part of two separate systems. It also interferes some¬ 
what with distance-type ground relaying, although 
methods are available for compensating this effect in some 
cases.^^*^ 

Another factor of importance is that the fault, rather 
than the supply end of the line, is the source of zero- 
sequence voltage. That is, the zero-sequence voltage ta¬ 
pers down from the fault towards the relay as outlined in 
Sec. 23 and illustrated in Fig. 30. 

These factors lead to difficulties in applying impedance 
or other distance measuring relays for protection against 
ground faults. While they have been used in some cases 
where conditions are favorable and where discrimination 
would be even more difficult by other means, their use is 
limited. 

Overcurrent Ground Relaying —The vast majority 
of ground relaying is essentially overcurrent, with direction 
where needed. The more common elements follow: 

Type CO—Induction-overcurrent relay with instantaneous- 
trip attachment. The instantaneous trip is set below the max¬ 
imum ground current in the line for a fault at the next bus. 
Nonsimultaneous closure of the circuit breaker poles during load 
switching may result in momentary ground current sufficient to 
operate the instantaneous ground relays, where the relays are 
set sensitively. This has been avoided by connecting a residual- 
voltage-relay contact in series with the trip circuit. The latter 
does not operate during load switching operations. 

As above but with induction-directional element. Fig. 2(e), 
controlling the induction overcurrent element. The directional 
element may be polarized either by residual voltage, Type CR, 
or bank-neutral current if available, Type CRC. 

Instantaneous-overcurrent elements, such as the SC, can be 


used if the line terminates at the far end in a transformer that 
will not pass residual current. 

Reactance Relaying —has an inherent advantage over 
impedance relaying for ground fault protection in that the 
relay measurement is generally much less affected by fault 
resistance. If the currents supplied from the two ends of 
the line are not in phase, the fault resistance does appear to 
the relay to have some reactance. Nevertheless, the error 
in distance measurement caused by fault resistance is gen¬ 
erally much less with a reactance element than with an 
impedance element. 

For ground relaying it is desired that the relay measure 
the zero sequence reactance from the relay to the fault.*^ 
It may be noted that the ratio of line-to-neutral voltage at 
the relay to zero-sequence current is: 

lo 

where 7 o, /i, h are the sequence current at the relay and 
Zo, Zi, Z 2 the sequence impedances from relay to fault. 
Thus the zero sequence impedance can be measured as— 

„ E^ — I\Z\ — /2Z2 /o^o 

Zo- j - 

^0 io 

The positive and negative sequence voltage drops from 
relay to fault are deducted from the line to neutral voltage, 
JPa, by compensators and the resulting voltage divided by 
h is a measure of the zero sequence impedance. A react¬ 
ance element using this voltage and current will measure 
the zero sequence reactance as desired. 

The type HXS ground reactance relay operates on this 
principle, three elements being used to provide stepped- 
distance protection. As there is zero-sequence current only 
for fault conditions, no separate fault detector is required. 
Only one HXS relay is used for all three phases, the voltage 
of the faulty phase being connected to it by a type HPS 
faulty-phase selector relay illustrated in Fig. 2(0- 

To provide a single high-speed step, as for example where 
existing relays provide adequate backup protection, the 
HXL relay is used in conjunction with the HPS phase 
selector. This provides one ground reactance step,-* usually 
set about 75 percent of the line length, and a load-loss fea¬ 
ture which opens the second breaker instantly after the 
first breaker opens. The load-loss feature utilizes three 
overcurrent elements to recognize by the closing of at least 
one back contact and one or more front contacts that a 
fault is present and the far breaker is open. Under normal 
load conditions all three front contacts are closed. 

Negative-Sequence Directional Relaying —The 
negative-phase-sequence directional element can frequent¬ 
ly be used to advantage with an overcurrent ground relay 
to obtain selective clearing of ground faults. This results 
from three facts— 

1. Only two potential transformers are required. 

2. On solidly-grounded systems the negative-phase-sequence 
voltage at the relay may be of larger magnitude than the 
zero-sequence voltage at that point, hence, a more positive 
relay operation can be obtained. 

3. The negative-sequence directional element is not affected 
by zero-sequence mutual induction from parallel transmis¬ 
sion circuits. 
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Current-Voltage Product Relaying is also used for 
ground protection. As the fault is moved away from the 
relay, not only does the zero-sequence current at the relay 
drop quite rapidly, but also the zero-sequence voltage (or 
the bank neutral current which is proportional to it) de¬ 
creases. This makes the product of these two quantities 
an effective discriminating function. It is utilized in the 
types CW and CWC relays. See Fig. 2(e). 

16. Back-up Protection 

As mentioned earlier, in the event of failure of the proper 
circuit breakers to clear a fault, it is desirable to have some 
form of back-up protection to remove the fault from the 
system in the next best way that can be arranged within 
economic limits. The measures employed in present-day 
practice vary all the way from complete duplication of re¬ 
lays, circuit breakers, and tripping sources at one extreme 
to no back-up at all at the other extreme. The measures 
used in each case are somewhat a matter of opportunism as 
to what can be done conveniently, but more a matter of 
judgment and evaluation of the following factors: 

1. Technical means by which back-up could be provided. 

2. Importance of the section being backed up. That is, con¬ 
sequence to the system of failure of the primary protection, 
if one or the other of the various back-up possibilities is in 
use. 

3. Cost of providing back-up protection in various ways. 

4. Probability of faults, of the failure of primary protection, 
or of equipment failures that would cause costly or time 
consuming repairs if the primary protection should fail. 

5. Consequences to the industrial processes or other loads 
being served if service is lost, momentarily, or for a long 
time. 

To make these considerations more concrete a tew ex¬ 
amples may be cited. If a line fault hangs on due to a cir¬ 
cuit breaker failure and is not cleared, the first hazard is 
that the line may be burned down resulting in a time-con¬ 
suming repair job. The second is that the continued fault 
may cause the whole system to pull out of step and result 
in a complete shut down of an entire city area or large sys¬ 
tem, Provision of back-up may remove one or both of 
these possibilities depending on the circumstances. 

In an indoor station the failure of some piece of equip¬ 
ment to function properly, thereby leaving a fault un¬ 
cleared, may result in a fire or explosion ^vith extensive 
damage, which might have been avoided or minimized had 
some secondary means of clearing been in use. 

Needless to say these considerations extend far beyond 
protective relays, into maintenance, testing and safety 
practices, air versus oil switchgear, building construction, 
protection of lines against lightning and other hazards and 
quality of major equipment. All of these should eventually 
be weighed to obtain the most favorable over-all service for 
the time, effort and cost involved. 

In a system of transmission lines protected by overcur¬ 
rent or distance-measuring relays, the relays for each cir¬ 
cuit breaker can frequently be set to provide primary pro¬ 
tection for the immediate line section and back-up protec¬ 
tion for the next line section, as indicated by the character¬ 
istics of Fig. 13,15,16, and 18. Then in event of the failure 
of a circuit breaker to clear for any reason, all other lines 


feeding that bus are cleared at their remote ends, with 
some time delay. This is the most common form of back¬ 
up protection. 

Overcurrent relays are frequently used for back-up pro¬ 
tection on lines equipped with high-speed distance, or 
pilot-wire or carrier relays. These also provide protection 
for the immediate line wWle the primary protection is taken 
out of service for the testing. 

In many cases relays at one station. A, Fig. 27, cannot 
reach through the bus of the next station, B, to a fault at 



the ends of the lines beyond. This is especially true if there 
is generation on the bus at station B, or if the lines beyond 
are very long, or both. Consideration is then given to some 
form of protection that will clear all other circuit breakers 
on bus B, if one fails to open for a fault. One scheme in 
use is to have the relays of each circuit breaker on bus B 
not only trip their circuit breaker, but also energize a time- 
delay relay. This relay will trip all circuit breakers on the 
bus, through the bus-auxiliary lock-out relay, if the pro¬ 
tective relay does not open its contacts within a reasonable 
time, indicating that the fault has been cleared. This takes 
care of circuit breaker or trip-coil failure. Relay failure is 
backed up assuming that there is more than one relay ele¬ 
ment that should trip. However, it does not guard against 
battery failure or instrument-transformer or lead failures. 
Sometimes the back-up relays can be connected to different 
transformers than the primary protection but the only pre¬ 
caution normally taken with respect to the battery is good 
supervision. 

Experience indicates that it is better economy to apply 
back-up relays to protect against other equipment failures 
than merely to back-up another relay, while using all the 
same accessories. 

On some generator busses a partial-differential back-up 
is used to trip the complete bus section for feeder faults not 
cleared by the proper circuit breaker. The main sources, 
such as generators, transformers, and bus ties are totalized 
to operate these back-up relays. The relays are usually 
overcurrent and are given enough time to select with the 
main feeder protection. 
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In some very important stations complete duplicate sets 
of relays are used, operated from separate transformers to 
provide the back-up function. Also in certain large gener¬ 
ating stations, with double circuit breakers separating ma¬ 
jor bus sections with power concentrations of the order of 
200 000-kw load, the back-up partial-differential circuit 
not only uses separate current transformers but trips the 
other circuit breaker of the double-breaker combination. 
The partial-differential protection can often be arranged so 
that it backs up generator, reactor, and bus protection as 
well as feeder protection. 

Since carrier, pilot-wire or distance protection is some¬ 
times required to obtain 100 percent selective primary pro¬ 
tection, it is not always possible to obtain selective action 
of the back-up relays. There is some trend in the case of 
pilot-wire protection of short-line sections to cut the back¬ 
up relays in automatically when the supervision relays in¬ 
dicate that the pilot wires are inoperative. Some use is be¬ 
ing made of carrier in a somewhat similar philosophy, to 
block certain back-up elements when carrier is being re¬ 
ceived. 

17. Motor Protection 

For the larger motors which are equipped with protec¬ 
tive relays, the protection supplied varies with the impor¬ 
tance of the service and whether automatic or not and 
whether attended or non-attended. 

Many motors 500 horsepower and larger, and some 
smaller ones are protected by long-time (geared, 40-8ec- 
ond) induction-type overcurrent relays set in the neighbor¬ 
hood of 150 percent of maximum-load current, but with 
timing to permit the starting inrush of several-hundred- 
percent current for several seconds. A typical case might 
be 600 percent for ten seconds for an across-the-line-started 
induction motor, although these figures vary widely, de¬ 
pending on the application, and must be determined in 
each individual case. These relays will operate for a stalled 
motor, for internal motor faults, or for a heavy over¬ 
load. 

The overcurrent relays are usually provided with instan¬ 
taneous-trip attachments set above the motor-starting 
current to trip quickly for severe faults in starter, leads, or 
motor. 

Thermal relays are frequently provided in addition to 
the overcurrent relays, to provide more sensitive overload 
protection. Having a time constant of several minutes as 
contrasted with seconds for the overcurrent relay, they fol¬ 
low the motor temperature more closely. They will not 
protect the motor under stalled conditions, however, where 
the motor ventilation is missing; the overcurrent relay pro¬ 
vides this function. 

In automatic applications, and where starting in reverse 
would be serious, a phase rotation relay is used which 
closes contacts to permit a starting only if the phase se¬ 
quence is correct and voltage is present on all three phases. 
This does not guard against phase unbalances which might 
occur during operation, however. For this purpose, a 
phase-balance current relay. Fig. 2(p), is provided in many 
automatic schemes to trip if the S-phase currents become 
excessively unbalanced. Time-delay under-voltage protec¬ 
tion is frequently applied to guard against over-current or 


process damage, resulting from sustained operation at low 
voltage. However, where continuous operation is more im¬ 
portant than motor protection this feature is eliminated or 
used for alarm only. 

Thermal-alarm devices applied directly on the motors 
are becoming increasingly popular in attended stations 
where the operator can determine from the ammeters or 
other indications, the source of trouble. 

18. Power House Auxiliaries 

The power house is the heart of any electric system and 
its functioning rests on the motors which drive its fans, 
pumps, gates, and other auxiliaries. Hence reliability is 
paramount, and in addition to provision of a most suitable 
power supply and spare units for certain auxiliaries, much 
attention has been given to the relay protection. A recent 
survey of United States practice® resulted in the following 
recommendations, attendance being assumed. 

The 2300-volt motors should use long-time-delay phase-over- 
current relays for overload and internal motor faults, set at 
approximately 150 percent of rated current. They also should be 
equipped with instantaneous overcurrent relays for short-circuit 
prot^tion set above maximum-inrush current. If the auxiliaries 
are transferred, the instantaneous relay must be set above a 
higher inrush current. 

On essential motors* the time-delay overload relays may be 
used for alarm purposes only, and the instantaneous relays used 
to trip. In this case the time-delay relays can be set more sen¬ 
sitively than 150 percent of rated current. 

Low voltage motors (208, 440, 550 volts) should use a thermal 
device for overload protection, and an instantaneous-trip device 
for short-circuit protection. 

In addition, the report notes the desirability of eliminat¬ 
ing undervoltage protection except for alarm purposes, so 
that the loss of auxiliaries due to system disturbances will 
be minimized. 

19. Industrial Interconnections 

When a line is tapped to an industrial plant having gen¬ 
eration, it is common practice to segregate essential loads 
for operation from the plant generator and dump others in 
event of a line outage. If the same line is tapped for other 
plants, the problem arises of separating the plant under 
consideration from the line under conditions hazardous to 
its operation. One scheme in successful use on many indus¬ 
trial interconnections consists of separation based on any 
of three indications provided power flow has reversed and 
is toward the power company. The three indications are: 
under frequency, undervcltage, or generator overload. 
Any of these occurrences, provided power flow is away from 
the plant, is taken as sufficient cause for separating and at 
the same time dumping nonessential loads so that the re¬ 
maining plant load may be brought within the capacity of 
the plant generation. 

The relays normally employed are: 

Induction-type ovcrcurrent for generator overload. 

Induction-type under-frequency relay. 

Induction-type undervoltage relay. 

EQgh-speed-type three-phase directional relay. 

The generator overload relay is directional controlled so 

^Essential motors are in this case defined as those motors whose 
failure results in the shut-down of generating capacity. 
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that it will not start timing unless direction in the intercon¬ 
nection has reversed. 

Directional relays are also used, without the voltage, fre¬ 
quency, or current fault detectors, for this purpose. 

20. Three Terminal Lines 

Lines having three or more terminals** are generally 
more difficult to protect than two-terminal lines. Alternat¬ 
ing current pilot wire protection is applicable in many 
cases although the limiting values of pilot-wire capacitance 
and resistance are less per terminal than for two-terminal 
lines. Carrier schemes, particularly of the blocking type 
are applicable to multi-terminal lines. However, sequen¬ 
tial operation of circuit breakers occurs if fault current of 
appreciable magnitude flows out at one terminal for an in¬ 
ternal fault near another terminal. The first-zone imped¬ 
ance element nearest the fault, acting independent of car¬ 
rier, opens the first circuit breaker, after which carrier is 
stopped by the directional elements permitting clearing of 
the other circuit breakers. 

21. Out-of-Step Protection 

Practically all utilities,*® except those consisting of steam 
stations connected rigidly together electrically, have ex¬ 
perienced system instability. Most utilities have experi¬ 
enced some undesired operation of fault-protective relays 
as a result of system instability. Quite a number of utilities 
attempt either to block line relays from tripping because of 
out-of-step conditions, or to set the relays so that tripping 
will occur at a preselected point. Out-of-step blocking in 
conjunction with carrier relaying is the method most com¬ 
monly employed. 

Synchronous frequency changers interconnecting two 
systems may suffer mechanical damage to shafts and cou¬ 
plings if permitted to operate with the systems out-of-step. 
The resulting power pulsations may be close to the natural 
frequency of the two-mass system composed of the two 
rotors with connecting shaft. Out-of-step relays are avail¬ 
able which detect a slip cycle by the power reversal at high 
current and can be set to trip aifter two or three slip cycles, 
or before serious torque oscillations build up. 

Quick clearing of faults by modem 8-, 5-, and 3-cycle cir¬ 
cuit breakers and high-speed relays is well accepted as a 
measure of prime importance in improving system stability 
and reducing damage and permanent outages. Case after 
case could be cited where these improvements have been 
realized as circuit breakers and relays have been mod¬ 
ernized up to present-day standards. High speed reclosing 
has been made possible by simultaneous operation of cir¬ 
cuit breakers at the two ends of a transmission line by car¬ 
rier-current or pilot-wire relaying. This measure is gener¬ 
ally accepted as economically of greatest benefit in improv¬ 
ing stability and service reliability. Three-pole*^ reclosing 
has been most widely used. However, there are a number 
of applications of single pole reclosing** which further en¬ 
hance the stability by leaving the sound phases in service 
while the faulted ones are opened and reclosed. 

22. Testing and Maintenance 

Routine tests are made by many companies at quite fre¬ 
quent intervals such as one to three months, depending on 


the importance of the service. However, the major calibra¬ 
tion t^ts are generally scheduled for periods more of the 
order of six months to two years. One year is a quite comr 
mon period. There is a decided feehng that too frequent 
testing may cause more harm from mistakes and inadver¬ 
tent damage than the good that is accomplished. The tests 
vary from the over-all or primary test in which current is 
passed through the primary of the current transformer, 
and the circuit breaker tripped by the resulting relay ac¬ 
tion, to much less complete checks. A quite usual proce¬ 
dure would be to remove the relays from service and test 
and calibrate on a load box, and to check the instrument 
transformers for continuity and grounds. The instrument 
transformer-relay circuit is grounded at only one point** so 
that the intentional ground can be lifted for this test. If 
feasible the circuit breaker may be tripped by closing the 
relay contact. 

23. Relasrlng Quantities and How They Are Ob¬ 
tained 

The prime requisite of aU protective rela 3 ring is a funda¬ 
mental basis of discrimination, which has been variously 
referred to as a discriminating function or quantity, an op¬ 
erating principle, or a relaying quantity. This discriminat¬ 
ing quantity must be one to which a protective relay can be 
made to respond, and one which separates the desired trip¬ 
ping values from the desired non-tripping values. 

The common discriminating quantities, such as current, 
voltage, time, impedance, direction, and power are well 
known, and the methods of obtaining them from current 
transformers, potential transformers, and potential devices 
are generally understood and described elsewhere.^’** No 
general treatment of this subject can be given here. How¬ 
ever, some of the more important characteristics of these 
quantities will be briefly outlined. Some special considera¬ 
tion will be given the newer sequence quantities arising 
from the method of symmetric^ components, given in 
Chap. 2. 

Voltages and Currents During Fault ConditUms — 
Ten different faults of four kinds can occur at one point on 
the system: 


three-phase 

line-to-line 

ABC 

AB 

BC 

CA 

double line-to- 

ground 

ABG 

BCG 

CAG 

single line-to- 

ground 

AG 

BG 

CG 


When one of these four kinds of faults occurs along the 
line, the voltage and current relations at the relay are 
somewhat as shown in Fig. 28. For a three-phase fault the 
currents are balanced and lag the line-to-neutral voltages 
by the impedance angle of the line. In an average high- 
voltage line this angle is about 6(f. The addition of fault 
resistance tends to lower it. For line-to-line fault, say J5C, 
the current in Une B lags the collapsed BC voltage by a line 
impedance angle of about 6(f. For a two-line-to-ground 
fault, for example RCCr, a similar situation pertains, except 
that the line-to-neutral voltages B and C alro collapse to an 
extent depending on how solidly the system is grounded. 
Consider two easily visualized cases. If the system is 
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Fig. 28—^Typical unbaUuiced conditions of current and voltage occurring during various types of fault on a three-phase 
system with an angle of sixty degrees. Load current flow neglected for fault conditions. 


grounded through a very high impedance (Zo very high), 
the currents will be nearly the same as for a line-to-line 
fault except for a small added ground current. However, 
the fault will establish the mid-point between B and C 
phase voltages as ground potential. Another example is 
the case Zi»Zi*Zo for all parts of the system. For this 
case the phases are independent and the three-phase sys¬ 
tem acts exactly like three independent single-phase sys¬ 
tems. The two-line-to-ground fault BCO^ is the same as 
the three-phase fault except that phase A voltage is not 
collapsed, and only load current flows in phase A, The ma¬ 
jority of systems fall between these two limits. 

For a single line-to-ground fault on phase A, the cor¬ 
responding line-toneutral voltage collapses and the phase 
A current lags the line-to-neutral voltage of phase A by the 
impedance angle of the line-ground-retum circuit including 
the fault impedance. If Z© — Zi * Zi throughout the system 
this fault will not influence the other two phases. If Z© is 
higher than Zi, corresponding to high impedance ground¬ 
ing, the condition of ungrounded operation or full displace¬ 
ment of the voltage triangle is approached. 

Single-Phase Directional Element Response — 
Considering the different kinds of faults, and also their oc¬ 
currence with symmetry to A, B, or C phases, the angle 
between voltage and current for a fault on the line varies 
over rather wide limits. In using a single-phase directional 
element, as in the C/?, CZ, or HZ relay, a particular voltage 
must be associated with a particular current. 

S(f Connections, One of the common "connections” as¬ 
sociates the phase A current with the phase CA voltage 
and is known as the 30® connection, because at unity power 
factor under balanced three-phase conditions the current 
leads the voltage by 30®. A watt-type® directional element 


closes for current from approximately 90® ahead to 90® be¬ 
hind the voltage applied to its potential coils. For a three- 
phase fault on a 60® impedance-angle line the current lags 
behind its unity power factor position by 60®. With a 30® 
connection it lags the reference or polarizing voltage used 
on the directional element by 30®. Fault resistance (plus 
any modification of the relay characteristics by lagging) 
brings the fault current nearly to the maximum torque po¬ 
sition. For the other kinds of faults on different phases the 
current is shifted one way or the other, but the wide closing 
band of the relay allows for this variation. The 30® connec¬ 
tion uses star currents and delta voltages. 

The same system is followed in naming other connec¬ 
tions, although the relay used, including its phase-shifter 
if any, does not always have a closing zone for current from 
—90® to -f90® with respect to voltage. 

The 6(f Connection uses delta currents and voltages; the 
Ik ~/b current being used with the phase CA voltage. A 
relay with a closing zone approximately -|-90® to —90® is 
used. Delta-connected main or auxiliary current trans¬ 
formers are needed to obtain the delta currents. 

The 9(f Connection uses star currents and delta voltages; 
the phase A current being used with the phase CB voltage. 
In this case, however, a 45® voltage advancing phase- 
shifter is employed with the relay element giving it for star 
currents a closing zone approximately from 135® ahead to 
45® behind the delta voltage. For a three-phase fault on a 
60® impedance-angle line the phase A current leads the 

^Other directional elements may have their closing sons shifted 
as much as 46® in the leading or lagging direction. The element used 
with the 30® connection may be a watt type or may have its closing 
sone shifted 10® to 20® in the lagging direction. 
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phase CB voltage by 3(f, and a small fault resistance 
would swing it towaM leading. The closing sone ex¬ 
tends 90^ either side of this position and affords optimum 
opportunity for the relay to give correct directional indica¬ 
tion with other kinds of faults. 

Usually any of these three connections gives correct di¬ 
rectional indication although in individual cases advan¬ 
tages can be found for one or the other, depending on such 
factors as the impedance angle of the line, the possible 
fault impedance, and the likelihood of an undesired 
amount of directional element operation caused by leading 
load currents near the directional boundary. For distance 
carrier relaying using single-phase directional elements the 
G(f connection using delta currents is preferred since the 
same delta current is used on the imp^ance element. If 

Tablb 4—Sbqubncb Power Response of Three-Phase Direc¬ 
tional Elements 
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Plg> 39—Dtagranu ohowlng the relative dlrectione of poeitive*, 
negattve* and a e ro ee q uence power during fault conditions. 
The Chart (b) Indicates what part of the system fixes the pow¬ 
er factor for each sequence. 

impedance element operation is caused by a line-to-ground 
fault its associated directional element is influenced by 
fault current. This overcomes any possible load current 
effect. 

Three-Phase DbrecHondl Element Response —^The 
same connections are used with three-phase directional 
elements*. In this case another factor influences selection 
of the connection. Table 4 shows the functions of sequence 
power to which various connections respond. As shown in 
Figs. 29 and 30, positive sequence power flows toward 
the fault; negative- and lero-sequence power flows away 
from the fault, since the fault is the source of negative- 
and sero-sequence voltage. Therefore the positive-sequence 

This diaeuasion rdatas to three independent aingle-phase elements 
on the same shaft. No three-phase rotating field is involved. 































872 


Rday and CircuiU-Breakar Applicatian 


Chapter 11 



minus the negative-eequence power at the relay (P—AT) 
is more podtive for a fault out on the line than is (P+AT), 
and hence provides a better fault directional indication, 
having higher torques for fault currents in relation to 
those due to load currents. 

In table 4 the "connections” are shown in the first three 
columns, and the resulting three-phase torque on the ele¬ 
ment in the last colunm. The relative pha^ positions of 
the torques produced by positive- and negative-sequence 
power are shown in the 4th, 5th, and 6th columns, taking 
into account that when the impedance angles are the same 
throughout a system, the values of N and Z are opposite to 
P under fault conditions. The positive-sequence torque 
vector is drawn in the position of the conjugate of the cur¬ 
rent vector to produce maximum torque, the horisontal 
axis being the unity power factor position. Thus for the 
star-voltage, star-current, (f connection maximum torque 
is for unity power factor. If a watt responsive element 
is used the voltage must be retarded 60® by a phase-shifter 
to obtain maximum torque for current lagging 60® 

The star-voltage, star-current, 60® connection® can be 
obtained with the phase A current associated with the 
negative of the phase P-to-neutral voltage, the other 
phases being symmetrically connected. This is perhaps the 
best star-current, star-voltage connection as no phase shift 
is required to get maximum positive-sequence torque with 

•Thi* is not the commonly referred to 00® connection. 


current lagging 60®. Also the negative-sequence torquef is 
maximum for current lagging 120® and hence gives ^ per¬ 
cent of the maximum possible assistance to positive-se¬ 
quence torque for 60® system-impedance angle. As the 
system-impedance angle is likely to be above 60®, this is 
quite favorable. The aero-sequence torque is also in the 
right direction though not maximum. 

The delta-voltage, star-current, 30® connection has ad¬ 
verse negative-sequence torque, while the 90® connection 
is ideal in this respect, the positive- and negative-sequence 
torques have their maximums in the same direction for 
90® lagging current. The usual 45® voltage-phase-shifter 
brings the maximum torque to a desirable point and maxi¬ 
mum assistance is secured from the negative-sequence 
torque. 

The delta-voltage, delta-current, 60® connection, like the 
corresponding star-star connection, has good negative-se¬ 
quence torque in the proper direction for a 60® impedance- 
angle system. It has no zero-sequence torque. Maximum 
positive-sequence torque occurs for a 60® impedance angle 
without using a phase-shifter. 

In addition to symmetrical connections, one unsym- 
metrical connection is worthy of note in that it is capable 
of securing the desirable P—accurately. It uses the B 
minus C current with the CA voltage and the A minus C 
current with the CB voltage. It has maximum torque for a 
90® impedance-angle system and hence can be used to ad¬ 
vantage with a 45® voltage advancing phase-shifter simi¬ 
larly to the better known 90® connection of three elements. 

Impedance Measurement—Reiernng to Fig. 30, the 
difference between Ei and E 2 at the relay is the positive-se¬ 
quence drop from the relay to the fault plus the negative- 
sequence drop back to the relay. Recognizing that Zt»Zi 
for the line, it can be readily shown that the line impedance 
to the fault is: 


El — E% 

/i~/. 


( 1 ) 


This applies for three-phase, line-to-line, or double line- 
to-ground faults. For line-to-ground faults a higher im¬ 
pedance than Zi is measured by the ratio —A). 
From Eq. (1) the delta connection is derived 



(2) 


(3) 

/b-/.-(c*-o)(/,-/,) 

(4) 

Et) 

(5) 

Eh-E, Ei-Et „ 

/b-/.“/i-/,” ‘ 

(6) 


The last expression shows that for fault at a given loca¬ 
tion the delta voltage divided by the delta current is the 
line impedance Zi for three-phase, line-to-line and double 
line-to-ground faults. As shown previously a higher value 
is measured for line-to-ground faults. 

Lewis and Tippett*’ give the fundamental basis for dis¬ 
tance relaying in the most comprehensive paper on this 
subject. Among other things it is brought out that use of 
delta current and delta voltage on the impedance element, 
for example the A minus B current with the BA voltage, as 
tTbift refers to torque due to negative-eequence eurrenta and 
▼oltages. Actually it is torque in the positive direction. 
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outlined in the preceding paragraph, avoids a 15 percent 
difference in distance measured for line-to-line and three- 
phase faults, which is present if only one line current (star 
current) is used. 

Use of Sequence Quantities* —In using sequence 
quantities the point of view should be developed, first, that 
the fault is the source of negative- and zero-sequence volt¬ 
age and power, and that negative- and zero-sequence power 
(volt-amperes at system impedance angle) flow away from 
the fault at the relay location; second, that the sequence 
voltage is measured with respect to the bus-of-no-voltage 
or point n in the particular eequence network considered. 
These relations are brought out in Figs. 29 and 30. 

Sequence Voltage Distribution During Faults— 
In Fig. 30 the voltage gradients are shown very generally. 
For a three-phase fault the voltage tapers off from the gen¬ 
erator to the fault. For a line-to-line fault the positive- 
sequence voltage tapers off until, at the point of fault, it 
equals the negative-sequence voltage, which in turn tapers 
to zero back at the generator neutral, or point back of 
which there is no impedance to negative-sequence current. 
In some cases this may be an infinite bus. 

For a double line-to-ground fault the positive-sequence 
voltage again tapers off to the point of fault where it equals 
the negative- and zero-sequence voltages. These taper to 
zero in going back through the network until a point of no 
voltage of the respective sequence is reached. 

At a line-to-ground fault the positive-sequence voltage is 
the negative of the sum of the negative- and zero-sequence 
voltages and these taper to zero back through the network. 

It is well to note that if the zero-sequence impedance is 
high (high-impedance grounded system), the zero-sequence 
voltage is nearly equal to the normal positive-sequence or 
line-to-neutral voltage for a line-to-ground fault, and ap¬ 
proximately half as much for a double-line-to-ground fault 
where the generated voltage divides between the positive- 
and negative-sequence networks, thereby applying about 
half voltage to the zero-sequence network. As a result on 
lightly grounded systems all zero-sequence and residual 
voltages and currents are approximately half as much for 
double-line-to-ground as for line-toground faults. 

Sequence-Segregating FiltersSeqnence currents 
and voltages may be segregated from the corresponding 
line currents and voltages by segregating networks or fil¬ 
ters. The methods of obtaining zero-sequence currents or 
voltages are already well known as these quantities are 
simply one-third of the corresponding residual quantities. 
T3rpical sequence-segregating networks are given in Fig. 
31. The performance of each network is expressed by giv¬ 
ing its equivalent circuit^^* and also by giving the equations 
of operation. 

Polyphase networks for segregating positive- and nega¬ 
tive-sequence voltage are shown in parts (a) and (b), and 
are useful for operating a polyphase device in response to 
either of these quantities. The positive-sequence filter is 
also useful for obtaining a balanced three-phase supply 
from an unbalanced (or single-phase) supply. The remain¬ 
ing filters shown all have single-phase output. 

Parts (c) and (d) are auto-transformer type voltage- 
segregating networks and parts (e) and (f) are the all-im- 

*Rsfer to Chapt. 2. 


pedance type and require a special potential transformer 
connection. The star series transformer connection for ob¬ 
taining zero-sequence voltage is shown in part (g). Parts 
(h) and (i) are three-winding-reactor type current filters 
whereas parts (j) and (k) use an auxiliary current trans¬ 
former to produce the reactive drop due to B minus C cur¬ 
rent in a single-winding reactor. Note: The Type CRS 
negative-sequence directional relay uses filters (d) and (i) 
for negative-sequence voltage and current respectively. 

Parts (1), (m), (n), and (o) are all impedance-type cur¬ 
rent filters, (1) and (m) being suitable only when there is no 
zero-sequence‘current; (n) and (o) are not affected by zero- 
sequence current, but require double the number of current 
transformers. 

Part (p) is a zero-sequence current filter, which is merely 
the neutral connection of star-connected current trans¬ 
formers. 

A combination positive- and zero-sequence current- 
segregating filter is illustrated in part (q). This filter is 
used in the Type HCB pilot-wire relay.** The relative 
weighting of zero and positive sequence is determined by 
the relative magnitude of Ro and Ri. For example, if it is 
desired that the same internal voltage Ei be produced by 
one-tenth as much zero-sequence current as positive-se¬ 
quence current, the zero-sequence weighting factor k must 
be set equal to 10. Then the required value of Ro may be 
determined as follows: 

Ro =* ikRi ** 6.67/?! 

The relative phase positions and magnitudes of various 
sequence quantities of the reference or A phase vary with 
the type and phase of the fault. The response of a com¬ 
bination filter varies accordingly. Fig. 32 illustrates the 
relative positions and magnitudes of the vectors compris¬ 
ing the quantity /i+A*/o on a system for which the ground- 
fault current is one-tenth of the phase-fault current, and 
using a zero-sequence weighting factor of The Ii 

vectors have been magnified somewhat in the line-to- 
ground fault diagram to make them visible; their actual 
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Pig. 32—Vectors comprising the relaying quantity 
shown for h vectors magnified in line-to-ground 

fault cases. 
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length being one-fifteenth of the klo vector. The combina¬ 
tion, /i+A*/o, is the discriminating quantity used in the 
Type HCB pilot-wire relay which in effect totalises the 
two ends of the circuit. It is a single quantity having, for a 
majority of systems, a much greater value for fault condi¬ 
tions than for load conditions and thus is an ideal discrim¬ 
inating quantity. 

24. Reclosing 

Many of the faults occurring on power systems are tran¬ 
sient in nature and if the circuit is open^ momentarily, 
permitting the arc to become extinguished, the circuit can 
be reclosed successfully. The necessary power-off time for 
deionisation of the arc is given in Chapt. 13. For example, 
Logan and Miles*® have found that on the Georgia power 
system the number of successful reclosures is as follows. 


Number of tripnouts. 

Successful reclosures 

10090 

100% 

Ist immediate. 

8400 

83.25% 

2nd 15-45 seconds.... 

1084 

10.05% 

3rd 120 seconds.. 

143 

1.42% 

Circuit lockouts. 

.. 553 

5.28% 


This knowledge is used in a variety of ways. Many ra¬ 
dial distribution feeders are provided with reclosing relays. 
A very common arrangement, using the Type RC reclosing 
relay shown in Fig. 33, provides for one immediate and sev- 



Pig. The Type RC recloeing relay. A tingle Inttantaneoue 
plus teveral time-delay recloturee can be initiated with this 

relay. 


eral time-delay reclosures. In the event of a tripout after 
the third reclosure the line is locked out until the relay is 
reset manually. However if the line ‘‘holds,” even on the 
third “try,” the reclosing relay resets automatically, and is 
prepared to repeat the same performance at a later 
time. 

For a feeder sectionalized by a number of fuses, the re¬ 
placement of a fuse involves a service trip. However, an 
opening and reclosing operation interrupts the current be¬ 
fore any fuses blow, and if the fault is transient, the service 
trip is avoided. 

“Single-shot” reclosing which is also widely used may be 
accomplished by the Type SGR-12 reclosing relay. As 
shown by Logan’s data, it takes care of the large propor¬ 
tion of cases. Also a self-reclosing single-pole circuit 
breaker is used principally on single-phase feeders to per¬ 
form the single-shot reclosing function without the use of 
relays. Multiple-shot fuses are also used but require de¬ 
layed action of subsequent fuses and necessitate refilling 
manually after each operation. 

On tie lines or single lines serving important industrial 
loads reclosing is used for quite another purpose, namely, 
to keep the systems from going out-of-step or to prevent 
loss of essential loads. This phase of the problem is cov¬ 
ered in Chapt. 13. 

III. CONTROL SCHEMES 

To secure the system benefits expected from the circuit 
breakers and protective relays, it is essential that the con¬ 
trol scheme used result in prompt and reliable tripping of 
the circuit breaker when the relays indicate a fault within 
their protective zone. Two factors are involved: a reliable 
source of control power, and a scheme that permits the 
breaker to trip free in spite of all manual or automatic 
closing agencies. 

A control battery provides the most reliable source of 
tripping energy, and is connected to the shunt-trip coil 
by the protective relay contacts as shown in Fig. 34. As 



Fig. 34—A protective relay and circuit breaker. When the 
breaker opens, the auxiliary switch interrupts the trip circuit 
to prevent burning of the relay contacts. 









Chapter 11 


Relay and Circuit-Breaker Application 


877 


the circuit breaker opens, the trip circuit is broken by an 
auxiliary switch linked to the circuit breaker. 

25. Electrically Trip-Free Scheme 

Fig. 35 shows a typical circuit-breaker control scheme, 
one of the several commonly used, known as the X-Y relay 
scheme. A station battery provides power for closing and 



Pig. 35—^The X-Y scheme of circuit t>reoker control using a 

battery. 

C —Closing contact of control switch. 

T —Tripping contact of control switch. 

X —Closing contactor or relay. 

CC —Closing coil of main circuit breaker. 

Y —Releasing contactor or relay. 

P —^Typical protective relay contact. 

B —Auxiliary switch (closed when main circuit breaker is closed). 

TC —D-C shunt trip coil of main circuit breaker. 

tripping. The control switch merely controls the applica¬ 
tion of battery power to the closing solenoid or shunt-trip 
coil as desired. The protective relay, when it operates, ap¬ 
plies battery power to the shunt trip coil. 

The X-Y relay scheme prevents pumping and makes the 
circuit breaker electrically trip-free. The closing contact of 
the control switch picks up the X relay that energizes the 
closing solenoid of the circuit breaker. As the circuit 
breaker reaches its closed position, an auxiliary switch B 
energizes the Y relay that seals in through its own front 
contacts. The Y relay contacts shunt the X relay, which 
opens and interrupts current to the circuit breaker closing 
solenoid. 

If the circuit breaker trips automatically when it is 
closed in on a fault, it will open and will not reclose even 
though the operator holds the control switch in the closing 
position. The X relay remains shunted by the Y relay un¬ 
til the control switch is returned to the neutral position. 

The trip-free relay scheme^ provides a similar action 
through the use of a specially designed contactor for con¬ 
trolling the heavy current to the breaker-closing solenoid. 
The moving contact assembly of this contactor is tripped 
free from the operating armature by a release coil energized 
by an auxiliary switch when the circuit breaker reaches its 
closed position. Thus even though the closing contact of 
the control switch or of an automatic closing device re¬ 
mains closed, thereby holding the operating armature 
closed, the circuit to the closing solenoid of the circuit 


breaker remains open after the circuit breaker has once 
closed in and tripi^ out. This situation continues until 
the control switch is restored to neutral or the closing con¬ 
tact of the automatic device opens. 

26. Mechanically Trip-Free Arrangements 

If a circuit breaker is to be closed manually against a 
possible fault, it should be mechanically trip-free from the 
closing linkage. The mechanically trip-free feature pro¬ 
vides somewhat faster tripping for three reasons. First, 
the circuit breaker contacts can be tripi>ed free an 3 rwhere 
in the closing stroke without waiting for the closing current 
to be cut off before acceleration towards the open position 
can start. Second, with the contacts tripped free from the 
closing solenoid the mass to be accelerate is less. Third, 
because of eddy currents the flux in the closing solenoid 
does not decay immediately when the circuit is opened; 
thus there is appreciable magnetic retardation in the open¬ 
ing of a mechanically non-trip-free breaker which has just 
been closed. 

High-speed reclosing requires that the circuit breaker be 
mechanically non-trip-free so that the contact motion can 
be arrested before the full open position and the breaker 
closed again. To meet this need without encountering de¬ 
layed opening if the recloeure takes place on a permanent 



Fig. 36—A-C tripping zchemes. 
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fault, a mechanism has been designed that is mechanically 
trip-free on the second opening but not on the first, except 
when the circuit breaker is initially closed. 

27. A-C Tripping 

In less important locations, where the cost and main¬ 
tenance of a control battery is not justifiable, various forms 
of a-c tripping are employed for the smaller, lower voltage 
circuit breakers. Some of the more desirable of these are 
shewn in Fig. 36. 

The series-trip and transformer-trip schemes are used 
where the accurate magnitude and timing characteristics 
of a protective relay are not required. The transformer 
trip is used where the primary voltage or current is too 
great for the series trip. 

The capacitor trip and a-c shunt trip require a source of 
a-c control power. The capacitor trip is much to be pre¬ 
ferred in most cases because its ability to trip is not im¬ 
paired by the momentary drop in voltage at the time of a 
fault. The a-c supply is taken from the source side of the 
circuit breaker so that the capacitor is charged before the 
circuit breaker is closed. A-c shunt tripping can be used 
only where the reduction of voltage at time of fault on the 
protected circuit will not prevent tripping by some trip¬ 
ping agency. 

The circuit-opening relay scheme and the tripping-trans¬ 
former scheme are similar to the transformer-trip scheme 
in that the line current transformer supplies the trip-coil 
energy. However, a protective relay is added and must be 
supplied by the same or by a different current transformer. 
The trip coil imposes a heavy burden on the current trans¬ 
former, and there is a definite lower limit to the primary 
current at which tripping can be secured. The relay must, 
of course, be set above this value. 

IV. APPLICATION OF CIRCUIT BREAKERS 

The application of circuit breakers to power and lighting 
circuits involves the choice of the type of breaker and its 
mounting or housing as well as determination of the specific 
ratings required for the particular service. 

28. Typical Circuit Breaker Construction and 
Practice 

Low Voltage Circuit Breakers —Circuit breakers 
intended for service on a-c circuits up to 1500 volts and 
d-c circuits up to 3000 volts are classified as low-voltage 
breakers.** For such service air breakers have many ad¬ 
vantages and are generally used in preference to oil 
breakers. They are inherently fast in operation, free from 
fire hazard, require little maintenance on repetitive service, 
and, because of the low voltage, are simpler, more com¬ 
pact, and easier to handle than oil breakers. 

For low-capacity branch lighting and utility circuits 
such as are found in commercial and public buildings, 
small, molded case "thermal-breakers’’ are grouped in 
panelboards such as that shown in Fig. 37. Such breakers 
are usually operated manually and are available in ratings 
up to a maximum of 600 amperes load current and 25 000 
wperes interrupting current. They provide automatic 
inverse-time overload tripping to protect circuit wiring 



Fig. 37—Low-voltage distribution panelboard. 

against overloads and short-circuits. Separate protective 
equipment is required for utilization devices such as 
motors. 

For more important and higher capacity circuits, metal- 
enclosed, drawout assemblies of air circuit breakers, as in 
Figs. 38 and 39, are used. Typical applications are found 
in main feeders of the lighting and utility circuits de¬ 
scribed above, and for the low-voltage power circuits of 
such buildings as well as industrial plants and generating 
stations. These breakers may be operated either manually 
or electrically (under some conditions only electrical op¬ 
eration is recommended) and may be obtained with direct- 
acting series overload trips or relays which will give selec- 




Pig. 38— 1680 ampere, 680 volt, Type DB-S8 air circuit breaker 
—58,888 amperes interrupting capacity. 
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Fig. 39—Typical Installation of low-voltafte, metal-enclosed 
switchgear, 

live isolation of a faulty circuit. The metal-enclosed gear 
is factory assembled and tested and provides maximum 
reliability, safety and ease of maintenance with minimum 
interruption to service. These breakers may be used to 
provide control as well as running overload and short- 
circuit protection for individual motor circuits. 

Even where unusual atmospheric conditions are en¬ 
countered (see Sec. 30), low voltage air breakers may be 
used if they are mounted in suitable sealed enclosures. 

Power Circuit Breakers — Medium Voltage — 
Circuit breakers intended for service on a-c circuits above 
1500 volts are classified as power circuit breakers. 



Fig. 40—Magnetic type air circuit breaker—4160 volte, 150- 
mva interrupting capacity, type 50-DH-150. 



Fig. 41—^TypIcal metal-clad drawout switchgear for 13.8 kv 
indoor service. 


For indoor service at from 1.5 to 15.0 kv and up to 500 
mva interrupting duty, magnetic-type air breakers in 
metal-clad assemblies have become predominant, although 
metal-clad oil breakers are also used under adverse atmos¬ 
pheric conditions. A typical breaker and assembly are 
shown in Figs. 40 and 41. Although interrupting time and 
space required are the same for medium voltage air and 
oil breakers, the freedom from oil-fire hazard and lower 
maintenance on repetitive service are distinct advantages 
of the air breakers. Many such breakers are used, both 
for power and lighting feeders and to control individual 
large industrial or powerhouse-auxiliary motors. 

For indoor service at interrupting ratings above 500 
mva, and for any rating at voltages between 15 and 34.5 



Fig. 42—CompreMed air circuit breaker in station cubicle— 
15-H kv insulation class. 
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kv, compressed-air breakers mounted in station cubicles 
have become standard. A typical unit is shown in Fig. 42. 

Circuit-breaker practice in outdoor substations is more 
varied than in indoor service because there is a greater 
range in the requirements. In rural and outlying substa- 



Pig. 43—Installation view of outdoor 33 kr, 2M OM kva, oil 
circuit breakers. 



Fig. 44—Typical outdoor coordinated unit substation. 


tions both normal load and interrupting kva are relatively 
low, and such factors as fire haiaM, space requirements, 
appearance and rapid maintenance may not be critical. 
For such service frame-mounted oil breakers with open 
buses and disconnecting switches are frequently used be¬ 
cause of lower cost. A typical installation is shown in Fig 
43. 

For suburban and urban outdoor service up to 15 kv and 
up to 500-mva interrupting duty the many advantages of 
metal-clad oil-less switchgear (freedom from oil-fire haS- 
ard, compactness, appearance, ease of maintenance and 
flexibility) have resulted in the use of such gear for the 



Fig. 4S— 34.5-kT, lM#-mTa, frame-mounted, oil circuit 

breaker*. 

majority of these substations. The metal-clad gear is 
usually throat connected to the transformerCs) although 
roof bushings are sometimes used, especially with single¬ 
phase transformers. A typical installation is shown in Fig. 
44. The cost comparison between open gear and metal 
clad varies with the voltage and kva rating, the type of 
open structure used, the cost of real estate, the labor facili¬ 
ties of the utility, and the method used in estimating over¬ 
head and fixed charges 

Oil circuit breakers are used where severe atmospheric 
conditions are encountered, either frame mounted or in 
metal-clad structures. 

For outdoor service at interrupting ratings above 500 
mva and for all interrupting ratings at voltages between 
15- and 34.5-kv, oil breakers are essentially standard. A 
(ypical installation is shown in Fig. 46. 

High-Voltage Breakers —Almost all circuit breakers 
rated above 34.5 kv are mounted outdoors and are oil 
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Fig. 46—230-k¥, 3500-m?a, floor-mounted, oil circuit breaker. 

breakers of the grounded metal-tank type. Pneumatic 
operating mechanisms predominate and these can be ar¬ 
ranged to give 20-cycle reclosing. A 230-kv installation is 
shown in Fig. 46. 

Some experimental installations have been made of air- 
blast and oil-poor breakers at high voltage and a table of 
ratings for such breakers has been included in the stand¬ 
ards as a guide for development. At the present time it is 
difficult to produce and install an oil-less outdoor breaker 
having current transformers and potential devices to com¬ 
pete economically with conventional oil breakers. There 
is also the hazard of fragile porcelain structures. So far 
there is no definite indication of the place such breakers 
will fill in normal practice. 

29. Standard Ratings of Circuit Breakers 

The standard ratings of the several classes of circuit 
breakers are defined in ASA, AIEE, NEMA, and Under¬ 
writers Laboratories standards. It is not the 

intention here to review these ratings in detail, only to 
discuss the principal factors involved in the selection of a 
circuit breaker for a particular application. 

Rated Voltage —In general a circuit breaker is given 
a rated voltage which designates the maximum nominal 
system voltage for which the breaker is intended and also 
a maximum design voltage which designates the maximum 
operating voltage for which it is intended. For certain 
low-voltage breakers this distinction is not made and rated 
voltage should be taken as maximum. Standard voltage 
ratings of power circuit breakers are in terms of three- 
phase line-to-line voltage. 


Standard values of rated voltage are based on operation 
at altitudes of 3300 feet or less. Standard equipment may 
be operated at higher altitudes if the maximum operating 
voltage is not more than the maximum design voltage 
times a correction factor, as follows: 

Altitude in Feet Voltage Correction Factor 

3300 1.00 

4000 0.98 

5000 0.95 

10000 0.80 

Operation at altitudes other than those listed is covered in 
AIEE f/tlTi but operation above 10 000 feet should be given 
special consideration because of possible influence of alti¬ 
tude on interrupting capacity. 

Rated Impulse Withstand Voltage —Impulse rat¬ 
ings of standard power circuit breakers are list^ in ASA 
C 37.6. A correction (the same as that given above for 
rated voltage) should be made for the effect of altitude 
above 3300 feet on impulse strength. No such ratings are 
given for low-voltage air breakers because such breakers 
are seldom exposed to impulse voltages. When necessary, 
impulse stren^h could be taken as the crest of the 60-cycle 
test voltage.^'® 

The surge protection of the system should be coordi¬ 
nated with the impulse strength of the breaker, both across 
the open contacts and to ground. Attention should also 
be given to increase in surge voltage because of reflections 
which occur at breakers when their contacts are open, 
especially where cables are involved.'®* 

Frequency —Standard power circuit breakers are 
rated at 60 cycles. Service at other frequencies must be 
given special consideration. Although standard 60-cycle 
power circuit breakers are given corresponding continu¬ 
ous-current ratings for 25-cycle service,'®® other ratings 
(e.g. interrupting capacity) must be checked and acces¬ 
sories must be made suitable. Low-voltage breakers are 
listed for 60-cycle service and for direct current. Service at 
other frequencies requires special consideration. 

Rated Continuous Current —This rating is based 
on operation of the circuit breaker or switchgear assembly 
where the ambient temperature (measured outside the 
enclosure where such is supplied) does not exceed 40®C and 
the altitude does not exce^ 3300 feet. Operation in higher 
ambient temperature must be given special consideration. 
Molded-case, thermal-trip, low-voltage circuit breakers 
are calibrated on the basis of an ambient temperature of 
25®C. Operation in ambient temperatures other than 
25®C will affect the tripping characteristic and must be 
taken into consideration. Standard equipment may be 
operated at higher altitudes by reducing the continuous 
current rating in accordance with the following table. 

Altitude in Feet Current Correction Factor 

3300 1.00 

4000 0.996 

5000 0.99 

10000 0.96 

Rated Interrupting Current—Rated Interrupt^ 
ing Mva—Operating Duty—InterruptingTime—The 

rated interrupting current of a power circuit breaker is 
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based on the rms total current in any pole of the breaker 
at the time the breaker contacts part. (Note that this time 
may be considerably shorter than the interrupting time.) 
The correct value of rated interrupting current for an op¬ 
erating voltage other than rated value can be calculated by 
the following formula: 

Amperes at o|>erating voltage amperes at rated volt¬ 
age X — rated volt^ e— Operating voltage should, of 
operating voltage. 

course, not exceed the maximum design voltage. Also, no 
matter how low the voltage, the rated interrupting current 
is not increased above the rated maximum interrupting 
current. Standard rating tables'* give the value of rated 
interrupting current at rated voltage as well as the rated 
maximum interrupting current and the corresponding 
operating voltage. Over this range of voltages the product 
of operating voltage and current is constant and this pro¬ 
duct times a phase-factor is called rated interrupting mva. 
For 3-phase circuits the factor is 1.73, for 2-phase circuits 
2.0, and for 1-phase circuits 1.0. However, standard 
briers are rat^ only on a three-phase basis and rules 
are provided (given later in this chapter) for determin¬ 
ing the equivalent three-phase interrupting ratings. 

The above values of rated interrupting current are based 
on specified conditions of circuit recovery voltage, breaker 
performance, and also on etandard operating duty. For 
power circuit breakers rated 50 mva and higher (“oiJ-tight 
or oil-less’’) this consists of two untt operaHone (CO) sepa¬ 
rated by a Ifi-second interval. Each unit operation consists 
of breaker closing followed by its opening without inten¬ 
tional time delay. This standard operating duty is desig¬ 
nated by the expression, CO-l-15 sec.-fCO. For power 
circuit breakers rated 25 mva and lower (“non-oil-tight”) 
the standard operating duty consists of two unit opera¬ 
tions separated by a two-minute interval (CO+2 min. -f- 
CO). For any other operating duty the standard inter¬ 
rupting ratings should be reduced in accordance with rules 
given in NEMA standards.'* The following revision of the 
current rules is now being recommended by AIEE to ASA. 

NEMA STANDARDS-RSGLOSING DUTY GYCOLE FAC¬ 
TORS FOR OIL-TIGHT AND OIL-LESS POWER CIRCUIT 
BREAKERS—REVISION OF 11/17/49 

8G-fi-90 BREAKER RATING FACTORS FOR RECLOBING 
SERVICE (Rev.) 

A. The interrupting ratings of power circuit breakers may be 
reduced for operating duty cycles other than the standard, CO 
-1-15 Sec.+CO (See SGfi-40, Par. B) to enable them to meet the 
standard of Interrupting Performance. (See SGfi-40, Par. C) 
Note: Such factors do not apply to highly repeUtive duty at or 

near the continuous rating of the breaker. 

B. For purposes of this section, the following duty cycles shall 
be considered as representing the Unusual Duty Cycles for Re- 
closing 

R^losing Duty Cycle I O-t-15 Sec. **+CO+15 Sec.** 

-t-CO+16 Sec.**-fCO 

Reclofdng Duty Cycle II O-f-0 Sec.*-|-CO 

Reclosing Duty Cycle III 0-1-0 8ec.*-f CO-H16 Sec.** 

-l-CO+16 8ec.**-|-CO 

*Zero seconds shall be interpreted to mean no intentional time 
delay. 

**15 seconds or longer. 



» xtao icooiio s smau. sc MTsssscTts TO mum m mwmommL vm oslax 
fM IS MCdios ea lonsiii. 

Fig. 47—^Breaker rating factora for the usual reclosing duty 

cycles. 

C. The Breaker Rating Factors for the Usual Reclosing Duty 
Cycles are obtained by Terence to Figure 47. This gives the 
percentage rating factor for the duty cycle in question at the 
rated interrupting current at the circuit voltage of the system to 
which the breaker will be applied. 

D. The breaker interrupting rating at the specified reclosing 
duty cycle is obtained by multiplying the rated interrupting 
amperes by the rating factor. 

Example: Determine the interrupting rating of a 34.5 kv, 
1000-mva breaker used at 23-kv on Reclodng Duty Cycle I. 

1. Breaker Interrupting Rating on Standard Duty Cycle: 
17 000 Amperes at 34.5-kv 

25 000 Amperes at 23 kv 

2. Figure 1, Ciurve A, gives a rating factor of 91.5 percent at 
25 000 amperes for reclosing duty cycle I. 

3. Breaker Interrupting Rating on Duty Cycle I at 23 kv 
• Rating Factor, 91.5 percentX25 000 Amperee*22 900 
Amperes. 

E. Breaker Rating Factors for Other Than the Usual Re- 
closing Duty Cycles 

1. The standard for the number of operations is two (2). 
Additional operations increase the duty on the contacts and 
therefore a rating factor is applied to enable circuit breakers 
to meet standards of interrupting performance. (See SG6-40, 
Par. C) 

(a) For Three Operations—Use mean factor between 2 and 
4 operations, (Standard and Duty Cycle I). 

Example: 0-1-15 Sec.-fCO-h 15 Sec.-hCO 

% Factor*97 for 20 000 Amperes 

(b) For Five Operations—Use Factor obtained by re¬ 
ducing that for 4 operations (Duty Cycle I) by difference 
between 2 and 4 operations. 

FIxample: O-i-15 8ec.-l-CO-t-15 Sec.-HCO+15 Sec. 

-)-CO-i-15 Sec.-|-CO 

% Factor*"94 —6 * 88 for 20 000 Amperes 

2. The standard for the interval between operations is 15 
seconds. Reducing this interval increases the interrupting 
duty and therefore a rating factor is applied to enable 
breaker to meet standards of interrupting performance. 
(See 8G6-40Par. C) 
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(a) For Two Operations—Reduce 100 percent factor for 
15 seconds by an amount equal to proportionate part of the 
reduction for zero interval as determined by the ratio of the 
times. 

Example: 0+6 8ec.+CO 

% Factor «100 - } (100 - 94) - 96 for 20 000 
Amperes 

(b) For Four Operations—Multiply the factor for Duty 
Cycle I by the appropriate factor determined under para¬ 
graph 2 (a) for each interval less than standard. 

Example: 0+5 Sec.+CO+5 Sec.+CO+5 Sec.+CO 
% Factor*94x96X96X96*83 for 20 000 
Amperes 

(c) For Three or Five Operations—Use combination of 
Rule 1 and Rule 2 (a) applied for each interval. 

Example: 0+5 Sec.+CO+6 Sec.+C 

% Factor-97X96X96-89 for 20 000 Am¬ 
peres 

3. The usual instantaneous reclosing cycles are Duty Cycles 
II and III. Variations are in the number of operations. 

(a) For Three Operations—Use mean between factors for 
Duty Cycles II and III. 

Example: 0+0 Sec.+CO+15 Sec.+CO 
944-85 

% Factor = —-— = 89.5 for 20 000 Am- 


= 89.5 for 20 000 


peres 

(b) For Five Operations—Use factor, by reducing that for 
4 operations (Duty Cycle III) by difference between 2 and 
4 operations. 

Example: 0+0 Sec.+CO+15Sec.+CO+15Sec.+CO 
+ 15 Sec.+CO 

% Factor - 85 - (94 - 85) = 76 for 20 000 
amperes 

The reclosing duty cycle factors for breakers rated 25 
mva and below (non-oil-tight circuit breakers) are given in 
Table 5. 

Table 6*—Rbclosino Duty Cycle Factors for Non Oil- 
tight Oil Power Circuit Breakers 


Duty Cycle 


Percentage of 
Standard Inter¬ 
rupting Capac¬ 
ity Rating 


B—CO+2 nun.+CO. 

C—CO+2 min. +CO+2 nun. +CO+2 rain. +CO 
D—CO+SOsec.+CO+30 sec.+CO+SOsec.+CO 

**E—CO+0 sec.+CO+O sec.+CO+O sec.+CO.. 

F—300 cycles CO at 15-min. intervals. 

••O—CO+0 sec. +CO+30 sec. +CO+76 sec. +CO 


H—CO+158ec. +CO4-30sec. +CO+768ec. +CO 40 

I—CO+60 sec.+CO+eO sec.+CO. 70 

J—CO+16 sec.+CO. 60 

Nots—T bs tiandard oparatinf duty (duty oyola) for non oil-tight oil power 
Ireuit broakert it 2-CO operationa witn a 2-minut6 intarval. 


dreuit braakert it 2-CO operationa witn a 2-minut6 intarval. 
*^produoad from NEMA 46-116, 806-00. 

aaoonda ahall be interpratad to maan no intantional tima dalay. 


The interrupting time of a power circuit breaker is the 
maximum interval from the time the trip coil is energised 
at normal control voltage until the arc is extinguished. 
This time is published for standard power breakers for 


the interruption of currents from 26 percent to 100 per¬ 
cent of the rated value. 

The interrupting rating of low-voUage air circuit breakers 
is based on the nns total short-circuit current which would 
occur at the end of ^ cycle at the breaker location if the 
line terminals of the breaker were short-circuited. The 
impedance of the breaker which interrupts the circuit 
should not be included in calculating the interrupting duty. 
Also, for three-phase a-c circuits the breaker rated inter¬ 
rupting current should be chosen on the basis of the aver- 
age of the currents in the three phases. For single-phase 
circuits the average current which would occur for three 
successive short-circuits should be used. For average sys¬ 
tems the average 3-phase or l-phase nns total current will 
be equal to 1.25 times the initial subtransient symmetrical 
current. 

Low-voltage air breakers for d-c service are also applied 
on the basis of the short-circuit current without the breaker 
in place; however, the maximum current is measured. 

The standard rated interrupting current of low-voltage 
air circuit-breakers is based on a standard operating duty 
designated 0+2 min+CO. The breaker opens the circuit 
and, after a 2-minute interval, is reclosed on the fault, 
which it opens without purposely delayed action. 

For other interrupting duty the standard interrupting 
rating should be multiplied by factors given in Table 6. 

Table Operating Duty for Rbclosing Service 
For Large Air Circuit Breakers 

Percentage of 

Duty Cycle Published Inter¬ 

rupting Rating 

B—0+2 min. +CO. 100 

C—0+2 rain.+CO+2 inin.+CJO+2 min.+CO.. 70 

D—0+lOsec.+CO+30 sec.+CO+30 sec.+CO.. 60 

*E—O 4 ^ sec.+CO+0 sec.+CO+0 sec.+CO. . .. 25 

F—3(X) cycles CO+ 15 min. intervals. 30 

•G—0+0sec.+CO+30 sec.+CO+75 sec.+CO. . 30 

H— O -I 15 sec. +CO +30 sec. +CO+75 sec. +CO.. 40 

I—0+60sec.+CO+60 sec.+CO. 70 

J—O + lSsec.+CO. 60 

*Zero seconds fthall be interpreted to mean no intentional time delay. 

♦K^opied from 807-63 of NEMA etd. 46-100. 

Notb —Derating factors are not available for automatic reclosing service on 
d-c circuits. Circuit breakers designed for the purpose are ordinarily required. 

This table does not apply to molded-case breakers be¬ 
cause they are not used on reclosing service. 

Rated Momentary Current —The maximum nns 
total current (including the d-c component) through a 
breaker, measured during the maximum cycle, should not 
exceed the rated momentary current. For power circuit 
breakers this rating applies to each pole of the breaker 
taken individually and for the worst condition of asym¬ 
metry. 

Rated Four-Second Current—A four-second cur¬ 
rent rating is given for power circuit brefdeers based on the 
nns total current measured or calculated at the end of one 
second. For standard breakers it is numerically equal to 
the rated maximum interrupting current, and 1/1.6 times 
the momentary current. For normal circuits this means 
that the permissible duration of the maximum permissible 
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fault current is four seconds. No current rating is given 
for timdb longer than four seconds but less than continu* 
ous. 

No sitnilAT short-time rating is given for low-v(Jtag;e 
breakers because such breakers are normally equipped with 
direct acting series overload trips. 

Rated Making Current— This rating is given to 
power operated power circuit breakers only. No provision 
is made for manual closing of oil-less breakers or for oil 
breakers above 250 mva. It is essentially a design require¬ 
ment to preclude welding of contacts or other undue dam¬ 
age when a breaker closes on a fault. It is required that 
the breaker “be immediately opened without purposely 
delayed action." 

The values of momentary and making-current rating for 
present standard breakers have been so selected that these 
ratings will not normally limit application of the breakers 
when they are applied in accordance with the recom¬ 
mended “simplified procedure," which will be described 
later in this chapter. An exception may occur where 
motors produce a large portion of the fault current. 
Breakers may also be applied on the basis of decrement 
curves or detailed calculations and, imder unusual condi¬ 
tions or in existing installations, momentary current may 
be the limiting rating of the breaker. 

Rated Latching Current — This rating is distin¬ 
guished from rated making current in that the breaker must 
latch when it closes on a fault of the specified rms total 
current magnitude. Thus delayed tripping is permissible 
within this rating if the magnitude, duration, and opera¬ 
ting duty are within the short-time and interrupting rat¬ 
ings. For present standard power circuit breakers the 
latching current rating is numerically equal to both the 
fou^ second rating and the maximum interrupting current 
rating. However, the latching current is measured during 
the maximum cycle whereas the interrupting rating is 
measured at the time the contacts part and the four- 
second rating is measured at the end of one second. 

Rectosing Time —For outdoor reclosing oil-circuit 
breakers standard and fast reclosing times are shown in 
Table 7. These values apply only to breakers which have 
a continuous current rating of 1200 amperes or less when 
operated in conjunction with an automatic reclosing 
device. 


Tablb 7*—Rbcxx)sino Timb fob Outdoor Rbclosino 
Oil Circuit Brbaxbrs (60-Cyclb Basis) 


Rated VoltAge 

Reclosing 

Time-Cycles 

Standard 

Fast 

7.6 to 23 kv incl. (under 600 mva). 

30 

30 

16 to 23 kv incl. (600 mva and higher). 

46 

30 

34.6 to 69 kv incl. (6(X) mva and higher). 

46 

20 

116 to 230 kv incl. (600 mva and higher). 

30 

20 


Nots 1—TImm tiiiM TAluat Mtume rsted eonirol voltog* or oporotinc proaturo 
moinuUnod at ibt moohaniam la eaaa iha aoairol voltaca or prewura oropa to 
90 paroaat of ratad roltafi or prowura, tha raoloaiiic timaa will ba iac r eaaad to 110 
paroaat of %hM% tabulatad. 

Nora 11—Raeloaioc iiiaa for oU-laaa braakars baa not vat baan atandardiaad. 
tabla waa raproduoad Uim NEMA atandard 46-110 SQMSw 


30. Selection of Circuit Breakers for Specific Sys¬ 
tem Conditions 

Genera/— The great majority of circuit breakers are 
applied as three-pole, gang-operated breakers in three- 
phase power systems which are ungrounded or grounded at 
the neutrals of generators or transformers. Consequently 
the standard ratings of most circuit breakers are given 
on this basis. For such an application it is sufficient (in so 
far as rating is concerned) to select a breaker such that 
none of its standard ratings will be exceeded under any 
condition of system operation. 

For example, the voltage rating should include allow¬ 
ances, where applicable, for such factors as line voltage 
regulation, shunt or series capacitance, overexcited or 
overspeed operation of synchronous machines, line-drop- 
compensation of tap changers or feeder voltage regulators 
and the operation of transformers on tap positions other 
than the nominal values. Both voltage and continuous cur¬ 
rent ratings should take into account future load growth and 
the contingencies associated with circuit or apparatus 
outages. The various ratings associated with interruption 
of faults should include allowances for increase in genera¬ 
tion, addition of parallel circuits or transformers, and any 
other system changes which would increase interrupting 
duty. The calculation of fault currents and their inter¬ 
pretation in terms of interrupting ratings will be con¬ 
sidered separately in Sec. IV 

System frequency will usually be substantially constant 
at 60-cycles. Operation at other frequencies or at varying 
frequency requires special consideration. 

The interrupting time of the circuit breakers themselves 
b subject to choice in few cases. Considerations of transi¬ 
ent stability may dictate one or another type of relaying 
system in order to obtain sufficiently fast clearing. How¬ 
ever, considerations of system operation and stability may 
or may not call for fast reclosing, and a choice should be 
indicated. 

Determination of Equivalent Three-Phase Volt¬ 
age and Interrupting Ratings— The standard rat¬ 
ings of most power circuit breakers are given in terms 
of three-pole breakers for three-phase systems. These volt¬ 
age ratings are based on the line-to-line voltage of the 
circuit, and the interrupting ratings are given in amperes 
and approximate three-phase kva. In order to select the 
proper 1-, 2-, 3-, or 4-pole circuit breaker for special ser¬ 
vices on three-phase circuits, and for use on two-phase 
and single-phase circuits, the equivalent three-phase 
breaker rating can be determined from Tables 8, 9, and 
10 . 

First, the three-phase voltage rating of the breaker t 3 rpe 
must be equal to or greater than the voltage determined 
from column 5 of the tables. 

Second, make a tentative breaker selection on the basis 
of equivalent three-phase kva in accordance with column 
6 of the tables. If the computed equivalent three-phase 
kva is more than 95 percent of the approximate kva rating 
of the breaker t 3 rpe a further check must be made. In such 
cases the product of rated voltage times rated interrupting 
current times 1.73 (standard three-phase ratings) must 
equal or exceed the equivalent three-phase kva calculated 
in column 6. 







Chapter 11 


Relay and Circuit-Breaker Applieation 


886 


Tabu 8—Dbtbrmination of Equivalent Three-Phase Voltaoe and Inthbruftinq RAmras for Thrbb-Phasb Stbtbhs 





No. of 
Breaker 

Poles 

Select a breaker whose vplt- 

Line 

No. 

Typical System Connections 

Type of 
System 

m rating is equal or greater 
than the equivalent 3>phass 
voltage (Vi) as determined 





below. 


Select ft breftker wboee ftp> 
proximftte S^phftee kr-*. inter- 
niptinc rftting ie eaufti to or 
greeter then the velue ee de¬ 
termined below. 

I aFRequired interrupting cur¬ 
rent ftt service voltftn.t 
Vt "Equivftlent S-pnece volt* 
ftge fte obtftined from ftdjftoent 
column. 



2 

- 

Mnarotor Brtoker 

3-wire 
grounded 
or 4-wire 
with 
neutral 

1 grounded 

or not 

1 

1 pole in 

outside 

wire 

Greatest wire to wire 
voltage 

0.87 I X 1.73 

3 

-= = = -€3- 

Genarotor Breokar 

3-wire 

grounded 

or 4-wire 

with 

neutral 

grounded 

or not 

Independent 

1 pole 
breaker 
in an 
outside 
wire 

1.15 times greatest wire to 
wire voltage* 

I X 1.73 V, 



3-wire 

grounded 

or 4-wire 

with 

neutral 

grounded 

or not 


2 poles 
in outside 
and neutral 
wire 

respectively 


Greatest wire to wire 
voltage 


I X 1.73 V, 



t This value must not exceed the maximum current interrupting rating listed in breaker interrupting tables. 

♦ See NEMA rule SG6-210 regarding exceptions for 8 cycle breakers. In such instances use Line 6. t. i. • 

** Theae recommendations apiuy to isolated feeders only. Where possibility of phase to phase faults exist refer to Line 3 for appUoation. 
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Table 9—Determination of Equivalent Three-Phase Voltage and Interrupting Ratings for Two-Phase Systems 


Line 

No. 


Typical System Connections 


Type of 
System 


No. of 
Breaker 
Poles 


Select a breaker whose volt¬ 
age rating is equal or greater 
than the equivalent 3-phase 
volUge (Vi) as determined be¬ 
low. 


Select a breaker whose ap¬ 
proximate S-phase, kv-a, inter¬ 
rupting rating is equal or 
greater than tne value as de¬ 
termined below. 

1 Required interrupting cur¬ 
rent at service voltaM.f 
Vi a Equivalent d-phase volt¬ 
age as obtained from adjacent 
column. 


1 



3-wire 
grounded 
or not 


2 poles 

any two Greatest wire to wire 

wires voltage 


♦I X 1.73 Vi 


Gensrotor Brtoksr 


^ _ u 


f 1 

!■ 

S9 

-H 

U-J 

mm 

Gontrotor 



3-wire 
grounded 
or not 


3 poles 


Greatest wire to wire 
voltage 


•I X 1.73 Vi 


3 




4-wire un¬ 
grounded 


2-2 pole 


Greatest wire to wire 
voltage 


I X 1.73 Vi 


4 


Generator Breoker 



4-wiro un¬ 
grounded 


4 poles 


Greatest wire to wire I 

voltage 


X 1.73 Vi 


5 


£ 


Generator 


Breoker 


5-wire 
grounded 
or not 


1 pole 
any "out¬ 
side wire" 


GreaU^st wire to wire 
voltage 


0.87 I X 1.73 Vi 


6 


Geoerotof 




Breoker 


5-wire 
grounded 
or not 


2 poles 

any "out- Greatest wire to wire 

side wire" voltage 

and neutral 


0.87 I X 1.73 Vi • 


7 



5-wire 
grounded 
or not 


2 poles 
d-c. anv 
"outside 
wires" 


Greatest wire to wire 
voltage 


0.87 I X 1.73 Vi 



5-wire 
grounded 
or not 


4 poles 
ail "outside 
wires" 


Greatest wire to wire 
voltage 


1 X 1.73 Vi 


* I is the current in one of the outside wires. 

t This value roust not exceed the maximum current interrupting rating listed in breaker interrupting tables. 
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Tabix 10—Determination of Equivalent Three-Phase Voltage and Interrupting Ratings for Single-Phase Systems 


Line 

No. 


Typioel S 3 rBtem Connectione 


Generotor ^ 


-E3- 


Breoktr 




Senerotor Breoker 


Generotor 


G= 


Brtoker 


>-E3- 

f Breekf 


Generator 


Generotor 


-EB- 


Breoker 


Generotor • * * Breoker 


} - 


L_ 

^anarotor 

Brookar 


- 

Typo of 
Systom 

No. of 
Breaker 

Poles 

Select a breaker whose volt¬ 
age rating is equal or greater 
than the equivalent 3-phase 
voltage (Vi) as determined be¬ 
low. 

Select a breaker whoso ap¬ 
proximate 3-phase, kv-a, inter¬ 
rupting rating is equal or great¬ 
er than the vuue as determined 
below. 

!«■ Required Interrupting cur¬ 
rent at service voltSM.t 

Vi ^Equivalent 3-pnase volt¬ 
age as obtained from adjacent 
column. 

2-wire 
one side 
grounded 

> 

1.73 times wire to ground 
voltage 

0.87 I X 1.73 Vi 
(based on NEMA rule 
oGt>-206) 

2-wire 
one side 
grounded 

2 

1.73 times wire to ground 
voltage 

I X v, 

(baaed on NEMA rule 
SG6-20.'>) 

- 

2-wirc un¬ 
grounded 

2 

wire to wire voltage 

I X 1.73 V, 

3-wire 
neutral 
may or 
may not be 
grounded 

1 pole in 

neutral 

circuit 

1 

1.73 time* higher 
line to neutral voltage 

0.87 I X 1.73 V, 


3-wire 
neutral 
may or 
may not be 
grounded 

1 pole either 

"outside 

wire"* 

1.73 times respective 
line to neutral voltage 

0.87 I X 1.73 Vi 


3-wirc 
neutral 
may or 
may not be 
grounded 

2 outside 
wires 

Greatest wire to wire 
voltage 

IX 1.73 Vi 


3-wire 
neutral 
may or 
may not be 
grounded 

3 

Greatest wire to wire 
voltage 

I X 1.73 V, 


• Where 1 phaae, 3-wire evstem has unequal voltaijee to neutral and 2 sinsle-pole breakers are usod in the outside wires, the lower voltage breaker must be interlock^ 
to prevent its tripping for “outside wire" faults, until the higher voltage breaker has hrst cleared the fault, unless both breakers are selected on high-voltage basis, 
t This value must not exceed the maxinium current interrupting rating listed in breaker interrupting tables. 


Third, the short-time current rating and the interrupting 
capacity current limitation must not be exceeded. 

The fault current may be calculated by one of the meth¬ 
ods described in the next section, and should be checked for 
all types of faults. 

Switching of Capacitive Current— When circuit 
breakers are used to switch the charging current of lines 
or cables or to switch capacitor banks, abnormally high 
voltages can be produced by restriking in the breaker. 
Experience has indicated that transient voltages which 
result from such restriking will seldom exceed 2.5 times 
normal line-to-neutral crest voltage on circuits having 
effectively grounded neutrals. There is relatively little 
hazard to either the breakers or to other apparatus on such 
circuits. There are insufficient data on ungrounded or 
impedance-grounded systems to draw conclusions. 

Lightning arresters may be damaged if the voltages 
developed are sufficient to cause them to discharge and if, 
in addition, the line capacitance is large. Because of the 
random nature of the phenomena involved it is not possible 


at this time to give specific limits for capacitive switching. 
As an approximate guide special consideration should be 
given when one desires to switch 69-kv cables which ex¬ 
ceed 9 mile^ in length or 115- and 138-kv cables longer 
than 7 miles. 

Another problem to be considered is that a large mo¬ 
mentary current may flow when one capacitor bank is 
switched in parallel with another capacitor bank. This 
current is a function of the capacitance involved and the 
inductance of the leads connecting the two banks. This 
current may be calculated*®* and should not exceed the 
momentary rating of the circuit breaker. 

Conditions Affecting Construction or Protective 
Features —There are unusual conditions which, where 
they exist, should be given special consideration in the 
selection and design of the apparatus. Among such un¬ 
usual conditions are: 

(1) Exposure to damaging fumes or vapors, excessive or 
abrasive dust, explosive mixtures of dust or gases, steam, 
salt spray, excessive moisture, or dripping water, etc.; 
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(2) Expoeure to abnormal vibration, shocks or tilting; 

(3) Exposure to excessively high or low temperatures; 

(4) Exix)eure to unusual transportation or storage conditions; 

(5) Unusual space limitations: 

(6) Unusual operating duty, frequency of operation, difficulty 
of maintenance, etc. 

31. Requirements for Low-Voltage Air Circuit 
Br^dcers In Cascade Arrangement* 

“When a plurality of low voltage air circuit breakers are 
connected in series in a distribution system, and the 
breakers beyond those nearest to the source are applied 
in the following correlated manner, they are said to be in a 
cascade arrangement. 

^*In this cascade arrangement, breakers toward the source 
are provided with instantaneous tripping for current values 
which may obtain for faults beyond other breakers nearer 
the load. Hence, breakers in the series, other than the 
breaker closest to a fault may trip and interrupt loads on 
other than the fault circuit. Such arrangements are used 
only where the consequent possible sacrifice in service con¬ 
tinuity is acceptable. Where continuity of service is 
desired, selective tripping arrangements of fully rated 
breakers are required. Where continuity of service is not 
important, properly selected breakers may be applied in 
cascade. 

“The following requirements shall be observed: 

(a) Cascading shall be limited to either two or three 
steps of interrupting rating. 

(1) . The interrupting rating of the breaker or 
breakers nearest the source of power shall be equal 
to at least 100 percent of the short-circuit current 
as calculated in accordance with section 29. 
The breaker or breakers in this step shall be equip¬ 
ped with instantaneous features set to trip at a 
value of current that will give back-up protection 
whenever the breaker in the next lower step carries 
current greater than 80 percent of its interrupting 
rating. 

(2) The breaker or breakers in the second step 
shall be selected so that the calculated short circuit 
current through the first step plus motor contribu¬ 
tion in the second step, will not exceed 200 percent 
of their interrupting rating. The breaker or 
breakers shall be equipped with instantaneous trip 
set at a value of current that will give back-up pro¬ 
tection whenever the breaker in the next lower step 
carries current greater than 80 percent of its inter¬ 
rupting rating. For the second step of a two step 
cascade the breaker or.breakers shall have an in¬ 
stantaneous trip setting above the starting inrush 
current of the load. 

(3) The breaker or breakers in the third step shall 
be selected so that the calculated short circuit cur¬ 
rent through the first step, plus motor contribution 
of the second and third steps, will not exceed 300 
percent of their interrupting rating. The breaker 
or breakers shall have instantaneous trips set above 
the starting inrush current of the load. 

*Taken in part from the current proposed revision of NEMA 
Standards 4^-109—not applicable to molded-case breakers 


(b) . All circuit breakers subjected to fault currents 
in excess of their interrupting rating shall be elec¬ 
trically operated. 

(c) . Where cascading is proposed, recommendations 
shall be obtained from the manufacturer in order to 
insure proper coordination between circuit breakers. 

(d) . The operation of breakers in excess of their in¬ 
terrupting rating is limited to one operation, after 
which inspection, replacement, or maintenance may be 
required.” 

In calculating the short circuit current through each 
step in (al), (a2), and (a3) above it is permissible to include 
the impedance of all circuit elements (including breaker 
trip coils) between the line terminals of the breaker in 
question and the source, but not the impedance of the 
breaker for which the interrupting current rating is being 
determined. For example, the impedance of breakers in 
the first two steps may be included in the calculation to 
determine the fault current to which the breakers in the 
third step will be exposed. However, the impedance of the 
third-step breakers should not be included. 

32. Selective Trippinft of Low Voltage Air Circuit 
Breakers* 

‘‘Properly selected air circuit breakers may be applied to 
low voltage circuits to obtain selective tripping. The fol¬ 
lowing requirements shall be observed: 

(a) Each air circuit breaker must have an interrupt¬ 
ing rating equal to or greater than the available short 
circuit current at the point of application. 

(b) Each air circuit breaker, except those having in¬ 
stantaneous trips (such as the one farthest removed 
from the source of power), must have a short-time 
rating equal to or greater than the available current 
at the point of application. 

(c) The time-current characteristics of each air cir¬ 
cuit breaker at all values of available overcurrent 
shall be such as to insure that the circuit breaker 
nearest the fault shall function to remove the over¬ 
current conditions, and breakers nearer the source 
shall remain closed and continue to carry the remain¬ 
ing load current. 

(d) To insure that each breaker shall function to 
meet the requirements of paragraph (c) above, the 
time current characteristics of adjacent breakers must 
not overlap. The pickup settings and time delay 
bands of both the long-time and short-time delay ele¬ 
ments must be properly selected. 

(e) Manually operated circuit breakers shall be 
limited to applications in which delayed tripping re¬ 
quirements do not exceed 15 000 amperes or 15 times 
the coil rating, whichever is greater. 

(f) The time-current characteristics of a breakef in 
a selective system shall be such that up to four 
breakers may be operated selectively in series, when 
required. One of these breakers shall be a load 
breaker equipped with an instantaneous trip element. 

Note: Attention is directed to the fact that operation of 
selective tripping requires coordination with the rest of the 
system; as for instance, the low voltage side of a trans- 
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Tint 

Fig. 48—Typical fault on a three-phase a-c system. 


former bank requires that in the application of relays or 
fuses on the high side, proper coordinating steps should be 
taken.'' 

V. FAULT CALCULATIONS 

In order to determine the momentary and interrupting 
duty on circuit breakers and to make preliminary relay 
settings it is necessary to predict the fault currents that 
may occur at each circuit breaker location. This infor¬ 
mation is sometimes available from tests or from previous 
calculations on adjacent circuits, but must frequently be 
ccdculated for a new system or extension. The rigorous 
determination of short-circuit currents as a function of 
time involves too laborious a calculation to be practical. 
Thus, some approximation is required, and a degree of 
judgment must be used in the application of any method 
proposed. In the following paragraphs several such meth¬ 
ods will be discussed, including the simplified procedure 
suggested by the AIEE Protective Devices Committee. 

In using any of these calculating procedures it is neces¬ 
sary to determine the system impedance as viewed from 
the point of fault, and the current distribution for differ¬ 
ent kinds of faults. Such calculations for relatively simple 
systems or parts of systems can be made directly. The 
network solutions described in Chap. 10 and the method 
of symmetrical components given in Chap. 2 are helpful 
in such calculations. The calculation of faults by these 
methods on many modem interconnected systems may 
become entirely too involved. Such systems can be rep¬ 
resented in miniature on an a-c or d-c network calculator. 
Fault currents can be determined from calculator readings 
in a relatively short time. A description of an a-c network 
calculator is given in Sec. 35 of Chap. 13. A d-c network 
calculator can be used for studies where either resistance 
or reactance alone is sufficient to represent the system. 
Network calculators are also used in studies of load-cur- 
rent distribution, voltage regulation, transient overvol¬ 
tage, and transient and steady-state stability. 

33* Components of Fault Current 

Before discussing specific methods of fault calculation 
for circuit^ breaker and relay application the current com¬ 
ponents of a typical fault on an a-c system will be reviewed 
briefly. A more complete analysis is given in Chap. 6. 

The current in one phase for a three-phase fault on an 
a-c system is shown as a function of time by the curve 


EX of Fig. 48. In this diagram OX is the line of zero cur¬ 
rent and 0 represents the time at which the fault has oc¬ 
curred. The current to the left of OY is the load current 
prior to the fault. The shortrcircuit current wave is un- 
symmetrical with respect to the OX axis immediately after 
the short circuit, but during increasing increments of time 
it approaches a position of symmetry. This asymmetry 
is dependent upon the point of the voltage wave at which 
the short circuit occurs. It is possible, by short circuiting 
at different points on the normal voltage wave, to secure 
short-circuit current waves ranging anywhere from those 
symmetrical about the OX axis to those totally asymmet¬ 
rical. CD is a curve passing through the maxima of the 
wave of the total current, and EF is a curve passing 
through the minima. AB is a curve cutting the vertical 
everywhere midway between CD and EF, 

The vme of total curreni with crests along curves CD 
and EF and with ordinates measured from the axis OX 
can be resolved into two components, namely: 

1. A direct-current component. 

2. An alternating-current component. 

The direct curreni component is determined at any in¬ 
stant by the ordinate GH of the curve AB, at the time X. 

The alternating-current component is a wave with a crest 
value at any time equal to the difference between the or¬ 
dinates of the curves CD and AB. This difference at the 
time X has the value HJ, The rms values of this alter¬ 
nating-current component are shown on curve ST, At any 
instant, this component is considered to have the same 
rms value as an alternating wave of constant amplitude 
with crest value one-half the distance between curves CD 
and EF at that instant. 

The rms value of the total current wave under short circuit 
at any instant is the square root of the sum of the squares 
of the direct-current component and the rms value of the 
alternating-current component at that instant. The rms 
values of this total current are shown on the curve RT. 
The rms value of the total current at the time of parting 
of the circuit-breaker contacts determines the interrupting 
rating of a power circuit breaker. 

34. Simplified Procedure for Calculating Short- 
Circuit Currents for the Application of Circuit 
Breakers and Relays 

A simplified procedure for the calculation of short-cir¬ 
cuit currents has been presented in reports sponsored 
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Table 11 — Reactance Quantities and Multiplying Factors for Application of Circuit Breakers 




Reactance Quantity for Use in 

Xi 


Multi¬ 

plying 

Factor 

Synchronous 
Generators A 
Condensers 

Synchronous 

Motors 

Induction 

Machines 

A. Circuit Breaker Interrupting.Duty 

1. General case 

8-cycle or slower circuit breakers*. 

5-cycle circuit breaker. 

1.0 

1.1 

subtransient** 

transient 

neglect 

3-cycle circuit breaker. 

2-cycle circuit breaker.•. 

2. Special case for circuit breakers at generator voltage only. For short-circuit 
calculations of more than 500,000 kva (before the application of any 
multiplying factor) fed predominantly direct from generators, or through 
current-limiting reactors only 

8-cycle or slower circuit breakers*. 

5-cycle circuit breakers. 

1.2 

1.4 

1.1 

1.2 

subtransient** 

transient 

neglect 

3-cycle circuit breakers. 

2-cycle circuit breakers. 

3. Air circuit breakers rated 600 volts and less. 

1.3 

1.5 

1.25 

subtransient 

subtransient 

subtransient 

B. Mechanical Stresses and Momentary Duty of Circuit Breakers 

1. General case. 

l.C 

8ubtmnsi(*nt 

subtraasient 

subtransient 

2. At 5 (XX) vPlts and below, unless current is fed predominantly by directly 
connected synchronous machines or through reactors. 

1.5 

subtransient 

subtransient 

subtransient 


* Aa old circuit breakers are slower than modern ones, it miicht be expected a low multiplier could be used vvath old circuit breakers. However, modern circuit breakers 
are likely to be more effective than their slower pr^ecessors, and, therefore, the application procedure with the older circuit breakers should be more conservative 
than with modern circuit breakers. Also, there is no assurance that a short circuit will not change its character and initiate a higher current flow through a circuit 
breaker while it is opening. Consequently the factors to be used with older and slower circuit breakers well may be tho same as for modern cight-cyclo circuit breakers. 
This is based on tho condition that any hydroelectric generators involved have amortiaseur windings. For hydroelectric generators without amortiaacur windings, a 
value of 75 percent of the transient reactance should be used for this calculation rather than the subtransient value. 


by the Protective Devices Committee of the AIEE. This 
method has been found satisfactory and is intended for 
general use by the industry as a simplified method of ap¬ 
proximating the magnitude of fault currents. However, 
other more rigorous methods should be used when re¬ 
quired. 

The new method is based upon the determination of an 
initial value of rms Symmetrical current (a-c component) 
to which multiplying factors are applied for application 
purposes. In the determination of this current, the follow¬ 
ing symbols are used: 

jE = line-to-neutral voltage. 

= positive sequence reactance viewed from the point 
of fault, including transient or subtransient direct- 
axis rated voltage reactance of machines as speci¬ 
fied in Tables 11 and 12 in ohms per phase. 

Xo = zero-sequence reactance. 

Ro = zero-sequence resistance. 

(o) Circuit Breaker Application —(1) Determine 
the "highest value of rms symmetrical current for any type 
of fault” equal to E/Xi or 3E/{2Xi+Xo)y whichever is 
greater, except that when Ro is greater than 2,2SXi no 
consideration need be given to the latter expression. This 
value should be taken for the maxhnara connected syn¬ 
chronous capacity. (2) Multiply this current by the 
proper factors from Table 11. (3) The resulting internipt- 


ing and momentary currents should be used to select the 
circuit breaker. 

The factors given in Table 11 represent the ratio be¬ 
tween the rms total current at the instant of contact part¬ 
ing and the initial value of rms S 3 mmetrical current. In 
determining these factors it was assumed that circuit 
breakers should be installed which would permit the use 
of high-speed relays at some later date, and the time of 
contact parting was selected on this basis. Contact parting 
times of 4, 3, 2, and 1 cycles were assumed for 8-, 5-, 3-, and 
2-cycle breakers. 

Note that the total fault current calculated above may 
in some cases divide between two or more circuits. It is 
necessary to determine the maximum fault current that 
must be interrupted by each breaker under any circuit 
condition (see example). 

For most apparatus and circuits the resistance may be 
neglected as a justifiable approximation. For underground 
cables and very light aerial lines the resistance may be as 
great as the reactance. For these elements the impedance 
should be used instead of the reactance. Unless it consti¬ 
tutes a major part of the total circuit impedance this im¬ 
pedance may be added arithmetically to the reactance of 
the rest of the circuit without appreciable error. 

(b) Overcurrent Protective Relays—In approximat¬ 
ing the settings of overcurrent relays, the fault currents for 
two conditions should be determined: 
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1. The maximum initial symmetrical current for maxi¬ 
mum connected synchronous capacity as determined by 
E/Xi or 3E/{2Xi+Xo)t whichever is greater, except that, 
when Ro is greater than 2.23Xi, no consideration need be 
given to the expression 3E/{2Xi+Xo). 

2. The minimum symmetrical current for minimum con¬ 
nected synchronous capacity as determined by 0.866i?/-X'i, 
or 3E/{2Xi-)rX^ for reactance grounded systems. In par¬ 
ticular situations, allowance should be made for remote 
fault locations and fault resistance. 

Ground, distance, balanced, and other types of relays 
require special consideration. 

For each of these conditions use machine impedances 
and multiplying factors in accordance with Table 12. 

(c) Example —In order to illustrate the use of the above 
method of calculation, circuit breaker ratings for several 
locations in the system shown in Fig. 49 will be determined. 
The approximate impedance data references in Sec. 37 will 
be us^. 

From Table 4 of Chap. 6, Part XIII, the waterwheel gen- 


4-50 MVA l3yB KV, 3ph WATER WHEEL 
GENERATORS WITH DAMPERS 
(HIGH RESISTANCE GROUNDING) 


4-50 MVA 
^ 13,0/138 KV 
60 CYCLES 
^^OA TRANS 


Table 12 


40 MILES 138 KV 
DOUBLE CIRCUIT 
STEEL TOWERS 
397.5 MCM ACSR 26 ST 
EOUIV SPACING 15 FT 
NON-MAGNET iC 
GROUND WIRES 



2-100 MVA 
w 138/13.8 KV 
Tm 60 CYCLES 
OA TRANS 


CURRENT 
LIMITING 
REACTOR 
20% ON 
100 MVA 


4*60 MVA, 2 POLE, l%S KV, 3 PH 
TURBINE GENERATORS 

Fig. 49—Hypothetical system for example. 


Use Following 

Reactance in Determining Xi 


Type of Relay 

Multi- 1 

plying 

Factor 

Synch. 
Gen. or 
Cond. 

Synch. 

Motor 

Induc¬ 

tion 

Machine 

1. High-speed Current Actuated 
Relays. 

1.0 

subtr. 

subtr. 

subtr. 

2. Time Over-Current Relays.. | 

1.0 

trans. | 

trans. 


erators would have a subtransient reactance of 24 percent 
on their own base. The 13.8-kv transformers would have 
an impedance of about 11 percent according to Table 1 of 
Chap. 5. The combined positive-sequence impedance of 
all four generators and transformers, viewed from the 138- 
kv bus is thus 35 percent on 200 mva or 17.5 percent on 100 
mva. The zero-sequence impedance would be that of the 
transformers alone or 5.5 percent on 100 mva. 

From Tables 2 and 6 of Chap. 3 each transmission cir¬ 
cuit has a positive-sequence reactance of 0.77 ohms per 
mile. For the two 40 mile circuits in parallel the reactance 
is 8.1 percent on 100 mva. From Table 14 of this chapter 
the zero-sequence reactance may be estimated at 24.3 p)er- 
cent on 100 mva. 

The 100-mva step-down transformers will also have an 
impedance of 11 percent on their kva rating or a net for the 
two of 5.5 percent on 100 mva. 

The turbine-generators (see Table 4 of Chap. 6) will be 
taken as 9 percent each on 50 mva or a total of 4.5 percent 
on 100 mva for the four units. 

The above impedances may be combined into the equiv¬ 
alent circuit shown in Fig. 50. 

For a fault at A in Fig. 49 the 3-phase fault will govern 
breaker interrupting duty because of the limiting effect of 


POSITIVE 

SEQUENCE 


NEGATIVE 

SEQUENCE 


ZERO 

SEQUENCE 


HYDRO i 

stationV 


138 KV 
BUS 


138 KV 
BUS 


JI7.5 


J8.I 


J9.9 


13.8 KV 
BUS 


J4.5 CJ20 


JITS 


J8.I 


J5.5 


J4.9 CJZO 


J5.5 


J24.3 


J5.5 



Fig. 50—Equivalent circuit for system of Fig. 49. Impedances 
in percent on 100 mva. 
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the generator grounding resistor and the delta-connected 

transformers. This fault is per unit«420 mva. 

0.239 

Since this is less than 500 mva the general case of Table 11 
iqpplies and an 8-cycle breaker of 420 mva interrupting rat¬ 
ing would be adequate. For normal interrupting duty 
(CO+15 seconds-f CO) a standard 500-mva breaker could 
be chosen without further analysis since the calculated in¬ 
terrupting mva does not exceed 95 percent of the breaker 
rating. 

If we desire to provide instantaneous single-shot reclos¬ 
ing on this feeder-breaker the interrupting current rating 
must be calculated. The interrupting rating of a 500-mva 
breaker at 13.8 kv is 21 000 amperes. According to Fig. 47 
reclosing duty cycle II requires reduction of this rating to 
21 000 X0.94* 19 700 amperes. The calculated fault level 
of 420 mva is equal to 17 600 amperes, so a standard 500- 
mva breaker would still be adequate. Regardless of the 
interrupting duty the momentary rating required would be 
1.6X17 600 * 28 200 amperes. 

For a fault at B, B/Xi*^^^*25.5 per unit or 2550 


mva. However, the portion of the fault contributed by 
generator B does not go through breaker B, This is 

* 5.5 per unit or 550 mva. Th\is E/Xi for breaker B is 


2000 mva. Since this value is greater than 500 mva and 
all standard J3.8-kv breakers have 8 cycle interrupting 
time, breaker B should have an interrupting rating of 
1.1 X2000 * 2200 mva. This is less than 95 percent of 2500 
mva and a standard 2500-mva breaker may be chosen 
without further study. 

A fault at C will give the highest fault current on any of 
the main 13.8-kv breakers. The three-phase fault will gov¬ 
ern as before. Although it is an abnormal condition, the 
greatest fault current will flow when breaker D is open. 
For this condition Xi is 4.0 percent and B/A'i = 25.0 per 
unit or 2500 mva. Since this fault is produced predom¬ 
inantly by the 13.8-kv turbine-generators the 1.1 multi¬ 
plier is required for 8-cycle breakers and the duty exceeds 
that of the largest standard 13.8-kv breaker. In view of 
the close margin between the breaker rating and the cal¬ 
culated duty a more accurate check would be in order as 
suggested in Sec. 30. If such a check still indicated duty in 
excess of 2500 mva it would be necessary to increase the Xi 
by modiflcation of generator design or the addition of cur- 
rent-limiting reactors. 

In order to determine the interrupting duty on the 138- 
kv breakers at the steam station it is necessary to consider 
both three-phase and single-line-to ground faults as well as 
several fault locations and switching conditions. With ail 


breakers closed EIXx ^—^— 
0.0719 


13.9 per unit or 1390 mva 


3B 3 0 

for a three-phase fault and ^ 

^ 2Xi+Xo 2(0.0719)+0.0465 

* 15.7 per unit or 1570 mva for a line-to-ground fault. The 
current distribution for such a fault is shown in Fig. 51. 
The transformer and line circuits have been shown sepa¬ 
rately in order to study different fault locations. The 
smallest 138-kv breaker is rated 1500 mva and 5 cycles. 



Fig. 51—Current distribution for a fault on ISS-kr bus at 
steam station—currents in per unit on 100-m?a base. 

It is apparent that ground faults will govern interrupting 
duty. 

A fault at D will produce the same fault currents but 
breaker D will carry /i* 72 = 3.36 and /o = 3.04. /a =9.76 
per unit. For such a fault the required interrupting duty 
for a 5 cycle breaker is 9.76X1.1 = 10.7 per unit or 1070 
mva. 

In order to be safe it is also necessary to consider a fault 
at D with breaker C open. See Fig. 52. The total fault 

now becomes • — ——— — ■---■* 12.5 per unit or 
0.0965 +0.0965 +0.0465 

1250 mva but part of 7© does not pass through breaker D. 
In the breaker 7 a = 4.16+4.16+2.40= 10.72. The re- 



Pig. 52—Current distribution for single-llne-to-ground fault 
at 138-ky terminals of transformer with 13.8-kv breaker open. 
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For breaker E a fault at E with all breakers closed 
required an interrupting rating of 1.1 (4.52+4.52+4.84) 
= 15.2 or 1520 mva. If breaker F were open such 
a fault would require an interrupting rating of 


1.1 


3.0 


16.1 per unit or 1610 mva. 


0.077+0.077+0.05 
Breaker E would probably have instantaneous single shot 
reclosing. A standard 1500-mva breaker would be good 
for only 1425 mva for such reclosing duty (see Fig. 47). 
Although it might be possible to reduce the interrupting 
duty of the system to 1425 mva by increasing the trans¬ 
former impedance, a reasonable amount, some allowance 
should be made for future addition of generators or trans¬ 
mission lines. Thus a 3500-mva breaker would probably 
be chosen for the assumed system. 


35. Short-Circuit Calculations for Similar Parallel 
Machines 

It is intended that the simplified procedure given in Sec. 
34 be used for normal circuit-breaker applications and for 
preliminary relay settings. In some special cases it may be 
desired to make a more accurate analysis of current decre¬ 
ment such as to take into account abnormal machine time 
constants or to obtain relay currents a relatively long time 
after the fault has occurred. 

When all of the machines which contribute to a fault 
have similar reactances and time constants, are equally 
loaded, and are symmetrically located with respect to the 
fault the group of machines can be represented as a single 
equivalent generator. The fault current can then be calcu¬ 
lated with relative accuracy by the methods described in 
Parts II, III and VI of Chap. 6 in which the effects of in¬ 
dividual machine characteristics, loads, external impedance 
and change of excitation can be included. 

A somewhat easier analysis may be made by the use of 
short-circuit decrement curves which have been pub¬ 
lished,and are reproduced in Fig. 53, if the assump¬ 
tions on which they are based hold for the system under 
consideration. These are: 

(a) Transient characteristics of alternating-current generators 
of normal design determined from oscillograph tests. 

(b) That the effect of capacitance and resistance is neglected, 
except in so far as decrements are concerned, which effects 
are included by average decrement factors. 

(c) That the contact resistance at short circuit is zero. 

(d) That the alternating-current generators are carrying full 
load at 80 percent power factor previous to short circuit. 

(e) That the short circuit is established at the point of voltage 
wave corresponding to the maximum possible instantane¬ 
ous current. 

(0 That the effect of automatic generator voltage regulators 
is neglected. 

(g) All reactance up to and including 15 percent is considered 
within the generator. For values of reactance greater than 
that the difference is considered external. 

(h) All machine emfs are assumed to be and remain in phase. 

(i) The load is assumed to be located at the machine terminals 
and the fault to occur on an unloaded feeder. 

(j) The actual system subjected to fault may be represented 
by a single equivalent generator of the same total rating as 
the synchronous apparatus of the system and an equiv¬ 
alent external reactance. 


(k) All generators are assumed to have an open-circuit tran¬ 
sient time constant (T'do) of 5 seconds and an armature 
short-circuit time constant of 0.15 second. 

(l) A subtransient time constant of 0.06 second was used for 
all curves. 

The short-circuit current from a synchronous machine 
consists of an a-c and a d-c component. The a-c compo¬ 
nent in general can be resolved into a transient component 
having a relatively large time constant and a subtransient 
component having a relatively small time constant. The 
values of these constants are such that during the first 
one-tenth second the transient component changes very 
little, but the subtransient component disappears almost 
entirely. Because of this relation it is possible to plot the 
two a-c components on one set of curves as shown by the 
"a” curves of Fig. 53. The numbers of these curves refer 
to the combined external reactance (exclusive of loads) and 
machine subtransient reactance. A subtransient time con¬ 
stant of 0.05 and a transient open circuit time constant of 
5.0 were used in the preparation of these curves, but the 
effect of other time constants can be included by reading 
vertically from the intersection of the horizontal line cor¬ 
responding to the particular time constant and the inclined 
line corresponding to the particular time. The dotted lines 
show the transient component only of a-c current. 

These curves are intended primarily for turbine-gener¬ 
ator systems as indicated by assumption (g). The assumed 
relation between transient and subtransient reactance is 
Xd' = (1.4Xd"+.02) per unit. The curves may be used 
with fair accuracy for salient pole generators with dampers. 
For salient pole machines without dampers the curves may 
be used with the following adjustments: 

(a) Calculate the total system reactance to the point of fault 
using the subtransient reactance of the machines, and then 
subtract 5 percent. 

(b) Enter the curves with the above modified value of react¬ 
ance. (For example if the system reactance is 25 percent 
use the curve marked 20.) 

(c) The proper a-c component of current will be approximately 
midway between the dotted and solid portions of the 
curves of 53(a) in the short time periods where a distinc¬ 
tion is made. 

(d) The proper d-c component of current is given by the 
dotted curves of 53(b). 

With the above general qualifications the curves may be 
used to calculate three-phase, line-to-line or single-line-to- 
ground faults. The following symbols are used: 

Xi» percent positive-sequence impedance viewed from the 
point of fault, based on the total synchronous kva. 
negative-sequence impedance viewed from the point of 
fault. 

Xo* zero-sequence imp^ance viewed from the point of fault. 

T»»time constant of direct-current component. 

T d" = short-circuit subtransient time constant. 

r'do* open-circuit transient time constant. 

For a three-phase fault use the curves of Fig. 53 (a) and 
(b) for which X — Xi and read the components of current 
on the ordinate scales designated 3-phase. The a-c and d-c 
components may be combined into the rms total current 
for maximum asymmetry by th e formula, 

hftm total \/iao*+tdo*. 
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Fig. 63(c) may be used to perform this calculation by lay¬ 
ing off the components along the two axes and reading the 
rms total current on the circular scales. 

A line-to-line fault is read in a similar manner except 
the curves are used for which X^Xx+Xt and the magni¬ 
tude of current is read on the ordinate scale headed L-L. 

For single-line-to-ground faults enter the curves with 
and use the ordinate scale headed L-G. 

The curves of Fig. 53(b) are plotted against a basic time 
scale corresponding to r*«0.15 sec. If the d-c time con¬ 
stant is known to be different, read vertically from the 
intersection of the horizontal line corresponding to the 
desired time and the inclined line corresponding to the 
desired time constant. 

36. The Internal Voltage Method 

For critical relay and circuit-breaker applications where 
synchronous machines are dissimilar and unsymmetrically 
located with respect to the fault, a more accurate short- 
circuit analysis can be made by means of the Internal Volt¬ 
age Method. This method lends itself to the use of a net¬ 
work calculator and can be used to include the effect of a 
change in the excitation of the machines. Because of the 
limited application of this method of calculation the reader 
is referred to a series of articles by C. F. Wagner, entitled. 
“Decrement of Short-Circuit Currents,” which appeared 
in the March, April, and May 1933, issues of the Electric 
Journal. 

37. Approximate Impedance Data for Fault Calcu¬ 
lations 

In fault calculations, impedance data applicable spe¬ 
cifically to the apparatus and circuits under consideration 
should be used whenever possible. Such data can usu¬ 
ally be obtained from the manufacturers for existing ap¬ 
paratus and can be calculated with the aid of tables referred 
to below for overhead lines and cables. The necessity for 
accurate data is particularly important for circuit elements 
which have a major influence on the fault magnitude. 

For estimating fault currents on proposed new circuits, 
and for approximate data on the less important elements 
of existing circuits, the following references and tables are 
offered as typical of present-day practice. 

Synchronous Generators, Motors, and Con¬ 
densers —Table 4 in Chap. 6 lists both average values and 
the probable range of the several impedances and time con¬ 
stants of 60-cycle three-phase synchronous machines. In 
most simplified fault calculations aubtransient reactance is 
used to represent the positive-sequence impedance of syn¬ 
chronous machines, and its relation to the other imped¬ 
ances is assumed on the basis of typical designs. Exceptions 
to this assumption are noted in Sec. 34. The effect of ex¬ 
ternal impedance on the time constants is discussed in Sec. 
9 of Chap. 6. 

Induction Motors —The effect of induction motors on 
the short-circuit current is discussed in Chap. 6. 

Power and Distribution Transformers —Typical 
impedance values for distribution and power transformers 
are given in Table 1 of Chap. 5. The relation between the 
positive- and zero-sequence impedances for each of the 
principal types of transformers is also discussed in this 


chapter and a table of equivalent circuits is given in the 
appendix. 

Feeder Voltage Regulators —The impedance of sin¬ 
gle-phase induction regulators referred to the through kva 
of the circuit varies with regulator position from approxi¬ 
mately 0.7 percent at maximum buck or boost position to 
approximately 2.6 percent at points midway between the 
neutral and maximum positions. At the neutral position 
the impedance is approximately 1.5 percent. 

The impedance of polyphase induction regulators does 
not vary greatly with regulator position and lies between 
1.0 percent and 1.5 percent on the circuit kva base. 

For line voltages not exceeding the 15 kv insulation class 
level, single-core step regulators are used when the line 
current does not exceed 400 amperes. Two-core step regu¬ 
lators are used for higher current circuits to reduce the 
current handled by the tap changer to 400 amperes. 

Two-core four-winding construction is used where the 
line voltage exceeds the normal 15 kv insulation class level. 

The impedance of plus or minus 10 percent regulators in 
single-phase and balanced three-phase circuits is given in 
Table 13. 


Table 13—Impedance op Feeder Regulators—Percent on 
Circuit Kva Base—Plus or Minus 10 Percent Regulation 



Max. 

Min. 

Neutral Pos. 

Induction 


1 


Single-phase. 

2.5 

0.7 

1.5 

Three-phase. 

1.5 

1.0 


Step-Type 




Single-core. 

0.4 

0 


Two-core, three-winding.... 

0.7 

0 4 


Two-core, four-winding. 

1.1 

0.5 



Aerial Lines —The characteristics of aerial lines are 
given in Chap. 3. 

When the conductor size and spacing of an aerial line 
cannot be determined and a rough value of impedance is 
known to be satisfactory, the reactance of lines above 15 kv 
class can be taken as 0.8 ohms per mile without serious 
error. The resistance of such lines will usually be negligible 
from the standpoint of circuit breaker and relay applica¬ 
tion. For lines rated 15 kv and below conductor size and 
spacing vary greatly and typical figures should not be used. 
If the actual line data cannot be obtained (and an approxi¬ 
mate figure is known to be satisfactory) the conductor size 
and spacing may sometimes be estimated on the basis of 
thermal and regulation limits of the circuit. 

The zero-sequence reactance of aerial lines can be esti¬ 
mated from the positive-sequence reactance by the use of 
Table 14. This approximation is sufficiently accurate for 
most circuit breaker applications, but when greater ac¬ 
curacy is required refer to Chap. 3 and other references 
given in that chapter. 

Cables —The impedance of single- and three-conductor 
cables is given in Chap. 4. 

The effect of iron conduit in increasing the reactance and 
resistance of cables has been investigated by L. Breiger of 
the Consolidated Edison Co. with both laboratory and 
field tests.These tests show that if the cables are held 
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Table 14~Approximatb Ratio of Xo to Xi for Transmission 
Lines and Cables 



Aver¬ 

age 

Range 


Aver¬ 

age 

Range 

Single-circuit Aerial 
Transmission Line 
(without ground 
wires or with 
magnetic ground 
wires). 



Double-circuit Aer¬ 
ial Transmission 
Line (with non¬ 
magnetic ground 
wires). 

3 

2-4 

3.5 

2 5-3.5 

Three-phase Cables 
Single-phase Cables. 


3-5 

Single-circuit Aerial 
Transmission Line 
(with non-mag- 
netic ground 
wires). 

2 

1.7-2.7 

1 







in close triangular arrangement, the reactance is increased 
by only about 10 percent because of the iron conduit. In 
many cases, however, cables lie at random in the conduit 
and the reactance may be increased by as much as 50 per¬ 
cent. 

For circuit breaker applications, in the absence of spe¬ 
cific information, the reactance of iron conduit circuits 
may be taken at from 40 to 45 microhms per foot for one 
conductor per phase and 20 to 25 microhms per foot for 
two conductors per phase. For non-magnetic duct cor¬ 
responding figures are 35 to 40 microhms per foot for one 
conductor per phase and 18 to 22 microhms per foot for 
'two conductors per phase. The increase in resistance 
caused by the iron conduit is not sufficient to justify con¬ 
sideration in circuit breaker applications. 

s 



Fig. 54—Reactance of rectangular l>ar conductors. 


Bus Conductors —The reactance of most busbar ar¬ 
rangements for low or medium voltage circuits is of the 
order of 50 microhms per foot. Values for practical cir¬ 
cuits range from 30 to about 70 or 80 microhms. In low- 
voltage circuits bus reactance may be an appreciable part 
of the circuit impedance. For example 50 feet of bus at 60 
microhms per foot will cause a drop of 50 volts at 20 000 
amperes. 

Fig. 54*“ gives the 60-cycIe reactance per conductor per 
foot of two rectangular bars in a single phase circuit. 

The reactance per phase of a transposed three-phase 
bus may also be obtained from Fig. 54 by replacing « 
by an equivalent spacing equal to the cube root of the 
product of the three distances between phase conductors, 
^equiv. = v^siSjSs. If the bus is not transposed, the reactance 
corresponding to the minimum spacing should be used 
for circuit breaker applications in order to obtain the 
maximum current in any pole. For other applications it 
may be desirable to use the equivalent spacing in order 
to determine the average reactance per phase. 

The reactance of bus runs composed of several closely 
spaced bars per phase may be determined approximately 
by considering each phase group as a solid conductor hav¬ 
ing the same overall dimensions. This approximation will 
give values of reactance accurate within about 5 percent if 
the distance s is more than twice the equivalent a. For the 
arrangement in Fig. 55 the error is 15 percent for s * 8 inch- 



Fig. 55—Reactance voltage drop in each three-phase bus caused 
by one ampere of balanced three-phase current. 

es and 6 percent for 30 inches. A more accurate method of 
calculation is given in Reference 126. 

The reactance of irregularly shaped conductors can be 
determined from Figs. 56 and 57 and similar data published 
by bus bar manufacturers, such as References 131 to 133. 
A rough approximation may be obtained by the method 
described in the preceding paragraph. 

Low-Voltage Air Circuit Breakers (600 Volts and 
Below )—The reactance of low-voltage air circuit breakers 
with series trip coils may be an appreciable part of the total 
circuit impedance when the full-load rating of the breaker 
is small compared with the remainder of the system. Care 
should be taken to make sure that trip coils are included on 
all three poles of a breaker before using the values in the 
accompanying table. If only two coils are used, one-third 
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Fig. 56—Reactance of square tubular bus bars* 

(a) Reactance of thin square tubes. 

(b) Increase caused by round comers. 

(c) Increase caused by thickness of tubes. 


of the single-coil impedance should be used in calculating 
the maximum pole current in a three-phase fault, and the 
impedance should be omitted entirely in calculating a sin¬ 
gle line-to-ground fault. 

Values of series trip coil impedances are given in Table 
15 for Westinghouse DA 50, DB 25, and DB 15 air circuit 



Fig. 57—Reactance of channel bus. 


breakers, which have interrupting ratings of 50 000, 
25 000, and 15 000 amperes respectively at 600 volts or 
below. 

The resistance per pole of AB-10 thermal breakers is 
given in Table 16. 

The reactance of the main current-carrying loop of an 
air circuit breaker can not readily be separated from the 
influence of the bus or cable to which it is connected. It 
may be calculated along with the bus or neglected. 

Current Transformers —The reactance of the smaller 
wound current transformers in a low-voltage circuit may 
be appreciable when fed from a relatively heavy supply 


Table 15--D-C Resistance and 60-Cycle Reactance of 
600 Volt Air Circuit Breaker Series Trip Coils* 


Full I^ad 

DA-50 1 

DB-15 and DB.25 

Ampere 

Rating 

Resistance 

Reactance 

1 

Ro.si.stancc ; 

Reactance 

in ohms 25°C 

in ohms 

in ohtnH 25*^0 

1 in ohm.s 

15 

0.063 

0 21 

0.039 

0 110 

20 

0.028 

0.11 

0 021 

0 063 

25 

0.022 

0.065 

0 014 

0.040 

35 

0 oil 

0 041 

0 007 

0.020 

50 

0.0042 

0 015 

0 0036 

! 0.0000 

70 

0.0033 

0.0080 

0 0017 

! 0.0053 

90 

0.0022 

0.0063 

0.0010 

0 0034 

100 

0 0011 

0 0039 

0 000S3 

0 0025 

125 

O.OOOSC 

0.0030 

0 {K)048 

1 

0.0017 

150 

0.00067 

0 0023 

1 0 00042 

0.0013 

175 

0 00052 

0 0017 

' 0 00027 

0.00088 

200 

0 00034 

0 0012 

0 (X)024 

0.00072 

225 

0 00034 

0.0012 

j 0 IKK) 17 

0.00057 

250 

0 00021 

0 00076 

1 0.00017 

i 

; 0 00057 

350 

0.00013 

0.00043 

j 0.000079 

, 0 (X)033 

•100 

0.00013 

0 00043 

0.000050 

0.00023 

rm 

0.000069 

0.00019 

0.000031 

' 0.00017 

600 

0.000069 

0.00019 

0.000031 

! 0 00017 


*lf only two sorieiH trip roils are usod use H these values in euleulatiiii;' a ihree- 
pliaae fault; nettlei-t entirely for sinulc-line-tf>-Kround fiiult'i on three-phua** nreiiits. 
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Tabus 16—Resistance Per Pole op AB-10 600-Volt Thermal 
Circuit Breakers 


600-Ampeiib Frame 

226-AifPBRB Framb 

Full-Load 

Resistance 

Full-Load 

Resistance 

Ampere Rating 

in Ohms 

Ampere Rating 

in Ohms 

225 

0.00024 

60 

0.00297 

260 

0.00022 

70 

0.00130 

276 

0.00018 

00 

0.00084 

300 

0.00016 

100 

0.00080 

326 

0.00014 

126 

0.00063 

360 

0.00012 

150 

0.00063 

400 

0.000006 

175 

0 00060 

460 

0.000078 

200 

0.00036 

600 

0.000064 

225 

0.00030 

626 

0.000060 



660 

0 000056 



600 

0.000048 




100-Ampbrb Frame 

50-Ampere Frame 

Full-Load 

Resistance 

Full-Load 

Resistance 

Ampere Rating 

in Ohms 

Ampere Rating 

in Ohms 

60 

0.0036 

16 

0.0106 

70 

0.0026 

20 

0.0100 

90 

0.0018 

26 

0.0070 

100 

0.0016 

36 

0.0032 



60 

0.0028 


Table 17—Impedance of Current Transformers 


Westinghouse 

Rated 

Ohms 

Type 

Current 

Impedance 

Resistance 

CT2.5 

60 

0.008 



100 

0.002 



200 

0.0005 



400 

0.00001 


WE 

200 

0.0006 

0.0003 


400 

0.0002 

0.00009 

CT5.0 

50 1 

0.014 

0.008 


100 

0.0036 

0.002 


200 

0.00006 

0.0006 


400 

0.00032 

0.00016 


circuit. Approximate values for specific Westinghouse cur¬ 
rent transformers are given in Table 17. The limiting ef¬ 
fect of secondary burden has been neglected for the sake of 
simplicity. 
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POWER-LINE CARRIER APPLICATION 
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R. C. Cheek 


I. INTRODUCTION 

ARRIER equipment has been used on the power 
systems of this country since the early 1920s. At 
first, carrier was used for voice communication only, 
but its applications subsequently expanded to include a 
wide variety of functions such as protective relaying, tele¬ 
metering, supervisory control, and others. Today, carrier 
is indispensable to the operation of most power systems. 
Power-line carrier offers rapid and dependable communica¬ 
tion for interoffice business and for load dispatching. Car¬ 
rier relaying permits high-speed clearing of all types of 
faults, with an attendant increase in stability limits and 
permissible line loading. Carrier provides economical 
channels for the telemetering of continuous load informa¬ 
tion to dispatchers for efficient system operation. Carrier 
channels are used for the remote supervision and control of 
many important substations and for automatic load con¬ 
trol of numerous large generating units. 

The application of carrier equipment for the transmis¬ 
sion of high-frequency signals over a 60-cycle power trans¬ 
mission system involves many problems that most com¬ 
munication engineers do not have to face. The configura¬ 
tion and layout of these systems is invariably dictated by 
60-cycle considerations, and short taps and spur lines that 
can play havoc with carrier-frequency transmission are 
included without regard to their effect upon such high fre¬ 
quencies. The power system communications engineer 
must nevertheless take the 60-cycle system as it exists and 
make the carrier equipment operate satisfactorily between 
the required points, drawing heavily upon his experience 
and ingenuity to stay within his usually limited budget. 

The process of applying carrier to power lines is still 
largely empirical, because the complexity of the usual 
power system makes the exact calculation of all the effects 
practically impossible. However, an appreciation of the 
fundamental principles involved and the use of the prac¬ 
tical data that have been gathered through the years 
usually permit the characteristics of a proposed carrier 
channel to be predicted with adequate accuracy. 

In this chapter, a review of the major applications of 
power-line carrier is followed by discussion of some of the 
fundamental considerations in the transmission of high- 
frequency energy over power systems. The remainder of 
the chapter provides data on the practical application of 
power-line carrier channels. 

1. Carrier Frequencies 

For many years the band of frequencies from 50 to 150 
kilocycles was considered the normal carrier band. How¬ 


ever, the greatly increased application of carrier equipment 
of the past decade has resulted in virtual saturation of this 
band on most interconnected power systems, and many 
new channels ha^ e been established at frequencies as high 
as 200 kc and as low as 30 kc. The practical limits to ex¬ 
tension of the frequency band will probably be established 
by excessive losses at the high-frequency end of the 
spectrum, and by the bulkiness and complexity of coupling 
and tuning equipment and the difficulty of obtaining suf¬ 
ficiently broad tuned circuits at the lower-frequency end. 

II. CARRIER APPLICATIONS 
2. Carrier Communication^ *** 

Power-line carrier communication systems differ in the 
method of calling, the power supply, or in the modulation 
system, but any given assembly can be classified as simplex 
or duplex, depending upon its operation. 

A simplex system is one in which transmission can pro¬ 
ceed from one station only at any given instant. In sim¬ 
plex communication all stations on a channel operate on a 
single frequency. Transmission and reception cannot take 
place simultaneously on the same frequency at one station, 
because the transmitter blocks the local receiver and may 
even damage it permanently unless the receiver is de-ener¬ 
gized during transmission periods. The simplex system 
therefore requires means for turning off the receiver and 
energizing the transmitter during transmission. 

Requiring only a single carrier frequency, simplex equip¬ 
ment lends itself readily to applications in extensive car¬ 
rier-communication systems involving more than two 
terminals. It is economical of space in the carrier-fre¬ 
quency spectrum because the same frequency is used at all 
transmitting points. Crowding of the spectrum is a serious 
problem on many power systems today, and this factor 
alone is often sufficient to justify its application. 

A duplex system is one in which transmission can take 
place simultaneously from both stations, as in ordinary 
telephone service. In the duplex system, the first of two 
frequencies is used for transmission at one station, 
the second for reception. At the other station, the first 
frequency is used for reception, the second for transmis¬ 
sion. 

Duplex operation normally is limited to two terminals 
per channel, unless communication is desired between a 
central office and several other stations not requiring 
intercommunication. Its major advantage, one that in the 
minds of some users outweighs any disadvantages, is its 
ability to provide two-way conversation without the 
switching operations required by the simplex system. 
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3. The Single-Frequency Manual-Simplex System 

In the single-frequency manual-simplex system, shown 
diagrammatically in Fig. 1, “send-receive” switching oper¬ 
ations are performed by the speaker with a pushbutton on 
the telephone handset. Although provision can be made 
for complete operation over a two-wire extension, a control 
circuit separate from the speech circuits generally is re- 



Flg. 1—Basic units of manual simplex communication assem¬ 
bly with code-bell calling. 

quired. The need for d-c control circuits and the fact that 
a special telephone instrument with a *‘push-to-talk” but¬ 
ton is necessary preclude any simple method of extending a 
manual-simplex telephone channel through a conventional 
private-branch-exchange board. 

This sytem is the simplest of the carrier-communication 
systems in terms of the amount of equipment required and 
in ease of adjustment after installation. For dispatching 
and other applications where users are accustomed to 
handling push-to-talk handsets, it is an entirely adequate 
S3rstem. 

4. The Two-Frequency Duplex System 

The basic units of a two-frequency duplex assembly are 
shown in Fig. 2. A photograph of a typical complete 



Fig. 3—Basic units of two-frequsncy duplex communication 
assembly with code-bell calling. 

assembly is given in Fig. 3. Aside from the fact that the 
transmitter and receiver operate on different frequencies, 
the most important difference between this system and the 
manual simplex system is the addition of the audio hybrid 



Fig. 3—^Typical two-frsqusncy duplex assembly. Panel units, 
top to bottom, are transmitter, audio amplifier, blank test- 
meter unit, superheterodyne receiver, audio hybrid and 
signalling units, switch and fuse unit, high-voltage power 
supply, low-voltage power supply, and voltage-adjusting 
autotransformer unit. 

unit. It is this unit that makes it possible for the trans¬ 
mitter and the receiver to operate continuously during the 
conversation, without switching operations, with a con¬ 
ventional two-wire telephone extension. 

The purpose of the hybrid unit can best be understood 
by considering what would happen to a two-frequency 
duplex channel if an attempt were made to operate into 
two-wire telephone extensions at each end without hybrid 
units. With such a system, the audio output of the re¬ 
ceiver would be connected directly to the input terminals 
of the audio amplifier and would modulate the transmitter 
output. This signal would be received at the distant sta¬ 
tion, amplified by the audio amplifier, and transmitted 
back to the first station, where it would be amplified « e*in 
and retransmitted. An oscillatory circuit would thus exist, 
and the outputs of the receivers at both stations would be 
an audio howl of a frequency equal to the natural fre¬ 
quency of the ciHnplete loop. This howl would make the 
circuit useless for communication purposes. 

The audio hybrid unit prevents this howl by reducing the 
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amount of receiver output that reaches the audio amplifier 
input terminals to a value insufficient for continuous oscil¬ 
lation. The unit contains a three-winding transformer 
connected between the telephone line and the transmitter 
and receiver terminals as shown in Fig. 4. The balancing 
network must be a group of resistors, capacitors, and in¬ 
ductors connected in a network whose impedance matches 



Fig. 4—Typical hybrid coil and connections. The components 
of the balancing network are chosen to match the input 
impedance of the telephone extension as nearly as possible 
over the voice-frequency band. 

closely the impedance of the telephone line and associated 
equipment, as viewed from the hybrid unit terminals, over 
the band of audio frequencies transmitted by the carrier 
equipment. Examination of Fig. 4 shows how a typical 
hybrid transformer is intended to accomplish its function 
of placing the signal from the receiver upon the telephone 
line without producing a corresponding signal voltage 
across the input terminals of the transmitter audio ampli¬ 
fier. The receiver output is fed into the hybrid transformer 
at the junction of two identical windings. These two wind¬ 
ings are in series with identical impedances, so that the 
receiver output current divides equally between the two. 
The ampere turns in the two windings balance or neutralize 
each other, leaving no ampere turns to be balanced by cur¬ 
rent in the third winding. The voltage across this third 
winding is therefore theoretically zero as far as the effect 
of signals from the receiver is concerned. 

For a signal from the telephone line, however, the cur¬ 
rents in the two identical windings are in essentially the 
same direction, some flowing through the receiver output 
transformer and the remainder flowing through the bal¬ 
ancing network. A corresponding voltage therefore ap¬ 
pears across the terminals of the third winding. 

It is essential that telephone extensions used with duplex 
assemblies be properly terminated and be free of discon¬ 
tinuities. Received signals transmitted along an extension 
and reflected from such discontinuities back toward the 
carrier set appear to the hybrid unit as normal signals to 
be transmitted and may make it impossible to achieve a 
satisfactory balance with any type of balancing network. 

The determination of the proper balancing netw ork and 
the adjustment of audio levels after installation are usually 
the major problems in the application of two-frequency 
duplex equipment. 

5. The Multi-Station Duplex System 

The multi-station duplex system provides the advan¬ 
tages of duplex communication between any two of a num¬ 



Fig. 5—Basic units of multi-station two-frequency duplex 
communication assembly with code-bell calling. 


ber of stations on a channel The basic units are shown in 
Fig. 5. Two transmitters and two receivers are included in 
each assembly, but other units, such as pow'er supplies and 
amplifiers, are not duplicated. 

The transmitter and receiver used at a given station de¬ 
pend upon the point of origin of the call. Designating the 
two frequencies as Fi and Fa, for example, all stations 
would normally receive on Fi. A station originating a call, 
however, transmits on Fi. The Fi transmitter is selected 
by the calling party by the simple act of picking up the 
telephone handset. The closing of the d-c circuit through 
the hook switch operates a relay, which causes the con¬ 
tactor unit to apply the output of the audio amplifier to 
the audio terminals of transmitter Fi. Simultaneously the 
contactor unit energizes the transmitter and applies the 
output of receiver F 2 to the audio hybrid unit. At the 
called station, the reception of the carrier signal from the 
calling station on receiver F 1 operates a relay whose con¬ 
tacts open to prevent the transfer from transmitter Fj to 
transmitter Fi from being made by the contactor unit 
when the called party replies. Transmitter Fi and receiver 
Ft at the calling station and transmitter Ft and receiver Fi 
at the called station remain energized throughout the con¬ 
versation. When the conversation is completed, the hang¬ 
ing up of the telephones at both stations returns conditions 
to normal, with all stations receiving on Fi. 

6. The Single-Frequency^ Automatic-Simplex 
System 

Single-frequency automatic simplex is the most versatile 
of all the power-line carrier-communication systems. The 
number of stations on a given channel is not limited to two, 
as is the case with the usual two-frequency duplex system; 
it permits a single conversation among several stations on 
the channel, and it permits operation with two-wire tele¬ 
phone extensions and through PBX boards without re¬ 
quiring balance of a hybrid unit. 

Modern automatic-simplex equipment eliminates ob¬ 
jections to ‘‘send-receive’' switching because this function, 
accomplished automatically, is so rapid and quiet that the 
user often is unable to detect its occurrence. In up-to-date 
automatic-simplex equipment, the transfer is made so 
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Fi^. 6—Basic units of automatic simplex assembly with code¬ 
bell calling. 


rapidly that after every slight pause, or even between 
words, a party speaking can be interrupted. 

A typical assembly for automatic-simplex communica¬ 
tion is shown in the block diagram of Fig, 6. In addition 
to the units used in the two-frequency duplex assembly, 
automatic-simplex operation requires an electronic-trans¬ 
fer unit and a receiving audio-amplifier unit. The latter 
provides a convenient place to block receiver audio output 
without disabling the radio-frequency portion. 

The transmitting audio amplifier in the stand-by condi¬ 
tion is unblocked and ready to amplify voice signals from 
the telephone line. Reception of a carrier signal blocks the 
amplifier, so that once reception has started, no transmis¬ 
sion can occur until the equipment returns to the stand-by 
condition. On the other hand, if an outgoing voice signal 
reaches the amplifier from the telephone line with the 
stand-by condition in efTect, it causes the entire receiver to 
be blocked so that no signal can be received until conditions 
return to stand-by. The switch from transmit to receive 
and vice versa requires that the equipment pass through 
the stand-by condition in each direction. 

The electronic-transfer unit is the key unit in the auto¬ 
matic-simplex assembly. It switches the equipment auto¬ 
matically from stand-by to transmit or receive as required. 
A typical automatic simplex assembly is shown in Fig. 7. 

7. Galling Systems 

A number of different systems of establishing a call over 
a carrier channel are in general use. The most important 
are the following: code-bell calling, voice calling, automatic 
bell calling, and dial selective calling. 

Code-bell calling is the system of calling often used on 
rural party lines in which all telephones on a given circuit 



Fig, 7—Typical automatic simplex communication assembly. 
Units top to bottom, at left, superheterodyne receiver, switch 
and fuse panel, and high-voltage power supply. At right, 
transmitter, audio amplifier, hybrid and signalling unit, 
electronic transfer unit, bias-controlled audio amplifier, and 
two low-voltage power supplies. 

ring, the desired party being indicated by a code made up 
of long and short rings. The calling party transmits the 
code by turning a hand generator or by applying a voltage 
to the line with a push-button on his telephone instrument. 
All telephones on the system ring in accordance with the 
transmitted code. 

In the voice calling system, the call is placed by simply 
speaking the desired party’s name into the telephone trans¬ 
mitter. Loudspeakers with individual amplifiers are pro¬ 
vided at all telephone extensions to call the desired party. 
The loudspeaker is disconnected when the telephone in¬ 
strument is picked up. Calling by voice is supplemented 
in some installations, especially those where ambient noise 
level is high, by a high-frequency audio tone, which is 
applied to the loudspeaker for a few seconds at the time 
the calling party picks up his telephone instrument. 

In the automatic bell calling system, the bells on the 
telephone instrument or instruments at the opposite ter¬ 
minal are rung automatically when the calling party picks 
up his handset. The ringing continues for a few seconds 
and then is cut off automatically. To repeat the ring the 
calling party must hang up the telephone instrument and 
remove it again, or close the hook switch manually and 
then release it. Because this system provides no means 
of indicating which telephone on an extension should be 
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answered, it is used only on point-to-point carrier systems 
where only one extension is used at each end of the channel. 
A carrier channel linking two PBX boards provides an 
ideal application for the automatic bell calling system. 

In dial selective calling^ the desired number is dialed in 
the conventional dial-telephone manner. Each carrier set 
includes its own line-selector unit, which receives incoming 
dial pulses and applies ringing voltage to the wanted ex¬ 
tension. Each of these selector units is in itself a complete 
private automatic-telephone exchange. The automatic- 
simplex carrier system with selective calling provides 
nearly every operating feature found on modern dial-tele¬ 
phone systems, such as a busy signal, a revertive or ring- 
back signal, local intercommunication, executive right-of- 
way or preferential service, and a disconnect signal. 

8. Power Supply for Communicatic n Issemblies 

Alternating current at 120 or 240 volts generally has 
been used to supply carrier-communication equipment. 
At locations remote from generating sonnies, automatically 
starting motor-generator sets or converters have been used 
to provide power for the carrier set during emergencies or 
upon loss of normal a-c supply, ihis practice still is fol¬ 
lowed on long-haul channels using relatively high-powered 
equipment. Modern developments, however, have pro¬ 
vided equipment capable of operating directly from 125- 
or 250-volt station batteries, making it possible to provide 
uninterrupted communication more economically, and 
without the maintenance problems associated with rotat¬ 
ing equipment and accompanying control devices. 

9. Carrier Relaying 

Carrier-relaying systems and their application have been 
discussed in Chap. 11. A typical system is shown in Fig. 20 
of that chapter. The application of the carrier equipment, 
as opposed to the application of the relays themselves, is 
basically the same as that for other carrier applications. 
The problems are greatly simplified, however, by the fact 
that relaying channels are always limited to the extent of 
a single line section and include line traps at each terminal. 
The relaying system normally requires use of the channel 
only during an actual fault, and the equipment is free for 
other applications for the remainder of the time. The sys¬ 
tem is always arranged so that the relays can interrupt 
any auxiliary functions in progress when a fault occurs. 

A form of voice communication often termed “emergency 
communication” is usually inherently available in carrier 
equipment provided for relaying. Such communication is 
limited to the line section being protected, and since it is 
a ‘^push-to-talk” system it is not suited to \ise with lengthy 
extensions or PBX boards. A mdimentary calling system, 
using the carrier itself as a calling signal, is usually em¬ 
ployed. Because of these and other limitations, the com¬ 
munication function provided by carrier-relaying assem¬ 
blies should not be considered in the same category with 
that provided by assemblies designed specifically for 
communication purposes. 

10. Carrier Telemetering* 

Telemetering is the indicating or recording of a quantity 
at a location remote from that at which the quantity 


exists. The quantities most often telemetered on power 
systems are electrical quantities, usually kilowatts and 
kilovars; but hot-spot temperature, water level, tap- 
changer position, and many other quantities can be 
telemetered. 

Some telemetering systems are intended for operation 
over metallic conductors only. Among these are the 
torque-balance and the slide-wire systems. Others are 
adaptable for use either over metallic conductors or carrier 
channels. These latter systems are generally based upon 
the principle of converting tlui indication to be telemetered 
into pulses of a definite character, a variation in the tele¬ 
metered quantity being reflected as a variation in some 
characteristic of the transmitted pulse. 

In the impulse-rate system, the frequency or rate of the 
pulses varies in proportion to the magnitude of the tele¬ 
metered quantity. A reference or base rate of impulsing 
represents a magnitude of zero; impulse rates above the 
base rate represent positive increments in the quantity, 
and impulse rates below the base rate represent negative 
increments. 

In the impulse-duration system, the frequency of the 
pulses is constant. The duration of the pulse during a 
complete pulsing cycle is proportional to the magnitude 
of the telemetered quantity. 

The pulse telemetering systems are well suited to opera¬ 
tion over (tarrier channels. The fact that the intelligence 
transmitted takes the form of simple pulses makes it pos¬ 
sible to use in many applications a simple carrier assembly 
in which an unmodulated carrier is turned on and off by a 
pair of contacts controlled by the telemetering device. No 
special modulation schemes are necessary with these sys¬ 
tems, and the accuracy of the received information is 
independent of variations in the attenuation of the channel 
over which it is transmitted. 

11. Impulse-Duration vs. Impulse-Rate Systems 

Impulse-duration systems are adaptable to telemetering 
a much wider variety of quantities than is the impulse-rate 
system, which is generally suitable only for the telemeter¬ 
ing of electrical quantities, primarily kilowatts and kilo¬ 
vars. The Bristol Metameter system, for example, can be 
supplied with measuring elements for the telemetering of 
pressure, liquid level, and a number of other mechanical 
or hydraulic readings. The impulse-duration receiving 
instruments have the additional advantage that they 
can be easily adapted to retransmission of individual or 
totalized quantities. 

The impulse-rate system, however, has a number of 
advantages in those applications to which it is suited. A 
complete impulse-rate system, including a suitable record¬ 
ing instrument, generally costs less than a corresponding 
impulse-duration .system. The accurac^y of the impulse- 
rate system is not affected by reasonable variations in the 
duration of the “on” and “olY” periods of the impulse, an 
important consideration in applications where the tele¬ 
metering signal must be received and re-transmitted at 
several points along its channel. Careful attention must 
be paid to the operating times of mechanical relays, and 
to the time-lag in audio-relay circuits, when impulse-dura¬ 
tion signals are passed along in this fashion. Also, large 
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variations in signal level due to changes in attenuation 
affect the accuracy of impulse-duration systems operating 
on audio tones to an extent depending upon the flatness 
of the receiver avc (automatic-volume-control) charac¬ 
teristic. 

12. Power-Line Carrier Telemetering Assemblies 

The channel requirements for impulse telemetering sys¬ 
tems are relatively simple; and because transmission alone 
or reception alone is usually required, the assemblies used 
for telemetering purposes are often correspondingly sim¬ 
ple. If a single set of impulses is to be transmitted from a 
given point, the assembly often consists of a single fre¬ 
quency-shift carrier transmitter with a self-contained, a-c 
power supply. The carrier-frequency output of the trans¬ 
mitter is controlled directly by the impulse-forming de¬ 
vice, which shifts the output back and forth between the 
mark and space frequencies as its contacts close and open. 

At the receiving end of such a channel, a frequency-shift 
receiver is used to receive the carrier signal. The receiver 
operates a relay which in turn keys the impulse receiver. 

In applications where more than two or three quantities 
are to be telemetered from a single point simultaneously, 
it is common practice to use audio-tone transmitter units 
to modulate the carrier-frequency signal. One tone fre¬ 
quency is used for each telemetered quantity, and the car¬ 
rier wave is left on continuously. The telemetering as- 



Fig. 8—Typical tone telemetering assembly with carrier re¬ 
ceiver and eight tone receivers, and carrier transmitter with 
two tone transmitters. This assembly is capable of receiving 
eight simultaneous telemetered indications on one carrier 
frequency and transmitting two simultaneous indications on 
another. 

sembly of Fig. 8 is used to receive eight separate telemeter¬ 
ing tones on a single carrier frequency and transmit two 
other tones on another. 

13. Load-Frequency Control 
Load-frequency control is the control of the output of a 


generator or a group of generators on a system in such a 
way as to maintain the system frequency and to regulate 
the interchange of power with other systems in accordance 
with a predetermined plan. 

The frequency of a system or a group of interconnected 
systems is constant if the governor settings on all the prime 
movers cause the generators to produce exactly the amount 
of power required to supply the total load. If some of the 
load is suddenly lost, that part of the prime mover output 
initially supplying the dropped load is absorbed in accel¬ 
erating all the units on the system, and a rise in system 
frequency occurs. Under these conditions, the output of 
one or more of the prime movers on the system must be 
reduced to restore the frequency to normal, and then 
increased slightly to maintain normal frequency. 

In the operation of large interconnected systems or 
power pools, it is the practice for one large generating 
station to regulate its output on the basis of system fre¬ 
quency, reducing the governor settings of one or more 
prime movers if the system frequency is high and increas¬ 
ing the settings if the frequency is low, without regard to 
tie-line loads or total interchange of power with other 
systems. This type of operation is called flat frequency 
control. The other systems in the interconnected group 
regulate prime-mover outputs on the basis of the inter¬ 
change of power among systems. For these other systems, 
there are several possible types of operation, most of which 
are based on regulating to produce a pre-detcrmined net 
tie-line loading when frequency is normal, but allowing the 
tie-line loading to depart from the pre-determined value 
when the frequency is off normal. 

The basic quantity used to govern the operation of auto¬ 
matic load controllers is the net power interchange of the 
system, which is combined with system frequency in most 
types of control. In the usual arrangement, net inter¬ 
change is obtained by totalizing individual interchange 
readings at the dispatching office and combining the result 
with frequency in an automatic load controller located at 
that point. The controller generates ‘‘raise’^ and *‘lower'^ 
impulses that must be transmitted to the regulating sta¬ 
tion. Power-line carrier is often used as a medium for 
transmitting these signals. 

14, Carrier Assemblies for Load-Frequency Control 

The channel requirements for load-frequency control are 
similar to those for telemetering two quantities, since two 
types of impulses must be transmitted. A common ar¬ 
rangement is the use of a single carrier transmitter modu¬ 
lated by two audio-frequency tones, one for “raise'' im¬ 
pulses and one for “lower" impulses. At the receiving end 
of such a channel, a single carrier receiver operates into 
a corresponding pair of tone receivers. An alternate sys¬ 
tem is the use of two frequency-shift channels, one for 
"raise" and one for "lower" impulses. 

It is frequently desirable to arrange the system so that 
any one of several generating stations can be called on to 
act as the regulating station for the system. In this case 
the usual arrangement is for each such station to be 
equipped with an identical carrier-receiving assembly, 
tuned to the frequency of the load-control transmitter at 
the dispatching office. Any one of the stations can then 
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be placed on automatic control by the station operator, in 
accordance with the orders of the dispatcher. 

15. Carrier Supervisory Contror 

Supervisory control is a system of controlling and super¬ 
vising from a central point to operation of equipment at 
one or more remote locations. Control and supervision of 
several separate pieces of equipment are accomplished with 
relatively few conductors or channels. In the Visicode 
supervisory-control system, which is the system considered 
in the subsequent discussion, only a single pair of wires or 



Fig. 9—Typical Visicode supervisory control desk. 


a single carrier channel is required. A typical Visicode 
control desk is shown in Fig. 9. 

In the Visicode supervisory-control system, supervision 
and control of many individual units of equipment are 
obtained by selective relay systems. These automatically 
generate and receive impulses in coded groups to perform 
the functions of selecting the apparatus to be controlled, 
performing the desired operation, and indicating that an 
operation has taken place. The latter function is per¬ 
formed whether the operation is initiated through the 
supervisory system or not. 

16. Channel Requirements of Supervisory-Control 
Systems 

The rate of impulsing of supervisory equipment is from 
9 to 14 impulses per second, comparable to the speed of 
impulsing of a telephone dial. This rate of impulsing is 
considerably higher than the highest rate of any standard 
impulse telemetering system. The fastest such system in 
use has a maximum impulse rate of approximately 3.5 per 
second. In an impulse-rate telemetering system, it is nec¬ 
essary only that the channel preserve the rate of impulsing. 
The relative duration of the ‘‘on” and “off” periods is 
not important. 

In the supervisory-control system the duration of the 
“on” period is approximately twice that of the “off” pe¬ 
riod. This relation must be preserved in order to allow 
proper sequential relay operations, some of which occur 
during the “on” period and some of which occur during 
the “off” period of the impulse cycle. 


The high impulsing speed of the supervisory system and 
the requirement that the relative duration of the “on” and 
“off” periods be preserved make it undesirable to use more 
than one relaying point to retransmit mechanically super¬ 
visory impulses received from a distant point. 

There are two types of Visicode supervisory control, one 
in which all the equipment to be controlled is located at a 
single point, and one in which the equipment is in several 
groups at different locations. These two types are referred 
to as the single-station and multistation systems, respec¬ 
tively. 

A fundamental requirement of the multistation system 
is that a control or supervision function in progress be¬ 
tween the dispatching office and a controlled station not 
be interfered with by supervisory signals from other con¬ 
trolled stations. This requirement is met by assigning 
different group codes to each station and arranging each 
station so that reception of a group code not associated 
with it locks out the supervisory equipment at that station. 
Each station must be able to receive all signals transmitted 
from any other station. In this way synchronism of im¬ 
pulses and successful lockout are assured, because the 
impulsing of any station is governed by impulses sent 
simultaneously from other stations. 

When supervisory control is operated over a carrier 
channel provided for its exclusive use, impulsing of an 
otherwise unmodulated carrier signal normally is used. For 
this type of operation the transmitters and receivers at ail 
locations operate on the same frequency, and all stations 
receive each other. Modifications of this arrangement are 
made in some cases to combine the supervisory system 
with other functions. In these cases supervisory control 
is usually operated over an audio-tone channel, a single 
tone receiver and transmitter being provided for sup)er- 
visory in the carrier assembly at each location involved. 

17. Combined Functions on a Carrier Channel**^*^ 

Many of the functions of power-line carrier that have 
been described can be performed simultaneously over a 
single carrier channel, and usually several carrier channels 
on the same line can make joint use of coupling and tuning 
equipment. Such efficient use of carrier equipment often 
justifies an investment in the apparatus that might not 
be justifiable for a single function alone. 

Many functions that require the transmission of intelli¬ 
gence in the form of impulses, such as telemetering and 
load control, can be performed simultaneously over a single 
carrier frequency by modulating the carrier with audio¬ 
frequency tones. Each tone frequency is in effect a sepa¬ 
rate carrier channel itself^ using the radio-frequency carrier 
channel as its “conductor”. At the receiving end of such a 
channel, separate tone receivers are operated from the out¬ 
put of the radio-frequency receiver, each individual tone 
receiver being tuned to receive one particular audio tone 
and reject the others. 

If continuous telemetering and simultaneous emergency 
communication are desired on a relaying channel, audio 
tones below 500 cycles can be used for several simultaneous 
telemetering functions, the audio frequencies above 500 
cycles being used for speech. A filter is used to eliminate 
the tone frequencies from the speech at the sending and 
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Fig. 10—A carrier assembly for simultaneous voice communi¬ 
cation (emergency type), reception of two telemetered indi¬ 
cations, and phase-comparison relaying. Top to bottom, 
carrier transmitter, two tone receivers, modulator, double¬ 
carrier receiver, phase-comparison relay control unit, switch 
and fuse panel, and high-pass filter for removing telemetering 
tones from speech. 

receiving ends. Speech intelligibility is not perceptibly 
affected by the elimination of the speech frequencies below 
5(X) cycles, because practically all the intelligibility is fur¬ 
nished by the frequencies above this figure. The carrier 
assembly shown in Fig. 10 is intended for relaying, emer¬ 
gency communication, and simultaneous reception of two 
telemetering tones. 

With supervi.sory-control equipment, any number of 
quantities cati be telemetered one at a time. Each tele¬ 
metering function is made a point on the supervisory 
system, and the dispatcher selects the quantity he desires 
to read. Communication can be made a point on the 
supervisory system of single-station supervisory systems, 
and such supervisory systems can operate over relaying 
carrier channels. 

Single-station supervisory-control systems on point-to- 
point carrier channels can be used in almost any desired 
combination with relaying, telemetering, load control, or 
communication. Two-frequency carrier channels are re¬ 
quired for the combination of supervisory control with 


continuous functions, such as telemetering or load con¬ 
trol. 

In multistation supervisory-control systems, all stations 
must receive all signals. Continuous carrier functions can¬ 
not be combined with multistation supervisory control on 
single-frequency carrier channels, and certain combina¬ 
tions of multistation supervisory control with relaying and 
communication equipment are not practical. Among these 
is the combination of supervisory control with multistation 
automatic simplex communication, and any combination 
of supervisory control with relaying that involves the use 
of carrier transmitters outside a protected line section, 
operating on the same frequency as those within the line 
section. 

18. Modulation Systems 

Three different modulation systems are available for use 
in power-line carrier applications. These are the amplitude 
modulation, the frequency modulation, and the single¬ 
sideband systems®’^® Of these, amplitude modulation is 
by far the most widely used. In amplitude modulation 
(a-m) the amplitude or intensity of the transmitted wave 
is varied in accordance with the waveform of the intelli¬ 
gence to be transmitted. A mathematical analysis of the 
frequency components of the resulting signal shows that 
they include the carrier wave itself, unchanged in magni¬ 
tude, frequency, or phase, plus so-called sideband com¬ 
ponents, two for each frequency contained in the modulat¬ 
ing wave. These sideband components appear at frequen¬ 
cies equal to the carrier frequency plus each modulating 
frequency (up^per sideband components) and carrier fre¬ 
quency minus each modulating frequency (lower sideband 
components). It is the beating of these sideband compo¬ 
nents with the carrier in the detector of an a-m receiver 
that results in the reproduction of the original intelligence 
at the receiving point. 

The bandwidth occupied by an a-m signal is twice the 
frequency of the highest-frequency modulating signal, and 
the tuned circuits of an a-m receiver must be sufficiently 
broad to accept this bandwidth without appreciable atten¬ 
uation at the extreme frequencies. 

Since sideband components occur in pairs, one group 
above the carrier frequency and one below, it is evident 
that each sideband group contains all of the intelligence of 
the original signal. This indicates the possibility of halving 
the bandwidth required for transmission by suppressing 
one complete set of sideband components before trans¬ 
mitting the signal. Furthermore, since the carrier wave 
itself carries no intelligence and requires a large portion of 
the transmitted power, it is evident that an appreciable 
saving in power can be made by partially or completely 
eliminating the carrier wave at the transmitter, emphasiz¬ 
ing or regenerating it at a low power level in the receiver. 

This is done in the single-sideband system, in which one 
set of sideband components is suppressed and the carrier 
is partially or completely suppressed at a low level in the 
transmitter. If the original peak power used in the trans¬ 
mitter (as an a-m transmitter) is concentrated in the in¬ 
telligence-bearing components of a single sideband, and 
if the receiver used has only the necessary bandwidth (half 
the bandwidth required for a-m service), there is a gain in 
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signal-tonoise ratio of nine db in favor of single-sideband 
transmission. Thus, single-sideband transmission offers 
the equivalent of increasing the original carrier power 
eight times, and requires only half the bandwidth required 
by the a-m system. 

The frequency-modulation (f-m) system is also used in 
power-line carrier work. In this system the amplitude or 
intensity of the transmitted signal is constant and the 
frequency varies above and below a reference frequency 
in accordance with the intelligence being transmitted. 

The deviation ratio, defined as the ratio of the maximum 
departure of the frequency from the reference value to the 
maximum frequency contained in the modulating signal, 
is a measure of the gain in signal-to-noise ratio of an f-m 
system over an a-m system of the same power. The f-m 
system provides marked increases in signal-to-noise ratio 
as the deviation ratio is increased. However, the minimum 
bandwidth required by frequency mcxlulation is the same 
as that for a-m transmission of the same intelligence, and 
if a deviation ratio large enough to give a worthwhile 
increase in signal-to-noise ratio is used, the a-m bandwidth 
must be exceeded. 

The frequency-shift system is a special form of frequency 
modulation that is used for telegraphic functions such as 
telemetering. In this system two closely-spaced frequen¬ 
cies are used. A continuous carrier wave of constant am¬ 
plitude is shifted back and forth between the two frequen¬ 
cies, one frequency denoting a ‘^mark’' and one a “space'' 
in the transmission of the impulses. By using highly stable 
crystal oscillators for the transmitted frequencies, and cor¬ 
respondingly stable and highly selective circuits in the 
receivers, it is possible to place the mark and space fre¬ 
quencies w^ithin 0.06 per cent of each other in the carrier 
spectrum. Even with this spacing, the equivalent f-m 
deviation ratio with the slow-speed keying required by 
practical impulse-telemetering systems is extremely high, 
with the result that a properly-designed frequency-shift 
system can provide substantial gains in signal-to-noise 
ratio with a small transmitted bandwidth. 

III. PROPAGATION OF CARRIER ON 
TRANSMISSION LINES 

19. Propagation Between Two Phase Conductors 

Practically all textbooks on transmission give the clas¬ 
sical solution for steady-state voltage and current at any 
point along a two-wire line**’^*. This solution is approxi¬ 
mately valid for carrier propagation between two phase 
conductors of a transposed three-phase power line, because 
transpositions tend to nullify the effect of the presence of 
the third conductor. The solution is based on the assump¬ 
tion that the line is composed of an infinite number of 
resistors and inductors in series, with an infinite number 
of capacitors and resistors shunting the line at equally- 
spaced points. This solution can be written as follows: 



in w hich and /j are the sending end voltage and current, 

respectively. 

Er and L are the receiving end voltage and cur¬ 
rent, respectively. 

Zo is the characteristic impedance as defined in 
the next paragraph. 

a-i-jP is the propagation constant, to be defined 
later. 

I is the distance from the receiving end, in the 
units of length used to define 


20. Characteristic Impedance 

Equations (la) and (lb) show that w’hen a voltage is 
applied to the sending end of the line, the voltage at any 
point on the line actually consists of two voltages, one a 
voltage traveling from the sending end of the line toward 
the receiving end, the other traveling from the receiving 
end back to the sending end. The former w ill be designated 
as the latter as E”. Each of these voltages is accom¬ 
panied by a corresponding current, and /“, respectively. 
The ratio of either voltage to its corresponding current at 
any point in the line is a constant Zc which is independent 
of the line length but is a function of the series resistance, 
the series inductance, the shunt conductance, and the 
shunt capacitance of the line per unit of length. This 
constant is the characteristic impedance of the line and 
can be expressed as 


/+ /- Vg+jcC 


( 2 ) 


where R = resistance in ohms per unit length. 

L = inductance in henrys per unit length. 

G = shunt conductance in mhos per unit length. 

C = shunt capacitance in farads per unit length, 
and w = 27r/ where/ is the frequency in cycles per second. 


In actual practice at high frequencies, such as those used 
in carrier transmission, the quantities jwL and jwC are so 
large by comparison with R and G that the latter can be 
neglected and the characteristic impedance expressed 
simply as 


Zc== 


(3) 


or by applying conventional formulas for L and C as 
Zc~276 logiQ— 


(4) 


where D is the distance between conductors and d is their 
diameter in the same units. Ordinary high-voltage trans¬ 
mission lines show characteristic impedances of 600 to 900 
ohms between any pair of phase wires. Table 3 of Chap. 9 
gives line-to-neutral surge impedances of a number of 
typical lines. The single-phase surge impedances are twice 
the values showm in this table.^ 

21. Propagation Constant 

Further study of the solution for a two-wire line shows 
that the phase and magnitudes of the voltage and current 
traveling tow^ard the receiving end change as they progress 
along the line. The forward voltage and current at any 
point can be expressed as 
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fSa) 

(6b) 

where Bi^ and h* are the values at some intermediate 
point on the line at a distance Al toward the receiving end. 
Likewise, the voltage and current traveling in the opposite 
direction, E~ and I~, change as they progress along the 
line, for 

(6a) 

(6b) 

The quantity a+jfi is the propagation constant of the line, 
which can be expressed as 

ot+j0 ” V (R+j<i»L){G+juC). (7) 

The real part of a+j0 is an exponent that expresses the 
reduction of the amplitudes of the forward and reverse 
voltages and currents as they appear at various points 
along their respective directions of travel. The imaginary 
part expresses the phase shift of the voltages and currents 
that results from the finite time required for the waves to 
travel from one point to another on the line. 

22. Standing Waves 

The forward and reverse vdtages (and currents) aid and 
oppose each other at various points along the line, depend¬ 
ing upon their respective phase positions. The total volt¬ 
age and the total current ther^ore exhibit maxima and 
minima at equally spaced points separated by a distance 
that is a function of the frequency, giving rise to the 
phenomenon of standing waves. The magnitudes of the 
maxims and minima are a function of the amount of energy 
reflected from the receiving end of the line. 

Standing waves increase the losses in a line as compared 
with the losses obtained without reflection or standing 
waves. They also result in increased radiation of energy 
from the line and other usually undesirable effects. 


23. Attenuation 

The attenuation of a proposed channel is of prime im¬ 
portance in carrier application, because it determines the 
fraction of the transmitted energy available at the receiv¬ 
ing'end to overcome noise and interfering voltages. 

If, as in practical open-wire lines at carrier frequencies, 
the shunt c<mductance 0 is negligible and R is small com¬ 
pared to juL, the real part of the propagation constant 
(Eq. 7) can be expressed as 




R 

a—r^nepers per unit of length 


a»^^^^ecibels per unit of length. 


(8a) 

(8b) 


The resistance A is the resistance of the conductors per 
unit of length at the frequency in question. Calculaticm of 
R is difficult for the usual transmission line using stranded 
conductors, because common skin effect formulas apply 
accurately only to round conductors. Formulas for 
stranded conductors have been developed, and these give 
good results for unweathered surfaces and straight pardlel 
strands, but are subject to errors depending on the condi¬ 


tion of the conductor surface and the twisting of the 
strands in an actual line. 

Most of the literature on power-lin&'Carrier transmission 
reports measured values of attenuation in excess of figures 
calculated from theoretical considerations. The differences 
in these cases appear too great to be accounted for by ex¬ 
pected errors in the determination of skin effect. For this 
reason, it is the usual practice in power-line-carrier applica¬ 
tion to use attenuation figures baaed on measurements on 
actual lines, rather than calculated figures. A table of 
approximate attenuation figures is given in a later section 
of this chapter. 


24. Line Input Impedance 


The reverse voltage and current expressed by the second 
terms of Ekjs. (la) and (lb) result from reflection of the 
forward voltage and current at the receiving end of the line. 
Equation (1) shows that if the line is terminated at the 
receiving end in an impedance equal to its characteristic 


impedance, Ze, so that 


/, 


Zc, there is no reverse voltage or 


current; i.e., no reflection at the receiver terminal. Under 
these conditions the input impedance Zt at the sending end 
of the line is the surge impedance Z„ and the ratio of total 
voltage to total current everywhere along the line is equal 
to Ze. Also, if the line is sufficiently long, the second terms 
of Eqs. (la) and (lb) are at the sending end negligible in 
magnitude by comparison with the first terms, even 
though the line is not terminated in Ze. In this case also 
the input impedance is Ze. This latter condition is often 
approached in practical carrier applications on isolated 
untapped lines. Carrier transmitters and receivers do not 
ordinarily provide a termination equal to the surge im¬ 
pedance of a line, but most carrier channels are sufficiently 
long that the input impedance of an isolated line is for 
practical purposes the characteristic impedance. 

A special case that must be consider^ is that of short 
tap or spur lines that bridge a line over which carrier 
energy is to be transmitted. The input impedance of such 
a line may be extremely low under certain conditions and 
may constitute practically a short circuit across the carrier 
channel. 


Consider, for example, the case of a low-loss line, open- 
circuited at the receiving end, one quarter wavelength long 
at a certain frequency. Voltage of this frequency applied 
to the input terminals, upon arriving at the receiving end, 
is reflected toward the source unchanged in magnitude and 
polarity, and has travelled a total of one-half wavelength 
by the time it reaches the source. It is exactly 180 degrees 
out of phase mth the voltage being impressed at that 
instant and practically neutralises it. It is impossible, 
therefore, to establish an appreciable voltage across the 
input terminals of a low-loss quarter wavelength line, be¬ 
cause the reflected voltage always opposes any voltage that 
may be impressed. Such a line therefore appears as prac¬ 
tically a short circuit at the particular frequency at which 
it is a quarter wavelength long. 

The same phase relations apply for a line that is any odd 
multiple of a quarter wavelength long. The greater the 
numter of quarter wavelengths, however, the greater the 
total attenuation of the voltage along the path from the 
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source to the open end and back again, so that less and less 
of the input voltage is neutralised and the line appears to 
have progressively greater input impedance at the min¬ 
imum points as its length is increased. 

On the other hand, if an open-circuited low-loss line is 
half wave-length long, current arriving at the receiving 
end is reflected with reversed polarity. Upon returning to 
the sending end a full cycle after having entered the line, 
this reversed current directly opposes the current entering 
the line and practically neutralizes it at all instants of time. 
Thus, it is impossible to establish an appreciable current at 
the input terminals of such a line regardless of the voltage 
applied. In other words, the input imp)edance of a half 
wave-length open-ended line is extremely high. The input 
impedance of a line that is a multiple of a half wave in 
length depends upon the attenuation of the current wave 
along the path from sending end to receiving end and back 
again. The longer the line the lower is this impedance. 

In the case of an open-ended line of.a given length, as the 
frequency is varied over the normal carrier band from 50 to 
150 kc, the input impedance of the line oscillates between 
maxima and minima at frequencies for which the line is 
half wave and odd-quarter-wave resonant, respectively. 
At a given frequency, as the length of a practical line is 
increased, similar maxima and minima occur, but each 
succeeding maximum and minimum point is closer to the 
surge impedance of the line. This is illustrated in Fig. 11, 



Fig. 11—Envelope of the minimum and maximum input 
impedance Zi at 100 kc of a line with attenuation of 0.186 db 
per wavelength (0.1 db per mile). 


which shows the envelope of the input impedance of an 
open-ended line, having an attenuation of 0.1 db per mile 
at 100 kc, as the length is increased. 

In power systems a line actually terminated in an open 
circuit at carrier frequencies is rarely encountered. A much 
more common case is that of short spur or tap lines term¬ 
inated in power transformers, which at carrier frequencies 
usually appear as a shunt capacitance of several hundred 
to several thousand ohms. The effect of a capacitance 



Fig. 13—Input impedance Zi of a typical line with vaeiouc 
capacitive reactance terminations. 


termination is to make the line equivalent to a somewhat 
longer line terminated in an open circuit. For example. 
Fig. 12 shows the input impedance of a line of 730 ohms 
characteristic impedance as a function of length for various 
capacitive reactance terminations. 

25. Propagation on Ground-Return Circuits 

The equations for the propagation of energy over a cir¬ 
cuit consisting of a single isolated conductor with ground 
return correspond exactly in form with Eqs. (la) and (lb) 
for a two-wire circuit. In ground-return carrier transmis¬ 
sion on power lines, however, the phenomena are com¬ 
plicated by the presence of the other conductors and the 
ground wires, because induced currents flow in these 
paths as a result of their coupling with the conductor to 
which the energy is initially applied. The equations for 
this case are much more complicated. 

Chevallier has given a symmetrical-component treat¬ 
ment of ground-return carrier transmission on three-phase 
lines'^. He resolves the applied line-to-ground voltage into 
positive-, negative-, and zero-sequence components and 
uses corresponding propagation constants and charac¬ 
teristic impedances with each. His results show that the 
presumably unused phase conductors actually play an im¬ 
portant role as return conductors in line-to-ground trans¬ 
mission. In practical cases, at a distance of 50 miles or so 
from the terminals on long lines without ground wires, the 
amount of carrier current that flows in the ground is 
negligible in comparison with that returning to the source 
via the two opposite conductors in parallel. 

The general equations derived by Chevallier include both 
the forward and reverse components of voltage and current 
for voltage applied in any manner to the line; i.e., phase- 
to-phase, pha.se-to-ground, or otherwise. Of greatest in- 
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terest is the case of line-to-ground coupling on long or 
properly terminated lines, in which reverse voltage and 
currents can be neglected. The equations are simplified 
in this case, and with carrier voltage Es applied between 
phase one and ground, as shown in Fig. 13, the voltages to 


X 



Fig. 13—Configuration assumed in discussion of propagation 
on ground return circuits. The impedances Z, may be lumped 
impedances or may be a continuation of the transmission 

line. 


ground on phases 1, 2, and 3 at a distance x from the 
transmitting point are: 


Ei^ 


Es 


2Z' 


1+2Z' 


1+2Z 




* 1+27/ 1+2Z' ‘ 

Ei^ El. 

and the corresponding currents are: 


1 


1 


Z' 


Zo 1+2Z 


0 


/• = /j 


In which 


(9a) 

(9b) 

(9c) 


1 "p 07^ 


(10c) 


A*o = zero-sequence propagation constant (propagation 
constant for voltage applied to all three phases in 
parallel, with ground return). 

Zo.= zero-sequence characteristic impedance (character¬ 
istic impedance of all three phases in parallel, with 
ground return). 

At *= Positive- or negative-sequence propagation con¬ 
stant (propagation constant for a three-phase car¬ 
rier frequency wave; i.e., square root of the product 
of line-to-neutral impedance and line-to-neutral 
admittance.) 

Z 2 = Positive- or negative-sequence characteristic im¬ 
pedance, line to neutral. 

Zo Z+Z, 

Zi«Load impedance (to neutral) on phases 2 and 3 at 
coupling point. See Fig. 13. 


The first term in each of these equations is a zero-se¬ 
quence term. The attenuation of the zero-sequence terms 
is high on lines without ground wires, because of the high 
resistivity of the ground return path. These terms become 
negligible on long lines in comparison with the positive- 


and negative-sequence terms at a certain distance from the 
coupling point, and propagation takes place almost en¬ 
tirely between the coupled phase and the other two. The 
return current divides equally between the latter. 

It has been noted that the attenuation per unit of dis¬ 
tance is greater on short line-to-ground channels than on 
long line-to-ground channels®. Equations (9) and (10) 
provide at least a partial explanation of these results. 

At the receiving point the current in the two uncoupled 
phases causes a loss of energy in the terminating imped¬ 
ances of these phases beyond the receiving point. This 
loss and the corresponding loss in the terminating imped¬ 
ances on the opposite side of the transmitting point account 
for the extra attenuation noticed in long line-to-ground 
channels as compared with phase-to-phase channels, 
according to Chevallier^s results. 

26. Characteristic Impedance of Ground-Return 
Circuits 

The characteristic impedance of a circuit consisting of a 
single conductor with ground return is 

Ze= 138 logic— (11) 

T 

where h is the height of the conductor above ground and r 
is its radius in the same units. Typical values for phase- 
to-ground carrier channels range from 400 to 600 ohms. 
The characteristic impedance of a transmission-line con¬ 
ductor with ground return is not greatly affected by the 
presence of the other conductors. 

IV. NOISE VOLTAGE ON TRANSMISSION 
LINES 

Since signal-to-noise ratio is the main criterion of the 
performance of a carrier transmission system, the noise 
level present at the receiving end of a carrier channel is 
equally as important to successful operation as the attenu¬ 
ation of the transmi.ssion path. The most important noise 
in a carrier system is that which originates in the power 
system itself; atmospheric noise is negligible, except that 
caused by nearby lightning strokes. The normal noise in a 
transmission system is the result of the presence of innum¬ 
erable small arcs in dirty or defective insulators, poor 
joints, and the like. This condition is aggravated by wet 
weather, and is sometimes accompanied by corona dis¬ 
charge during such periods, with the result that noise 
usually increa.3es to several times its normal amount. Noise 
also varies with the time of day under good weather con¬ 
ditions. Superimposed upon this normal or steady noise 
is the noise caused by switch operations, faults, etc. 

27. Types of Noise^®*^^ *® 

Noise from whatever cause can be classified under two 
general headings: random noise and impulse noise. Ran¬ 
dom noise has a continuous frequency spectrum, containing 
all frequencies in equal amounts. At the output of a receiver 
it produces a steady hissing or rushing sound. The rms 
amplitude of this type of noise at the output of a receiver is 
proportional to the square root of the bandwidth of the 
receiver; i.e., the noise power is proportional to the band- 
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width. The average and peak amplitudes are also pro¬ 
portional to the square root of the bandwidth. 

Impulse noise is of far greater importance in carrier sys¬ 
tems. It is produced when discrete, well-separated pulses 
exist at the input terminals of a receiver. If the pulses are 
irregular, the frequency spectrum is continuous and de¬ 
pend only slightly upon frequency. If the impulses are 
uniform and regularly spaced, the spectrum contains 
discrete frequency components separated by a frequency 
corresponding to the repetition rate. Power-line noise is 
essentially a combination of these two types of impulses, 
since basic repetition rates of 60 and 120 cycles are dis¬ 
cernible along with random discrete pulses, all of irregular 
amplitude. 

28. Response of a Receiver to Impulse Nolse^® 

When a sharp impulse is applied to the input terminals of 
a receiver, the signal at the detector input is a damped 
oscillation having the natural resonant frequency of the 
preceding tuned circuits. The envelope of this oscillation, 
which represents the output of the receiver after detection, 
rises to a peak value at a certain time and then decays to 
zero. The greater the number of ^uned circuits and the 
greater their Q, the more slowly the envelope of the oscil¬ 
lation rises to a maximum and the lower its peak value; 
i.e., the peak output is proportional to receiver bandwidth. 
However, the total area of the output sign j envelope, and 
hence the average output, are independent of these factors. 
In practice, if the impulses are sharp and well separated, 
the rms output is independent of the shape of the impulses 
and is dependent only upon their areas, the gain of the 
receiver, and the square root of the receiver bandwidth. 
If the impulses are not well separated, so that in a receiver 
of a given bandwidth the resulting wave trains overlap, the 
response of the receiver simulates that for a combination of 
random noise and impulse noise. In some applications the 
peak output is of major importance, whereas in others the 
average or the rms output is the critical factor. 

Thus, in specifying the characteristics of noise on trans¬ 
mission lines, it is necessary to state not only the relative 
amounts of random and impulse noise in a given band¬ 
width, but also the peak values of the impulses (or their 
statistical distribution) and the duration and spacing of 
the individual impulses. In order to evaluate the effect of 
this noise upon a given receiving system, it is necessary to 
know the receiver bandwidth and gain and the particular 
application involved. The number of tuned circuits and 
their Q determine the receiver bandwidth at a given 
frequency. 

29. Measurement of Carrier-Frequency Noise on 
Power Lines 

The accurate measurement of all the characteristics of 
carrier-frequency noise on transmission lines requires a 
considerable amount of equipment, including a noise meter 
of definite bandwidth, capable of measuring peak impulse 
amplitudes, and an oscilloscope to indicate the spacing and 
the duration of the impulses. In order to be significant, 
readings should be taken over a period of time sufficient 
to include both fair and rainy weather. As a result, actual 
test data of this type on carrier-frequency noise is ex¬ 


tremely limited, and no typical figures for ‘‘quiet'' or 
“noisy" lines have been established. 

Figure 14 shows the results of one set of measurements 
made during fair weather on a 132-kv line that can be 
classified only as “relatively noisy" for carrier. These 
measurements were made with a Stoddart Type URM-6 



Fig. 14—Noise voltages as a function of frequency on a rela¬ 
tively noisy 132-kv line. The rise in the vicinity of 115 kc is 
probably accounted for by the presence of the line trap. 


noise meter. The curves show that the peak values of noise 
on this line are far in excess of the average values, indicat¬ 
ing that average-reading instmments do not give a true 
indication of the probable interfering effects of noise for all 
applications. A graphic record of quasi-peak values* over 
an extended time, including periods of rainy weather, gave 
the curves of Fig. 15, which indicate a relatively great 
increase in the noise under some conditions, with maxi¬ 
mum quasi-peak values exceeding 1(K),(X)0 microvolts for 
approximately 3 percent of the time. 

*Quasi-peak readings are based on a fast detector output circuit 
charging time and a slow discharging time, and hence are a function 
of the peak amplitudes as well as the spacing of the impulses. The 
times are chosen so that the quasi-peak readings are approximately 
proportional to the interfering properties of impulse noise in aural 
reception of a-m signals. 
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NOISE VOLTS PHASE WIRE TO GROUND ATI60KC 
(QUASI PEAK) 


Pig. lS--Ouati-peak noise ▼olugee et 160 kc taken over two 
extended period on the tame 132-kv line. Both periods 
Included rainy as well as fair weather. 




Pig. 16—Oscilloscope patterns of carrier noise at 85 kc with 
1/30 second and 5 second exposures. 


Cathode-ray oscilloscope patterns of the output of the 
detector of the noise meter used are shown in Fig. 16. 
These indicate irregularity in the pulses, even with 1/30- 
second exposures. The five-second exposure shows that 
although the basic system frequency is present in the am¬ 
plitudes, the pulses occur almost at random throughout 
the cycle. It must be remembered that these pulses have 
undergone a smoothing and rounding effect as a result of 
the action of the tuned circuits in the noise meter and that 
the actual pulses at the input of the meter were sharper 
and of shorter duration than those shown in the photo¬ 
graphs. 

V. COUPLING AND TUNING EQUIPMENT 
AND CIRCUITS 

In the early days of power-line carrier it was universal 
practice to couple the carrier equipment to the power line 
by a method known as antenna coupling. In this method 
the carrier equipment was connected to an isolated con¬ 
ductor, several spans long, on the same tower with the 
circuit to which coupling was to be effected. Eventually 
it was realised that the energy which found its way into 
the power line was transferred mainly through the capa¬ 
citance between the antenna and the line, and this led to 
the development of compact capacitor units for coupling 
purposes. Such coupling capacitors are safer, easier to in¬ 
stall, and are a more efficient coupling means than anten¬ 
nas. They also have the advantage that they can be used 
simultaneously in conjunction with potential devices to 
supply a voltage proportional to line voltage for the opera¬ 
tion of protective relays and indicating instruments. 



Fig. 17—Typical carrier coupling capacitor. This unit it rated 
at 115 kv and hat a total capacitance of .00187 mfd. 
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30. Characteristics of Coupling Capacitors 

A typical carrier coupling capacitor is shown in Fig. 17. 
The capacitor element proper is contained in a cylindrical 
porcelain housing with cast metal ends. The capacitor 
elements consist of a large number of individual working 
secticms in series. Each working section is made up of an 
assembly of special paper and foil, non-inductively wound 
and impregnated. 

Individual capacitor units are made up in several dif¬ 
ferent voltage ratings, and one or more such individual 
capacitor units can be used in a stack to make up the 
complete coupling capacitance. The stack is mount^ on 
a metal base that contains a grounding switch, a protective 
gap, and a carrier drain coil. These are connected as shown 
in Fig. 18. The purpose of the drain coil is to ground the 



Fig. IS—Schsmatic of carrior coupling capacitor without 
potential doTlce. 

(1) Coupling Capacitor 

(2) Multi-Unit ^upling Capacitor 

(8) Baw Housing 

(0) Carrier Apparatus Grounding Switch 

(10) Carrier Apparatus Protective Gap 

(11) Carrier Drain Coil 

capacitor terminal opposite the line terminal at 60 cycles 
and at the same time offer a high impedance at the carrier 
frequency. The grounding switch is used to by-pass the 
drain coil, providing a means of directly grounding the 
capacitor during inspection and muntenance of the coup¬ 
ling and tuning equipment. The gap protects the drain 
coil from excessive sui^e voltages during normal operation. 

The c^iacitances of typical coupling capacitors of vari¬ 
ous standard voltage ratings are ^own in Table 1, along 
with typical impulse and low-frequency test voltages. A 
typical power factor for coupling capacitors at carrier 
frequencies is 3 percent. 

A diagram of a coupling capacitor with a potential 
device included in the base housing is given in Fig. 19. 
The potential device is essentially a tranitformer connected 
across a portion of the ciq>aGitance of the lower or base 
unit, deriving therefrom a voltage proportional to line 
voltage in accordance with the potential dividing proper- 


Tabui 1—CHAaAcmiiance or Tyhcal Coupuno Capaotom 


System 

Voltage 

kv 

Average 

Coupling 

Capacitr 

ance 

mfd. 

Average Cap¬ 
acitance of Tap 
for In-Phase 
Potential Device 
mfd. 

Low Frequency 
Test RMS kv 

Impulse 
Tert Oest 
kv. 

(+)or(-) 

1.8X4QpS 

FuUW»ve 

One 

Mbute 

Dry 

Ten 

Seconds 

Wet 

46 

.004 

.0205 

no 

100 

250 

60 

.00275 

.0225 

165 

145 

850 

02 

.002 

.0205 

215 

190 

450 

115 

.00187 

.0225 

265 

230 

550 

188 

.00187 

.0225 

820 

275 

650 

161 

.00125 

.0225 

370 

815 

750 

280 

.00004 

.0225 

525 

445 

1050 

287 

.00075 

.0225 

655 

555 

1800 


Note: If in-phM* potential devioa b UMd. total oapaoiunee for earrter it Up 
capaoiUnoe in uriw with oouplinc oapaeiunot. If in-phaae poUntUl devioa ia not 
utM. Up oapaoiUnea ia ahort>oirouiUKl. 


ties of the capacitor string. A variable-reactance trans¬ 
former is provided for adjusting the phase angle of the 
derived voltage, and a voltage-adjusting transformer is 
provided for adjusting its magnitude. The potential device 
is connected to the capacitor through a carrier-frequency 
choke coil that isolates the device from the capacitor at 
carrier frequencies. 



Pig. l^<~Schsnuitlc of carrier coupling capacitor with poten¬ 
tial device. A larger base than the one shown in Pig. 17 is 
used when the potential device is included. 

(1) Coupling Capsoitor 

(2) Multi Unit Coupling Capacitor 

(3) Base Housing 

(4) Transformer Grounding Switch 

(5) Transformer Protective Gap 

(6) Variable Reactance Transformer 

(7) Voltage Adjusting Transformer 

(8) Power Factor Correction Capacitor 

(9) Carrier Apparatus Grounding Switch 

(10) Carrier Apparatus Protective Gap 

(11) Carrier Drain Coil 

(12) Carrier Choke Ck>il 
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Fig. 20—Typical 400-ampere carrier line trap. (Type P-400). 

31. Characteristics of Line Traps^® 

A line trap is a parallel resonant circuit tuned to offer a 
high impedance at a specific carrier frequency and inserted 
in series with one of the conductors of a transmission line. 
Line traps have negligible impedance at power frequencies 
and therefore do not affect normal power current. 

A previous discussion in this chapter pointed out the 
deleterious effect that short spur or tap lines may have 
when bridged across a carrier channel. Such lines can be 
isolated from the carrier system by the insertion of line 
traps in series with one or more conductors of the spur line 
at its junction with the main line. Loops that offer alter¬ 
nate paths to the carrier current can be broken up by use 
of line traps. A line trap is always used at each end of a 
line section to which carrier relaying is applied. Their 
major purpose in this application is to prevent a nearby 
fault on an adjacent line section from short-circuiting the 
carrier channel and interrupting the transmission of a 
blocking signal to the opposite end of the line. In general, 
line traps provide a means of raising signal levels by con¬ 
fining the major portion of the carrier energy to its in¬ 
tended path and by isolating sources of high attenuation 
from the carrier circuit. 

A typical carrier line trap is shown in Fig. 20. This unit 
is rated at 400 amperes at 60 cycles. The main coil is a 
heavy copper cable, capable of carrying the full power 
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CAPACITORS 

Fig. 21—Schematic of double-frequency line trap. 
(Type PDF-400). 



Fig. 22—Resonant Impedance of typical 400- and 800-ampere 
line traps. The difference in impedance is due to the different 
inductances used in the two ratings. 

current of the conductor into which it is inserted. This 
coil is wound on a porcelain cylinder, which also serves as 
a housing for the adjustable capacitor unit used to tune 
the coil to resonance at the desired frequency. A lightning 
arrester is provided across the trap to protect the capacitor 
unit from damage due to surges. 

Manufacturers have standardized on 4(X) and 800 am¬ 
pere ratings for line traps, and single- and double-frequency 



Fig. 23—Resonance curvet of typical tingle- and double¬ 
frequency line traps. 
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models are available in both ratings. A schematic diagram 
for a double-frequency trap is shown in Fig. 21. The ex¬ 
ternal appearance of a double-frequency trap is the same 
as that of a single-frequency trap of the same rating, be¬ 
cause the extra circuits used to obtain the double-resonance 
characteristic are contained inside the main coil, which is 
the same in both cases. 

The resonant impedances of typical 400- and 800-ampere 
line traps over the 50-150-kc band are given in Pig. 22. 
The difference in the two curves results from the difference 
in the inductances of the coils used in the two ratings. 
Figure 23 gives resonance curves for typical 400- and 800- 
ampere single-and double-frequency traps. 

When a line trap is used to isolate a low-impedance 
circuit, the losses are not reduced to zero but to a value 
that is a function of the characteristic impedance of the 
carrier channel and the impedance of the trap in the vi¬ 
cinity of resonance. Figures 24 and 25 are curves of the 
losses in typical single- and double-frequency traps re¬ 
spectively when a line-to-ground channel of 500 ohms 
characteristic impedance is grounded through them. 
Losses in practical applications are somewhat less, de¬ 
pending upon the actual impedance of the offending cir¬ 
cuit or device, and the losses shown by these curves should 
be taken as limiting values. 

A single line trap at the end of a line-to-ground coupled 
channel does not materially reduce interference to channels 
on the same or nearby frequencies on lines beyond the trap, 
because it does not interrupt the current in the two un- 



Fig. 24—Losses in typical 400- and 800-ampere single-fre¬ 
quency line traps when a line-to-ground carrier channel of 
500 ohms characteristic impedance is short-circuited through 

them. 



Fig. 25—Losses in typical 400- and 800-ampere double-fre¬ 
quency line traps when a line-to-ground carrier channel of 
500 ohms characteristic impedance is short-circuited through 

them. 

coupled phases. Two line traps, one in each phase conductor 
of an interphase coupled channel, are more effective in this 
regard. Even in this case, however, there is usually suffi¬ 
cient unbalance in the system at carrier frequencies to cause 
appreciable current in the unused conductor, with resulting 
interference to channels beyond the trap location. The 
installation of a line trap in each of the three phases of a 
line is the only effective way of isolating a channel for the 
purpose of reducing interference, regardless of the method 
of coupling used. For this method to be successful, there 
must be no important sources of coupling between circuits 
on opposite sides of the line traps. This means that these 
lines must extend in opposite directions from the trap loca¬ 
tion and must not be paralleled by untrapped lines. The 
degree of interference reduction obtained then is a function 
of the resonant trap impedance, the characteristic imped¬ 
ance of the lines in question, and the amount of coupling 
that remains between the ends of the circuits on opposite 
sides of the line traps. 

32. Tuning Devices 

The load resistances presented by power-transmission 
lines at carrier frequencies range from 400 to 900 ohms, 
and the reactances of coupling capacitors, which are effec¬ 
tively in series with this load, are appreciable and must be 
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CABLE INPUT 

Fig. JG—Circuit diAgrAm of aingio-frcquency phAae-to-ground 
line tuner. Switch S3, Gep SG3, end Dmln Coil ere omitted If 
included In coupling CApecitor AMembly. 

compensated for if maximum coupling efficiency and a 
resistive load condition for the carrier transmitter are to 
be obtained. This compensation can be provided by plac¬ 
ing in series with the capacitor an inductance that can be 
adjusted so that its reactance cancels the reactance of the 
coupling capacitance at the carrier frequency. The pri- 
maiy purpose of a line tuning unit is to furnish an adjust¬ 
able inductance for this purpose. This inductance usually 
takes the form of a tapp^ main coil, which furnishes large 
steps in inductance, in series with a variometer that pro- 



Fig. 27—^Typical •ingie-frequoncy phAse-to-ground tuner. 
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Fig. 33—Schematic diagram of an interphaae single-fre¬ 
quency line tuner. 



Fig. 29—A typical interphaae line tuner. 


vides a continuous range between tap values. Line tuners 
also include an impedance-matching transformer for trans¬ 
forming the characteristic impedance of the line to a 
value that properly terminates the coaxial cable commonly 
used between the carrier assembly and the line. 

A schematic diagram of a typical single-frequency timer, 
used to couple the carrier energy to a single phase con¬ 
ductor, is shown in Fig. 26. Figure 27 is a typical tuner 
of this type. Ground is used as the return circuit with this 
tuner. A protective gap is provided to prevent over¬ 
voltages from damaging the tuning inductances. The 
grounding switch is used to ground the lead from the 
coupling capacitor during inspection or adjustment of 
the tuner. 

A phase-to-phase tuning unit is shown in Figures 28 and 
26. In this unit two identical inductance coils and variom¬ 
eters are provided, one set for each capacitor. The 
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impedance-matching transformer is balanced to ground by 
means of a center tap on the line side. 

33. Multi-Frequency Tuning 

It is often necessary to provide for the coupling of more 
than one carrier frequency to a line at a given location. In 
such cases a worthwhile economy can be effected by the 
use of a multi-frequency tuning system, which permits a 
single coupling capacitor to be tuned to two separate 
carrier frequencies. 

A schematic diagram of a two-trequency tuner for line- 
to-ground coupling is given in Fig. 30. The equipment 
consists essentially of two single-frequency tuners, in series 


TO COUPLING CAPACITOR 



Fig. 30—Two-frequency line-to-ground tuning system with 
separate coaxial leads for each frequency. 

with each of which a parallel-resonant trap circuit has been 
added. Each trap circuit is tuned to the carrier frequency 
which is to be passed through the tuning inductance in 
the opposite branch. Thus, if a frequency Fi is to be 
passed through inductance Zn, the trap circuit in series 
with the opposite branch is tuned to Fi to prevent the 
carrier energy from being lost in that branch. Likewise, 
the trap circuit in series with the first branch is tuned 
to the opposite frequency Fi to prevent loss of energy 
from source two. A photograph of a typical two-frequency 
tuner utilizing the system just described is shown in 
Fig. 31. 

The trap circuits have appreciable reactance at fre¬ 
quencies off resonance, and for this reason the main series 
inductances cannot be finally tuned until the trap circuits 
have been individually adjusted to the proper frequencies. 
At frequencies below resonance, a trap circuit has induc¬ 
tive reactance that increases as the resonant frequency is 
approached. The branch that is to be tuned to the lower 
frequency, therefore, requires less inductance for overall 
series resonance than a single-frequency tuner used with 



Fig. 31—A typical two-frequency line-to-ground tuning 
assembly of the type shown in Fig. 30. 


the same coupling capacitor. Correspondingly, the branch 
that is to be tuned to the higher frequency requires more 
inductance than normal because the reactance of the asso¬ 
ciated trap circuit is capacitive. If the two frequencies are 
too close together, the additional reactances presented by 
the wave traps are so high that the overall series circuits 
cannot be tuned to resonance at the desired frequencies 
with ordinary tuning inductances. The separation required 
between the two frequencies depends upon the capacitance 
of the coupling capacitor and the inductance range avail¬ 
able in the tuning inductances, but in general, the higher 
frequency must be at least 25 percent greater than the 
lower for satisfactory tuning with tuning inductances of 
the usual range. When the frequencies are too close to 
permit tuning as above, it is sometimes possible to obtain 
series resonance at the lower frequency by adding a fixed 
capacitor in series with the trap circuit to neutralize some 
of the excess inductive reactance obtained. This is the 
purpose of the fixed capacitors Ci and Cj shown in Fig. 30. 
It must be kept in mind that losses in the trap circuits 
increase rapidly as the frequency separation is reduced, 
however, so that every effort should be made to locate the 
channels in the spectrum with sufficient separation to avoid 
this expedient. 

This system of multi-frequency tuning can be extended 
theoretically to handle as many separate frequencies as 
desired. For example. Fig. 32 illustrates a three-frequency 
system. In this case the trap circuits in each series leg are 
tuned to the frequencies of the opposite two legs. From a 
practical standpoint, however, it is generally inadvisable 
and uneconomical to attempt to tune a single capacitor to 
more than two frequencies. The complexity of the tuner 
and the difficulty involved in tuning it successfully to three 




420 


Power-Line Carrier Application 


Chapter 12 



Fig. 32—Threc-frequency tuning of a single coupling capac¬ 
itor, 

different frequencies nearly always outweighs any saving 
effected in equipment. 

Another tuning circuit, which is series resonant to two 
frequencies and requires only a single co-axial lead, is 
shown in Fig. 33. The procedure for adjusting this circuit 
is to short-circuit the LiCx combination and adjust L to 
series resonance with C at the higher of the two frequencies. 
With the short circuit removed, and with Li disconnected, 
Li and Ci are then tuned to series resonance at the same 
frequency. Li and Ci then effectively short circuit at 
the upper frequency, and its inductance, regardless of its 
value, has no effect at this frequency. At any lower fre¬ 



Fig. 33—A two-frequency tuning system requiring only a 
single coaxial lead. 


quency, the L\Ci circuit shows a net capacitive reactance. 
This reactance is tuned in combination with Lj to parallel 
resonance at a frequency intermediate between the upper 
and lower frequencies desired. Below this parallel resonant 
frequency, therefore, the L 1 C 1 L 2 combination appears in¬ 
ductive, the magnitude of the inductive reactance depend¬ 
ing upon the intermediate frequency chosen. By varying 
this frequency by adjusting L 2 , the net inductive reactance 
of the LiCiIj 2 combination in series with the main tuning 
inductance L can be made to tune the entire circuit to 
series resonance at the lower frequency. 

If the double-frequency tuning scheme described above 
is used for coupling two transmitters to a line at a single 
location, trap circuits must be used at the transmitter out¬ 
put circuits to avoid the loading of one transmitter by the 
output circuit of the other when both work into a single 
coaxial cable. 

34. Omission of Outdoor Tuning Equipment 

On many carrier channels the terminal equipment is 
capable of operating through much greater attenuation 
than that introduced by the line itself. In such cases some 
economy in installation can be effected and greater con¬ 
venience in making tuning adjustments can be provided 
by eliminating the usual outdoor tuning equipment and 
supplying equivalent units in the carrier assembly. In 
such cases the coaxial cable is usually connected directly 
to the coupling capacitor at the line terminal, as shown in 
Fig. 34. Some reduction in the resultant losses in the 
cable, due to the impedance mismatch at the junction of 
the cable and the capacitor, can generally be effected by 
using an impedance matching transformer at the coupling 
capacitor, as shown in Fig. 35. Such a transformer can 
make the terminating impedance equal in magnitude to the 


COUPLING 

CAPACITOR 


COAXIAL CABLE 


DRAIN 

COIL 


Fig. 34—Omission of outdoor tuner and matching trans¬ 
former. 



Fig. 35—Omission of outdoor tuner, matching transformer 
used to match absolute value of line and coupling capacitor 
impedance to coaxial cable impedance. 
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surge impedance of the cable, but it cannot compensate for 
the capacitive component of the combined line and 
coupling capacitor impedance. 

The loss in a given length of coaxial cable in such instal¬ 
lations is dependent upon the frequency involved, the 
reactance of the coupling capacitor, and the surge imped¬ 
ance of the line, as well as upon the characteristics of the 
coaxial cable itself. The curves of Fig. 36 show the meas- 



Fig. 36—Measured attenuation at 100 kc of various lengths of 
coaxial cable operating directly into 900-ohm resistive load 
through coupling capacitances shown. No impedance match¬ 
ing transformer used (Fig. 34). 

ured db loss at 100 kc with various lengths of a typical 
coaxial cable, operating into a 900 ohm line through 
coupling capacitors of several different ratings. These 
curves apply for the case where no matching transformer is 
used at the coupling capacitor. For the case where a 
matching transformer is used, F. M. Rives'^ has published 
similar data, giving the maximum length of coaxial cable 
permissible for given db losses at several different fre~ 

Table 2 


the terminating impedance in either of these systems. A 
conventional line tuner is not, in all cases, adequate to 
compensate for the reactances that may be encountered, 
nor are the impedance-matching transformers usually in¬ 
cluded in such tuners always capable of transforming the 
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Fig. 37—Input resistance and capacitance (R—JXc) at 100 kc 
of various lengths of coaxial cable operating directly into 
900-ohm resistive load through coupling capacitances shown. 
No impedance matching transformer used (Fig. 34). 

resistive component to the proper load resistance for the 
transmitter. Both the resistive and reactive components 
become very low as the length of the cable is increased up 
to a quarter wave. The input capacitance and resistance at 
100 kc of a coaxial cable terminated in various capacitances 
and a 900-ohm line are shown in Fig. 37. 

35. Carrier Coaxial Cable 

It was common practice in the past to locate the carrier 
transmitter and receiver relatively close to the coupling 
capacitor and tuner, and to connect the assembly directly 
to the tuning inductance without impedance transforma¬ 
tion at the tuner, as shown in Fig. 38. In such installations 


Recommended Maximum Cable Lengths in 
Feet from Coupling Capacitor 
to Terminal Equipment 

Coupling Matching Transformer Used Without 

Capacitance Tuning B)quipment 


mm 

For 1-db Attenuation 

For 2-db Attenuation 

50 kc 

85 kc 

150 kc 

50 kc 

85 kc 

150 kc 

.00075 

150 

180 

200 

300 

350 

410 

.001 

200 

230 

250 

390 

430 

600 

.0012 

240 

270 

300 

430 

500 

750 

.0015 

260 

300 

340 

500 

600 

800 

.002 

360 

390 

460 

680 

800 

1000 

.003 

450 

450 

475 

900 

1000 

1000 

.006 

800 

800 

800 

1000 

1000 

1000 


quenciea with various coupling capacitances. Table 2 is 
taken from Rives’ paper. 

The reactive and resistive components of the input im¬ 
pedance at the transmitter end of the coaxial cable vary 
radically with the frequency, the length of the cable, and 



Fig. 38—Use of insulated aerial lead between carrier trans¬ 
mitter and outdoor tuner. 

the lead between the carrier assembly and the tuner oper¬ 
ates at line impedance level, and unless this lead is sup¬ 
ported aerially and is well insulated, losses resulting from 
shunt conductance to ground becomes excessive in lengths 
over 100 feet or so. 

Modem developments in solid-dielectric cables have re¬ 
sulted in practically complete abandonment of the practice 
of making the connection between the set and the tuner 
through a high-impedance lead. The losses in such cables, 
when they are properly terminated, is only about 0.5 db 
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per 1000 feet at carrier frequenciee, and they can be run 
through conduit or buried directly in the ground without 
effect upon their performance. 

The specification for a typical coaxial cable used in 
power-line carrier work is as follows: 

The center conductor consists of a single-conductor 0.102-inch 
diameter (No. 10) soft-drawn, tinned copper wire. This con¬ 
ductor is covered with a continuous coating of 60 percent low- 
capacity rubber insulation making the outside diameter approx¬ 
imately 0.460 inch. Over this is a copper braid, equivalent in 
cross-section to the center conductor, made up of No. 30 tinned 
copper wire. Over this is a lead sheath */u inch thick with ^ 
percent antimony. The outside diameter does not exceed 0.6 
inch. The high-frequency loss does not exceed 0.32 decibel at 
50 kilocycles, nor 0.60 decibel at 150 kilocycles. The surge im¬ 
pedance is approximately 60 ohms. 

The measured characteristics of coaxial cable manufac¬ 
tured to these specifications were found to be as follows: 

Surge impedance.61.1 /’- 0 ^* 29 ' ohms 

Propagation constant.0.568 

Attenuation at 150 kc.0.429 db/1000 feet 

Resistance.3.91 ohms/lOfX) feet 

Inductance.110.1 mh/l(X)0 feet 

Shunt conductance.519 micromhos/KXX) feet 

Shunt capacitance.0.0295 mfd/1000 feet 

Similar coaxial cables with synthetic rubber or plastic 
jackets, instead of lead, are also widely used. The elec¬ 
trical characteristics are about the same. 

36. Methods of C!oupling 

There are a number of different ways of utilizing one or 
more conductors of a three-phase power line as conductors 
for carrier-frequency currents. Some of these are illustrated 
in Fig. 39. The simplest of these, and by far the most pop¬ 
ular, is to use a single conductor of the power line as one 
leg of the carrier circuit, with ground as the return path 
(Fig. 39a). This system, commonly called ‘iine-to- 
ground,'' '^phase-to-ground,” or ‘‘single-phase ground- 
return” coupling, requires less coupling equipment (cou¬ 
pling capacitors and tuners) than any of the other methods 
shown, and it is universally used for short-haul, point-to- 
point channels, such as for relaying. On lines not provided 
with ground wires, the attenuation of a circuit using this 
method of coupling is higher than an equivalent length of 
circuit using line-to-line coupling, particularly if ground 
characteristics are unfavorable. Line noise is also some¬ 
what greater. However, modem practice favors line-to- 
ground coupling for all except the longest and most im¬ 
portant carrier channels. 

The coupling system shown in Fig. 39b is variously 
termed “line-to-line,” “phase-to-phase,” or “interphase” 
coupling. This system was at one time used almost ex¬ 
clusively in preference to line-to-ground coupling for com¬ 
munication channels and most telemetering channels of 
any length, but in recent years has given way to some 
extent to line-to-ground coupling. At first glance this 
system appears to have the advantage that one of the con¬ 
ductors can be grounded at any point without interrupting 
the continuity of the carrier channel. However, in the 
line-to-ground system there is often sufficient electrostatic 
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Fig. 39—Methods of line coupling. 


and electromagnetic coupling between an open or grounded 
conductor and the two unaffected conductors to transfer 
enough energy around such a discontinuity to maintain a 
usable communication signal, provided the conductor is 
not opened or grounded closer than several hundred feet 
from the carrier terminal, and also provided that the 
channel normally operates with sufficient margin to take 
care of the increased signal-to-noise ratio. The secondary 
of the impedance-matching transformer used in the inter¬ 
phase system is usually center-tapped and grounded, and 
if one of the conductors is grounded close to the terminal, 
the output transformer may be partially short-circuited, 
resulting in a reduction of signal strength. 

37. Inter-Circuit Coupling 

If a double-circuit transmission line exists between car¬ 
rier terminals, consideration can be given to several meth¬ 
ods of coupling that increase carrier-circuit reliability 
under abnormal system conditions. One of these is inter¬ 
circuit coupling, 8ho\vn in Fig. 39c. With this type of 
coupling either circuit can be taken out of service and all 
three phases can be grounded at any point without inter¬ 
rupting the continuity of the carrier circuit. In inter¬ 
circuit coupling, connection is made to one phase of one 
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circuit and to a different phase of the other. When both 
lines are in service and are bussed at both ends, this t 3 rpe 
of coupling is equivalent to interphase coupling. Inter¬ 
circuit coupling can be used only on a double-circuit line 
that cannot be sectionalized between carrier terminals. 

38. Double-Circuit Ground-Return Coupling 

In double-circuit ground-return coupling, Fig. 39d, the 
carrier signal is coupled to the same phase of the two cir¬ 
cuits, and these operate in parallel under normal condi¬ 
tions with ground return. With this type of coupling either 
line can be taken out of service or sectionalized between 
terminals without interrupting the carrier channel. In 
fact, some installations use this type of coupling in which a 
portion of the intervening path between the terminals is a 
single-circuit line. It is generally possible with this type 
of coupling to ground one of the two circuits for main¬ 
tenance without interrupting carrier service, provided the 
ground is not applied directly at the coupling capacitor 
location. Even in the latter case, if there is sufficient mar¬ 
gin between the capability of the carrier sets and the 
normal attenuation of the circuit, it is often possible to 
keep the carrier channel in service. 

39. Bus Coupling 

Where it is desired to couple the carrier signal to several 
transmission lines simultaneously at a given location, bus 
coupling. Fig. 39e, is sometimes used. This system of 
coupling can be used either phase-to-ground or phase-to- 
phase. It is subject to several disadvantages, among them 
the fact that the opening of any circuit breaker on a given 
line between the two terminals, even at the terminals 
themselves, interrupts the carrier channel over that line. 
Also, if there are more than a few circuits connected to the 
bus, it may be impossible to locate a carrier frequency that 
can provide satisfactory operation under all system 
switching conditions, and the number of line traps re¬ 
quired to isolate offending lines may eliminate the apparent 
economic advantage of bus coupling. 

40. By-Passing of Carrier Signals 

Carrier by-pass assemblies are used to provide a path for 
carrier energy around transformers, switches, circuit 
breakers, or other discontinuities that may exist in a car¬ 
rier channel. By-pass assemblies consist essentially of one 
or more coupling capacitors and associated line tuning 
units. The capacitors are tuned to series resonance at the 
frequency or frequencies to be passed around the discon¬ 
tinuity. The following discussion specifically shows by¬ 
passing arrangements used with channels coupled line-to- 
ground, but it should be understood that similar arrange¬ 
ments utilizing twice the number of capacitors and tuning 
inductances can be applied on interphase channels. 

41. Short By-Passes 

The simplest type of by-pass assembly is that shown in 
Fig. 40, consisting of a single coupling capacitor and a 
single line tuner, both suspended in the line. This simple 
system is suitable only for by-passing transformers, regula¬ 
tors, and other such equipment that normally provides volt¬ 
age on both sides of the by-pass assembly when either side 



is energized. It should never be used to by-pass disconnect 
switches or circuit breakers, or to pass signals from a line of 
one voltage to a line of another voltage, except at trans¬ 
formation points, because the ungrounded coupling capac¬ 
itor can supply dangerous amounts of charging current 
from the energized side of an open switch or breaker to the 
apparently de-energized line. 

The simplest by-pass assembly suitable for general 
application as a short by-pass is that shoN^ii in Fig. 41. 



Fig. 41—Conventional short single-frequency by pass. One 
tuning inductance can be omitted in some cases. 

Two coupling capacitors and a single tuning assembly, 
consisting of two tuning inductances, are used. The con¬ 
nections between the inductances and the capacitors are 
made with insulated aerial leads. No coaxial cable is em¬ 
ployed. Since the leads between the capacitors and the 
tuning inductances operate at a high r-f potential, they 
must be extremely well insulated to prevent excessive 
losses due to shunt conductance. This system is not 
recommended for installations where the coupling capac¬ 
itors are separated by more than 100 feet. The tuning 
inductances should be located as nearly midway between 
the coupling capacitors as possible. 

For higher frequencies, or with lower-voltage lines where 
coupling capacitors of relatively higher capacitance are 
used, a single tuning inductance is often sufficient to tune 
both capacitors to resonance. 

42. Long By-Passes 

The most efficient of the commonly used by-pass arrange¬ 
ments is that shown in Fig. 42, in which a tuning induc¬ 
tance and impedance-matching transformer are located at 
each coupling capacitor, and coaxial cable is used as the 
link between them. With this arrangement the distance 
between the coupling capacitors can be as much as several 
thousand feet, depending upon the losses in the coaxial 
cable at the frequency involved. 
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This type of by-pass actually amounts to two ordinary 
line tuning arrangements connected to operate into each 
other. If a carrier assembly is to be coupled into the line at 
the by-pass point, as might be desired on a multi-station 
communication system, the coaxial cable from each tuner 
is brought into the carrier assembly and connected to the 
low-impedance transmitter output tap usually provided 
for operation into two such cables in parallel. This arrange¬ 
ment is shown in Fig. 43. 

This by-pass arrangement may be extended into a three- 
way system, as shown in Fig. 44, to pass signals from one 
line into two others. There is an inherent impedance mis¬ 
match in such a system at the junction of the three cables, 
as a result of the fact that each cable is terminated in one 
half its surge impedance. In addition to the 3-db loss in 
each direction due to the division of power between the 
two paths, there is a loss of about 0.5 db due to the 
mismatch at the junction. 

43. Multi*Frequency By-Passes 

All the multi-frequency tuning schemes shown in Figs. 30 
to 33 can be applied in by-pass assemblies, so that more 
than one frequency can be passed. The arrangement shown 
in Fig. 30 is the easiest to tune and is the one most com¬ 
monly used in such cases. 


Fig. 44—^Three-way by-pass. 

Consideration has been given to the use of band-pass 
by-pass circuits, such as that shown in Fig. 45. In this case 
the coupling capacitors form a portion of the series arms of 
a simple “T'' section band-pass filter. Many other such 
arrangements are possible. 



Fig. 45—Band-pass by-pass system* 

VI. METHODS OF ESTIMATING CARRIER- 
CIRCUIT ATTENUATION 

44. The Decibel 

The decibel is a convenient unit for expressing the ratio 
between the power levels at two points in a communication 
system. This is because the actual ratios are often so large 
that their use is inconvenient on this account alone, and 
also because it is necessary to multiply the input and out¬ 
put power ratios for each individual component of the 
system to obtain the overall ratio. Losses and gains in 
decibels for individual components of a system can be 
added directly to give an overall loss or gain for the 
system. 

The decibel is defined as 10 times the common loga¬ 
rithm of the power ratio, the ratio always being expressed 
as the quotient of the larger power by the smaller power; 
i.e., 

db « 10 logio ^ if Pi > Pa (12a) 

Jrt 





Fig. 43—By-pass with carrier terminal. 


or 


db = 10 logic ^ if Pi>Pi. 


(12b) 
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The ratio of two voltages or of two currents can be ex¬ 
pressed in decibels as follows, provided that the impedances 
of the circuits in which these voltages or currents exist are 
the same: 

db = 201ogio^ (13) 

t/t 

db = 20 1ogio^. (14) 

i 2 

Convenient decibel figures to remember are that a 2 to 1 
power ratio is 3 db, 3 to 1 is 4.8 db, and 10 to 1 is 10 db. 
From these figures the number of decibels corresponding to 
4-to-l, 5-to-l, 6-to-l, 8-to-l, and 9-to-l ratios and any 
decimal multiples of these ratios can be estimated quickly 
by simple mental addition. 

45. Decibel Rating of Carrier Assemblies 

It is common practice to rate carrier ':ransmitter-receiver 
assemblies in terms of the maximum number of decibels of 
attenuation through which two similar assemblies can 
operate satisfactorily. Actually these ratings are based on 
the assumption of noise levels at the receiving location 
that can reasonably be expected on a normal power sys¬ 
tem, and the decibel rating has been assigned on the basis 
of providing a satisfactory but undefined signal-to-noise 
ratio. This practice in rating carrier equipment unduly 
penalizes it when applications on relatively quiet systems 
are contemplated, because most equipment is capable on 
quiet lines of operating through much more than its rated 
attenuation. As more is learned about the nature and the 
magnitude of carrier-frequency noise on power systems, it 
is reasonable to expect that more informative ratings based 
upon the transmitter power and the receiver sensitivity and 
the response of the latter to noises of a given character and 
magnitude will come into practice. 

46. Losses in a Carrier Circuit 

The most common sources of attenuation in a power-line 
carrier circuit are: 

1. Losses in coaxial cable between carrier assemblies 
and tuning units. 

2. Losses in tuning and coupling equipment. 

3. Losses in by-pass equipment, 

4. Losses in straightaway transmission lines. 

5. Losses due to discontinuities in transmission lines. 

6. Losses due to division of energy (a) in long branch 
circuits at transmitting points, and (b) in long 
branch circuits remote from transmitting points. 

7. Losses due to low impedance presented by untrapped 
spur lines. 

8. Losses due to simultaneous propagation over alter¬ 
nate paths. 

The total attenuation in decibels for an entire circuit is 
the sum of the decibel losses for each part of the circuit. A 
discussion of the attenuation that can be expected from 
each of the above sources follows. 

Losses in Coaxial Cable —In practice an attempt is 
usually made to match the characteristic impedance of the 
transmission line to the impedance of the coaxial cable 
used between the carrier assembly and the tuning unit. An 


Table 3—Approxikatb Losses In Coaxial Cable 


Frequency, kc 

Loss, db per 1000 ft. 

20 

0.2 

50 

0.32 

100 

0.5 

150 

0.6 

300 

0.9 


impedance matching transformer is provided for this pur¬ 
pose in the tuning unit. The losses in typical coaxial cable 
as a function of frequency when properly terminated are 
shown in Table 3. Typical losses in coaxial cable operating 
directly into a 900-ohm line without impedance matching 
or tuning are shown in Fig. 36. 

Losses in Tuning and Coupling Equipment —It 
is possible to calculate accurately the losses in a tuning and 
coupling circuit, provided that the Q's of the tuning in¬ 
ductance and the coupling capacitor and the characteristic 
impedance of the line arc known. However, it is usually 
permissible for estimating purposes to assume a loss of one 
db for a simple tuner-capacitor combination working into 
an open-wire line. 

Losses in tuning and coupling equipment working into a 
circuit of low characteristic impedance, such as a combina¬ 
tion of several lines in parallel, or a power cable, are great¬ 
er. An increase in coupling loss of one db can be assumed 
for each additional line at a transmitting point. In the 
case of power cables, an accurate calculation is desirable. 
The db attenuation of a single line tuner and coupling 
capacitor, applied to a power cable or other circuit of char¬ 
acteristic impedance Zc, is 


db = 10 logio 


Zc+/?c( 1 ~4 ~ Qc/Ql) 


(15) 


in which Rc is the resistive component of the coupling 
capacitor impedance at the frequency considered, and 
and Ql are the C>’s of the capacitor and the tuning induc¬ 
tance, respectively. A Q of 50 to 80 is typical for tuning 
inductances in the 50-150-kc band. For estimating pur¬ 
poses, a Q of 30 can be used for coupling capacitors. 

The coupling loss for receiving is independent of the 
number of branch circuits at the coupling point, since in 
this case the carrier equipment is the terminating device 
for the coupling circuit. For estimating purposes, a re¬ 
ceiver coupling loss of 1.0 db can be used. 

The attenuation figures given above are based on single¬ 
frequency line-to-ground coupling and for estimating pur¬ 
poses can be doubled for interphase coupling. In the latter 
case, however, the characteristic impedance of the line is 
greater and the actual difference in attenuation is some¬ 
what less. 

The losses in two-frequency tuners arc higher than those 
in simple single-frequency tuners. No accurate figures can 
be given, because the additional losses depend critically 
upon the Q’s of the inductances and the separation of the 
two frequencies involved. For a separation of 25 percent 
or more of the higher frequency, a loss of 2 db at each fre¬ 
quency can be used for estimating purposes on line-to- 
ground channels, or 4 db on interphase channels 
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Losses in By-Pass Equipment—The losses in by¬ 
passing equipment are at least twice those of coupling 
equipment at a carrier terminal because two sets of cou¬ 
pling capacitors and tuners are involved. An mterphase 
by-pass involves four times as much coupling equipment as 
a line-to-gpround terminal, and the losses in this case can 
be assumed to be about four times as great, or 4 db. Losses 
in the coaxial between the two tuners must be added to 
these figures. 

A factor that can increase the apparent loss in by-pass 
on a phase-to-ground circuit is that the carrier energy in a 
phase-to-ground channel tends to use the idle phases of 
the line as a return path. Since only the phase to which the 
carrier is directly coupled is normally by-passed, the open¬ 
ing of a by-passed circuit breaker interrupts the return 
path offer^ by the other two phases, and a greater in¬ 
crease in attenuation than that indicated by the loss 
figures previously given may be experienced. This is par¬ 
ticularly true of phase-to-ground channels on lines not 
provided with ground wires. 

In circuit-breaker by-pass installations involving long 
coaxial cable runs, it is occasionally found that the attenua¬ 
tion of the overall circuit is greater when the breakers are 
closed than when they are open. This can be explained as 
a case of attenuation due to simultaneous propagation 
over alternate paths, to be discussed presently. A remedy 
usually effective in this case is to reverse the phase of the 
current traveling through the by-pass circuit by reversing 
the connections to the impedance matching transformer in 
one of the tuners. 

Losses in Transmission Lines—The attenuation of a 
straightaway transmission line at carrier frequencies is 
subject to many factors, such as the voltage of the line, 
which affects its construction EUid its insulation level, the 
type and the condition of the conductors and the insulat¬ 
ors, the presence or absence of ground wires, the method of 
coupling used, weather conditions, and so forth. For this 
reason the attenuation figures given in Table 4 are neces- 


ing purposes regardless of the frequency, the line voltage, 
or the method of coupling. 

Losses Due to Discontinuities in a Ltne— Any series 
or shunt impedance or physical condition at a given point 
in a line that causes the impedance seen looking into the 
line just ahead of the point in question to be different from 
the characteristic impedance of the line up to that point 
constitutes a discontinuity in the line. Discontinuities 
give rise to reflections and standing waves that cause in¬ 
creased losses in the line up to the discontinuity. In addi¬ 
tion to these losses there may be losses in the device caus¬ 
ing the discontinuity, with the net result that a discon¬ 
tinuity is a source of additional attenuation in a carrier 
channel. 

When a discontinuity as defined above exists close to a 
transmitting point, so that a large fraction of the reflected 
energy returns to the transmitter, the line does not present 
its surge impedance as a load to the transmitter and may in 
fact present an impedance that is highly reactive in nature. 
In such cases it is necessaiy to compensate for the reactive 
portion of the line impedance by proper adjustment of the 
line tuner and to match the resulting resistive component 
of the load, which may be higher or lower than the char¬ 
acteristic impedance, by adjustment of the tape of the im- 
pedance-matehing transformer in the tuner. Although the 
losses in the short section of line up to the discontinuity 
are greater than if the line were properly terminated, the 
increase is not serious except in extreme cases, and the only 
major loss, if any, is that in the device causing the dii^ 
continuity. 

On the other hand, when a discontinuity exists at an 
intermediate point in a channel, sufficiently far from the 
transmitting point so that essentially the characteristic 
impedance of the line is presented to the transmitter, the 
loss in the line resulting from reflection at the discontinuity 
may be considerable. 

Thevenin's theorem (see Chap. 10) suggests a general 
method of calculating the loss due to any discontinuity, 
either shunt or series, that exists in a carrier channel at a 


Table 4—Approximate Carrier Attenuation Op Overhead 
Power Circuits 


Approximate Attenuation db per Mile 


Line 

Voltage 

kv 

Phase-to-Phase Coupling 








50 



iffH 


kc 

kc 

kc 

kc 

kc 

kc 

kc 

kc 

kc 

kc 

230 

.03 

.05 

.075 

.107 

.2 

.04 



.13 

.25 

138 

.041 

.065 

.09 

.12 

.215 

■lUI 


.113 

15 

.27 

115 

05 

.075 

.102 

.135 

.27 

.062 

.094 

mm 

.16 

.34 

69 

.055 

.08 

.11 

.145 

.29 

.069 


.137 

.18 

.36 

34.5 

.073 

.10 

.13 

.18 

.38 1 

.094 

.125 

.16 

.22 

.47 

13.8 

.12 

.15 

.18 ! 

.215 

.46 

.15 

.19 

.22 

.27 

.56 


sarily only approximately correct. The figures for phase- 
to-ground coupling are 1.25 times those given for inter¬ 
phase coupling. On short lines (up to 50 miles) the attenu¬ 
ation may be greater, and on long lines it may be less, but 
the factor of 1.25 represents a good average. The figure of 
0.1 db per mile is frequently used for preliminary estimat- 
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Fig. 46—Derimtion of equations for loss due to series and 
shunt discontinuities In a long line. 
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point sufficiently remote from the transmitter. If the line 
were open circuited just ahead of the discontinuity, the 
voltage that would exist at the open circuited terminals 
would be twice the voltage that would exist across the line 
if it were continuous; i.e., if there were no discontinuity. 
Furthermore, if the line were short circuited at the trans¬ 
mitting point, the impedance seen looking into the open- 
circuited terminals back toward the remote source would 
be the characteristic impedance of the line. The system up 
to the discontinuity can be represented therefore by a volt¬ 
age equal to twice the voltage that would exist with no dis¬ 
continuity, in series with a resistance equal to the char¬ 
acteristic impedance of the line. If the discontinuity is a 
series impedance, it is placed in series with the char¬ 
acteristic impedance of the line beyond the discontinuity. 
If it is a shunt discontinuity, it is placed across the char¬ 
acteristic impedance of the line, and the combination is 
applied to the terminals of the equivalent network. These 
connections are illustrated in Fig. 46. The resulting loss, 
which includes the loss due to reflection as well as that in 
the device causing the discontinuity, is then expressed for 
a series discontinuity as 


db = 20 logic 


2Zo 


( 16 ) 


and for a shunt discontinuity as 


db = 20 logic 


yj{Z.+2Ii^y+4Xa^ 


(17) 


In both of these equations 

/2d~ Resistive component of impedance of discon¬ 
tinuity 

and Xd= Reactive component of impedance of discon¬ 
tinuity. 

In the derivation of these equations it is assumed that the 
characteristic impedance of the line is the same on both 
sides of the discontinuity. 

Losses Due to Lon£ Branch Circuits— When a 
carrier transmitter is coupled to a power system at a point 
from which several long untrapped transmission lines radi¬ 
ate, the load impedance presented to the carrier equipment 
is the parallel of the characteristic impedances of the lines 
involved. The impedance matching transformer in the line 
tuner can usually be adjusted so that this impedance is 
transformed to load the transmitter properly, so that there 
is no reflection loss. However the division of the energy 


Table 5—Losses Due To Long Branch Circuits At 
Transmitting Points 


1 additional circuit 

3.0 db 

2 additional circuits 

4.8 db 

3 additional circuits 

6.0 db 

N additional circuits 

10 logic (AT + l) db 


among the several circuits in effect constitutes an attenua¬ 
tion of energy along the desired path. If the characteristic 
impedances of all the lines involved are the sarne, the losses 
at a transmitting terminal in this case are as shown in 
Table 5. It should be noted that these losses are correct 
for a transmitting terminal only. If one or more long un¬ 


trapped lines radiate from an intermediate point in a car¬ 
rier channel, or from a receiving point, there is a loss due 
to reflection as well as a loss due to division of the energy 
among the circuits. Treatment of this case as a shunt 
discontinuity, by methods previously outlined, yields the 
results given in Table 6. 


Table 6—Losses Due To Long Branch Circuits Remote 
From Transmitting Points 


1 additional Circuit 

3.5 db 

2 additional Circuits 

0.0 db 

3 additional Circuits 

8.0 db 

N additional Circuits 

20 logio(^ 2 ) 


Losses Due to Short Untrapped Branch Lines — 

As contrasted with the long branch lines just considered, 
short untrapped spur lines (in general, lines less than 50 
miles in length) may present shunt impedances differing 
rctdically from the characteristic impedance of the line. If 
the terminating impedance and the length, of a spur line 
are known accurately, it is feasible to calculate the im¬ 
pedance such a spur line presents at its input terminals at 
a given frequency. This impedance can then be considered 
as a shunt discontinuity and treated by the method previ¬ 
ously given. Fig. 12 shows the absolute value of the input 
impedance of a typical line (Zc= 730 ohms, attenuation 
0.186 db per wavelength) as a function of various capaci¬ 
tive reactance terminations. 

Data on the carrier frequency impedance of power trans¬ 
formers and other terminating devices are not generally 
available, however, and it is not usually possible to calcu¬ 
late the input impedance of a spur line. If after installa¬ 
tion of the equipment a carrier frequency cannot be chasen 
that will maximize the spur-line impedance, it may be 
necessary to install line traps to isolate the spur line from 
the carrier channel. In this case the effect of the spur line 
upon the attenuation is reduced to a low value, depending 
upon the characteristics of the line trap. 

Losses Due to Simultaneous Propagation Over 
Alternate Paths —A carrier channel that includes two 
alternate paths may suffer attenuation due to out-of-phase 
arrival at a common point of signals traveling over the two 
paths. The magnitude of this attenuation is highly vari¬ 
able, depending upon the nature of the two paths, their 
relative individual attenuations, and the frequency used. 
Limiting attenuation figures can be established, however, 
for certain cases in which one or both of the alternate 
paths are long (over 50 miles). 

If both paths are long, there is a loss of 0.5 db at the 
branch point due to reflection. The relative amplitudes 
and the phase of the two signals arriving at the junction of 
the paths determines the additional attenuation. Specific 
cases are as follows: 

Equal Amplitudes, In-Phase Arrival —Reflection losses 
of 0.5 db at junction and at branch point due to impedance 
mismatch. Total attenuation from branch point to junc¬ 
tion 1.0 db plus attenuation of one path. 

Equal Amplitudes, Out-of-Phase Arrival —Cancellation 
of voltage at junction, infinite attenuation. This is an 
unlikely condition because two long alternate paths having 
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exactly the same attenuation are rarely encountered. The 
attenuation may still be large in practical cases, however, 
as pointed out below. 

Unequal AmpliiudeSf In-Phase Arrival —Maximum loss 
at junction 3.5 db. Total maximum loss 3.5 db at branch 
point due to reflection and division of energy, plus 3.5 db 
maximum at junction, plus attenuation of shorter path. 
These maximum losses are based on complete attenuation 
of the signal in the longer path. 

Unequal Amplitudes, Out-of-Phase Arrival—Minimum 
loss at junction 3.5 db, increasing with decreasing differ- 



Fig« 47—Loss due to out-of-phase arrival of sisals at a 
Junction of two long alternate paths. This curve gives loss at 
the junction only and does not include the loss at the branch¬ 
ing point or the loss in the paths themselves. The Junction is 
assumed to be terminated by a single line which is a contin¬ 
uation of the channel. 

ence in attenuation of the two paths, as shown in Fig. 47. 
To these losses must be added 0.5 db loss at the branch 
point due to reflection and 3 db due to division of energy, 
plus the attenuation of the shorter path. 

If both paths are short and of unequal length, the atten¬ 
uation may be very great, particularly if one of the paths 
is a half wavelength longer than the other. 

In general, if the frequency cannot be adjusted after 
installation to avoid out-of-phase arrival at a junction, it 
may be necessary to resort to the use of line traps to elim¬ 
inate alternate paths. A long alternate path, when trapped 
at one end only, reduces to the case of a single long branch 
circuit, for which the attenuation is 3.5 db. A short alter¬ 
nate path may require trapping at both ends for reduction 
of the attenuation to an acceptable value, because a trap 
installed at one end only may reduce the situation to that 
of a short untrapped spur line, for which the attenuation 
may still be excessive. 


47. Example of Calculation of the Total Attenua¬ 
tion of a Tsrpical Carrier Circuit 

The typical system of Fig. 48 will be used to illustrate 
the application of the principles just discussed in estimat¬ 
ing the attenuation of a carrier channel. In this example 
a 100 kc line-to-ground-coupled carrier channel is to be 
established between Stations A and C, and the losses are 
to be estimated for transmission in each direction. 

At Station A there are three long circuits on the 138-kv 
bus in addition to the circuit over which carrier is to be 
transmitted. These cause a loss of 6 db because of division 
of the energy among the total of four circuits (Table 5). 
They also cause an additional coupling loss because the 
coupling circuit is working into a load impedance lower 
than normal line characteristic impedance. This additional 
coupling loss is estimated at 1 db for each additional 
circuit, or 3 db, plus the normal 1 db coupling loss. 

All line losses are estimated from Table 4. 

The branch circuit loss at Station B is 6 db, as given by 
Table 6, because this station is remote from the trans¬ 
mitting point. 

The by-pass loss at Station C is twice the loss of a ter¬ 
minal coupling circuit, or 2 db, plus 0.5 db loss for 1000 
feet of coaxial cable at 100 kc (Table 3). 

The loss in the trap on the short line out of Station C 
is approximately 0.5 db, as shown in Fig. 24 for a 400- 
ampere trap terminated in zero impedance. 

There is an alternate path between Station C and Sta¬ 
tion D which has approximately 7 db greater attenuation 
than the direct path. From Fig. 47 the maximum possible 
loss, which would occur with out-of-phase arrival of the 
signals at Station D, is estimated as 8.5 db. To this must 
be added a loss of 3 db due to division of energy between 
the alternate paths at Station C, plus a reflection loss of 
0.5 db at this point, a total attenuation of 12.0 db due to 
the presence of the alternate route. These figures do not 
include the 5.5 db attenuation of the direct path, which is 
added separately. 

The long line extending beyond Station D serves as a 
terminating impedance for the circuit. Most modem car¬ 
rier transmitter-receiver assemblies present an impedance 
of 5 to 10 times the load impedance into which they are 
intended to work, and as a result they do not serve to 
terminate a line in its characteristic impedance. If the line 
beyond Station D were not present, there would be a slight 
gain in voltage received at Station D because of the high 
terminating impedance. 

There is an estimated 1 db coupling loss for receiving at 
Station D, plus 0.25 db coaxial cable loss. The total atten¬ 
uation of the channel for transmission from Station A to 
Station D is the sum of all the losses discussed. These are 
summarized and added in Fig. 48, giving a total attenua¬ 
tion of 52.2 db for the channel. 

For transmission from Station D to Station A, there is 
a 4.8 db loss at Station D due to division of energy among 
the three lines on the bus, and an increase of 2 db in the 
coupling loss. The additional loss due to the alternate path 
in this case is 8.5 db at Station C. At Station A, one of the 
branch lines can be considered as a continuation of the 
main line. The other two branch lines cause 6 db attenua¬ 
tion, partly due to reflection and partly due to division of 
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LONO LINES 
(OVER SO MILES) 


LONO LINE 


STATION A 



500 FT 

CO-AXIAL CABLE 



STATION A 

STATION D 

SUMMARY OF LOSSES 

TO STATION D 

TO STATION A 

1. CO-AXIAL CABLE LOSS AT STATION A 

0.25 db 

0.25 db 

2. COUPLING LOSS AT STATION A 

1 .0 

1.0 

3. ADDITIONAL COUPLING LOSS CAUSED OY BRANCH CIRCUITS 

3.0 


4.BRANCH CIRCUIT LOSS AT STATION A 

6.0 

6.0 

3.LOSS IN 50 MILE 136 KV LINE 

5.7 

5.7 

G.BRANCH CIRCUIT LOSS AT STATION B 

6.0 

6.0 

7. LOSS IN 75 MILE 130 KV LINE 

8.5 

8.5 

e. BY-PASS LOSS AT STATION C 

2.0 

2.0 

9. CO-AXIAL CABLE LOSS AT STATION C 

0.5 

0.5 

10.LOSS IN TRAP ON SHORT LINE AT STATION C 

1 I.LOSS DUE TO ALTERNATE PATH FROM STATION C TO 

0.5 

0.5 

STATION 0 (MAXIMUM) 

12.0 

8.5 

I2.L0SS IN 40 MILE 66 KV LINE 

5.5 

5.5 

I3.C0UPLING LOSS AT STATION 0 

1.0 

3.0 

14. BRANCH CIRCUIT LOSS AT STATION 0 


4.8 

15. CO-AXIAL CABLE LOSS AT STATION 0 

0.25 

0.25 

TOTAL ATTENUATION 

52.2 db 

52.5 db 


Fig. 48—Typical system assumed for example of calculation of losses, and summary of attenuation in each direction. 


energy. The coupling loss for receiving is estimated as 1 
db. All other losses in the channel are the same as for 
transmission from Station A to Station D. The total atten¬ 
uation of the channel for transmission from D to A is 
therefore 52.5 db. 

GENERAL CONSIDERATIONS IN APPLYING 
CARRIER SYSTEMS 

48. Trapped Channels vs. Broadcast Systems 

From the discussion just given of the sources of attenu¬ 
ation to carrier in a power system, it is evident that suc¬ 
cessful operation of a proposed carrier channel on a speci¬ 
fied frequency can be assured only if spur lines, short 


alternate paths, and other causes of high attenuation are 
eliminated from the channel by means of line traps. A 
clean, well-trapped channel delivers a reliable signal at the 
receiving point on any carrier freciuency that may be 
available for use, regardless of system switching conditions. 

As a result of the crowding of the carrier frequency 
spectrum on most interconnected power systems in this 
country, it is seldom that any appreciable latitude is avail¬ 
able in the choice of a freciuency for a new channel. Where 
a choice is available, however, it is sometimes possible to 
install carrier equipment on a system with little or no 
trapping and to experiment with different frequencies until 
one is found which permits successful transmission between 
the carrier terminals under all anticipated system switch¬ 
ing conditions. In this case the carrier energy is ‘^broad- 
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cast/’ throughout the power system, and the signal deliv¬ 
ered to the intended receiving point is inherently weaker 
and less reliable than that delivered over a clean channel. 
Frequently it is impossible to find on a complicated system 
a frequency that permits successful operation of a “broad- 
ciist” type of channel. In this case it is necessary to seek 
out the sources of high attenuation and to isolate them one 
by one until a workable channel is obtained on an available 
frequency. 

It is clear, therefore, that a trapped channel is preferable 
to a broadcast type of channel from the standpoint of 
reliability, ease of application, improved signal-to-noise 
ratio, and reduced interference to neighboring systems. 

49, Frequency Assignments and Separations 

One of the most important problems in the application 
of carrier equipment is the determination of the minimum 
frequency separation required between channels on the 
same system and the assignment of frequencies to new 
channels in a manner that permits maximum conservation 
of the available spectrum space. 

In general, it is advisable to assign the lower frequencies 
in the spectrum to long-haul communication and tele¬ 
metering channels, and to use the higher frequencies, which 
are attenuated more rapidly, for short channels. Relaying 
channels in particular are well suited to operation on the 
higher frequencies because they are always trapped at both 
ends and extend over only one line section. There are 
cases of successful application of relaying systems on iden¬ 
tical frequencies on well-separated line sections on the 
same power system. 

The frequency separation required between carrier chan¬ 
nels on a power system is a function of a number of factors, 
such as the selectivity of the receivers employed, the rela¬ 
tive strengths of desired signals and interfering signals at 
a receiving point, the type of modulation used, and the 
purposes for which the channels are applied. The last 
factor determines approximately the signal-to-interference 
ratio that can be tolerated. For these reasons no generally 
applicable figures for required separations can be given and 
each ca.se must be considered individually. 

Other factors being equal, single sideband channels can 
1)0 spaced closer together in the spectrum than channels 
using other types of modulation. This results primarily 
from the increased receiver selectivity permissible in the 
reception of single sideband signals. The narrow band¬ 
width occupied by single sideband channels is also an 
important factor in determining required frequency separa- 
tion.s between them and other types of channels, although 
the selectivity of the receivers used in the other channels 
is the limiting factor in determining the permissible re¬ 
duction of the separation in this case. 

The signal-to-interference ratio acceptable in a given 
type of service is to some extent a matter of opinion, and 
in addition it depends critically upon the adjustment of 
the equipment in most applications. Hence it is difficult to 
set down specific figures for various cases. Discussion of a 
few of the considerations involved, however, will aid in 
e.stablishing acceptable figures for a given application, and 
Table 7 can be used as a guide. 

In telegraph-type channels, in which the operation or 


Table 7—Ratio Between Minimum Signal Response 
AND Maximum Interference Response On Carrier 
Receivers for Various Applications 


tKeyed 

tCarrier 



Carrier 

Relaying or 

Tone 

•Voice 

Tele- 

Supervisory 

Telemetering 

Communication 

metering 

Control 



15 db 

20 db 

15 db 

15 db 



for a single 

minimum on 



received tone, 

automatic simplex 



(15-h20 logio N) db 

systems. 



for multiple tones, 

10 db 



where N is the 

tolerable for 



number of tones. 

short periods 
on other systems. 




20 db good 

30 db excellent 


fReceiver aenmtivHIty set so that receiver detector is barely saturated on min¬ 
imum signal. 

^Receiver sensitivity set so that minimum signal is at lower end of avc range. 
On automatic simplex systems, no greater transfer unit r-f sensitivity should be 
used than that required to give reliable operation on minimum signal. 

non-operation of a receiving relay is the criterion of the 
effect of interference, it is necessary only to allow a reason¬ 
able margin of safety for relay drop-out in specifying the 
maximum interference level. A 2 to 1 ratio is a reasonable 
margin for telemetering purposes. If the telegraph receiver 
sensitivity is set so that the minimum expected value of 
the desired signal just causes saturation of the detector 
plate current, the maximum response of the receiver to an 
interfering signal should not exceed half the relay drop-out 
current. In the usual saturated-detector type receiver, 
thia ratio is 12 to 15 db. 

Although the same type of equipment is used for relaying 
purposes and frequently for supervisory control, the con¬ 
sequences of an incorrect relay operation in these applica¬ 
tions are more serious and hence an additional factor of 
safety of 5 db has been allowed in Table 7 for these 
functions. 

In tone telegraph service, such as tone telemetering, the 
carrier signal is normally on continuously, and the receiver 
sensitivity setting is not so critical, provided that the re¬ 
ceiver operates on the flat portion of the avc (automatic 
volume control) characteristic over the entire range of 
variation in signal strength. The maximum signal-to- 
interference ratio that can be tolerated for a received car¬ 
rier modulated 100 percent by a single tone is the same as 
that for keyed carrier reception, or 15 db, because the 
saturation characteristics of tone receivers are similar to 
those of saturated-detector carrier receivers. Additional 
margin must be allowed for modulation by more than a 
single tone, however, because the permissible percentage 
of modulation by each tone is reduced as the number of 
tones is increased. This is equivalent to a reduction of 
signal strength at the input of the tone receivers, and their 
sensitivities must be increased accordingly. Hence a for¬ 
mula which provider an allowance for additional tones is 
given in Table 7. 

It is difficult to give actual figures for voice communica¬ 
tion circuits, because there are widely different opinions as 
to what constitutes a “usable'* channel or a “good" chan¬ 
nel. Although it is possible to convey intelligence over a 
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voice channel in which the eignal-to-interference ratio is 
nearly unity, a ratio of 10 db is about the minimum that 
can be tolerated for any length of time. A 20-db ratio is 
considered good and a 30-db ratio excellent by most users. 
The nature of the interference also is a factor on communi¬ 
cation channels. For example, the psychological elQfect of 
speech interference of a given level is greater than that of 
interference of other types at the same level. 

In automatic simplex channels, there must be adequate 
margin between the response of the receiver to the desired 
signal and its response to the interfering signal when the 
desired signal is absent, to permit reliable operation of the 
transfer unit. In such systems the receiver sensitivity 
should be set so that desired signals just cause operation 
on the flat portion of the avc characteristic when allowance 
is made for maximum attenuation. A minimum of 10 db 
difference between response to interference and response 
to such signals should then be allowed. Because of residual 
avc action, this requires about 15-db attenuation of the 
interference in typical receivers. Hence, automatic simplex 
channels should not be expected to operate reliably with 
smaller signal-to-interference ratios than 15 db. 

The first step in the process of estimating required fre¬ 
quency separation is to calculate the relative strengths of 
the desired and undesired signals at the receiving point or 
points. This can be done by methods outlined in the sec¬ 
tions of this chapter devoted to estimating attenuation. 
The relative carrier powers of the signals at the receiver 
are the original transmitter carrier outputs reduced by the 
attenuation of the respective paths of the signals to the 
receiving point in question. This establishes a signal-to- 
interference ratio at the receiver input terminals. The 
difference between this ratio and the required signal-to- 
interference ratio must be made up by the selectivity of 
the receiver. The separation required for this purpose can 
be determined by reference to the selectivity curve of the 
receiver at the particular frequency in question. Consider¬ 
ation must be given to the bandwidth of the interfering 
signal. This depends upon the type of service for which it 
is employed and the modulation system used. For ex¬ 
ample, an interfering a-m voice communication signal 
occupies a bandwidth extending approximately 3 kilocycles 
on each side of the carrier frequency and requires corre¬ 
spondingly greater separation from the desired signal than 
a carrier signal which is keyed for telemetering purposes 
and occupies a band of only a few cycles on each side of the 
carrier frequency. If the interfering channel is a single 
sideband voice channel, its bandwidth extends three kilo¬ 
cycles below the carrier frequency if the lower sideband is 
used, or three kilocycles above it if the upper sideband is 
transmitted. The suppression of the unused sideband can 
be assumed to be a minimum of 20 db. 

The following is an example of the use of the principles 
discussed in determining required frequency separation for 
a typical case: 

On a 100-ko voice communication channel having 50-db at¬ 
tenuation under extreme conditions, transmitter carrier power 
is 26 watts, and a receiver having the selectivity curve of Fig. 
49 is used. A new a-m voice channel is to be added to the 
system. The transmitters in the new system will have a car¬ 
rier output of 2.5 watts and the minimum attenuation between 


any transmitter of the new channel and any receiver of the 
original channel is 10 db. What is the minimum frequency 
separation required to give a 20 db signal-to-interference ratio 
in the original channel? 

The signal to interference ratio at the input terminals 
of the receiver is minus 30 db (10 db difference in trans¬ 
mitter power and 40-db difference in attenuation). There¬ 
fore 50 db of interference rejection is required for a 20-db 
signal-to-interference ratio. According to Fig. 49, signals 



Fig. 49—Typical a-m receiver selectivity curve. 


at 108 kc and at 92 kc are attenuated by this amount when 
the receiver is tuned to 100 kc. Allowing 3 kilocycles for 
sideband components of the interfering signal, the mini¬ 
mum separation of the carrier frequency of the new channel 
from that of the original channel is 11 kc above it or 11 kc 
below it. These are safe figures for either duplex or auto¬ 
matic simplex channels, provided that in the latter case 
the receiver sensitivity is adjusted properly. By a similar 
process, the separation required to provide a 20-db signal- 
to-interference ratio in the new channel can be estimated. 
Either the figures so obtained or those previously calcu¬ 
lated, whichever are the larger, determine the separation 
required to maintain a minimum of 20-db signal-to-inter¬ 
ference ratio in both channels. 

50. Signal-to-Noise Ratio 

Minimum tolerable signal-to-noise ratios for various 
carrier applications parallel closely the values of minimum 
signal-to-interference ratios given in Table 7, provided that 
the proper characteristic of the noise (e.g. peak amplitude, 
average amplitude, etc.) is considered in establishing these 
ratios for each application. The receiver bandwidth also 
must be considered in most applications, because noise 
response is usually a function of bandwidth. 

In keyed-carrier telemetering applications, the average 
rectified noise output of the receiver is a measure of the 
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interfering properties of the noise. For impulsive inter¬ 
ference ^ith pulses separated sufficiently to prevent over¬ 
lapping of the resulting wave trains, the average output is 
independent of the receiver bandwidth, and hence band¬ 
width does not enter into the picture in such applications. 
The area of the impulses is the major determining factor. 

The same comments apply to carrier relaying, although 
in this case trouble from noise is not likely to be encoun¬ 
tered. Because of the limited extent of carrier relaying 
channels, and the fact that they are always trapped at both 
ends, signal-to-average-noise ratios at receiving points are 
practically always far above the 20-db minimum. A pos¬ 
sible exception is the case of three-terminal lines in which 
one leg of the circuit is approximately an odd number of 
quarter wavelengths at the frequency used. 

For supervisory control by keyed carrier, the 20-db ratio 
given by Table 7 should be maintained between minimum 
signal and average noise. 

In tone telegraphic functions (e.g. telemetering) the nar¬ 
row bandwidth of the tone receivers reduces their response 
to random noise to negligible amounts. In addition to this 
factor, the wave trains resulting from impulsive noise with 
60- or 120-cycle pulse-frequency overlap to a considerable 
extent in tone receivers of the usual narrow bandwidth. 
Under these conditions the average rectified noise output 
is less than that obtained with broadly tuned circuits. The 
actual reduction is a function of the bandwidth of the tone 
receivers, which in turn is usually a function of the tone 
frequency itself. However, the formula given in Table 7 can 
be used as a guide to the maximum permissible signal-to- 
noise ratio, and the additional noise reduction due to over¬ 
lapping of the wave trains can be taken as a safety factor. 

In carrier communication applications, the type of sys¬ 
tem used determines which noise characteristic is most 
important. In automatic simplex systems, operation of 
the transfer unit occurs when the peak value of the noise 
equals the r-f sensitivity setting of the unit. Although 
momentary operation of the transfer unit on extremely 
high isolated peaks occurring not oftener than once or 
twice a minute should not be objectionable, the signal-to- 
peak-noise ratio for noise peaks occurring more frequently 
should not exceed the 15 db shown in Table 7. 

Quasi-peak noise levels are representative of the inter¬ 
fering effects of noise in duplex and manual simplex carrier 
communication channels. The figures of Table 7 can there¬ 
fore be used as the maximum permissible signal-to-quasi- 
peak noise ratios in these systems for various grades 
of service. 

Because it is not ordinarily possible to reduce apprecia¬ 
bly the noise level present at a given receiving point in a 
carrier system, the only practical way to improve signal- 
to-noise ratio is to raise the signal level at the receiving 
point. It is not usually feasible to raise signal levels by 
increasing the transmitted power, because appreciable 
gains in terms of decibels require inordinately large in¬ 
creases in power. For example, to raise the signal level 
from a 10-watt transmitter by 20 db requires an increase 
to 1000 watts, or 100 times the original power. A much 
more practical solution is to reduce the channel attenuation 
by judicious application of line traps to eliminate short 
taps or spur lines and altefnate paths. 
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T his chapter presents a general introduction to the 
power-system stability problem including definitions 
of basic terms, useful physical and analytical con¬ 
cepts, methods of calculation of steady-state and transient 
stability problems for simplified systems, and the exten¬ 
sions necessary for the application of these principles to 
practical systems. Short-cut methods for estimating per¬ 
missible transmission-line loading, and the transient sta¬ 
bility performance of common systems are presented. 
Means of improving system stability are discussed. Ex¬ 
amples of steady-state and transient stability calculations 
appear throughout the chapter. 

On commercial power systems, the larger machines are 
of the synchronous type; these include substantially all of 
the generators and condensers, and a considerable part of 
the motors. On such systems it is necessary to maintain 
synchronism between the synchronous machines under 
steady-load conditions. Also, in the event of transient 
disturbances it is necessary to maintain synchronism, 
otherwise a standard of service satisfactory to the user will 
not be obtained. These transient disturbances can be pro¬ 
duced by load changes, switching operations, and, particu¬ 
larly, faults and loss of excitation. Thus, maintenance of 
synchronism during steady-state conditions and regaining 
of synchronism or equilibrium after a disturbance are of 
prime importance to the electrical utilities. Electrical 
manufacturers are likewise concerned because stability 
considerations determine many special features of appara¬ 
tus and under many conditions importantly affect their 
cost and performance. The characteristics of virtually 
every element of the system have an effect on stability. It 
introduces important problems in the coordination of elec¬ 
trical apparatus and lines in order to provide, at lowest 
cost, a system capable of carrying the desired loads and of 
maintaining a satisfactory standard of service, both for 
steady-state conditions and at times of disturbances. 

The problem of system stability had its beginning when 
synchronous machines were first operated in parallel or in 
synchronism. It was early recognized that the amount of 
power that can be transferred from one synchronous 
machine to another is limited. This amount of load is 
known as the stability limit, and when it is exceeded, the 
machine acting as a generator ''over 3 peeds'’ and the 
machine acting as a motor "stalls.’’ 

As power systems developed, it was found with certain 

•H. N. Muller, Jr. was the original author of “System Stability— 
Examples of Calculation,” which has been included in Chapter 13 in 
this revision. 


machines, particularly with certain systems connected 
through high-rea<^tance tie lines, that it was difficult to 
maintain synchronism under normal conditions and that 
the systems had to be separated in the event of faults or 
loss of excitation. Various emergency conditions occa¬ 
sionally made it necessary to operate machines and lines 
at the highest practicable load; under these conditions 
stability limits were found by experience. Subsequently, it 
became apparent that many of the interruptions to service 
were the result of disturbances that caused loss of syn¬ 
chronism between various machines and that, by modify¬ 
ing the system design, layout, or operation, it was possible 
to provide a better standard of service. 

The early analytical work on system stability was di¬ 
rected to the determination of the power limits of syn¬ 
chronous machines under two conditions: first, the pull-out 
of a synchronous motor or generator from an infinite bus; 
and second, the pull-out or stability limit for two identical 
machines, one acting as a generator and the other acting as 
a motor. However, the principal developments in system 
stability did not come about as an extension of synchro- 
nous-machine theory, but as the result of the study of long¬ 
distance transmission systems. 

The modern view of the stability problem dates from the 

1924 Winter Convention of the Atnerican Institute of 
Electrical Engineers when a group of papersf called atten¬ 
tion to the importance of the problem and presented the 
results of the first laboratory tests^ on miniature systems 
proportioned to simulate a power system having a long 
transmission line. Another important step was taken in 

1925 w hen the first field tests on stability were made on 
the system of the Pacific Gas and Electric Company. 
Much additional practical information® on the problem 
w'as obtained by transient recording apparatus, first in¬ 
stalled on the system of the Southern California Edison 
Company. Initially the studies of the problem were re¬ 
stricted principally to the determination of whether cer¬ 
tain layouts, proposed for the longer transmission projects, 
were actually capable of transmitting the desired amount 
of power under steady-state conditions. Subsequently, it 
was found that the more important phase of the problem 
was in the determination of system layouts and loads that 
would insure satisfactory operating characteristics at times 
of various transient disturbances arising from load changes, 
switching operations, and circuit faults with their subse¬ 
quent isolation. During the ten-year period from 1924 to 
1933, the theory of system stability was carefully investi- 

^AIEE Transactions, vol. 43, pp. 16-103, 1924. 
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gated. During this work there were proposed many new 
methods of improving the stability of systems as dis¬ 
cussed in the latter part of this chapter. Since that time 
considerable experience has been obtained with methods 
of analyzing stability and with new methods of improving 
stability, with the result that the subject is now considered 
to be on a basis that is satisfactory from the standpoint of 
theory and practice. 

The notation used throughout this chapter is as follows: 
E represents a vector quantity and may be expressed in 
terms of rectangular coordinates or in polar form. E rep¬ 
resents the magnitude or scalar value of vector E. Thus, 

E~E{cos d+j sin d)=Ee^* — E/d 


I. BASIC CONCEPTS OF STABILITY 

1. Essential Factors in the Stability Problem 

The essential factors in the stability problem are illus¬ 
trated in connection with the two-machine system shown 
schematically^ in Fig. 1. The various elements of the sys- 


INERTIA 


INERTiA 


INPUT 

TORQUE 



INTERNAL VOLTAGE 


REACTANCE 

\smsmsu 

X 



Fig. 1 — Basic diagram for the two-machine stability problem. 

F.\f —Prime mover. 

O’- Synchronous generator. 

Y—Reactance line. 

M —Synchronous motor. 

SL —Shaft load. 


tern, prime mover, synchronous generator, reactance line, 
synchronous motor, and the shaft load, are indicated. 
There are .seven essential factors afTecting stability. These 
are of two kinds, mechanical and electrical. The essential 
mechanical factors are: 

1. Prime-mover input torque. 

2. Inertia of prime mover and generator, 
d. Inertia of motor and shaft load. 

4. Shaft-load output torque. 

The essential electrical factors are: 

1. Internal voltage of synchronous generator, 

2. Reactance of the system including: 

a. Generator 

b. Line 

c. Motor. 

3. Internal voltage of synchronous motor. 

In the foregoing discussion, losses have been ignored and 
this is i>ermissible since losses do not affect the phenomena 
except to introduce damping for which allowance can easily 
be made after the character of the system oscillations is 
understoorl. To intr(xJuce damping at the outset would 
obscure the character of the essential phenomena involved. 


4Q LAGGING 


REACTIVE POWER 



REACTIVE POWER 

Fig. 2 — Elementary power-circle diagram for line reactance X, 
voltages £t and Er, system of Fig. 1. 


2 . Power-Circle Diagrams and Power-Angle Dia¬ 
grams 

The performance characteristics of the simple two- 
machine power-transmission system. Fig. 1, are readily 
shown by power-circle diagrams and power-angle diagrams 
as given in Figs. 2 and 3 respectively. The diagrams are 
based on methods described in Chap. 9 and are reducible 
to the simple form shown because they de£end, in the 
absence of loss, merely upon the four factors E*, Em, S and 
X. The equation relating power transfer in a three-phase 
system is as follows: 

P = ^"’8in0 (1) 



Fig. 3—Elementary power-angle diagram, system of Fig. 1. 
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where: 

P*three-phaae power transferred in watts. 

= internal voltage of generator (line-to-line volts), 
internal voltage of motor (line-to-line volts), 
y»»reactance between generator and motor internal 
voltages, ohms per phase. 

9wangle by which the internal voltage of generator 
leads the internal voltage of motor. 

When per-unit values of voltages and reactance are used 
in Eq. (1), the power transferred is obtained as a per-unit 
quantity referring to the kva base being used. Thus, the 
three-phase power flow in kilowatts would be the per-unit 
value multiplied by the kva base. 

3. Meaning of Stability Terms 

The terms "stability^ and "maintenance of synchro¬ 
nism” are quite frequently used interchangeably. How¬ 
ever, a system consisting of a synchronous generator, a 
reactance line, and an induction motor may become un¬ 
stable but cannot lose synchronism. Nevertheless, system 
stability is, ordinarily, of importance only when it deals 
with the conditions of stable operation between synchro¬ 
nous machines. The problem is of importance, primarily 
from the standpoint of the maximum amount of power 
that can be transmitted without instability being incurred 
under steady-state conditions or as a result of circuit 
changes or faults. The terms “stability” and “power limit” 
are also frequently used interchangeably. However, a 
simple system consisting of a generator, a reactance line, 
and a resistance load has a definite power limit without 
having a stability limit. 

Stability can be formally defined as follows: 

Stability when used with reference to a power system, is 
that attribute of the system, or part of the system, which 
enables it to develop restoring forces between the elements 
thereof, equal to or greater than the disturbing forces so as 
to restore a state of equilibrium between the elements.* 

Stability applies to both steady-state and transient con¬ 
ditions on a power system. The distinction between them 
depends upon whether the stability applies to a condition 
that includes a transient disturbance. Certain automatic 
devices, such as voltage regulators, have a bearing on the 
stability conditions. If such devices are used this fact 
should be indicated as follows: steady-state stability with 
automatic devices. 

Stability limit for a system with synchronous machines 
can be considered the same as the power limit, and is 
defined as: 

A Stability Limit is the maximum power flow possible 
through some point in the system when the entire system or 
the part of the system to which the stability limit refers is op¬ 
erating with stability.* 

Criterion of Stability— There are several criteria for 
the determination of the conditions establishing stability 
that are needed in connection with the analysis of 
complicated systems. These criteria can be stated as 
follows: 

^ *American Standard Definitions of Electrical Terms, ASA~C42~ 

1941. 


A power-transmission system operating under specified 
circuit and transmitted load conditions is said to be stable if, 
when displaced from these conditions by any small arbitrary 
forces, the system upon removal of these forces develops re 
storing forces tending to return it to the original conditions. 

The arbitrary displacement can be made in several ways, 
the most convenient of which is a small arbitrary increase 
in the angular displacement. 

4. Application of the Criterion of Stability 

The application of the definition of stability and the 
criterion of stability will now be considered in connection 
with the system of Fig. 1. Examination of Figs. 2 and 3 
shows that solutions are obtained for the points corre¬ 
sponding to the power P' at the angle 6' and also to the 
power P" at the angle 9". In the absence of loss, the 
amounts of sending and receiving power are equal and P' 
and P" are equal. 

In applying the criterion of stability, the system is as¬ 
sumed to be subjected to a slight arbitrary reduction in 
angle between internal voltages from 9' to 9/ in Fig. 3, 
and the power transferred from the generator to the motor 
is correspondingly reduced from P' to P/. The input and 
output torques, Fig. 1, remain constant and are equal to 
each other and to P in Fig. 3 since the system is assumed 
to have no loss. The prime-mover input power P is now 
greater than the electrical output power Pi', resulting in 
acceleration of the generator rotor which tends to increase 
the angle between the sending and receiving ends of the 
system. At the receiving end, the electrical input to the 
motor Pi is now less than its mechanical output P and 
this difference in power decelerates the motor, which also 
tends to increase the angle between the sending and receiv¬ 
ing ends. Thus the arbitrary reduction of the angle be¬ 
tween the internal voltages of the generator and motor 
from 9' to 9/ reduced the electrical power transferred 
through the system and resulted in the development of 
restoring forces tending to increase the angle between the 
internal voltages and return the system to the original 
angle 9'. Since losses have been omitted, the angle between 
the internal voltages would oscillate about the value S', 
but in a practical system where losses are always present, 
this oscillation would be damped and the system would 
eventually return to the original angle. 

Next, assume that the system is subjected to a slight 
arbitrary movement increasing the angle from 9' to Si, 
Under this condition the output of the generator Pi is 
greater than its input, which corresponds to P. The dif¬ 
ference in input and output decelerates the generator and 
thus tends to reduce the angle between the sending and 
receiving ends. Similarly, since losses are neglected, the 
input to the motor is greater than its shaft load with the 
result that the motor accelerates and thus tends also to 
reduce the angle between the sending and receiving ends. 
The arbitrary displacement of the system, by a small 
amount from the solution at the angle 9' in such a direction 
as to increase the angle, creates restoring forces to return 
the system to the original operating point. 

It has been shown that if the system operating at ^he 
angle 9' is subjected to small disturbing forces, then regard¬ 
less of the direction of the small disturbing forces, when 
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these forces are removed the system develops restoring 
forces in such a direction as to return the system to the 
original angle between the internal voltages of the gener¬ 
ator and motor. Therefore, the mathematical solution 
corresponding to the power P' and the angle S' constitutes 
a stable operating point, since any tendency for the system 
to drift away from the operating point 6' developes ade¬ 
quate restoring forces. 

Critical Point in System Oscillation-Consider next 
the operation at the point defined by the angle 8" and the 
power P". Assume the condition with the angle 8" in¬ 
creased to 8i". Under this condition the output of the 
generator and input of the motor are decreased to P 2 ", so 
that the output of the generator is less than its input, and 
the input of the motor is less than its output or shaft load. 
These circumstances produce forces that accelerate the 
generator and decelerate the motor, and increase further 
the angle by which the generator leads the motor. The 
changes in force are such as to augment the change in 
angle with the result that the system pulls out of step, that 
is, the system becomes unstable. Apply next this same 
criterion for the condition of a slight reduction in the angle 
below 8". For 8/' the electrical output of the generator is 
greater than its mechanical input and the electrical input 
to the motor is greater than its mechanical output or shaft 
load. The change in the angle between internal voltages 
in the system slows down the generator and speeds up the 
motor. Both of these changes cause the system to reduce 
still further the angle between the internal voltages. Thus 
the solution corresponding to the angle B" and the power 
P" is said to be an unstable solution since a slight depar¬ 
ture from that point sets up forces to augment the change 
in that same direction instead of restoring the condition to 
the original point of solution. However, in the case of 
movement back from the point corresponding to the angle 
8", the system further reduces the angle and moves in the 
direction of the stable operating point at 8'. The system 
will develop forces causing it to move in the direction of 8' 
for all angles between 8" and 8'. 

Thus the point corresponding to the angle 8" is the 
critical point in system oscillation for given internal volt¬ 
ages, reactance, and power-flow conditions. If the system 
has a stable solution at 8', it can withstand system dis¬ 
turbance that causes it to oscillate on either side of this 
angle up to 8". If that angle is exceeded, the system will 
lose synchronism. If that angle is not reached, the system 
will oscillate about 8' and because of losses it will come 
into equilibrium at that angle. 


5. Steady-State Stability Limit 

For the simple two-machine transmission system illus¬ 
trated in Fig. 1, the steady-state stability limit is given by 
the maximum power obtained from either the power-circle 
diagram or the power-angle diagram of Figs. 2 and 3. The 
steady-state stability limit of a system without loss (X^curs 
at the angle of 90 degrees between sending and receiving 
ends as shown by these diagrams or as readily obtained 
from Eq. (1). The steady-state limit for a three-phase 
system is given by _ 


p 

* max Y 


( 2 ) 


which gives the maximum power in watts when the volt¬ 
ages are expressed as line-to-line volts and the reactance 
as ohms per phase, or the maximum power in per unit 
when per-unit voltage and reactance are used. If the cri¬ 
terion of stability is applied, (1) for all load conditions 
with the power and angle less than those corresponding to 
the 90-degree limit, the system will be inherently stable; 
whereas (2) for all loads at angles greater than 90 degrees 
the system will be unstable. The 90-degree load point for 
a system without loss is the critical load or the maximum 
value of all steady-state operating points that are inher¬ 
ently stable. 

There is a single steady-state stability limit for specified 
circuit, impedance, and internal voltage conditions. It 
follows, therefore, that if the excitation of either or both 
machines is changed so as not ti) correspond to the internal 
voltages assumed, the stability limit will be correspond¬ 
ingly changed. Loss of field results, of course, in reducing 
the synchronizing power to zero. The machine that loses 
its excitation pulls out of synchronism with the other syn¬ 
chronous machines and operates as an induction machine. 
Whether the system is stable or unstable as a combination 
of synchronous and induction machines is determined in 
part by the characteristics of the induction machines. 

6. Transient-Stability Limit 

Transient stability refers to the amount of power that 
can be transmitted with stability when the system is sub¬ 
jected to an aperiodic disturbance.” By aperiodic disturb¬ 
ance is meant one that does not come with regularity and 
only after intervals such that the system reaches a condi¬ 
tion of equilibrium between disturbances. The three prin¬ 
cipal types of transient disturbances that receive consider¬ 
ation in stability studies, in order of increasing importance, 
are: 

1. Load increases. 

2. Switching operations. 

3. Faults with subsequent circuit isolation. 

The basic power-angle diagrams give an adequate picture 
of the stability phenomena encountered in each of these 
disturbances. 

Load Increases can result in transient disturbances 
that are important from the stability standpoint if (1) the 
total load exceeds the steady-state stability limit for spe- 
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cific voltage and .circuit reactance conditions, or (2) if the 
load increase sets up an oscillation that causes the system 
to swing beyond the critical point from which recovery 
would be impossible, as pointed out previously. Consider 
a system operating under the conditions shown in Fig. 4 
with the load P i at the angle d\ and the prime-mover input 
and shaft output abruptly increased to Pj. Because of the 
inertia of the rotating machines, the internal voltages of 
the generator and motor do not immediately swing to ^ 2 , 
which would permit transfer of power P 2 . Instead, the 
initial differences of power input and output are used in 
accelerating the generator and in decelerating the motor 
rotating elements. Both of these changes cause the rotors 
to depart from synchronous speed and to increase their 
angular differences. Thus when the system reaches ^ 2 , the 
generator is traveling above synchronous speed and the 
motor below synchronous speed. The difference in the 
stored energy cannot instantly be absorber! and as a result 
the system overshoots 62 and reaches some larger angle 
as 03 , such that the shaded area cde is equal to the area abc. 
Neglecting losses, these two areas can be taken as equaP. 
The oscillation will not exceed the angle 03 , and because 
of losses In an actual system, equilibrium will ultimately be 
reached at 02. In the case illustrated in Fig. 4 the system 
oscillates to the angle 03 , which is greater than 90 degrees 
but is stable because 03 is less than 04 , the critical angle for 
the load P 2 . With a somewhat larger total load or with a 
greater increment of load, the maximum point reached in 
the oscillation would be greater than 03 shown in the dia¬ 
gram. With increasingly severe conditions, a point is 
reached where the critical angle is equaled and this repre¬ 
sents the transient limit for the load increase. The amount 
of load increase that a system can withstand depends upon 
the steady-state limit of the system and the initial operat¬ 
ing angle. Figure 5 shows the total permissible sudden 
increase in amount of power that can be absorbed with 
stability, expressed as a percentage of the steady-state 
stability limit of a system without loss and plotted as a 
function of the angle between internal volUiges. 

Switching Operations —The transient-stability limits 



Pig. 5—Permissible load increase vs. initial-angle curve. 


for switching operations can be investigated in a similar 
manner using the equal-area criteria* that have been ap¬ 
plied for the determination of the transient limit for load 
increases. In the case of switching operations there are, 
however, two power-angle diagrams that require consider¬ 
ation; (1) the power-angle diagram for the initial condition, 
(2) the power-angle diagram for the final condition, 
that is, the condition after the switching operation has 
taken place. Figure 6 (a) indicates a system with two lines 
initially in service; Fig. 6 (b) shows two power-angle dia¬ 
grams, Curve I applying to the initial circuit-condition 
and Curve II applying to final circuit-condition. The 
diagram shows the transmitted power P, the initial operat¬ 
ing condition at the angle 0i and the power Pi, and the 
final operating condition at 02 and Pn. The moment the 
.switching operation takes place the electrical output is 
rerluced from Pi to P'. This change produces an increment 
power of magnitude (P —P'), which is available for ac¬ 
celerating the generator and decelerating the motor, both 
cnanges tending to increase the angle between the sending 
and receiving machines. Thus, the two machines depart 
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Fig. 6—Power-angle diagram for analyzing transients due to 
switching operations. 

from synchronous speed, accelerating and decelerating 
forces increasing the angle from 0i to 02. At this point, 
the generator rotor is traveling above synchronous speed 
and the motor rotor below synchronous spewed with the 
result that both rotors tend to overshoot 02 and to reach 0<, 
such that the area abc is equal to the area cdc. At 03 , the 
energy stored above and below synchronous speed has been 
absorbed and since the instantanet:)us power output of the 
generator and input of the motor are greater than the 
prime-mover input and shaft loads, respectively, restoring 
forces are developed that cause the system to oscillate 
about 02 and reach a condition of equilibrium because of 
losses in a practical system. 

The amount of power transferable without loss of syn¬ 
chronism depends upon (1) the steady-state stability limit 
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for the condition after the switching operation takes place 
and upon (2) the difference between initial and final steady- 
state operating angles. The stability limits for switching 
operations are lower for the larger amount of the final circuit 
reactance and for the greater percentage change in the 
circuit reactance. 

Faults and Subsequent Circuit Isolations— The 

third and most important type of transient disturbance 
arises from application of faults and the subsequent circuit 
changes required to isolate the fault. For such disturb¬ 
ances three or more circuit conditions require considera¬ 
tion: (1) the initial condition, immediately prior to the 
fault, (2) the condition during the fault, and (3) the condi¬ 
tion subsequent to the isolation of the fault. Additional 
conditions are required to cover the cases in which the fault 
is isolated in two or more steps, such as would be produced 
by the disconnection of a line section by sequential switch¬ 
ing. Additional steps would be required to take care of 
the case of a high-speed reclosing breaker, which first dis¬ 
connects a faulted line and suppresses the arc, and sub¬ 
sequently restores the line to the original circuit connec¬ 
tion. However, the procedure to be followed in the more 
complicated cases will become evident from consideration 
of the simpler case. 

Consider a transmission system similar to Fig. 6 (a) but 
with one line subjected to a fault at an intermediate point. 
The power-angle diagram for the case with the two lines 
in service is indicated in Fig. 7 by the Curve I, which 



Fig. 7—Power-angle diagram for analyzing transient disturb¬ 
ances due to faults with subsequent circuit isolation. See 

Fig. 6 (a). 

intercepts the line of transmitted power at the angle di and 
the power Pi. Upon application of the fault the amount of 
power transferable from one end to the other is reduced. 
If the fault were a zero-impedance fault on all lines the 
power transmitted would be reduced to zero. However, if, 
as is usually the case, the fault is not a zero-impedance 
fault on all lines, some power can be transmitted from the 
sending to the receiving ends. This case is assumed in the 
diagram of Fig. 7 and is indicated by the Curve II passing 
through the points 6 and c. The power-angle diagram for 
the final condition with the faulted line switched out of 
service is shown by the Curve III that passes through the 
line of transmitted power at the angle and the power Pz. 
Upon application of the fault, the power output of the 
generator and the power input to the motor are reduced 


from P to P\ the difference in power (P—P') being ab¬ 
sorbed in accelerating the generator and decelerating the 
motor. For the severe type of fault shown, the system 
would pull out of step if the fault were not promptly 
cleared. Assume, however, that the fault is cleared by 
the time the system swings to 62 . At this point, transfer is 
made to the final circuit condition. Curve III. The power- 
angle diagram shows that the power output of the gener¬ 
ator exceeds the input, with the result that the generator 
rotor is decelerated and that the motor is accelerated. 
How'ever, because of the energy stored in the machine 
rotors above and below synchronous speed the system 
continues to swing to some larger angle, such as ft/, so 
that the area defg is equal to the area abed. Thus, 63 is the 
maximum point reached in the system oscillation using 
the same equal-area criteria discussed in connection with 
other types of transient disturbances. The system oscil¬ 
lates about the angle 63 and because of losses will ultimately 
come to equilibrium at that angle. 

If the severity of the fault is increased, as indicated by 
the reduction in amount of power that can be transmitted 
during the fault condition, or if the duration of the fault is 
increased as indicated by a larger 62 , or if the power-angle 
diagram for the final condition has a lower maximum, the 
largest angle during the system oscillation is increased 
l)eyond 63 and under some conditions would reach the 
critical angle 64 for the transmitted power under the final 
circuit condition. When this condition is met the transient- 
stability limit for the condition is said to be reached. 

The nature of transient disturbances incident to faults 
can be examined further in connection with the use of 
quick-reclosing breakers as illustrated in Fig. 8. Two cases 
are considered, namely, a single-circuit case shown in (a) 
and a double-circuit case shown in (b). In both cases, the 
faulted line is de-energized to suppress the arc in the fault 
and reclosed after an interval for the purpose of insuring 
stability. These switching operations provide a succession 
of power-circuit conditions and a corresponding set of 
power-angle diagrams as can be seen by a detailed exam¬ 
ination of Fig. 8. The conditions necessary for maintaining 
stability are also stated in terms of the stored-energy 
relations as shown by corresponding areas on the power- 
angle diagram. 

No method has been given for the determination of the 
angles, 62 in Fig. 7, or 82 and 63 in Figs. 8 (a) and (b), 
which define the condition for which the fault is removed 
or the circuit switched. From a practical standpoint the 
circuit change is not made in accordance with the angular 
difference between the sending and receiving ends; instead 
it is made as a function of time measured from fault appli¬ 
cation, the duration being that required for the operation 
of protective relays and circuit breakers. This time can 
be calculated by a step-by-step process to determine the 
changes in accelerating force, the changes in velocity, and 
the changes in angles. Thus, the determination of the 
angle-time relations constitutes one of the important steps 
in transient-stability calculations and will receive consider¬ 
able attention in subsequent sections. 

For a power system with machines of assumed constant 
internal voltages, with circuits of assumed reactances, and 
with losses neglected, there is only one steady-state limit. 
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ANGLE e 

(o) SINGLE-CIRCUIT CASE 



F» FAULT APPLIED 



(b) TWO-CIRCUIT CASE 


Fig. 8—Power-an^le diagram for recloaure. 

(a) —Single-circuit case 

Curve I for normal circuit 
Curve II for fault condition {2L — G) 

For stability, areas (1 plus 2) ^ area 3 

(b) —Two-circuit case 

Curve I for tw’o lines (normal) 

Curve II for one line (normal) 

Curve III for fault (2L— G) 

For stability, area 1 ^ areas (2 plus 3) 


However, for the transient-stability calculations there are 
many conditions depending upon the character of the 
transient under consideration. For example, for load in¬ 
creases, the transient-stability limit depends upon the 
initial load and the increment of load. For the switching 
operation, the transient limit depends upon the stability 
limit for the final circuit condition and upon the initial 



Fig. 9—The mechanical model (set up for a system with two 
generators and an intermediate synchronous condenser). 


operating angle. The transient limit for the simplest con¬ 
dition involving a fault on a system with subsequent circuit 
isolation depends upon the initial operating angle, the 
severity of the fault and its duration, and the stability limit 
for the systen^ after the fault is cleared. 11 becomes necessary, 
therefore, when giving a transient-stability limit of a system 
to define the conditions under which the limit applies. 

7. The Mechanical Analogy of a Power-Transmis¬ 
sion System 

The definitions of stability given in Sec. 3 and the sub¬ 
sequent discussions have been given in terms of equililv 
rium of the power-transmission system. Eipiilihrium phe¬ 
nomena are ordinarily visualized in terms of a static system 
in mechanics. However, the discussion of the familiar 
static systems cannot directly be applied to the compli¬ 
cated electro-mechanical system employed in power trans¬ 
mission. Furthermore, the actual system involves dynamic 
rather than static equilibrium. To circumvent this diffi¬ 
culty a mechanical analogy, which has properties corre¬ 
sponding to the actual dynamic electromechanical system, 
has been devised. 

The most convenient means of visualizing the basic phe¬ 
nomena of a power-transmission system is the mechanical 
analogy developed by S. B. (Iriscom® and shown in Figs. 9 
and 10. The mechanical analogy or mechanical model, as 
the device is mon^ commonly called, consists essentially of 
two rotatable units mounted on a common shaft and pro¬ 
vided with lever arms, which are connected at their outer 
ends by a spring. One of these rotatable elements is desig¬ 
nated as the generator element and the other as the motor 
element. Each of these elements is provided with means 
for applying torque in such a way as to stretch the spring 
connecting the lever arms. 
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Fig. 10—The mechanical analogy for power-tytCem stability. 


Mechanical Model 

1. Radial distance from pivot to 
any point on spring. 

2. Length of spring. 

3. Tension of spring, propor¬ 
tional to its length. 

4. Torque of either arm--prod¬ 
uct of the length of the arm 
and component of spring ten¬ 
sion perpendicular to arm. 

5. Product of the length of the 
arm and component of spring 
tension along the radius at 
any point. 

6. Angle between any two points 
on the spring. 


Power-Transmission System 

Line voltage at corresponding 
point. 

Line reactance drop. 

Line current. 

Active power. 


Reactive power. 


Phase displacement of voltages 
at the corresponding points of 
the system. 


The correspondence between the various mechanical and 
electrical factors of the mechanical model and the power- 
transmission system is shown in connection with Fig. 10. 
The mechanical model is stationary for the normal syn¬ 
chronous frequency, and the power-flow relations are rep¬ 
resented by torques. Movement of the model corresponds 
to oscillations of the power system with respect to normal 
synchronous speed. Thus, the model shows only the 
changes in movement that are significant from the stand¬ 
point of stability. The mechanical model has a power limit 
occurring at an angle of 90 degrees between the lever arms 
of a two-machine system. The model is also proportioned 
so as to simulate transient conditions as well as steady-load 
conditions. The mechanical model can be extended by the 
addition of rotatable elements and additional springs so 
as to simulate complicated power systems. For example, 
a transmission system with an intermediate synchronous 
condenser can be represented by the aid of the third ele¬ 
ment of Fig. 9 with the addition of a spring from the lever 
arm of the third element to the appropriate point on 


the spring connection l>etween the other two rotatable 
elements. 

The mechanical model has been used for the calculation 
of actual stability problems but the a-c network calculator 
method is more convenient. Thus, the mechanical model 
is now employed in its original function of providing the 
best qualitative method of visualizing the essential phe¬ 
nomena in the power-system stability problem. Sufficient 
information has been given to enable one mentally to set 
up the mechanical model for the corresponding system 
condition and to study its performance for various steady- 
state and transient conditions. While an actual model is 
of considerable assistance, the mechanical analogy is useful 
even though no model is available. It is suggested that 
the mechanical analogy should be considered in connection 
with the entire discussion of this chapter, particularly in 
connection with multi-machine problems, such as those 
involving an intermediate synchronous condenser, since 
it frequently happens that some particular point is more 
readily grasped from the consideration of the model than 
of the actual system. 

II. REPRESENTATION OF SYSTEM FOR 
STABILITY CALCULATIONS 

In discussing methods for calculating stability, it is 
convenient to consider first the case involving two syn¬ 
chronous machines, and, subsequentl 3 ^ those involving 
three or more machines. In the previous part the stability 
phenomena were discussed in terms of the twomachine 
system reduced to its elements with the electrical system 
represented by two internal voltages and one reactance 
between them. In practical systems, even for the two- 
machine case, it is necessary to consider other factors, 
such as: 

1. Representation of system-impedance elements. 

a. Series branches with resistance. 

b. Shunt branches. 

1. Shunt capacitance. 

2. Shunt loads. 

3. Faults. 

2. Initial operating conditions. 

3. Representation of machines including the effects of regu¬ 
lators and exciters. 

8. Representation of System-Impedance Elements 

A typical layout for a two-machine transmission system 
is shown in Fig. 11. This system is assumed to have series 
resistances, shunt capacitances, shunt loads, maintained 
voltages at sending and receiving buses, and to be sub¬ 
jected to an unbalanced fault at point F on line 2, which 
is subsequently disconnected to isolate the fault. 

In a practical system it is frequently necessary to con¬ 
sider the effect of resistance and of shunt capacitance, 
since these are always present in transmission lines. Since 
voltage is normally maintained on the sending and receiv¬ 
ing buses, it is convenient to obtain the equivalent con¬ 
stants for the intervening part of the system. This can be 
done by the use of the generalised equivalent ir network 
or the general circuit constants for the transmission line as 
described in Chape. 9 and 10. In either case, it is p>os8ible 
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FIft. 11—Typical two-machine stability problem. 

Notation: Sec Fig. 1; also the following: 

" Step-up transformer. 

—Step-down transformt^r. 

T.L.jfX^ 7’.L.^2—Transmission lines. 

Bt, Hr —Breakers. 

F —Fault. 

Et, Er —Voltages at regulated buses. 

L ~ Shunt load. 

to derive power-circle diagrams and po\ver-ang;le diagrams 
on the basis of the network intervening Ixdween buses, 
which have maintained voltages and Er. When loss is 
taken into account there is a difference between the sending 
and receiving power, tis can be sc'(‘n from Fig. 14. For this 
reason, power-angle relations for the two ends are no longer 
identical as assumed in Sec. 3. The methtxl of taking this 
fact into account will be discussed subsecpiently in Sec. 23, 
Step-by-Step Procedure. 

When loss or intermediab' loads are present in a power 
transmission system, tlu' maximum amounts of power at 
the sending and receiving ends occur at different angular 
displacements. If under steady-state conditions the prime- 
mover input corresponds to maximum input to the motor, 
two interesting phenomena occur if the shaft load is slightly 
increased. The motor slows down in any event, but the 
generator (1) may pull out of step with the motor and 
overspeed or (2) may stay in synchronism with the motor 
and slow down with it, depending upon the relative inertias 
of generator and motor. These phenomena, while of con¬ 
siderable theoretical interest*, are of little practical inter¬ 
est, except as indicative of margins, l)ecause the important 
load condition corresponds to the maximum delivered 
power and that is not dependent upon the relative inertia 
characteristics. 

9. Representation of Shunt Loads 

On a system that contains only two large synchronous 
machines requiring individual consideration, the various 
other loads may have different characteristics from the 
standpoint of changes in resl and reactive components 
with change in voltage. It is usually permissible to assume 
for small synchronous motors and induction motors that 
the kilowatt load is independent of the voltage. Synchro¬ 
nous-converter load is assumed to vary in proportion to 
the square of the voltage. Lighting load is of.en assumed 
to vary as the square of the voltage, but it is more accurate 
to assume that the change is according to the 1.8 power 
of the voltage ratio**. The changes in reactive kva with 
voltage arc widely different for these different typical 
loads, as shown in Fig. 12. 

From a practical standpoint, it is not feasible to consider 

•For further study of these phenomena see Reference 10 or 36. 



Fig. 12—Reactive Kva-Voltage characteristics of typical loads. 


Curve* 

Description 

Reactive Kva Base 

A 

100-kva synchronous motor 

80 percent power-factor 

60 kva 

R 

100-kva synchronous motor 

100 percent power-factor 

100 kva 

r 

15-hp induction motor, 80 percent 5 kva 

load, 90 percent power-factor 

1) 

1000-kw synchronous converter 

1000 kva 

E 

Transformer magnetizing 

Value at 100 per¬ 


kva 

cent voltage 


a large number of small shunt loads; instead, it is permis¬ 
sible to use a single (‘omposite load curve. To determine 
such a load characteristic an effort should be made to 
obtain the segregation of the principal types of load carried 
by the system under the conditions for which the stability 
characteristics are to be investigated. Table 1 gives a 
typical segregation of peak loads. 

Table 1 — Segregation of Typical Shunt Loads 


Induction Motor 

60% 

Synchronous Motor 

10% 

100% Power-Factor.. . 

.5% 

80% Power-Factor . 

5% 

Synchronous Converter. 

. . 5% 

Lighting and Heating . . 

25% 


By combining the real and reactive components of loads 
from segregations similar to that of Table 1 and with 
reactive kva variations similar to those of Fig. 12, it is 
possible to arrive at a composite load characteristic curve, 
such as shown in Fig. 13, which includes 15 percent exciting 
kva. This figure shows the variations in both the real and 
reactive components of load with change in voltage using 
the real component at normal voltage as reference. The 
dotted curve of Fig. 13 shows the variation for a constant 
shunt-impedance load. Figure 13 also shows points on the 
power-voltage and reactive kva-voltage curves for 100 per¬ 
cent and 90 percent voltage obtained from tests on the 
Brooklyn Edison Company’s systemf. These tests showed 
for a 10 percent reduction in voltage that the power was 
reduced to 87 percent and the reactive kva to 80.6 percent 
of the corresponding values at normal voltage. These are 

fSystem Load Swings, by Bauman, Manz, McCormack, and 
Seeley. AIEE Transactions, Vol. 60, 1941, p. 541, Disc., p. 735. 






442 


Power-System Stability Basic ElemerUs of Theory and Application 


Chapter 13 



KILOWATTS IN PERCENT 
LA66IN0 REACTIVE KVA IN PERCENT 


Fig. 13—Variation of composite load with voltage. 

-Composite load based on Fig. 12. 

.Constant impedance. 

o— . —o (Bauman, Manz, McCormack and Seeley.) Normal 
kilowatts equal 100 percent. 


to be compared with 81 percent, which would be obtained 
with a constant-impedance load of the corresponding power 
factor. The variations in load voltages usually are not 
great because they are maintained by local generators and 
synchronous condensers equipped with voltage regulators. 
This fact permits the relatively crude approximation of 
constant-impedance loads to give satisfactory results for 
the majority of cases. 

10. Representation of Faults 

In this discussion of stability, symmetrical systems only 
have received consideration. However, the majority of 
faults on power systems are not balanced three phase. As 
a consequence, the individual phase voltages are consider¬ 
ably unbalanced, and the voltage of neither the faulted 
nor unfaulted phase (or phases) is a measure of the voltage 
available for through power transmission. Instead, the 
positive-sequence voltage is the representative quantity. 

In Fig. 21 of Chap. 2, interconnections between the se¬ 
quence networks are given for various types of faults at 
a single location. When the sequence networks, as viewed 
from the point of fault, are thus interconnected to represent 
a particular type of fault, correct positive-sequence volt¬ 
ages and currents will exist at all points in the positive- 
sequence network (the original balanced network). Since 
only the positive-sequence quantities are to be used, all of 
the interconnected network except the positive-sequence 
network can be reduced to a single impedance*, which 
simplifies calculations. This impedance is, as the above 
discussion shows, a function of the negative- and zero- 
sequence impedances as measured from the point of fault, 
and varies with the type of fault. Thus, for a single line- 
to-ground fault this impedance is {Z 2 +Z 0 ) connected from 
the point of fault to the neutral of the system; and for a 

double line-to-ground fault, it is ( Y that is, Zj and 

\Z2-tZo/ 

•Appendix III of Reference 5 and Reference 27. 


Zq in parallel, connected from the point of fault to the 
neutral. Thus the stability problem involving an un¬ 
balanced fault at a single location is reduced to one involv¬ 
ing an equivalent three-phase symmetrical system. The 
original balanced network gives the desired positive- 
sequence quantities at all points when this equivalent 
impedance is connected to itf. 

The physical interpretation of this method of handling 
unbalanced faults is helpfult. The power and reactive kva 
consumed in the negative- and zero-secpience netw orks are 
generated in the machines as positive-sequence quantities 
and are transmitted through the system to the fault loca¬ 
tion. There these quantities are converted by the asym¬ 
metry of the fault to negative- and zero-sequence quanti¬ 
ties which are fed back into the system and consumed as 
RP and XI^ for negative- and zero-sequence except for 
the effect produced by negative-sequence torques in ma¬ 
chines. As pointed out in Chap. (>, the negative-sequence 
input to the rotor of a machine is consumed half in R 2 h^ 
losses and half in negative-sequence tor(|ues. These 
torques tend to drive the machine in a direction opposite 
to that of its normal rotation. The accurate method of 
considering this effect is, of course, to modify appropriately 
the mechanical input to the machine. The negative- 
sequence resistance for typical machines is given in Table 
4 of Chap. 6. 

11. Determination of Initial Operating Conditions 

Frequently in stability studies only part of the initial 
.operating conditions are defined or are known. Conse¬ 
quently, to determine the initial conditions, calculations 
and frequently additional assumptions are necessary. 
Usually the delivered power and maintained voltages at 
sending and receiving buses are known. In addition, the 
characteristics of the transmission line, step-up and step- 
down transformers are know n, although sometimes the kva 
capacity of the latter must be adjusted. For the deter¬ 
mination of the initial operating conditions the use of the 
power-circle diagram is frequently advantageous because 
the bus voltages are usually known or can be assumed 
since they are subjected to relatively narrow variations. 
A particular method of using the power-circle diagram to 
assist in the determination of the initial operating con¬ 
ditions will now be described in connection with the system 
outlined in Fig. 11. The operating conditions of that part 
of the transmission system, including step-up and step- 
down transformers, between the sending and receiving 
buses whose voltages £, and Er are maintained, can con¬ 
veniently be shown by the power-circle diagram of Fig. 14. 
The center of the receiving circle for the transmission line 
with transformers is plotted at the point C, and of the 
sending-end circle at the point C,. The positions of the 

fThis method is actually applicable to all types of unbalances, 
including open conductors and multiple faults at separate locations. 
For example, for the case of two conductors open, the equivalent 
impedance is the sum of the negative- and zero-sequence im()ed- 
ances as viewed from across the open, connected across the open of 
the positive-sequence network, i.e., an impedance between two 
points of the positive-sequence network. Referring to Chap. 2, Fig. 
21 (p), impedances (Xt to Ys) plus (Xoto Yo) connected from Xi to Yi. 

JPage 324 of Reference 27. 





Chapter 13 


Power-System Stability Basic Elements of Theory and Application 


443 


-t-Q LAGGING 

REACTIVE POWER 



Fig. 14—Diagram illustrating the use of power-circle diagrams 
to determine initial conditions of internal voltages and overall 
angles on a system with maintained terminal voltages. 

radii of these circles for zero difference in phase position 
between sending and receiving voltages are shown as the 
reference position for the angle 0. For a typical operating 
condition the receiver load is represented by a point in the 
receiver circle at r and at the angle d with respect to the 
zero position of the radius vector. The corresponding 
sending-end power and reactive-kva quantities are shown 
at the point s also at the angle 6 with respect to the zero 
position of the radius vector for the sending-end circle. 

The output of the synchronous generator supplying the 
transmission line is completely defined by the real and 
reactive kva and terminal voltage. If the equivalent re¬ 
actance of the generator is known, the internal voltage can 
readily be computed from the terminal conditions in the 
usual manner. It is a simpler matter usually to plot parts 
of another circle diagram for the synchronous generator 
considering it as a reactance line for which the receiver 
conditions are completely defined. Ordinarily, the resist¬ 
ance loss is negligible in comparison with the reactive kva 
with the result that the center of the generator circle 
diagram is located on the F-axis. The center of the re¬ 
ceiver circle for the generator is located at the point 
which is numerically equal to the generator short-circuit 


kva computed on the basis of the terminal voltage and 
equivalent machine reactance. The internal voltage in 
magnitude and phase position becomes immediately avail¬ 
able from the circle diagram, since the receiver conditions 
for the generator must equal the sending-end conditions 
for the line. The phase position is given by the angle 6g 
measured between the radius g-s and the line of centers 
g-o. Since terminal conditions at 5 must be satisfied, the 
magnitude of the internal voltage of the generator is given 
by the relation: 

^ distance to 
distance g to o 


Similarly, the internal voltage of the synchronous motor 
can be obtained from its real and reactive-kva input and 
its terminal voltage. The center of the sending circle for 
the motor is located at the point m. The phase position of 
the internal voltage with respect to the terminal voltage 
is given by the angle The magnitude of the internal 
voltage of the motor is: 


Em = 


distance m to 
distance in to o 


(4) 


The effect of shunt load, such as shown at the receiver 
bus in Fig. 11, can be taken into account in several ways. 
For example, the shunt load can be added to the trans¬ 
mission system and considered as a part of it. Another 
method is to subtract the shunt load from the receiver, 
which assumption w’ould modify the input to the syn¬ 
chronous motor by the amount shown graphically by 
changing the load point from r to r\. The effect of this 
shunt load on the magnitude and phase position of the 
internal voltage of the motor can readily be computed 
for the load at ri in a manner similar to that previously 
described for the load at r. 

The method of using the circle diagrams illustrated in 
Fig. 14 provides a convenient method of obtaining the 
internal voltages of machines both in nTagnitude and phase 
position. The total difference in angle between these volt¬ 
ages is, of coiirse, equal to the sum of the machine and line 
angles, that is, the sum of B and B^. This method of 
using the power-circle diagram is particularly applicable 
for those problems in which the voltages are maintained at 
sending or receiving buses or at other points in the system 
through the use of voltage compensators. 


12. Representation of Machines 

Previously, it has been indicated that a synchronous ma¬ 
chine can be represented in stability studies by an appro¬ 
priate reactance and a corresponding internal voltage. 
Two reactances arc commonly used, viz.: 

1. An equivalent synchronous reactance for steady-state sta¬ 
bility. 

2. Transient reactance for transient stability. 


The internal voltages associated w ith these reactances are 
determined from the terminal voltage and the voltage drop 
due to the load currents flowdng through the machine re¬ 
actance. 

In the case of steady-state stability, the value used for 
the equivalent synchronous reactance depends upon the 
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method of calculation being used. This is discussed in de¬ 
tail in Sec. 14 where methods of steady-state stability cal¬ 
culation are described. 

In transient-stability studies, the internal voltage is the 
vector sum of the terminal voltage and the transient-re¬ 
actance voltage drop due to the load currents just prior to 
the disturbance. 

III. STEADY-STATE STABILITY 
CALCULATIONS 

In this part the general problem of steady-state stabil¬ 
ity calculation is discussed in detail and specific examples 
given to illustrate each method of calculation. Particular 
attention is given the problem of calculating the power 
limit of the synchronous generator connected to a system. 
The power limit in this case is commonly called the “pull¬ 
out power” or the “pull-out torque.” 

The pull-out power as discussed herein refers to a steady- 
state stability condition, which is initially of a transient 
character but must be endured long enough to bring it into 
the classification of steady-state stability. Tripping of a 
loaded generator, loss or reduction of the excitation of a 
generator, or the tripping of a tie line supplying power to 
the system illustrate that pull-out power or maximum 
power output of the generators involved is important. The 
pull-out power of a generator is calculated from the inher¬ 
ent characteristics of the generator, which are governed by 
such factors as air-gap length, demagnetizing effect of the 
stator on the rotor, degree of saturation, reactance, and 
short-circuit ratio. For modern machines if the .short-cir¬ 
cuit ratio is specified, the other factors usually have a fairly 
definite range of values, so that short-circuit ratio is the 
best single index of inherent steady-state stability of a gen¬ 
erator. 

The power equations in the following sections are written 
in terms of single-phase quantities. ThuSy when the voltages 
are written as line-to-neutral volts and the reactances as ohms 
per phase, the power obtained from the equations is single¬ 
phase power. It shoidd, of course, be multiplied by three to 
obtain the three-phas^ power. If all line-to-neutral voltages 
are multiplied by \/3 and expressed as line-to-line volts, the 
equations give three-phase power directly. The equations can 
be used without alteration when the work is done using 
per-unit values. 

13. Effect of Saliency on Steady-State Stability 

The steady-state performance of a system containing 
unsaturated salient-pole machines can be calculated by the 
two-reaction method discussed in Chap. 6, particularly in 
connection with Figs. 12, 14, and 15. These diagrams are 
similar to that of Fig. 15 of this chapter, except that the 
notation has been changed from machine form to circuit 
form. For this diagram the relations of voltage and cur¬ 
rent in terms of the machine angles were previously de¬ 
rived or may be written by inspection as follows: 


Ed^Ei cos 0+Xd7 sin (0+<^) 

(5) 

0= —E, sin 0+Xq7 cos (0+0) 

(6) 

T Ed~Et cos 0 


I— 

Xd sin {d+<t>) 

(7) 



Fig. 15— Vector diagram for salient-pole synchronous machine 
based on two-reaction method. 

—Terminal voltage (phase-to-neutral—rma). 

Ed —Excitation voltage due to flux in direct axis. 

/—Armature current (line-rms). 

6 —Displacement angle. 

—Power-factor angle. 


7 = 


Et sin 0 

Xq COS {0 + <f>) 


( 8 ) 


where Xa and Xq are direct- and quadrature-axis synchro 
nous reactances. Equation (5) is based on the relations in 
the quadrature axis for which excitation voltage Ed is pro 
vided by flux in the direct axis. Equation (0) is based on 
the relation in the direct axis for which there is no excita¬ 
tion voltage, as is almost invariably the cjise. The cor¬ 
responding current equations are given by (7) and (8). 
The expression for three-phase power in terms of terminal 
and excitation voltages can be obtained by eliminating I 
and 0 from Eqs. (5), (6), and (8) with the result 


■ a^^sin 0+3 

Xd 


E\{xa-x.,) 

2XqXd 


sin 20 


which becomes 


„ EiEi . ^ , Et(xd-x,) . 

P = -sin 0H -^-sm 20 

2XdXq 


when the voltages are expressed as line-to-line voltages. 
All voltages are line-to-line values in the remainder of this 
section. The power limit for a single salient-pole ma¬ 
chine connected to an infinite bus of maintained voltage 
Et can be obtained directly from Eq. (9). In a salient-pole 
machine the steady-state power limit is reached at an an¬ 
gle considerably less than 90 degrees. For the non-salient 
pole machine the quadrature-axis reactance Xq is equal to 
the direct-axis reactance Xd, which relation reduces the 
maximum power from Eq. (9) to the familiar form pre¬ 
viously derived for the transmission line, and given in 
Eq. (2). 



( 10 ) 


With two identical salient-pole synchronom machines at 
equal excitation, one acting as a generator, and the other 
as a motor, the terminal voltages and currents are in 
phase causing the angle ^ to be zero. The power relation 
for this condition can be stated in terms of the terminal 
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voltage as given in Eq. (11) or in terms of the excitation 
voltage as given by Eq. (12). 



E? 




f d sin 26 


( 11 ) 

( 12 ) 


The maximum power that can be delivered by a system 
consisting of two identical salient-pole machines directly 
connected and operating at equal excitation is obtained 
from Eq. (13). 

P = M?E(«,xa,x,) (13) 


for which the value of the function F (tf, Xd, ^Cq) is plotted 
in Fig. 16. As a matter of interest the total angle between 
synchronous machine rotors, 26, at the point of pull-out is 




Fig. 16—Effect of saliency on power limit and total displace¬ 
ment angle for two identical machines operating at equal 
fixed excitation adjusted to maintain constant terminal volt¬ 
age. Saliency effect plotted as ratio of power limit for various 
ratios x^/x^ to values based on x^ alone. 

also plotted in this figure. It will be noted that for 
Xq = Xd, Eq. (13) is identical in form with that previously 
derived for the steady-state stability limit and that the 
maximum power occurs at an angle of 90 degrees between 
the two machines and with an internal voltage equal to \/2 
times the terminal voltage. By using the internal voltages 
and the total reactance the same power expression would 
be obtained as previously given in terms of terminal volt¬ 
age and the reactance of a single machine. Figure 16 is also 
useful as indicating the correction in the stability limit, 
which must be made because of the effect of saliency. 

Example 1. Two salient-pole machines directly connected, 
three-phase, 2200 volt, 210 kva, operated at 1150 volts to 
avoid effects of saturation, with reactances of x<i-31.4 ohms, 
x<,«8.83 ohms. The stability limit as determined from the 


Fig. 17—Effect of machine reactance on power limits of trans¬ 
mission system with identical machines and fixed excitation. 
Curves plotted in terms of the reactance x^ and Xq of each 
machine and Xi, of one-half of line. 


terminal voltage and the direct-axis synchronous reactance 
only, using Eq. 13 with Xq*-Xd, gives 42.3 kw. Using the cor¬ 
rection factor obtained from Fig. 16, the stability limit con¬ 
sidering the effect of saliency was calculated to be 52 kw. 
Actual tests made on these machines gave 52 kw. 

The effect of saliency on the power limit of a transmis¬ 
sion system is illustrated in Fig. 17. In this case the trans¬ 
mission system is assumed to consist of two identical ma¬ 
chines, one operating as a generator and the other as a 
motor, with equal fixed excitation adjusted to maintain 
100 percent terminal voltages as indicated in the insert of 
the figure. The power limits for such a system can con¬ 
veniently be expressed in terms of the limit of the line 
alone. In Fig. 17 the solid-line curve is plotted for non¬ 
salient pole machines, i.e., with Xq = x,i; the dotted-line 
curve is plotted for a salient-pole machine for the rela¬ 
tively large ratio of Xd/r^ equal to four. The effect of 
saliency is small even for a ratio of Xd/Xq as high as four. 
For ratios of Xd/Xq between one and four the values will lie 
relatively close to the solid-line curve as the curve for 
saliency correction given in Fig. 16 suggests. 

The foregoing discussion has presented sufficient for¬ 
mulas to permit the analysis of the difference in stability 
limits resulting from the saliency effect obtained by the 
two-reaction method in comparison w ith the results ob¬ 
tained by using the direct-axis reactance only. The re¬ 
actances of synchronous machines given in Table 4 of 
Chap. 6 show' that the ratio of Xd/Xq varies from one to an 
upper limit of approximately four. Under practical oper¬ 
ating conditions this ratio is greatly reduced because of 
the effects of saturation. Furthermore, the power systems 
for which the steady-state stability limits are important 
almost invariably involve circuit elements that introduce 
impedance between the machines and which result in an 
important reduction in the effective ratio of the direct- and 
quadrature-axis reactances. 
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14. Effect of Saturation on Steady-State Stability 

The effect of saturation on the equivalent synchronous 
reactance and corresponding internal voltage of synchro¬ 
nous machines is generally much more important than that 
of saliency. These effects from the stability standpoint are 
determined from the terminal voltage, power and reactive 
kva output, and the excitation characteristics of the ma¬ 
chines as determined by test, or by recognized methods of 
calculating the regulation of synchronous machines as de¬ 
scribed in Chap. 6. 

There are several methods of including the effects of 
saturation in the determination of pull-out power of a gen¬ 
erator. The most accurate of these uses the voltage l>ehind 
Potier reactance, to adjust the saturation of the ma- 



Fig. 18—Vector diagrams for initial-load and pull-out condi¬ 
tions. 

(a) —Equivalent representation of generator and external system. 

(b) —Vector diagram of system with generator loaded with rated 

kilowatts, power factor and voltage. 

(c) —Vector diagram at pull out with $ increased to 90 degrees and 

Ex and E, equal to initiabload values in (b). 


chine at the pull-out point. This method of solution is de¬ 
scribed below along with some simplified methods of calcu¬ 
lation. The results obtained by using the various methods 
are compared over a range of conditions to illustrate those 
cases where the simplified methods can be used with ac¬ 
ceptable accuracy. 

Potier Voltage Method —This method is best under¬ 
stood if the analysis is considered on the basis of the two 
existing operating conditions: the initial operating condi¬ 
tion, and the pull-out operating condition. In Fig. 18 (a) 
is illustrated a generator G connected through its own re¬ 
actance Xg to a terminal bus, which in turn is connected to 
an assumed infinite bus in the system through the equiva¬ 
lent external reactance x*. The reactance x* is the react¬ 
ance of the system between the generator terminals and 
the infinite bus reduced to a single equivalent reactance. 
The internal voltage of the generator is represented by 

Pint- 

The vector diagram for the system during the initial op¬ 
erating conditions prior to pull out is given in Fig. 18 (b). 
It is necessary, of course, to express all vector quantities on 
a common base, and the most convenient method of doing 
so is to use the per-unit system with the generator rating as 
a base. This is equivalent to referring to all voltages in 
terms of the generator field excitation required to produce 
them. The generator rated voltage, current, and kva are 
used for the base in expressing the voltages, currents, and 
reactances, respectively, as per-unit quantities. On this 
basis, 1.0 per-unit power converted to kilowatts is equal to 
the generator kva rating. 

Referring to Fig. 18 (b), the following equations can be 
written. The infinite bus voltage Er is the generator ter¬ 
minal voltage minus the drop through the external react¬ 
ance, 

Er = E,--Ix, (14) 

The voltage behind Potier reactance E^ is equal to the ter¬ 
minal voltage plus the Potier reactance drop, 

Ep = Ei-\-‘IXp (15) 

The internal voltage E^nt of the generator is equal to the 
terminal voltage plus the drop through the generator un¬ 
saturated synchronous reactance, 

Ei^,^E,+Ix^ (16) 

The saturation curve of the generator is shown in Fig. 19 
plotted in per unit. Rated generator voltage is used as 1.0 
per-unit voltage, and the field current necessary to produce 
rated voltage on the air-gap line is 1.0 per-unit field cur¬ 
rent. The saturation S is the difference between the ex¬ 
citation required to produce Ep on the no-lo^ saturation 
curve and the excitation requiredjo produce Ep on the air- 
gap line. The excitation voltage Ext which is equivalent to 
the total field current under the initial load condition, is 
the internal voltage plus the saturation, 

Ex^Eini + S (17) 

The power transferred from the generator to the infinite 
bus is 
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Fi^. 19—Saturation curve of 60 000-kilowatt, 13 800-volt, 0.85- 
power factor generator used In the example of steady-state 
stability calculations. 


where 

^i = -rd, the generiitor unsaturated synchronous react¬ 
ance, 

0 = Angle between Er and 

The generator power output is, of course, also found from 
the equation 

P = EJ cos <t> (19) 



(22) 

Xd + X, 

E,' = E,+rx, 

(23) 

Ep=Er+I'(Xe + Xp) 

(24) 


A method of successive approximations must l>e used to 
determine the value of S' which leads to the correct solu¬ 
tion of the vector diagram. First, a value is assumed for S' 
and Eqs. (20), (21), (22), and (24) are used to calculate 
£p'. The actual value of S' js found from the saturation 
curve at a voltage equal to Ep' and is compared with the 
assumed value. The .issumed value is then adjusted until 
the actual value found by repeating the calculation of Ep 
is equal to the assumed value. Usually, two approxima¬ 
tions yield a si^cientlj^ accurate answer. When the cor¬ 
rect values of S' and E'im are found, the pull-out power 
can be calculated by 


^ E' intE r 
Xd + Xe 


(25) 


or 

Pmax = Et7' COS0' (20) 


The application of the Potier voltage method is illus¬ 
trated with an example in which G in Fig. 18 (a) is a 
00 000-kw, 70 588-kva, 13 800-volts, 0.85-power factor, 
hydrogen-cooled turbine generator. The saturation curve 
of the generator is shown in Fig. 19. The equivalent sys¬ 
tem reactance Xg is 0.25 per unit on the generator rating of 
70 588 kva. During the initial load conditions, the gen¬ 
erator is assumed to be carrying 60 000 kw at 0.85 lagging 
power factor with its terminal voltage Et maintained at 
rated value. The initial load data can be written as fol¬ 
lows, using the generator rating as a base: 

£'t= 13 800 volts = 1.0-t-j0.0= 1.0 0° per unit, 
kw output = 60 000 kw = 0.85 per unit, 
kva output = 70 588 kva =1.0 per unit. 

I = 0.85-iO.527 = 1.0 /-31.8° per unit. 

0 = 31.8°. 

Xe = 0.25 per unit. 


Under the hypothesis of constant excitation in the tran¬ 
sition from the initial load condition to the pull-out condi¬ 
tion, the excitation voltage E^ remains constant. The in¬ 
finite bus voltage Er is also assumed to remain constant, so 
that these two voltages and the reactances Xg, Xp, and x^ and 
the angle 6 are the only quantities known at the time of 
pull out, and the internal voltage at pull out £',nt must be 
determined. 

The vector diagram of the system at the time of maxi¬ 
mum power transfer is given in Fig. 18 (c). The excitation 
voltage Ex is used as the reference vector and is equal in 
magnitude to the value calculated for the initial load con¬ 
dition. The angle 0 is 90 degrees, so the infinite bus voltage 
Et lags Ex by that angle. Expressions for the remainder 
of the vector diagram are 

E',txx^Ex-S' ( 20 ) 

r{Xd + X,)^E'xni-Er ( 21 ) 


The required generator constants can be determined 
from the saturation curve: 

/f«. 1.30 

= / ” = per ^i^it 

i fg 1 .uu 

where 

/f„ = Field current required to produce rated arma¬ 
ture current with a three-phase short circuit at 
the generator terminals. 

/(g = Field current required to produce rated voltage 
on the air-gap line. 

The Potier reactance Xp is determined from the Potier volt¬ 
age triangle as shown in Fig. 19 and is 

Xp = 0.11 per unit. 

Referring to the vector diagram in Fig. 18 (b) and using 
Eqs. (14), (15), and (16), 
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i5, = (1.0 +j0.0) - (0.85 -jO.527) (jO.26) 
=■0.8682->0.2125=-0.894 I-\Z1T 
7 = 13.77“ 

= (1.0+>0.0) + (0.85 ->0.527) (>0.11) 
= 1.058+>0.0935 = 1.062 /5.06° 

£in, = (1.0 +>0.0) + (0.85 ->0.527) (>1.30) 
= 1.685+>l.105 = 2.015 /33.25° 

0-7 = 33.25° 

0 = 33.25°+13.77° = 47.02° 


The pull-out power for the assutncHl coiulitioii.s is found 
from Eq. (25) 


(2.209) (0.894) 
1.30+0.25 


= 1.274 per unit 


or from Eq. (26) where 

<^' = 68.0°-64.6° = 3.40° 

= (0.830) (1.538) cos 3.10° = 1.274 per unit 


From the saturation curve at a voltage equal to Ep = 
1.062 per unit, the saturation S is 0.254 per unit, and from 
Eq. (17) 

= 2.015 +0.254 = 2.269 


The above results can be used in Eq. (18) as a check to de¬ 
termine the accuracy of the calculations thus far: 


^. 015 )_( 0 . 8 ^ 

1.30+0^25 


sin 47.02° 


= 0.8504 per unit. 


The vector diagram for the pull-out condition is shown 
in Fig. 18 (c), and using Ex as a reference, the following 
<|uantities are known: 

E, = 2.269 /(T = 2.2()9 + >0.0 
E\ = 0.894 / -W)° = 0.0->0.894 
0 = 90° 


Examination of the vector diagram reveals that Ep' can be 
estimated by driving the line AB, a.ssuming S' equal to 
zero, i.e., E'ini = E^. The location of point C can be found 
from 

+T=^4^(+‘B) 

I 


The vector UT is equal to Ep, the voltage behind Potier 
reactance, and can be used to determine a value for the 
first approximation of S'. Following this procedure, S' is 
assumed to be 0.10 per unit. From Eqs. (20), (21), (22) 
and (24), 

fi'int = (2.2()9+jO.O) -0.10 
= 2.U)9+j0.0 = 2.169 /O! 

/'(Xd4-Xe) = 2.109+i0.894 = 2.347 /22.4^ 

2.109+j0.894 
■■ jl.3d+j6.25 

= 0.577-jl.400 = 1.514 /-67.6^ 

Ep' = (0.0 - jO.894) -h (0.577 ->1.400)(i0.36) 

= 0.504-j0.686 = 0.852 /-53.73^ 

From the saturation curve at fi'p'=0.852 per unit, S' = 
0.057 per unit which shows that the first approximation 
was too high. A lower value, therefore, should be assumed 
for the second approximation, but observe that_decreasing 
the value of S' slightly increases the value of Ep'. Thus, 
S' is assumed as 0.06 per unit for the second approxima¬ 
tion. 

^:'iot = 2.209+j0.0 = 2.20 /O^ 

/'(Xd-fxe) = 2.209+j0.894 = 2.385 722.0^ 
r = 0.577 -il .425 = 1.638 /-f>8.0^ 

Ep' = 0.513 ->0.686 = 0.857 /-53.2° 

S' (from saturation curve) =0.06 
E,' = (0.0+;0.894) + (0.577 -j 1.425) (jO.25) 

= 0.356-j0.750 = 0.830 /-64.6^ 


The pull-out power in kilowatts is 

Pmax = (1.274) (70 588) = 89 930 kw. 


Many different initial operating conditions might be 
used to represent the system in a practical calculation. In 
the above example, where the generator terminal voltage 
was assumed as 1.0 and the kw load as 0.85, the margin ob¬ 
tained between the operating condition and the pull-out 
condition was 1.274—0.85 or 0.424 per unit which is equiv¬ 
alent to 29930 kw. The generator kw load, therefore, could 
be increased approximately 50 percent before the machine 
would pull out of step with the system. There may be 
other considerations such as turbine capability or generator 
heating that limit the load to some value below the maxi¬ 
mum permissible power from the stability standpoint. If 
other initial operating conditions are assumed, the excita¬ 
tion voltage is, of course, changed, and the pull-out power 
differs from that obtained in the above example. 

Synchronous Reactance Method —In this simpli¬ 
fied method of steady-state stability calculation, the gen¬ 
erator is represented by a reactance equal to the unsatu¬ 
rated synchronous reactance, Xd, and an internal voltage 
equal to the voltage behind unsaturated synchronous re¬ 
actance, as determined by the initial load conditions. This 
voltage, Ed, is the same as Eint determined in Eq. (16). It 
is evident, therefore, that this method of calculation does 
not take into account the increase in Eint caused by the re¬ 
duced saturation when the pull-out point is reached, and 
the maximum power so obtained is less than that given by 
the Potier voltage method. The maximum power equa¬ 
tion becomes 




EdEr 

Xd + Xe 


where Ed^Et+IXd 


calculated for the condition prior to pull out. 
From the calculations in the example above, 

i?int = f^d = 2.015 per unit 
= 0.894 per unit 
^ (2.015) (0.894) , 


Short-Circuit Ratio Method —The short-circuit ratio 
(SCH) of a generator can be obtained from the saturation 
curve 

= (27) 

t f«i 

where 


I fni = Field current required to produce rated voltage 
on the no-load saturation curve. 
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Itai ■■ Field current required to produce rated arma¬ 
ture current with a three-phase short circuit at 
the generator terminals. 

In this method of calculation, the generator reactance Xg is 
represented by the reciprocal of the generator short-circuit 
ratio, 

1 

• ‘ SCR 


The quantity 


1 

SCR 


is 


roughly equivalent to the generator 


unsaturated synchronous reactance, differing only in the 
fact that it takes int6 account a certain amount of satura¬ 
tion. The saturation included is that existing at rated 
voltage on the no-load saturation curve, and if this value 
of saturation is designated iS„i, it can be shown that 


1 

SCR 




In this method, therefore, a certain amount of correction 
for saturation at pullout is obtained, but it is a constant 
approximation, whereas the true saturation is variable 
depending on the operating conditions. 

Internal voltage is calculated for the initial operating 
conditions from 



and the magnitude of the internal voltage at the pull-out 
point is assumed equal to the value so calculated. The 
maximum power equation is 

p EiniEr 

* m« — ^ 

SCR+*- 


Appl3n[ng this method to the example, the short-circuit 
ratio is found from the saturation curve and Eq. (27), 

1 .oU 

z,» 1.121 per unit 

Em - (1.0+jO.O) + (0.86 ->0.527) (jl .121) 

= 1.591 +>0.953 = 1.854 /30.9° 

„ (1.854)(0.894) 

^”*“"^T 121+0.25 



Fig. 20—Comparison of four methods of calculating pull-out 

power, 
per unit 

Initial load equal to 60 000 kw or 0.85 per unit at mrious power 
factors with terminal voltage Bt equal to 13 800 volts or 1.0 

per unit. 


Fig. 21—Comparison of four methods of calculating pull-out 

power. 

Xob: 0.25 per unit 

Initial load equal to 60 000 kw or 0.85 per unit at various power 
factors with terminal voltage Et equal to 13 800 volts or 1.0 

per unit. 
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- POTIER VOLTAGE METHOD 

-AIR-GAP VOLTAGE METHOD 
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-SYNCHRONOUS REACTANCE METHOD 


Fig. —ComfMirltofi of four methods of calculating pull-out power. Each curve is calculated for an initial-load condition oi 
various kilowatts at the indicated power factor with the terminal voltage equal to 1.0 per unit. 
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Air-Gap Voltage Method —The use of the air-gap line 
voltage to represe'nt the internal voltage of a generator in a 
steady-state stability study is based on the fact that there 
is usually little saturation existing at the time of pull out. 
The air-gap line voltage which is used is that voltage read 
on the air-gap line at a value of excitation equal to that re¬ 
quired for the initial load condition. When expressed m 
per unit, this voltage is equal to the excitation voltage Ex 
obtained in Eq. (17). The unsaturated synchronous react¬ 
ance Xd is used to represent the generator reactance x^. 
Thus, if there is any saturation in the machine at pull out, 
this method uses a voltage which is too high by the amount 
of the saturation to represent the internal voltage. The 
maximum power equation for this method is 


where 


^d~\~ Xe 


£?int = £'x = Voltage read on air-gap line at the field 
excitation required to produce the ter¬ 
minal voltage under conditions of load. 


In the example above, Ex was found to be 2.269 per unit, 
and the maximum power is 


(2.269) (0.894) 
1.30+0.25 


= 1.309 per unit. 


Comparison of Methods —Results obtained by cal¬ 
culating the pull-out power for a given kilowatt load at 
various power factors using the four methods are com¬ 
pared in Figs. 20 and 21. The 60 000-kw generator de¬ 
scribed in the example above was used in making the calcu¬ 
lations. In all cases, the generator was assumed to be car¬ 
rying 60 000 kilowatts at the specified power factor and 
with the terminal voltage maintained at rated value during 
the initial load condition. In the transition to the pull-out 
point, the infinite-bus voltage was assumed constant at the 
value calculated for the initial load condition. Figure 20 
shows the results with the external reactance Xe = 0, and in 
Fig. 21, Xe = 0.25 per unit. 

In all cases, the air-gap voltage method gives the highest 
value of pull-out power. This is to be expected since this 
method assumes no saturation at pull out and uses a volt¬ 
age higher than actual to represent the generator internal 
voltage. The synchronous-reactance method, on the other 
hand, assumes that the saturation at pull out is equal to the 
saturation existing under the initial load condition and, 
consequently, represents the generator internal voltage by 
a voltage lower than the true value. The synchronous- 
reactance method, therefore, gives the lowest results in all 
cases. The actual value of pull-out power must be between 
the values obtained by these two methods, since one meth¬ 
od considers no saturation while the other considers a high 
value of saturation. 

The Potier-voltage method and the short-circuit ratio 
method give results within the limits set by the air-gap 
voltage and synchronous-reactance methods. Based on 
modem synchronous machine theory, the results of the 
Potier-voltage method are more accurate, because the sat¬ 
uration at pull out is adjusted to the proper value. The 
short-circuit ratio meth^ gives results that compare 


closely with the Potier-voltage method over the range of 
conditions studied. 

A summary of a large number of calculations of pull-out 
power for the sample machine is given in Fig. 22. To ob¬ 
tain the data in each curve the generator power factor and 
terminal voltage were held constant for the initial load con¬ 
dition, while the generator load in kilowatts was varied. 
Study of these curves shows close agreement between the 
four calculating methods over the range of conditions in¬ 
cluded. Of particular interest is the fact that the result 
obtained by the short-circuit ratio method exceeded that 
obtained by the air-gap voltage method at low leading 
power factor and reduced load. 

Extension of the Potier-Voltage Method —^The Po¬ 
tier-voltage method as dpscribed above may appear to be a 
long and tedious procedure when a large number of condi¬ 
tions are being studied. The equations can, however, be 
modified for certain specific conditions and the calculations 
arc then greatly simplified. 

Frequently, it is desired to know the magnitude of field 
current or excitation voltage that must be maintained to 
prevent a generator from pulling out of synchronism. It 
has been shown that the pull-out power is a direct function 
of the excitation voltage less the saturation. A generator 
will pull out of synchronism when carrying a given kilo¬ 
watt load if the excitation voltage is reduced below a cer¬ 
tain minimum value. A curve of pull-out power as a func¬ 
tion of excitation voltage is easily derived by the Potier- 
voltage method. 

The first step in the procedure is to assume a value of 
pull-out power, Pmax, and determine the magnitude of in¬ 
ternal voltage required to deliver that power by solving 
Eq. (25) for E\.,: 


Referring to the vector diagram in Fig. 18 (c), two equa¬ 
tions can be written: 


—i£'r+ifH'^d + Xe) — ^^^nt+J0 (29) 

£p'=-iEr+j7'(Xe + Xp) (30) 


Solving for 7' in Eq. (29) and substituting in Eq. (30), 




Xp + X, 

Xd+X, 



Letting 

Xp + T, (31) 

Xd + X. 

Bp' = K^+Ei(K-iy (32) 


In terms of the pull-out power, Eq. (32) converts to 


E, 



(Xp+x.)^+B?(/C-l)». 


(33) 


Using Eq. (28), therefore, the internal voltage is deter¬ 
mined, and Ep', the voltage behind Potier reactance, is de¬ 
termined by using either Eq. (32) or Eq. (33). The satura¬ 
tion S' isj.hen read from the saturation curve at a voltage 
equal to Ep' and added to the internal voltage to obtain the 
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excitation voltage as in Eq. (17). As pointed out previous¬ 
ly, it is desirable that all calculations be done using per- 
unit values. When this is done, the excitation voltage ob¬ 
tained is in reality the per-unit field current required by the 
machine. The actual value of field voltage required can be 
obtained by multiplying the field current by the field re¬ 
sistance properly ^justed to take into account tempera¬ 
ture effects. 

As an example, this procedure can be applied to the 
60 OOO-kw generator used above, and the field current de¬ 
termined for a maximum power of 1.25 per unit with the 
infinite bus voltage Er equal to 1.0 per unit and the ex¬ 
ternal reactance equal to 0.25 per unit. From Eq. (28), 


Ei 


int * 


1.25 
' 1.0 


(1.30+0.25) = 1.937 per unit. 




0.11+0.25 

1.30+0.25 


=0.2323. 


From Eq. (32) 

Ep' = V (1.937)*(0.2323)*+(1.0)*(0.2323 -1.0)» 

= 0.890 per unit. 

From the saturation curve, S' is 0.074 per unit, and the re¬ 
quired excitation voltage or field current is 1.937+0.074 = 
2.011 per unit. One per unit field current on this generator 
is 332 amperes, so that the field current required would be 
668 amperes, and the field voltage would be this current 
multiplied by the field resistance. 

The results of a number of calculations of this type on 
the sample machine are plotted in Fig. 23 for three values 
of external reactance, to illustrate the manner in which the 
data can be presented. Because these curv'es give the value 
of field current for pull out, it is obvious that the generator 



Fig. 23—Variation of pull-out power as generator field current 
U changed; calculated by Potier-Yoltage method with infinite 
bus voltage £,*1.0 per unit. 



Fig. 24 ~ Estimating curve for determining the pull-out power 
of an AIEE-ASME standardized turbine generator as a func¬ 
tion of kva load and power factor. 

1.0 per unit kva load = generator rated kva. 

1.0 per unit Pull-out Power = generator rated kva. 

1.0 per unit field current = field current required for rated voltage 
on air-gap line. 

Find the point corresponding to the initial kva load on the 
upper ordinate and trace horizontally to the proper power 
factor line. Drop vertically to read field current on the 
abscissa and to intersect with proper external-reactance 
curve. Pull-out power is read on the lower ordinate. For 0,85 
p.u. initial kva load at 1.0 pf., the pull-out power is 1.05 per 
unit and the field current is 1.72 per unit as found by follow¬ 
ing the dotted arrows. See text regarding accuracy of curves. 


should be operated so as to maintain the field current high 
enough above the value indicated for the load being carri^ 
to provide sufficient pull-out margin. Methods of control¬ 
ling the minimum excitation under voltage-regulator con¬ 
trol and assuring sufficient field current for all kilowatt 
loads are discussed in Chap. 7. 

Estifnatitii Curves —The ASME-AIEE standardized 
designs of turbine generators are described in Chap. 6. 
These generators are designed for a rated power factor of 
0.85 and a nominal short-circuit ratio of 0.80. The curve 
in Fig. 24 has been prepared for the purpose of quick-esti- 
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mating the pull-out power for these machines. The pro¬ 
cedure for using the curve is explained in the caption. 

In using the curves of Fig. 24, the conditions for which 
they are plotted should be considered. The upper curves 
of kva vs. field current for various power factors are plotted 
for 100 percent generator terminal voltage. The lower 
curves of pull-out power vs. field current for various ex¬ 
ternal reactances are plotted for 100 percent voltage on 
the infinite bus. The infinite-bus voltage and generator 
terminal voltage are equal only when the external reac¬ 
tance Xe is zero. Therefore, the curves give correct results 
when the generator is connected directly to the infinite 
bus with no external reactance and with the terminal 
voltage at rated value. 

For values of external reactance other than zero, the 
generator terminal voltage is more or less than 100 percent, 
depending on the power factor of the load current. The 
upper curves do not give the correct value of field current 
for these conditions, but the results are of acceptable ac¬ 
curacy for small variations in generator terminal voltage. 
The pull-out power obtained for conditions with external 
reactance, however, should be considered as approxi¬ 
mations. 

The curve is also closely applicable for quick-estimating 
the pull-out power of turbine generators in general, espe¬ 
cially those having normal characteristics. If the per-unit 
field current is determined for the load being carried, the 
lower set of curves of pull-out power vs. per-unit field cur¬ 
rent can be used to determine the pull-out power with in¬ 
creased accuracy for non-standardized generators. 

IV. TRANSIENT-STABILITY CALCULATIONS- 
TWO-MACHINE SYSTEMS 

In this part, system components entering into transient- 
stability calculations and the step-by-step method of mak¬ 
ing transient-stability calculations are discussed. 

15. Effect of Sallency on Transient Stability 

The transient performance of a system containing sali¬ 
ent-pole machines can be calculated by tlie two-reaction 
method discussed in Chap. 6. A vector diagram for the 
two-reaction method expressed in circuit notation is shown 
in Fig. 25. This is the most commonly used diagram since 
in stability studies salient-pole machines are usually en¬ 
countered and for these the quadrature-synchronous and 
the quadrature-transient reactances are equal, i.e., Xq = Xq'. 
The power output can be expressed in terms of the ter¬ 
minal voltage, current, the angle S', and which cor¬ 
responds to the actual flux in the direct axis. The expres¬ 
sions are identical with those given in Eqs. (5) to (13) in¬ 
clusive, with the exception that transient reactance Xa' 
must be substituted for synchronous reactance xa and that 
Ed' must be substituted for Ed. 

The range of transient-reactance values is given in Table 
4 of Chap. 6. In salient-pole machines the quadrature-axis 
transient reactance is considerably higher tJian the direct- 
axis transient reactance. 

For commercial salient-pole machines the ratio of Xq' to 
Xd' is usually greater than 2.0. For turbine generators the 
quadrature-axis transient reactance is for solid rotors about 



Fig. 25—Vector diagram of salient-pole generator for tran¬ 
sient stability. 


E, I —Terminal voltage and armature current (phaae-to-neutral). 

/i'.nt—laternal voltage, the voltage back of direct-axis transient 
reactance 

Ed —Voltage due to flux in the direct axis. 

e —Displacement angle between rotor position and terminal 
voltage. 

d '—Displacement angle between internal voltage and terminal 
voltage. 


the same as the direct-axis transient reactance, but for lam¬ 
inated rotors it varies from approximately 50 percent 
greater than the direct-axis transient reactance to a value 
approaching the quadrature-axis synchronous reactance. 
To generalize on the quadrature-axis transient reactance 
of turbine generators is impractical because of the complex 
character of the magnetic circuits in such machines. 

The power-angle curve, used in transient-stability stu¬ 
dies of systems with salient-pole machines, corisists of a 
fundamental component and a .second-harmonic com¬ 
ponent. From Eq. (9) when modified for transient condi¬ 
tions, since Xq' is greater than Xd', the maximum power is 
seen to occur for angles greater than 90 degrees. This con¬ 
dition is to be contrasted with that shown for steady-state 
conditions using synchronous reactances. The difference, 
of course, follows because the sign of the second-harmonic 
term is dependent upon the difference between the direct- 
and quadrature-reactances as Eq. (9) shows. 

In stability studies it is rather difficult to carry out ana¬ 
lytical calculations using the two-reaction method* on sys¬ 
tems with more than two machines. As a practical matter, 
it is sufficiently accurate to use a method based on the 
round-rotor theory in which the machine is represented by 
the direct-axis transient reactance and an internal voltage 
equal to the terminal voltage plus transient-reactance drop 
for the condition immediately preceding the transient. 
This transient-reactance drop and the corresponding in¬ 
ternal voltage Eint are shown in Fig. 25. Under ordinary 
conditions, there will not be any large difference in the 
magnitude of the internal voltage Eint and the voltage Ed 
due to flux in the direct axis. Consequently, the funda- 

*See Sec. 37 of this chapter for a discussion of such a method. 
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Fig, 26—Effect of sallency on transient stability for system 
shown in insert with both lines in service. 

A —Power-angle diagram based on initial load of 0.833 per unit— 
two-reaction theory. 

B —Power-angle diagram based on same initial load—round-rotor 
theory using same direct-axis transient reactance and cor¬ 
responding internal voltage. 

mental component of the power-angle curve is substan¬ 
tially the same in magnitude whether the round-rotor 
method or the two-reaction method is used. 

Consider a simple transmission system*, such as shown 
in the insert of Fig. 26. Power-angle diagrams for this sys¬ 
tem have been calculated by the round-rotor and the two- 
reaction methods using the same values for Xd in the ma¬ 
chine and for the reactances of the remainder of the sys¬ 
tem. These power-angle diagrams for initial machine- 
conditions corresponding to a steady transmitted load of 
0.833 per unit are shown in Fig. 26. In this case there is a 
difference of one percent in the power limit, the larger be¬ 
ing obtained by the two-reaction method. The areas in the 
power-angle diagram for the initial output of 0.833 per unit 
are somewhat greater for the two-reaction method than for 
the round-rotor method. Furthermore, with the two-reac¬ 
tion method an appreciably greater percentage of this area 
occurs at a greater angle than with the round-rotor meth¬ 
od. The power-angle curves show that the round-rotor 
method gives a conservative stability limit for the usual 
transient conditions. This is illustrated by Fig. 27 which 
is based on the system of Fig. 26 subjected to a double line- 
to-ground fault at the sending end. In this figure two 
curves are given for the stability limit plotted as a function 

*ThiB is identical with the system used in the single-machine 
problem, Sec. 24. 



MAXIMUM PERMISSIBLE SWITCHING TIME-SECONDS 

Fig. 27 — Effect of sallency on permissible switching time— 
simultaneous clearing of line-section with double line-to- 
ground fault at sending end of system shown In Fig. 26. 

A —Two-reaction theory. 

B —Round-rotor theory. 


of the duration of fault using both the round-rotor and two- 
reaction methods. These curves show that there is little 
difference in the stability limit or the permissible switching 
time, but the values are somewhat greater when calculated 
by the two-reaction method. If salient-pole machines were 
used at both ends of the system, the effect of saliency would 
be of greater importance. However, for the majority of 
problems the round-rotor method is satisfactory because it 
gives a conservative stability limit and is preferable be¬ 
cause the calculations are much simpler. 


16. Effect of Saturation on Transient Stability 

Machine saturation affects transient stability by reduc¬ 
ing the magnitude of transient reactances. As brought out 
in Chap. 6, the unsaturated transient reactance is rarely 
useful. The two commonly available and useful values of 
transient reactance are (1) the ‘*rated-current value'^ ob¬ 
tained by short-circuiting a machine at the appropriate 
reduced excitation, and (2) the ‘‘rated-voltage value" ob¬ 
tained by short circuiting the machine from no load but 
with excitation corresponding to rated voltage. The dif¬ 
ference in these reactances results from saturation arising 
from the difference in excitation, the higher value being for 
the lower excitation. The rated-voltage value is the one 
commonly used for short-circuit calculations and, there¬ 
fore, is generally available. Actually the variation in the 
value of transient reactance caused by saturation is not 
large and it is preferable in stability studies to use a con¬ 
servative, that is, the higher value. It is possible to include 
the effect of saturation in the estimate of the transient re¬ 
actance corresponding to the particular excitation and of 
armature current as discussed in Chap. 6. Practically, 
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however, there ie little difference for the range of currents 
commonly encoimtered. For this reason it is usually suffi¬ 
ciently accurate to use the ‘‘rated-current value.*' 

17. Dynamic Stability with Automatic Devices 

When synchronous machines are operated with voltage 
regulators, the stability limits of the system are impor¬ 
tantly changed from the values which obtain for hand 
control. This phenomenon has been designated '‘dynamic 
stability with automatic devices." Dynamic stability on 
power systems is made possible by the action of voltage 
regulators that are capable of increasing or decreasing flux 
within a machine at a faster rate than that caused by the 
system in falling out of step. When the inherent stability 
limit is exceeded, both the mechanical system and the elec¬ 
trical system are maintained in a continuous state of oscil¬ 
lation through the development of restoring forces equal to 
or greater than the disturbing forces. 

This conception of dynamic stability was first recognised 
by E. B. Shand, but at the time it was not thought to lie 
within the range encountered with commercial equipment. 
Subsequently, Evans and Wagner* demonstrated by ana¬ 
lytical methods and by miniature-system tests that sub¬ 
stantial improvement in stability limits could be obtained 
by making use of this phenomenon. Their tests, reported 
in 1926, showed that the stability limits of a transmission 
system with a 200-mile transmission line could be increased 
25 percent by this method. Later Doherty^ and Nickle 
made tests for the special and rather academic condition 
of two machines directly connected, which showed that 
the limits could be increased about 300 percent by the 
same means. These two tests are actually quite compara¬ 
ble when the effects of line reactances are considered. 

Dynamic stability with automatic devices can be con¬ 
sidered as a problem in transient stability, making use of 
the machine air-gap fiux and a reactance intermediate 
between the familiar synchronous and transient react¬ 
ances. With ideal excitation systems, that is, with volt¬ 
age regulators without time lag, with high frequency 
of operation, and with unlimited exciter range and re¬ 
sponse, the stability limit would be determined by the 
transient reactance. From a practical standpoint the ex¬ 
citer response is not sufficiently fast to approach closely 
the ideal condition. More important, however, is the in¬ 
ability of the regulator to approximate the ideal charac¬ 
teristics because of the time delay and the finite steps of 
regulator action, and delay in the anti-hunting feature. 
This provides a definite limit to the increase in the stabil¬ 
ity limit resulting from regulator action. Nevertheless, for 
the system consisting of two machines, as described in 
Ex. 1 of Sec. 13, operating at equal excitation and con¬ 
stant terminal voltage under the control of a voltage regu¬ 
lator, the stability limit was raised with automatic devices 
from 62 to 183 kilowatts. The importance of the increase 
in stability limits due to the operation of automatic de¬ 
vices is, of course, greatly reduced when appreciable react¬ 
ance is introduced between the sending and receiving sys¬ 
tems. For example. Fig. 28 shows the effect of introducing 
line reactance between the two machines just described. 
For a discussion of operation in the sone of dynamic sta- 
*Referenoe 5; test results reported in dosing discussion. 
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Pig. 2S—Comparison of stability limit with automatic voltage 
regulator and limit with fixed excitation or hand control. 
Shows gain due to ^‘Dsmamic Stability.** 


bility,’ reference should also be made to the second part 
of 8w. 47 under Excitation Systems. 

18. Hunting of Synchronous Machines 

The hunting of synchronous machines can arise from 
phenomena closely related to system stability. In the 
early stages of power-system development it was difficult 
to differentiate between hunting and instability. The 
term “hunting" is now commonly restricted to two phe¬ 
nomena, which may be designated as 

(1) Hunting from spontaneous action, and 

(2) Hunt;ing from pulsating torques. 

The first of these phenomena was observed in connection 
with the operation of synchronous converters when sup¬ 
plied over “shoe-string lines." It was found that the 
hunting could be overcome (1) by limiting the resistance 
drop of these lines to a certain percent of the total react¬ 
ance drop, or (2) by the use of suitable damper windings. 
Spontaneous hunting is still encountered occasionally, 
principally in connection with high-resistance lines or in 
connection with series capacitors as a result of which the 
resistance sometimes becomes relatively large through the 
neutralisation of inductive reactance. The phenomenon 
of spontaneous hunting is now well understood, and the 
conffitions under which it can occur can now be expressed 
in mathematical form.^* 

The hunting that results from pulsating torques is a 
phenomenon which today is of much less importance than 
it was when reciprocating types of prime movers were 
used. These pulsations have been minimised by the use 
of greater inertia and the use of damper windii^. The 
development of the continuous-torque prime movers of 
the turbine type for both steam and hydro-electric instal¬ 
lations substantially eliminated the problem in connection 
with these prime movers. At present the problem is occa- 
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sionally encountered in connection with Diesel-engine 
prime movers or with certain types of pulsating loads. 
The phenomenon may be analyzed by methods outlined 
in this chapter for a study of transient stability by using 
the known pulsating-torque characteristic of the prime 
mover or of the load, and the electro-mechanical equations 
or the electric-circuit equivalents. 


Natural Frequency of Synchronous Machines *— 
The natural frequency of undamped electro-mechanical 
oscillation for a synchronous machine connected to an 
infinite bus and shaft-connected to reciprocating machin¬ 
ery is given by 


35 200 
n \WR* 


(34) 


where 


/n* Natural frequency in cycles per minute. 
n = Speed of machine in revolutions per minute. 

Pr = Synchronizing powder as defined below. 

/= Frequency of circuit in cycles per second. 

IF/? = Moment of inertia of synchronous machine and 
shaft-connected prime mover or load, in Ibs-ft*. 


The synchronizing power is the power at synchronous 
speed corresponding to the torque develop)ed at the air gap 
between the armature and field. The synchronizing co¬ 
efficient Pr is determined by dividing the shaft power in 
kw by the corresponding angular displacement of the rotor 
in electrical radians. Pr, therefore, is expressed in kw per 
electrical radian. The displacement angle of the rotor for 
a given current and power factor is 

* . _i cos <t> 

o = tan : 

Ei+Ix^ 8m0 

where 

8 = Rotor displacement angle in electrical radians. 

/ = Per-unit armature current. 

Pt*® Per-unit armature terminal voltage. 

Power-factor angle. 

Xq== Per-unit quadrature-axis synchronous reactance. 

The value of Pr determined by this method is quite gen¬ 
erally applicable for predicting operation at full load, 
particularly where the amplitude and frequency of the 
power pulsations are low. The value of Pr at no load with 
the field excitation corresponding to normal open-circuit 
voltage may be taken as normal rated kva divided by Xq. 
The variation of Pr from no load to full load is approx¬ 
imately linear when the terminal voltage and power factor 
are held constant. 


19. Governors 

At present, prime movers for waterwheel and turbine 
generators are under the control of governors that re¬ 
spond to variation in speed or frequency. Some prime 
movers are operated on a mechanically-limited valve 
opening or ‘^block^^ and an adjustment of the governor for 
that particular unit to regulate for a frequency somewhat 
above the system so that the unit operates to give the 
maximum prime-mover input corresponding to the de- 

• American Standard for Rotating Electrical Machinery, ASA, 
C-50, 1943, page 28. 


sired block. A governor under such a setting is, of course, 
operative to limit overspeed, the control becoming effec¬ 
tive at a frequency slightly above the normal frequency. 
Governors are relatively slow in action with respect to 
the time elements which are important from the stand¬ 
point of power-system oscillations. For this reason gov¬ 
ernors are usually not important from the standpoint of 
transient stability. In the case of hydro-electric plants, 
because of the large amount of energy stored in the water 
column it is impracticable for the governor to limit rap¬ 
idly the prime-mover input, although by-ptissing action 
can be effected more rapidly. Proposals for faster action 
have been made, but by-passing arrangements as built 
are too slow to be beneficial from the standpoint of sta¬ 
bility. In the case of steam turbines, there is somewhat 
greater possibility of control. However, in many plants 
the amount of energy stored in the steam in the piping 
and various high- and low-pressure units, limits the bene¬ 
fits that might be obtained. 

Governors, however, have an important effect on 
steady-state stability as a result of their control of the 
division of increments of load among the various gener¬ 
ating units. It is necessary, therefore, to give consider¬ 
ation to the actual distribution of the incremental load 
when the stability limit is being approached. Further¬ 
more, where loads and generating equipment are distrib¬ 
uted throughout a network, a large difference of phase is 
sometimes introduced between the principal generating 
stations on the system. Under such conditions a system 
fault can sometimes produce a severe oscillation and re¬ 
sult in instability. Such a condition can be avoided by 
control** of the phase angle between the machines so as 
to limit the initial angle between principal generating 
stations to a safe value for the initial condition, that is, 
prior to the fault. 

Governors may introduce a disturbing factor and tend 
to produce hunting and even loss of synchronism. This 
condition produced by governor action is identical with 
the other forms of pulsating disturbances applied to a 
system and discussed in Sec. 18, Hunting of Synchronous 
Machines. The adjustment of the governor is an impor¬ 
tant factor in preventing any tendency toward hunting 
action. The time lag of the governor and its natural pe¬ 
riod of movement, if closely related to that natural period 
of the system, can contribute to hunting action. 

If a machine pulls out of step with the remainder of 
the system, the governor is called into action by the over¬ 
speeding of the machine. The slipping of i)oles produces 
a pulsating disturbance of low^ frequency*^, w^hich the 
governor can or cannot follow, depending upon its adjust¬ 
ment, For this reason radically different results can be 
obtained when two generally similar generators pull out 
of step. There is, therefore, some advantage in adjust¬ 
ing governors so as to minimize the resulting disturbance 
to the system in the event of the machine losing syn¬ 
chronism. 

20. Calculation of System Oscillations 

The electro-mechanical oscillations produced by a tran¬ 
sient disturbance on a two-machine system are very com¬ 
plicated. The formal mathematical solution of these os- 
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cillations is not possible as even the simplest cases involve 
elliptical integrals. The solution, however, can be ob¬ 
tained to any desired degree of accuracy by step-by-step 
approximate methods discussed subsequently in Sec. 23. 
The relations of the principal variables can readily be 
visualised by curves that give the acceleration, velocity, 
and displacement as a function of time. For this purpose 
it is convenient to think of an oscillation for which the 
change in power and angle are linear as shown in Fig. 
29 (a). The time variation of acceleration, velocity, and 



TIME 


Fig. 39—Graphical aolutlon of system oscillation 

displacement are given in Fig. 29 (b) to (d). For the 
case chosen the quantities plotted are simple sine and 
cosine curves. Simple relations exist between these curves 
that can be derived from the basic laws of motion. Thus 
the change in velocity is proportional to the square root 
of the integral of the acceleration-angle curve, and the 
displacement is a function of the integral of the velocity 
curve.* 

For the practical cases the simple trigonometric rela¬ 
tions do not hold because the power-angle relation is not 
linear. However, curves similar to those of Fig. 29 (b), 
(c), and (d) can still be plotted, and they will help to give 
a picture of the variations in these quantities. 

*Theae relations provide the basis for a graphical method proposed 
by Bkilling and Yamakawa** for obtaining velocity-angle and time- 
angle curves. This method has certain advantages in comparison 
with a step-by-step method from the standpoint of formal mathe¬ 
matical presentation. It can readily be used to provide a check on 
the suitability of interval used in step-by-step analysis, since velocity 
is proportional to the square root of the integral of the acceleration- 
angle curve. The method is not applicable to a system with more 
than two machines and for this reason has not been presented in 
detafl. 


21. Use of Angle-Time or Swing Curves 

Angle-time or swing curves may be calculated by means 
of the step-by-step procedure discussed in Sec. 23. These 
curves show the angular position of the rotorCs) plotted 
against time measured from the inception of a fault. Fig- 
xxre 36 is an example of an angle-time curve. 

If a two-machine system is subjected to a switching 
transient as shown in Fig. 6, it is possible to deter¬ 
mine by the ''equal-area method” previously discussed, 
whether the system is stable. This answer, it will be 
noted, would be obtained without a knowledge of the 
time variation of the various electro-mechanical quan¬ 
tities. Similarly, if a two-machine system is subjected to 
a transient disturbance involving a fault with subsequent 
clearing, as illustrated in Fig. 7, it is also possible to 
determine whether the system is stable. In this case 
the duration of the various fault conditions must be ex¬ 
pressed in terms of the angular swing. From a practical 
standpoint such information is not generally available be¬ 
cause faults are cleared as a function of time measured 
from the application of the fault. Determination of this 
time requires solution of the electro-mechanical oscilla¬ 
tion. Examination of the angle-time curves for a par¬ 
ticular system subjected to a specified disturbance not 
only establishes whether the system is stable, but if 
stable it provides some basis for estimating the margin 
of stability as well. The angle-time or swing curves” also 
provide a basis for estimating the magnitude of the 
voltage, current, power, and other quantities throughout 
the disturbance, which information is frequently of great 
value in circuit-breaker and relay applications. 

The determination of angle-time curv^ is carried out 
by approximating methods either analytically or with the 
aid of the a-c network calculator. The essential parts 
of these methods are the same, since calculations in both 
cases are carried out by step-by-step methods. In this 
method small intervals are taken so that the accelerating 
forces can be assumed constant within the interval. On 
this basis it is a simple problem in mechanics to deter¬ 
mine for each step the change in position of the rotor of 
each machine as a result of the accelerating or decelerat¬ 
ing forces, the inertia of the machine, and the duration 
of the interval. 

22. Inertia Constants and Acceleration 

By means of the methods previously described, it is 
possible to reduce the electric^ input or output of each 
machine to a simple power-angle curve or a simple trigo¬ 
nometric expression with the angle between internal emf^s 
as the variable. The accelerating power depends upon the 
initial operating condition and upon the difference between 
input and output, including the effect of losses. Thus, for 
a generator the accelerating power, which is the variable 

^^**8 AP~Pi-{Pc+L) (35) 

where Pi is the mechanical input, Po is the electricsJ out¬ 
put, and L is the total loss. In the case of synchronous 
motor the equation is similar in meaning, but the numerical 
sign of the accelerating forces is negative when the input 
is lees than the output plus the losses. Losses are, however, 
often n^eoted. 
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The inertia of 83 rnchronous machines varies through a 
wide range depending principally upon the capacity and 
speed and upon whether additional inertia has been in¬ 
tentionally added. Fortunately, however, the constants 
vary through a relatively narrow range if they are ex¬ 
pressed in terras of the stored energy per kva of capacity. 
The relation between the stored energy constant*, //, and 
WR^ is given by the following equation: 


kw-sec ^ 

kva kva 


(36) 


where Wlt^ is the moment of inertia in pounds-feet 
squared, and rpm is the speed in revolutions per minute. 
The inertia constants vary through a range of from less 
than one to about ten kilowatt-seconds per kva, depending 
upon the type of apparatus and the speed. Since control 
of the inertia is one of the possible methods of improving 
the stability of the system, the subject of inertia constants 
is discussed at some length under the 6rst part of Sec. 47 
dealing with measures for improving system stability. 
Reference should also be made to Chap. 6, Part XIII, for 
further information on inertia constants which can be used 
in preliminary work or in the absence of specific information 
applying to the machine under consideration. 

Frequently it is convenient when neglecting loss to re¬ 
place a S 3 r 8 tem of two machines, each with finite inertia, by 
another system consisting of one machine with an equiva¬ 
lent inertia and a second machine with infinite inertia. 
By this means the problem is reduced to that of a single¬ 
machine system.^ jf the stored energies of the machines 
are (//akva») and (JVbkvab), then the equivalent inertia 
constant for one of them, is given by 

i/Jcva. (37) 

"^/fbkvab 


In this method the acceleration, velocity, and phase relar 
tion of the selected machine are obtained in relation to the 
other machine as reference. When losses, intermediate 
loads, or more than two machines are involved, it is neces¬ 
sary to use the more general method whereby the absolute 
acceleration, velocity, and phase relation for each machine 
are separately determined as discussed in the following 
section. 

With the inertia constant, /f, and the accelerating or 
decelerating power, it is possible to compute the ac¬ 
celeration by means of the following important formula: 


(180)(/)(AP) 

(//)(kva) 


(38) 


where a is the acceleration or deceleration in electrical 
degrees per second per second, / is the system frequency 
in cycles per second, AP is the kilowatts available for ac¬ 
celeration (or deceleration), H is the inertia constant in 
kilowatt-seconds per kva as obtained from Eq. (36). 


23. Step-by-Step Procedure 

The step-by-step procedure*‘**‘*'“ can be carried out in 

•The formulas for acceleration and inertia constants are based on 
the forms presented in the *‘First Report of Power System Stabil¬ 
ity,” Reference 33. 




Pig. 30—Step-by-step solution—details of method for approi- 
Imating acceleration, velocity, and angle changes. 

NOTE: For computing velocity at the end of an interval, it is 
necessary to add a correction term to include change in 
velocity from the middle to the end of the interval as shown 
by for the third interval. 


many ways, depending upon the particular set of assump¬ 
tions used to minimize the error resulting from the approx¬ 
imation. The following procedure is the one we have foimd 
to be the most suitable for transient-stability studies using 
the a-c network calculator. In studying the step-by-step 
method, it is suggested that consideration be given first 
to its application to a single-machine system, that is, a 
two-machine system for which one machine is of infinite 
inertia. Reference should be made to Fig. 30, which shows 
for a particular machine the variation of acceleration, ve¬ 
locity, and angle of rotor with respect to the other machine 
which is assumed to be of infinite inertia. The method 
upon which this figure is based can readily be modified to 
apply to the general case of two machines of finite inertia 
by making allowance for the changes in the positions of the 
rotor of the other machine. The calculations are a^^ranged 
in tabular form as shown in Table 2. Two similar tabula¬ 
tions are required for a two-machine system, one for each 
machine. The calculation for a particular machine is tied 
in with that for the other machine by means of Column 11 
of the tabulation, which is obtained from Column 10 of the 
tabulation for the other machine. If one of the machines 
is assumed to be of infinite inertia, the problem reduces to 
that of a single-machine system, and only one tabulation is 
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Tabi^ 2—Suggested Form for Step-by-Step Angle-Time Calculations 


Station. 


Machine Nos. 


Total Kva 


Machine, WR^ — - 


. lbs—ft* 




-Stored energy, kilowatt-seconds per kva 


Acceleration, « = —r degrees per second per second 

(//)(kva) 




^Mech. =- 


180/ 

(i/)(kva)* 

-kilowatts, mechanical input 


(1) 

Time 

Sec 

(2) 

Angled 

De¬ 

grees 

( 3 ) 

Klee. 

Out¬ 

put 

plus 

losses* 

kw 

(4) 

AP. kw 
Mechanical 
Input 
minus 
(Electrical 
Output plus 
losses) 

(6) 

Accel., a 
r)egree.s per 
Sec per 

Sec 

(6) 

Accel, 

Time 

Incre¬ 

ment 

( 7 ) 

Vel. 

change, 

Acj, 

Degret»s 
per Sec 

(8) 

Velocity 

o>. 

Degrees 
per Sec 

(0) 

Angle 

Time 

Incre¬ 

ment 

(10) 

Angular 
Change for 
Machine 
Under Con¬ 
sideration, 
ASy 

Degrees 

(11) 

Angular 

Change 

1 for 
Other 
Machine 
A0\ 

Degrees | 

(12) 

Final 

Angle 

Degrees 


- 

- 

pMech ( 3 ) 

(4)XA: 

- 

(5)X(6) 

( 7 ) + (8).., 

- 

(8)X(9) 

*4> 

(2) + (10)+(ll) 

0.0 



PMech ~ P0 

A'AP 0 —0104- 

A //2 

Auii 

a>o + Awi — «i 

At 

cJiAi — Affi 

Ad/ 

^0 +A( 9 i + A^i^ ^di 

O.l 


Pi 

pMech Pi 

k iAP 1 = Of 1 

A^ 

Au )2 

u>i + Aci)i =u>i 

A( 

oiiAt — A$i 

Adi 

0 \ + Adi + Adi — di 

0.2 


P2 

P Mech. ~ P 2 

kAPi —ai 

Ai 

Ao>i 

a)j + Au>| = <*)j 

At 

it)iAl — A0Z 

Adz' 

di + A 03 + A^j^ = d) 

0.3-- 

Sz 

P3- 

P Mech ~ 

k APs- = af3_ 

At/2 

Vc 

WJ+ Fe 

- 



1 

0.3 + 

Ot 

C.. 

PMech PJt 

kAPi^-asy. 

Al/2 

Aoli 

ca» + (Fo +A 4 U 4 ) =<*»4 

A^ 

(*)iAt A^4 

Adi 

^3 + Ad 4 + A^ 4'-^4 

0.4 

Oi 

p. 

P Mech ~ P4 

kAPi **ot4 

At 

Au)i 

0)4 + Aoa 

A^ 

(jJyAt ^ Adz 

Adz' 

di-^Adz-hAdz'==^di 

0.5 













See Fig. 30 for meaning of a, a;, Ao), 6 and A 9 terms. 

*Ix^ 8 s<»s an* often neglected where they are small compared to the machine output during the fault. 
••Thest* values obtained from similar tabulation for other machine. 


required, as Aff', the angular change for the other machine, 
can be taken as zero. 

In Fig. 30 three intervals in the step-by-step method are 
shown, and a circuit change is assumed to take place at the 
end of the third interval. The velocities wi, a> 2 , and ws are 
assumed to remain constant through the corresponding 
three intervals. The acceleration on the other hand is 
assumed to remain constant from the middle of one inter¬ 
val to the middle of the subsequent interval. By this means 
acceleration is chosen to be alternately greater and less 
than the actual value as shown by the plotted curve. Such 
an arrangement is used to minimize the cumulative error. 

The initial acceleration is computed from the power 
flow corresponding to the phase position at the beginning 
of the transient disturbance which takes place at / = 0. 
This acceleration is then used for half of the first time 
interval Af to determine the velocity which is assumed 
throughout the interval. The angular change A^i for the 
particular machine is then computed from the average 
velocity during the interval. Similar calculations are then 
made for the other machine to determine its angular change 
Adi during the same interval. The final angle, the angle 
6iy at the end of the first interval, is the sum of the initial 
angle do and the angular displacements A^i and Adi for 
the two machines. 

The calculations for the second interval are made in a 
similar manner. The acceleration ai is computed with the 
aid of the angle di obtained at the end of the first interval. 
Next the increment in velocity is obtained by assuming 


the acceleration ai through the interval At. This velocity 
is then used to compute the change in angle taking place 
through the second interval, which is equal to the velocity 
0)2 times the increment of time At. 

This process is repeated for each step throughout any 
period for which the circuit is not changed or for which the 
same time interval is used. If there is a change of either 
condition, it is necessary to compute a velocity correction 
term since, as pointed out previously, velocities are com¬ 
puted for the middle of the interval while acceleration and 
angular displacement are computed for the end of the 
interval. For the case illustrated in Fig. 30 the circuit is 
assumed to be changed at the end of the third interval. 
Consequently, it is necessary to add a correction term 
to the velocity (*>3 to obtain the velocity at the end of the 
third interval as shown in the figure. 

The fourth and subsequent intervals can be computed 
as for the first and subsequent intervals. To distinguish 
between the acceleration rates corresponding to the be¬ 
ginning of an interval or the end of the preceding interval, 
the practice has been followed of using plus and minus 
signs respectively. This procedure has been applied to the 
case under consideration using the terms ao_ and oo^. at 
zero time. In this case the acceleration ao_ is zero since 
it is assumed that the system is in equilibrium prior to the 
application of the transient at the time ^==0, and the ac¬ 
celeration oo^. applies upon the application of the transient. 
The term oa- gives acceleration at the end of the third 
interval prior to the circuit change, and the term az-^. gives 
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the acceleration subsequent to the circuit change. Ordi¬ 
narily the plus and minus signs should be omitted, and in 
that case the term is understood to give the acceleration 
at the end of the interval indicated by the subscript. 

The time interval to be used in the step-by-step analysis 
is a matter of judgment and convenience. In the ordinary 
stability problem the interval should not be longer than 
0.1 second, which is a convenient interval since it gives the 
time in an even number of cycles. For some applications 
it is desirable to shorten the interval to 0.05 second, which 
corresponds to three cycles. The time interval can be 
changed from point to point throughout the transient dis¬ 
turbance. For example, during one part of a disturbance 
involving some circuit changes there can be little relative 
change in angular position, and relatively large intervals 
can be permitted. Conversely, other transient conditions 
can introduce large changes in angle during an interval. 
As a practical matter, the length of the interval should 
always be decreased if the change results in an angular 
swing of 20 degrees to 30 degrees in a single interval. The 
velocity-angle curve for two-machine systems can be 
plotted and compared with the results of calculation by 
the method of Sldlling and Yamakawa." 

The. labor of making a step-by-step calculation will 
be reduced greatly by arranging the work in tabular form. 
For this reason Table 2 has been introduced. This table 
is based on the procedure found desirable in a-c network 
calculator studies and can be supplemented by additional 
columns if this is desirable to facilitate the calculation of 
the output power which in the table is assumed to have 
been obtained from the a-c network calculator readings or 
from calculated power-angle curves. The calculations have 
been arranged so that velocity and acceleration curves 
can be plotted readily; this has been found desirable in 
a sufficient number of cases as to justify the additional 
columns required. 

Further details of the step-by-step procedure can be 
obtained from a study of the numerical examples. 


V. EXAMPLES OF TRANSIENT-STABILITY 
PROBLEMS 

In the previous sections, the concepts of calculating 
power-system stability are discussed in some detail. To 
illustrate the various salient features of stability calcula¬ 
tions, and to make clear the exact procedure in a specific 
problem, two examples will be calculated in detail. All of 
the individual steps in the calculation are given, so that 
one inexperienced in this work can follow the problem 
readily. To facilitate understanding of the various factors 
involved in transient-stability calculations, references are 
given to the sections where the theory involved is dis¬ 
cussed, and a considerable portion of the theory is re¬ 
viewed. In addition to a thorough knowledge of the fore¬ 
going actions of this chapter, an understanding of machine 
characteristics. Chap. 6, is necessary in solving the 
problems. 

The first example is a single-machine problem. This was 
chosen because it is the simplest case met in practice, and 
because in. its solution the elements of a stability problem 


can be illustrated with the least possibility of confusion. 
The single-machine problem is also useful when there are 
no intermediate loads, and losses can be neglected, since a 
two-machine problem can then be reduced to a single 
machine problem, (Sec. 22). In the single-machine prob¬ 
lem all resistances and line capacitances are neglect^ to 
simplify the calculations. 

The two-machine example has been selected so that the 
sending end is the same for both problems. Both sending 
and receiving systems have finite inertia, and resistances 
are considered. This problem is important because it is 
the type most frequently calculated manually. Also, in 
using the general two-machine problem, all fundamental 
considerations affecting system stability in multi-machine 
systems can be illustrated. 


04 




“04 


m 2-«6KV LINES 

50 MILES 5c 

SENDING END RECEIVING END 

Fig. 31—Single-machine system assumed for study. 


24. Description of Single-Machine System 

The single-machine system selected for study, shown 
schematically in Fig. 31, has the following characteristics: 


Transmission Lines: 

Two circuits m parallel, 60 miles long, 10 foot flat spacing*^ 
12.6 foot equivalenWelta spacing. Conductors are 250 000 
circular mils, copper. Distance between line centers is 40 
feet and the conductors are transposed. There are no 
ground wires. 50 000 kw at 100 percent power factor is de¬ 
livered to the infinite receiver system. Normal voltage 66 kv. 


Sending end: 


Two 30 000-kva, three-phase, 60-cycle, waterwheel gener 
ators. 


Unsaturated synchronous reactance 
Rated-current transient reactance 
(Chap. 6, Part XIII) 
Negative-sequence reactance 
Inertia constant (kw-sec/kva) 

Normal regulators and excitation system. 


Xd«63.8 percent 
xa'"=25.4 percent 

xs>»28.0 percent 
H-3 


Transformers: 


One 60000-kva, three-phase, 60-cycle bank connected as 
shown in Fig. 31 at each end of the transmission lines. 
Reactance « 8 percent. Exciting current is neglected. 


Receiving end: 

Low-voltage side of receiver transformers connected to an 
infinite inertia system. Receiver low-voltage bus fixed at 
95 percent of normal voltage. 


25. Circuit Constants 

This problem is calculated using the per-unit system. 
The values given in the illustrations are all in per unit. The 
base selected is the kva of the sending end, or 60 000 kva. 
Using the formulas in Chap. 10, Sec. 4 to 7, 
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Nonnal Current /» 
Normal Voltage J?., 
Normal Impedance 2^ 


>525 eonperee. 


60000 

>/S(66)' 

66 

~ 7 - » 38.1 kvline-to-neutral. 

VO 


38.1X10* 
525 


* 72.6 ohms. 


(39) 


These values apply to the 66-kv portion of the system. 
If the above normid values are desired at any other point 
in the system, the transformer turns ratio should be used 
to determine the nonnal voltage at that point. 

The first step in the calculation is to determine the 
impedances of the different elements of the system in per 
unit. These values are then put in the network and it is 
reduced to its simplest form. 

The percent reactance of the generators on 60 000 kva 
is twice the values given, but since the two machines arc 
in parallel, the reactance in the networks is halved so the 
above values can be used. 

Using the methods of Chap. 3, Xi and of each line 
equal 39.7 ohms. Xo equals 138.2 ohms for one line, and 
108.2 ohms for the two lines in parallel. The line reactances 
in per unit on 60 000 kva at 66 kv are: 


Single Line: 

Positive- and negative-sequence reactance 
Zero-sequence reactance 
Two lines in parallel: 

Positive- and negative-sequence reactance 
Zero-sequence reactance 


Xi, 0.547 
Xo=1.90 

X,, X:-0.274 
Xo-1.49 


A definite voltage is usually maintained at certain car¬ 
dinal points in a system, and in this case the receiver low- 
voltage bus is maintained at 0.95 per-unit voltage. The 
sending-end generator terminal voltage is desired, so it is 
convenient to combine the portion of the network between 
the two buses into a single reactance. It is: 

X,«0.434 per unit (40) 

«31.5 ohms. 

The load delivered at the receiver low-voltage bus is 
60 000 kw (0.833 per unit) at unity power factor. The 
current in the network is: 


0 833 

I - “ 0.877 per unit (41) 

U.9o 

• 460 amoeres. 

With this current flowing, the terminal voltage of the 
sending-end generator is: 

JE:B*0.96+0.877(i0.434) 

-0.95+;0.381 (42) 

• 1.023c^”‘* per unit 

• 39.8€^”® kv line-to-neutral 


With the above quantities determined, all necessary 
information is available to compute the sending- and 
receiving-end power-circle diagrams. This is often done 
in practical problems in order to determine the initial 
operating conditions, but in the problem this information 
is given, so circle diagrams are not necessary 


26. Transient Stability Calculation 

The most critical t 3 q>e of transient disturbance that 
receives consideration in stability studies is that arising 
from the application of a fault and the subsequent switch¬ 
ing necessary to isolate the fault. In this problem a zero- 
impedance double line-to-ground fault is assumed to take 
place at the sending end of one of the transmission lines 
as shown in Fig. 31. Both ends of the faulted line are 
opened simultaneously to clear the fault. The problem is 
to determine the maximum permissible time between the 
inception of the fault and the opening of the circuit 
breakers for which stability can be maintained. The time 
thus determined is not the breaker operating time that 
would normally be used but the maximum operating time 
which could be allowed and still maintain stability. The 
ability of a system to withstand a double line-to-ground 
fault is often, but not invariably, taken as the criterion of 
system stability. 

The first step is to calculate and plot power-angle dia¬ 
grams (See Chap. 10; Chap. 13, Sec. 2) for three circuit 
conditions: (1) the initial condition immediately prior to 
inception of the fault, (2) the condition during the fault, 
and (3) the condition after the fault is isolated. Since in 
this case the receiver has infinite inertia, its angular posi¬ 
tion remains fixed and it is necessary only to calculate 
power-angle diagrams for the sending end. The equation 
relating sending-end power to the known circuit quantities 
(See Chap. 9) reduces to the following in this problem 
because losses have been neglected: 

Pb= m+e) (43) 

in winch 0 is the angle between the internal voltages Ed-e 
and Eoo-r. Since the power-angle diagrams are to be de¬ 
termined for transient conditions, the voltage behind tran¬ 
sient reactance Ei-s must be used, and the value of X 
must be determined using generator transient reactance 
x^. The generator internal voltage, or voltage behind 
transient reactance is the vector sum of the terminal volt¬ 
age of the machine and the voltage necessary to force the 
load current through the transient reactance. 

E^_B = 0.95+j0.381+0.87700.254) 

= per unit (44) 

Because of the times involved in transient disturbances, 
the internal voltage of the machine is generally considered 
constant (Sec. 30, and Chap. 6, Sec. 21), so this value of 
Ed-s is used for the entire calculation. 


^ J0.254 J0.08 , 


>1.125 


10.547 


i0547 


x> io.ees 


i0.06 


V 0.95 


Fig. 32—Single-machine system. Network before the fault 

occurs. 
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Before the Fa«//-The network to be used in calculating 
the sending-end power before the fault is shown in Fig. 32. 
All necessary constants are known, so that, 


= —1.55 coe (90+0) per unit 


(45) 


During the Double Line-to-Ground Fflu/f-The first 
step in determining the power-angle diagram during the 
fault is to reduce the negative- and zero-sequence networks 
to single equivalent reactances to be applied at the point 
of fault, (Sec. 10). The constants to be used in the nega¬ 
tive- and zero-sequence networks are known, so these net¬ 
works can be drawn readily. They are shown in Fig. 33 (a) 


10.289, jO.08 , 


17 

.r. 


10.547 
10.547 


10.08 

I 


.J 


lojei 

(a) 


10.08 


4 — 


2UN«, 


.a. 




10.08 


10.0762 


(b) 


10.947 



would be considered. As the generator internal voltage or 
voltage back of transient reactance is assumed to remain 
constant, the same voltages calculated for the condition 
before the fault apply, and 

= —0.370 cos (90+0) per unit. (46) 

After the Fault —When the faulted line section is iso¬ 
lated from the system, the network to be used for calcu- 


10.547 


_ 10.254 10.08 10.08 


oE'd-jC 

■ 1.123 


X* 10.957 


Ie 


00-8 


a99 


Fig. 34—Single-machine system. Network after the fault is 
isolated. 


lating that shown in Fig. 34. l+sing the constants 

given, the sending-end power etiuation becomes: 


P8''=“ 


(1.12) (0.95) 
0.957' ‘ 


:os (90 + 0) 


= ~1.11 COS (90+0) per unit. 


[47) 


Power-Angle Diagrams and Limiting Angles 

Equations (45), (40), and (47) are plotted in Fig. 35 as a 
function of 0, giving the power-angle diagrams of the 
single-machine system for the condition assumed. In¬ 
spection of the diagram or solving Eq. (45) for d with 
Ps = 0.833 per unit shows that before the fault occurs the 
system is operating at an angle of 32.3 degrees. The maxi¬ 
mum angle (critical angle of Sec. 4 and 0) to which the 
machine can swing, after the fault is isolated, without loss 
of stability is 131.0 degrees. This angle can be read from 
Fig. 35 or calculated by determining the value of 0 between 


Fig. 33—Single-machine system. Networks for use during the 

double line-to-ground fault. 

(a) —Negative-sequence network. 

(b) —Zero-sequence network. 

(c) —Network during the fault. 

(d) —Network (c) reduced. 

and (b), and to the right of each is the single equivalent 
reactance to which each network reduces. Since the fault 
is double line-to-ground, these two equivalent reactances 
must Ih? paralleled (Chap. 2, Fig. 21) and connected at the 
point of fault. This is illustrated in Fig. 33 (c) which finally 
reduces to the network of Fig. 33 (d) by a simple star-delta 
conversion. With all losses neglected, the sending-end 
power is determined by Eq. (44). The shunt branches of 
Fig. 33 (d) need not be considered, as they only affect 
reactive power transfer. If maintained internal voltage 
had not l^cn assumed and it was required to consider the 
demagnetizing effect of shunt loads, the shunt branches 



Pig. 35—Power-angle diagrams for single-machine S 3 rstem. 
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90® and 180® that will satisfy Eq. (47) with P.'^-O.SSS’ 
per unit. This is the maximum value that 6 can reach 
without the system becoming unstable. If the angle 0 ex¬ 
ceeds 131.6®, then the mechanical input to the sending-end 
generator exceeds its electrical output (see Fig. 35), and 
the generator pulls out of synchronism. By the equal-area 
method described in Sec. 6, an angle of approximately 57 
degrees is selected as the maximum angle at which the 
fault can be isolated if stability is to be maintained. 

Angle-Time or Swing Curves— To determine the 
time of fault isolation corresponding to 57 degrees, 0 is 
determined as a function of time by a step-by-step method. 
The method is described in detail in Sec. 23, and a con¬ 
venient means of calculating is to use the tabular form 
illustrated by Table 2. Such a calculation is carried out in 
Table 3, using this form. The first part of Table 3 assumes 
that the fault is not isolated, and the rapid increase in 0 
indicates how fast the system becomes unstable under 
these conditions. Note that the low inertia constant 
(/f = 3 kw-sec/kva) of the generators permits them to 
change angular position rapidly, so that relatively small 
time intervals, 0.05 seconds, are chosen for the calculation. 

As previously explained, the velocity is assumed con¬ 
stant over each period, but the acceleration is assumed 
constant from the middle of one period to the middle of 
the next. This is done to minimize cumulative errors. 
Column 6 shows how this is done. 


The second part of the tabulation assumes that the fault 
is isolated in 0.15 seconds, since in this time 0 has increased 
to 57.2 degrees which matches closely the 57 degrees chosen 
as the maximum switching angle to maintain stability in 
Fig. 35. The terms —0.15 and +0.15 seconds in column 1 
indicate the increments of time before and after the break¬ 
ers open. Note the changes in columns 6, 7, and 9 for the 
—0.15 second time. The calculation indicates that sta¬ 
bility is maintained, since 0 reaches a maximum value less 
than the critical angle of 131.6 degrees. The calculation 
is carried far enough to show that 0 begins to return to the 
new operating point. 

The angle-time or swing curves resulting from the step- 
by-step calculation are plotted in Fig. 36. Curves A and B 
are the graphic plot of the calculations carried out in Table 
3. They show more clearly that stability will be lost 
quickly if the fault is not isolated and that stability is 
just maintained if the total fault clearing time is not 
greater than 0.15 seconds. Curves C and D have also been 
calculated by the step-by-step method, and show that 
stability is lost for fault clearing times slightly longer 
than 0.15 seconds. 

27. Assumptions Made in Solving Two-Machine 
Problems 

The two-machine problem given below is an example 
of the manner in which this problem can be solved hy 


Table 3—Step-by-Step Calculation of Angle-Time Curves for Single-Machine System 


(1) 

(2) 

(3) 

(4) 

(5) 

(6) 

(7) 

(8) 

(9) 

(10) 

(11) 

Time in Sec 
at Beginning 
of Interval 

Angle 6 at 
Beginning 
of Interval 

Electrical 
Power 
Output, 
Per Unit 

AP, Me¬ 
chanical 
Input Minus 
Electrical 
Output 

Accelera¬ 
tion, 
Degrees 
per Sec 
per Sec 

Accelera¬ 
tion Time 
Increment, 
Seconds 

Velocity 
Change, 
Degrees 
per Second 

Velocity, 
Degrees 
per Second 

Angle-Time 

Increment 

Angular 

Change, 

Degrees 

• 

e Final 
Angle, 
Degrees 

— 

— 

-- 

0.833-(3) 

(4)Xfc 

— 

(5)X(6) 

(7) 4“ (8)n-I 

— 

(8)X(9) 

(10) +(2) 

0.0 

32.3 

0.199 


2285 

0.025 



0.05 

2.85 

35.2 

0.05 

35.2 

0.213 


2230 

0.05 

111.5 

168.5 

0.05 

8.43 

43.6 

0.10 

43.6 

0.255 


2080 

0.05 


272.5 

0.05 

13.6 

57.2 

0.15 

67.2 

0.312 


1880 

0.05 



0.05 

18.3 

75.5 

0.20 

75.5 

0.358 


1710 

0.05 

85.5 


0.05 

22.6 

98.1 

0.25 

98.1 


0.466 

1680 

0.05 


536.0 

0.05 

26.8 

124.9 

0.30 

0.35 

124.0 

166.5 


0.530 

1910 


95.5 


0.05 

31.6 

166.5 

1. 



1 . 


1 





Fault Isolated in 0.15 Seconds 


-0.15 

57 2 

WESM 


1880 

0.025 

47.0 

320 




+0.15 

57.2 

■■ 


-372 

0.025 

-9.3 

311 

0.05 

15.5 

72.7 

0.20 

72.7 

1.063 


-829 

0.05 

-41.5 

269 

0.05 

13.5 

86.2 

0.25 

86.2 

1.112 

-0.279 


0.05 

-50.0 

219 

0.05 

11.0 

97.2 

0.30 

97.2 



-977 

0.05 

-48.9 


0.05 

8.5 


0.35 

105.7 



-858 

0.05 

-42.8 

127 

0.05 

6.4 

112.1 

0.40 

112.1 



-714 

0.05 

-35.7 

91 

0.05 

4.6 

116.7 

0.45 

116.7 

0.996 

-0.163 

-588 

0.05 

-29.4 

62 

0.05 

3.1 

119.8 

0.50 

119.8 

0.963 

BBSb 

-460 

0.05 

-23.4 

38 

0.05 

2.0 

120.8 

0.55 

120.8 

0.958 


-450 

0.05 

-22.5 

16 

0.05 

0.8 


0.60 

121.6 

0.950 

mBSSm 

-420 

0.05 

-21.0 

-6 

0.05 

-0.2 

121.4 

0.65 

121.4 

0.950 

-0.117 

-420 

0.05 

-21.0 

-26 

0.05 

-1.3 

120.1 
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Fig. 36—Angle-time cunree for tingle-machine system. 

A —Fault not cleared. 

B —Fault isolated in 0.15 sec. 

C—Fault isolated in 0.16 sec. 

Z>—Fault isolated in 0.17 sec. 

calculation. A number of simplifying assumptions are 
made, most of which are conservative. 

The common assumptions are listed, together with refer¬ 
ences from which their effect can be determined. 

1. Impedance of the load is constant (Sec. 9). 

2. Effect of salienJjy is generally neglected (Sec. 15). 

3. Negative-sequence loss varies as Ti for all machines (Chap. 
6, Part XIII). This assumption is inherent in the method 
of symmetrical components (Sec. 10). 

4. Rated-current transient reactance is normally used (Chap. 
6, Part XIII). 

5. The losses in generators are sometimes neglected. This is 
permissible when the output of the machine during the 
fault is large compared with its losses. Typical generator 
resistances are given in Chap. 6. The loss due to the uni¬ 
directional component of short-circuit current is discussed 
in Chap. 6. 

6. The internal voltage or voltage behind transient reactance 
is assumed to remain constant during a transient disturb¬ 
ance (Chap. 6, Sec. 22). 

7. The effect of negative-sequence torque is generally neg¬ 
lected (Sec. 10) 

Almost all of the above assumptions are conservative, 
and the net effect is conservative. More accurate calcula¬ 
tions can be made by referring to the references given, but 
this is not usually done because more margin than is ob¬ 
tained by these assumptions is necessary for safe operation 
of a system from the standpoint of transient stability. 

Generally, the first step in the calculation of a two- 
machine problem is to draw the sending-end and receiving- 
end circle diagrams, which would be used to determine the 
operating conditions of a system at the time of a fault 
(Chap. 10, Sec. 21). In this problem this information is 
given. 

28. Description of Two-Machine System 

The two-machine system assumed for study is illustrated 
in Fig. 37. The sending end is the same as in the single¬ 


machine problem. Transformer resistance is included, but 
generator resistances are not. Including resistance, the 
transformer impedance becomes l+j8 percent. The line 
data in ohms using the methods of Chap. 3 are: 


Single line: 

Positive- and negative-sequence 
impedance 

Zero-sequence impedance 
Two lines in parallel: 

Positive- and negativensequence 
impedance 

Zero-sequence impedance 


Zi, Z,-12.9+i39.7 
Zo-27.2-h;138.2 


Zu Z,«6.43+il9.9 
Zo-20.7+; 108.2 


The receiving-end data are: 


Generators: 

Two 62 500-kva, three-phase, 60-cycle turbine generators 
Unsaturated synchronous reactance Jd*125 percent 

Rated-current transient reactance Xd'* 15.6 percent 

Negative-sequence reactance Xj* 9.8 percent 

Inertia constant (kw-sec/kva) H»b 


Shunt load: 

115 000 kw at 85 percent power factor located at receiving- 
end low-tension bus. Lo^ is represented by a constant 
impedance. 



Fig. 37—^Two-machine system assumed for study. 


29. Circuit Constants 

The two-machine problem is also calculated using the 
per-unit system. The kva base is optional, so for simplicity 
60 000-kva base is again used. 

The circuit constants in per unit on 60000 kva are: 
Transmission lines: 

Single line : 

Positive- and negative- 
sequence impedance 
Zero-sequence impedance 
Two lines in parallel: 

Positive- and negative- 
sequence impedance 
Zero-sequence impedance 

Receiving End: 

Each Generator: 

Conventional synchronous 
reactance 

Rated-current transient reactance Xd'» 0.15 

Negative-sequence reactance xt •> 0.094 

Inertia constant (kii^HBec/kva) // « 5 

Shunt load: 

The shunt load is 1.02 per unit at 0.85 lagging power 
factor, or 1.92+;1.19 per unit. 


Z„Z,-0.177 -l-iO.543 
Zo-0.373 -fjl.OO 


Z,, Z,-0.0883+i0.274 
Zo-0.284 +il.49 


Xd«*1.20 
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Since the machines are in parallel, the above values must 
be divided by two before insertion in the sequence networks. 

The capacitance of the two 50-mile transmission lines is 
neglected in this problem. This is justified on the basis of 
calculations that show the line capacitive reactance to be 
nearly equal in magnitude to the transformer magnetizing 
reactance, and the latter has also been neglected. Con¬ 
sideration of line capacitive reactance and transformer 
magnetizing reactance would add in no way to the prob¬ 
lem’s effectiveness in illustrating a typical stability calcula¬ 
tion, nor would it add to the generality of the netv^orks in¬ 
volved, since the load introduces a shunt branch. If it is 
necessary to include these effects. Chap. 3 gives line con¬ 
stants, which may be converted to general circuit (ABCD) 
constants by Table 9, Chap. 10 or by Chap. 9, Sec. 6. The 
equivalent rr form is given in Chap. 9, Sec. 6. The appendix 
gives equivalent circuits for transformers, which can be 
introduced into the circuit. 

As in the single-machine problem, voltage is considered 
to be maintained at the receiving low-tension bus. The 
receiving-end maintained bus voltage is 36.2 kv line-to- 
neutral (95 percent of normal). With voltage maintained 
at this point, it is again convenient to combine the net¬ 
work between the low-voltage buses into a single set of cir¬ 
cuit constants. These quantities are tabulated in the first 
four columns of Table 4 in terms of the familiar ABCD 
constants (See Chap. 10), which are used in this problem 
to facilitate the handling of the network involving shunt 
branches. The ABCD constants for one line plus the trans¬ 
formers, and for two lines in parallel plus the transformers, 
can be written immediately without further calculation by 
using the quantities given above and Network Number 1 
of the tabulated formulas for ABCD constants given in 
Chap. 10. These two sets of constants are listed in Table 4, 
Cols. (1) and (2). Since the load also forms part of the net¬ 
work between the points of maintained voltage, it will be 
combined with the constants of Cols. (1) and (2) to give 
those listed in Cols. (3) and (4), respectively. This is ac¬ 
complished by using Network Number 10, Table 9, 
Chap. 10. 

The load at the receiver low-tension bus is 1.92 per unit 
at 85 percent power factor, or 1.92+^1.19 per unit. Part 
of the total kva is supplied by the sending-end generators 
and part by the receiving-end units. For this problem, it is 
assumed that the sending-end station is delivering 50 000 
kw (0.833 per unit) at unity power factor to the load. This 
dictates that the receiving-end station is delivering 1.08+ 
jl.l9 per unit to the load, or 1.08 per unit real power at 
67.4 percent power factor. With 0.833 per unit real power 
coming to the load through the network, the current drawn 
through the network is 
- 0833 

■*0.877 per unit at 100 percent power factor 
0.95 (48) 

Note that this expression is identical to Eq. (41). With the 
above current flowing, the sending-end low tension bus 
voltage is 

iSg-0.96+0.877 (0.108+i0.434) 

•1.045+j0.381 per unit 

-1.11 per unit (49) 

—42.6 c i*®* kv line-to-neutral. 


The current flowing to the load from the receiving-end 
machines, when they are delivering 1.08+^1.19 per unit 
power (1.605 per unit power at 67.4 percent power factor) is 

per unit at 67.4 percent power factor. 

0.95 

/r * 1.14 —j 1.26 per unit (60) 

» 599 — j658 amperes. 

30. Transient-Stability Calculation 

In the single-machine problem the most severe type of 
transient disturbance was considered, namely, the applica¬ 
tion of a fault and its subsequent isolation. The same dis¬ 
turbance is considered in the present problem, and the 
same zero-impedance double line-to-ground fault located 
at the sending end of one transmission line is used. This is 
shown in Fig. 37. The circuit breakers are assumed to 
open simultaneously to isolate the faulted line, and again 
maximum permissible time between fault inception and 
breaker clearing to maintain stability is to be determined. 
Here again it becomes apparent that prompt switching is 
imperative if the assumed load is to be carried. 

Before plotting power-angle diagrams for the sending 
and receiving ends for the three circuit conditions, (1) be¬ 
fore, (2) during, and (3) after the fault, it is necessary to 
calculate the generator internal voltages using the known 
terminal voltages, and and the generator rated- 
current transient reactances (xd')- The sending-end inter¬ 
nal voltage is: 

E4..8«1.045+;0.381+0.877 C70.264) 

* 1.045+j0.604 per unit 

*1.2l6i»®' per unit (61) 

=*46.2€^*®‘' kv line-to-neutral. 

The receiving-end voltage behind transient reactance, 
remembering that is 0.95 per unit volts, is 

^Lr = 0.95+(1.14 -il .25) (i0.075) 

= 1.044+j0.08S6 per unit (63) 

« 1.048€^^ ^ per unit 
„40ei< ^ kv line-to-neutral. 

Before the Fault —The network for use in calculating 
the sending- and receiving-end power is shown in Fig. 38. 
Since the equivalent circuits of the generators consist of a 
series impedance, their ABCD constants can be written 
down without calculation. These are listed in Col. (5) and 
(6) of Table 4. Now using Network Number 16 from the 
tabulation of ABCD-constants formulas of Chap. 10, the 
ABCD constants for the entire system can be determined. 
The results are given in Table 4, Col. (7). To illustrate the 



Fig. 38—Two-machine system. Network before the fault 

occurs. 
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method, the B constant is calculated below. Subscript 1 
denotes the receiving-end generator; 2 denotes two parallel 
lines with transformers and load; and/3 the sending-end 
generators. 

B ^Ai{BiAi+DiBt)+BziBiCt+DiDt) 

“ (1 +i0)[(0+i0.075)(1.799+i0.774)+(1 -|-i0)(0.109 
-|-j0.434)]+(0+j0.254)[(0-|-i0.075)(2.11-jl.31) 
+ (14-iO) (l+jO)] 

-0.011 -1-/0.847 -0.847«J«** 

The real parts of equations 85 and 86, Chap. 9 can be 
expressed in the form: 

cos (0-6)-^^ cos (d+tf) (63) 

andP*--Ss|eoe(^-«)+^^cos(i3-6). (64) 


Where, Pg and Pr are the sending- and receiving-end 
power, Eb and En are their respective internal voltages 
from equations (51) and (52), and a, /3, and 3 are the vector 
angles of the A , B, and D constants, respectively. Positive 
direction of power flow is out of the sending-end generators 
and into the receiving-end generators. 

Pa and Pr for the (xmdition before the fault can now 
be calculated. 


^s-'(l-21)*^ cos (89.2“-8.2») 


0.847 
(1.21)(1.048) 
0.847 


cos (89.2“-i-fl) 


Fa 


0.300—1.50 cos (89.2“-f6) per unit. 


(1.21)(1.048) 

0.847 


cos (89.2“-31.5) 
cos (89.2“-fl) 


( 66 ) 


- -1.73-1-1.50 cos (SO.y-tf) per unit. (56) 


During the Fauit —As in the single-machine system, 
the negative- and sero-sequence networks must be deter¬ 
mined, reduced to ainide impedances, and applied at the 
point of fault. Both of th^ networks can be readily 
constructed as all of the circuit constants are given in 
See. 29. The negative- and sero-sequence networks are 
shown in Fig. 39 (a) and (b), and at the right of each the 
(ring^ equivalent impedance that represents the network 
is diown. Because the assumed fault is double line-to- 
ground, the two single impedances representing the nega¬ 
tive- and aero^equence netwivks must be paralleled before 
they are anflied to the point of fault (Chap. 2, Fig. 21). 
The complete network for use during the fault is shown in 
Fig. 39 (c), which includes this resulting shunt impedan'*** 
It ia now necessary to reduce the network of Fig. 39 (c) 
to one set of circuit constants before the power equations 
can be solved. To do this involves a rather general usage 
of ABCD constants and the necessary steps will be in¬ 
dividually traced. The first step is to obtain the network of 
Fig. 39 (d), which is readily accomplished. The sum of the 
eending-end generator and transformer impedances form 
the left-hand branch, the receiving-end generator imped¬ 
ance ahme fonns the ri|^t-hand branch, and the shunt 


. O.I77+I0.543 

10 289 .O-OjriODtj 

'-p (Xi77»)0.543 


I 

L. 





10047 

0.338 I 
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OXX 410061 


I 
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/-N P9!il99«t 
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0014)0 .08 


_i 

0.1774)0.543 


000998 

4)0333 


A *16724)0.617 


^ 8 *00994)0394 

c* 17.25-i 30.2 
D* 7. 65-10 .961 

(e) 


at 


uq 

o 



)O075 ^ 


04^8 


4*11884)6.06 

6*0041343.78 . 

C* 17.29-)30.2 ” 

0*9.914)0331 I 

(f) 

Fig. 39—^Two-machine system. Networks for use during the 
double line-to-ground fault. 

(a) —Negative-sequence network. 

(b) —^Zero-sequence network. 

(c) —Complete network during the fault. 

(d) —First reduction of complete network. 

(e) —Second reduction of complete network. 

(f) —Pinal reduced network during the fault. 



branches consist of the impedances representing the load 
and the fault, both of which are taken directly from Fig. 
39 (c). The center unit is found by paralleling the two 
transmission lines and adding the receiving-end trans¬ 
former impedance. The latter renders one series imped¬ 
ance for which the ABCD constants can be written without 
calculation. The network of Fig. 39 (d) is thus complete, 
and the next step is to simplify this network to that diown 
in Fig. 39 (e). lliis step combines the two shunt branches 
into the general circuit constants and can be jierformed 
by using Network Number 12 of the table of formulas for 
ABCD constants given in Chap. 10. Before using Network 
Number 12, the two shtmt branches must be oimverted 
to admittances by taking the reciprocal the known 
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Table 4—Circuit Constants for Two-Machine System 


Constant 

(1) 

One Line 
with 

Transformers 

(2) 

Two Lines 
with 

Transformers 

(3) 

One Line 
with 

Transformers 
and Load 

(4) 

Two Lines 
with 

Transformers 
and Load 

(5) 

Sendiqg- 

End 

Gener¬ 

ators 

(6) 

Receiving- 

End 

Gener¬ 

ators 

(7) 

System 

Before 

The Fault 

(8) 

System 

During 

The Fault 

(9) 

System 

After 

The Fault 

A 

1-hiO 

14-jO 
•i® 

2.34+71.24 

2.66€<"» 

1.799-fj0.774 

1.955di«» 

14-jO 

fi® 

I+tO 

2.13+71.307 

2.50.»“ 

11.89+70.06 

13.84.'*’* 

2.67 4'il.771 
3.21 

B 

0.197-|-j0.708 

0.735€i^^^ 

0.109+70.434 

0.448.J»* 

0.197-|-i0.708 

0.7354^’^^^ 

0.109+70.434 

0.448«i’»* 



0.011+70.847 

0.847«i«‘ 

0.0413+73.78 

3.79.'*** 

0.064 +71.161 
1.162.'*** 

C 

0 

0 

2.11-71.31 
2.48*-^“ • 

2.11-71.31 

2.48€-i»" 

0 

0 


17.25-730.2 

34.7.-'*** 

2.11-71.31 

2.48.-'*'* 

D 

1+jO 

di® 



i+tO 

I+tO 

1+70 

€»• 

1.008+70.1&83 

1.110.'** 

9.91 +>0.331 
9.91.» * 

1.098+70.1583 

1.110.'** 


impedances. The fault and load branches expressed as 
admittances are, respectively: 


and 


Ya = 


1 

0.00706+i0.0642 


2.36—j 18.14 per unit (57) 


Y R 


1 

0.340+j0.211 


2.11—jl.31 per unit. 


(58) 


Now the network of Fig. 39 (e) is complete, and it re¬ 
mains only to combine the two series imp^ances with the 
central set of circuit constants, and Fig. 39 (!)> the final 
reduction, is determined. This simplification is performed 
by using Network Number 16 from the table in Chap. 10 
r^erred to above. The sample calculation of the B con¬ 
stant, for the network used Iwfore the fault, will illustrate 
the method. Col. (8) of Table 4 gives the final circuit 
constants for use during the fault. Using these circuit 
constants and the previously calculated internal voltages, 
which we assume to remain constant, all quantities are 
available for calculation of Ps' and Pr', the sending- and 
receiving-end power during the fault. Substituting in 
Eqs. (53) and (54), 

9 01 

P,'-(1.21)*|:^ cos (89.3“-1.9") 

eo. (89^+« 

3.79 

-0.1753-0.335 cos (89.3*4-6) per unit. (59) 
Pe'- -(1.048)*j^ cos (89.3*-27.(f) 

(89.3*-6) 

3.79 

- -1.7974-0.335 cos (89.3“-6) per unit. (60) 


J\fter the Fault —^The network for use in calculating 
sending- and receiving-end power after the double line- 
to-ground fault has been isdated, is shown in Fig. 40. 
Except for the fact that one transmission line only is in 
service, the networic is identical to that which applied 
Mme the fault occurred. Exactly the same procure 
is followed in arriving at the final set of circuit constants, 
and these constants are listed in Col. (9) of Table 4. 
Hm power equations after the fault become: 



Fig. 4#—Two-machine eyetani. Network after the ftnilt la 

Isolated. 


Pb"-( 1.21)*^ cos (86.8*-8.2f0 


(1.21)(1.048) 


cos (86.8*4-6) 


1.162 

—0.276-1.09 cos (86.8*4-6) per unit. 
P*"- -(1048)*^ cos (86.8*-33.5*) 


(1.21)(1.048) 

1.162 


cos (86.8*-6) 


(61) 


-1.726-H1.092 COB (86.8*-6) per unit. (62) 



problem. 



































Table 5—Step-by-Step Calculation of Angle-Time Curves for Two-Machine System 
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Power-Angle Diagrams— Eqs. (56), (59), and (61) are 
plotted in Fig. 41 as a function of 9, giving the sending- 
end power-angle diagrams for the conditions assumed. The 
receiving-end diagrams are plotted in a similar manner 
from EJqs. (56), (60), and (62). These are shown in Fig. 42. 
The solution of the receiving-end power equations to obtain 
Fig. 42 renders negative values, because positive direction 
of power flow was chosen as being into the receiving-end 
generators. In Fig. 42 the per-unit power scale is plotted 
as positive, because this is believed to be less confusing 
than negative values. This is permissible if the change in 
sign is recognized when performing the step-by-step solu¬ 
tion for angle-time curves. 

Note that in Fig. 41 the sending-end input is indicated 
by the horizontal line as 0.917 per-unit. This figure is the 
sum of the 0.833 per-unit power delivered to the load plus 
.the line and transformer losses. Since line capacitance is 
neglected (Sec. 29) the total volt-ampere consumption in 
the system is, 

/2Z= (0.877)*(0.109+jO.434) 

= 0.0838+7*0.334 per unit 
= 5000+720 200 kva. 

The in-phase portion, or loss, is 0.0838 per unit, so that the 
total sending-end power is 0.833 +0.0^8 = 0.917 per unit. 
The receiving-end power-angle diagrams of Fig. 42 show 
the receiving-end input to be 1.083 per unit, which is the 
same figure as the power delivered to the load from the 
receiving bus, since there are no losses present in that end 
of the network. 

The initial operating angle is d = 25.3 degrees as indi¬ 
cated in Figs, 41 and 42. This is the angular difference in 



Fig. 42—Receiving-end power-angle diagrams for two-ma¬ 
chine problem. 


electrical degrees between the rotors, or internal voltages, 
of the sending- and receiving-end machines before the 
fault occurs. This figure of 25.3 degrees can be readily 
checked by taking the difference in angle of the internal 
voltages expressed in Eqs. (51) and (52). This serves 


as a quick check on the calculation of the power-angle 
diagrams for the condition before the fault. 

In the single-machine problem it was possible to estimate 
the maximum angle of fault clearing by simply balancing 
positive and negative areas on the power-angle diagram 
(See Sec. 26). This was possible because the movement of 
only one machine rotor had to be followed. In the present 
case, this equal-area method can not be applied because 
stability or instability is determined by the relative angular 
position of two machines. The maximum rotor-displace¬ 
ment angle before fault isolation is not determined from 
the power-angle diagrams, but will be found as a part of 
the calculation of angle-time curves. 

Angle-Timeor Swing Curves —^The angle-time curves, 
which relate time to angular displacement, are most 
conveniently determined by the step-by-step integration 
method described in Sec. 23. The calculation is similar 
to that carried out for the single-machine system except 
that the angular swing of both sending and receiving 
machines must be traced during each time interval. 

The best description of the actual procedure is had by 
referring to Table 5 in which the angle-time or swung 
curves are calculated. The form used is identical, for each 
machine, to that of Table 3, so that altogether it is similar 
to two single-machine system calculations. The calcula¬ 
tions for one time interval must be made for both machines 
before proceeding to the next interval. This is true because 
the one quantity relating the angular position of the two 
machines, d, is found by taking the difference in angle of 
the two machines at the end of each interval, and in order 
to find the electrical output for each machine in the suc¬ 
ceeding interval, this value of 0 is applied to each set of 
power-angle diagrams or calculated from the corresponding 
sending- and receiving-end power equations. To make this 
clear, refer to the first time interval in Table 5. The initial 
position of each rotor, with respect to the receiving-end 
low-tension bus voltage, is given in Cols. (2) and (12). The 
initial value of 0 is the difference between the rotor angles, 
Col. (2) minus Col. (12), or 25.3 degrees as previously 
determined. Using this value of 0, the electrical output 
from each machine is determined, and the calculation pro¬ 
ceeds to find the angle of each rotor at the end of the first 
interval. These figures are tabulated in Cols. (11) and (21), 
and subtracting (21) from (11) gives the new 0y Col. (23), 
to be used in the next time interval. This ne\v 0 is then 
used in the power-angle diagrams, or the corresponding 
sending- and receiving-end power equations, to obtain the 
electrical output from each machine in the second interval. 
The computation is now carried on to find 0 at the end of 
the second interval, etc. 

The first part of Table 5 assumes that the fault is not 
isolated, and illustrates by the continued increase of 0 that 
the system becomes unstable under this condition. Time 
intervals of 0.05 second are used because of the relatively 
rapid swing of the sending-end machines. A comparison of 
Cols. (11) and (21) points out that the receiver machines 
swing much slow'er than the sending-end machines. This 
is caused by the relatively larger inertia constant and kva 
rating of the receiver generator, resulting in a much 
smaller acceleration [Col. (15) compared to (5)]. The 
second part of Table 5 assumes that the fault is isolated in 
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TIME > SECONDS 

Pig. 43—Angle-time cunree for eech machine. Two-machine 

•yetem. 

A —Fault not cleared. 

B —Fault isolated in 0.20 sec. 

C—Fault isolated in 0.17 sec. 

D —Fault isolated in 0.15 sec. 


0.15 seconds. Qol. (23) shows that $ reaches a maximum 
of 98.7 degrees and then starts to return toward a new 
stable operating point. Figures 41 and 42 indicate that 
the new operating point is at an angle 8^39 degrees. 

The results of the calculations performed in Table 5 are 
given in Figs. 43 and 44. The swing of each rotor with 
respect to the fixed reference is shown in Fig. 43. Curves 



Fig. 44—Angle-time cunree for two-machine ayetem ehowing 
difference in rotor angle between sending and receirlng ma¬ 
chines. 


A —Fault not cleared. 

B —Fault isolated in 0.20 sec. 
C—Fault isolated in 0.17 sec. 
D—FwXi isolated in 0.16 see. 


A and D of Fig. 43 represent a plot of the figures in Cols. 
(11) and (21) of Table 5. Curves B and C of Fig. 43 
represent similar step-by-step calculations for longer times 
of fault isolation. By following the trend of the sending- 
and receiving-end angle-time curves for a given fault-clear¬ 
ing time, the loss or maintenance of stability can be seen. 
If the phase angle difference of the two machines continues 
to increase after fault isolation, instability results, but if 
the two machines tend to move back together during this 
time, the system is stable. It is possible for instability to 
occur on the second overswing, which is an exception to 
the above statement. This phenomenon is relatively rare 
but should be remembered in multi-machine problems, 
particularly where one or two ipachines are swinging very 
fast with respect to the other sources involved. Figure 43 
indicates that for fault clearing times of 0.15 and 0.17 
seconds stability is maintained, and for 0.20 seconds 
instability results. 

In the two-machine system a more convenient way of 
plotting swing curves is that shown in Fig. 44, in which the 
difference in angular displacement, 9, is used rather than 
the individual position of each machine. Referring to Fig. 
44, it is plain that the system is stable for fault isolation 
times of 0.15 and 0.17 seconds, and that stability is quickly 
lost if the fault duration is 0.20 seconds. Curves A and D 
of Fig. 44 are plotted from Col. (23) in Table 5. 

VI. SHORT-CUT METHODS OF CALCULATION 
-TWO-MACHINE SYSTEM 

Perhaps the most usual reason for making a stability cal¬ 
culation on this type of system is to determine how fast 
relays and circuit breakers must be made to operate if sta¬ 
bility is to be maintained after a fault occurs. R. D. Evans 
and W. A. Lewis presented a group of curves,'* calcu¬ 
lated for a two-machine system having the usual circuit 
elements, which permit the quick estimation of permis¬ 
sible fault durations for various types of faults. 

31. Assumed System 

For a complete and accurate calculation on a particular 
system it is necessary to consider all the various factors 
discussed in Part V. For determining approximate relay 
and circuit-breaker time, results of suificient accuracy can 
be obtained, except under extreme or unusual conditions. 
The assiuned system upon which the calculation of the 
general curves is based, is shown in Fig. 45, and the 

"u«. 

▼ FAULT ▼ 

Pig. 45—System conditions assumed for study: 

Symmetrical system, high tension bus at each end; line capacitance 
and PR losses neglected; transformer neutrals solidly grounded; 
quick response excitation (constant internal voltage); no damper 
windingi; froqueney"*60 eydes; load-lOO percent at instant of 
fault inception; faults located at most severe point on high-tension 
lines; average short-circuit losses. 




Chapter 18 


Power^Syatem Stability Basie Elements of Theory and Apylieotion 


471 


simplifying assumptions made for the study are included 
at the bottom of the figure. 

The results of the stability calculations are given in the 
four groups of curves, Figs. 4ft-49. These curves give 
directly the results for a system with the smallest inertia 
which may be expected, corresponding to water-wheel 
generators at both ends of the system. In the more usual 
case, the receiver machine will have a larger inertia con¬ 
stant, and correction terms to be applied to the results 
obtained from the curves, to adjust for this departure 
from assumed conditions, will be given. 

32. Application of Data 

The procedure for using the curves is as follows: 

(1) First, it is necessary to determine the reactance be¬ 
tween the internal voltages of the sending- and receiving- 
end machines. This reactance should be expressed in per¬ 
cent, based upon the total capacity of the generating units 
in operation at the time the fault occurs. If the exact 



Pig. 46—Maximum permissible duration of fault to maintain 

stability: 

SINGLE LINE-TO-GROUND FAULT 


machine constants are not known, an average value can 
be assumed from the synchronous-machine constants given 
in Table 4 of Chap. 6. If other than full load is assumed, 
the reactance thus determined must be multiplied by the 
ratio of assumed load to full load. 

(2) Using the value of reactance just determined, the 
initial angle can be found from Fig. M. 

(3) By reference to Fig. 45, the section of line that must 
be removed from service to clear the fault is known, so 
that the ratio /i of reactance after the fault is isolated to 
the initial reactance can be determined. 

(4) Using the sine of the initial angle determined in (2) 
and the ratio /i, determined in (3), the time in cycles should 



Pig. 47—Maximum permissible duration of fault to maintain 

stability: 

LINE-TO-LINE FAULT 


be read from the curve (Figs. 46-49) for the type of fault 
being studied. 

(6) The inertia constants for the sending- and receiving- 
end machines should be determined. If the total mechan¬ 
ical inertia of the machines at one end is known, the inertia 
constant for that end of the system can be determined by 
using Eq. (37) appearing in Sec. 22. In case the inertia is 
not definitely known, an average value can be obtained by 



Fig. 48—Maximum permissible duration of fault to maintain 

stability: 

DOUBLE LINE-TO-GROUND FAULT 
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Fig. g^Mftziinufn permlMible duration of fault to maintain 
stability: 

THR££-PHAS£ FAULT 


reference to Table 8. When the inertia constants, H, in kw- 
seconds per kva, for both ends of the system are known, 
the inertia correction factor by which the values of time 
should be multiplied can be found by reference to Table 6, 
or to the following equations from which Table 6 has 
been prepaued. 

H 1 _ ffMr 

'^±,± H.+Hr (63) 

Hy Hr 


hi 


Inertia correction factor* 



(64) 


In these equations and Hr are the inertia constants of 
the sending- and receiving-end machines, in kw-seconds 
per kva, respectively. 

(6) If the frequency is other than 60 cycles, the result 
should be multiplied by the square root of the ratio of the 
new frequency to 60 cycles. 

(7) If the load at the time the fault occurs is not equal 
to the kva rating of the generators, the result should be 
divided by the square root of the ratio of the actual kw 
load to the generator rating in kva. 

Example: In order to illustrate the use of the short¬ 
cut method just described, the single-machine problem 
calculated in Part V of this chapter will be solved and the 
resulting maximum circuit-breaker clearing time will be 
compared to that obtained by the complete calculation. 
The assumed system is defined in Sec. 24, and the 50 000- 
kw load assumed there will still apply. 

The total generator capacity is 60 000 kva and the 
transient reactance on this base, of the two machines in 
parallel, is 25.4 percent. 

The assumed transformers each have eight percent re¬ 
actance on a 60 000-kva base. 


Each transmission line was calculated to have a positive- 
sequence reactance of 39.7 ohms, which can be converted 
to percent on this same base by conventional methods. 
Each line represents 54.7 percent on 60 000 kva, and the 
two lines in parallel equal 27.4 percent. 

The receiver has no reactance since it was assumed to 
be an infinite inertia system of large capacity. 

The total reactance between generator internal voltage 
and the infinite receiver is then: 

Generators 26.4 percent 

Transformer 8.0 percent 

Two lines in parallel 27.4 percent 

Transformer 8.0 percent 


Total 68.8 percent on 

60 000 kva. 

The assumed load is 50 000 kw, so the ratio of actual 
load to generator rated kva is 50 000 divided by 60 000, 
or 0.833. Hence, at the present load, the reactance is, 

68.8X0.833 = 57.4 percent. 

From Fig. 50, the initial operating angle is approxi¬ 
mately 32 degrees, the sine of which is 0.53. Note that 



REACTANCr*PERCENT 

Fig. 5#—Initial operating angle as a function of reactance. 

the figure of 32 degrees checks closely the initial operating 
angle determined in the detailed calculation. 

When one line is switched out to isolate the fault, which 
was assumed to be double line-to-ground, the reactance 
increases to, 

(68.8+27.4)0.833 = 80.1 percent. 

Hence, h = zz-r = 1.4 

57.4 

From Fig. 48, which applies for a double line-to-ground 
fault, corresponding to sine of initial angle *0.53 and /i* 
1.4, it is seen that f *5.8 cycles, approximately. 

From Table 6, corresponding to //, = 3 and H,*oo, 
fri»1.41. 

Since the initial load is 0.833 times the generator kva 
rating, the corrected maximum time to fault isolation is, 
1.41 

f * 5.8 8.94 or approximately 9 cycles. 
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Table 6—Inertia Correction Factor, hi. 
(Computed from Eqs. (63) and (64)) 


H. 

or 

H. 





H^rH 

r 




2 

3 

4 

8 

10 

11 

12 

50 

00 

2 

0.816 

0 

00 

£ 

0.943 

1.03 

1.05 

1.06 

1.07 

1.13 

1.15 

3 

0.894 

1.00 

1.07 

1 21 

1.24 

1.25 

1.26 

1.37 

1.41 

4 

0.943 

1.07 

1.15 

1.33 

1 38 

1.40 

1.41 

1.57 

1.63 

6 

0.977 

1.12 

1.22 

1.43 

1.49 

1.51 

1.53 

1.74 

1.83 

6 

1.00 

1.15 

1.26 

1.51 

1.58 

1.61 

1.63 

1.89 

2.00 

8 

1.03 

1.21 

1.33 

1.63 

1.72 

1.76 

1.79 

2.14 
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This figure matches the one obtained by detailed calcula¬ 
tion to within the limits of accuracy of reading the curves, 
and shows that the quick-estimating curves when carefully 
applied give results that are dependable, as long as the 
actual system being considered is similar in circuit elements 
to the assumed system of Fig. 45. 

Limitations in Using Curves —The greater the num¬ 
ber of arbitrary assumptions and the larger the departures 
from the assumed conditions, the greater the resulting er¬ 
ror. However, for systems of average characteristics the 
results are satisfactory. For example, if the actual system 
has no voltage regulators, the permissible fault duration is 
materially reduced. This is particularly true for cases 
where long fault duration is permitted. Also, if there is no 
high-tension bus in the actual case, more synchronizing 
power can be transmitted while the fault is on the system, 
but a greater increase in reactance occurs when the faulted 
line and transformers are removed as a unit from the sys¬ 
tem, so that the two effects are in the direction to com¬ 
pensate. 

Where large steam generators are closely connected to 
the receiving end of the system, the effective initial angle is 
not determined solely by the transfer reactance from the 
sending-end generators, but is usually reduced consider¬ 
ably by the receiving-end generators. I'his can be taken in¬ 
to account approximately by reducing the reactance of the 
receiver machines. Where the power supplied by the re¬ 
ceiving-end generators is greater than about three times 
that of the sending-end machines, it is safe to neglect the 
receiver reactance, and measure the total reactance to the 
receiver low-tension bus. 

In the foregoing all breakers necessary to isolate the fault 
were assumed to open simultaneously. In practice, when 
the fault is near one breaker, a basis of discrimination for 
tripping the breaker does not exist until the first breaker 
has opened; hence the two breakers operate sequentially. 
In such cases the fault duration is increased to twice the 
time of a circuit-breaker opening. Where the distance from 
the fault location to each bus is short, this will require a 
breaker-opening time of half the permissible fault duration. 
If, however, the line reactance between busing points is 
high, the severity of the fault is greatly reduced and a 
longer total duration is permissible, up to probably 50 per¬ 


cent longer than the figure obtained from the curves. The 
corresponding time for each breaker will thus increase to 
about two-thirds of the curve values. Consideration of the 
reactances involved will indicate a reasonable correction to 
be used in an individual case. 

VIL METHODS OF STABILITY CALCULA¬ 
TION-MULTI-MACHINE SYSTEMS 

33. Simplification of Networks with Multi- 
Machine Systems 

The method of solving multi-machine stability prob¬ 
lems follows closely ^the procedure just described for the 
general case for two-machine systems, and the same 
steady-state and step-by-step transient procedures should 
be used. The first step in the solution of multi-machine 
problems is to set up the equivalent network for lines, 
loads, and other shunt branches and for machines as pre¬ 
viously described for the general two-machine system. 
Such networks involve a series impedance between each 
internal emf and the remainder of the system. Such a 
network does not lend itself to analytical calculations 
and should be replaced by mesh-connected systems with 
a single-impedance branch connecting each pair of inter¬ 
nal emf^8. For example. Fig. 51 shows a typical network 
for a three-machine system, characterized (1) by a hydro¬ 
electric source with voltage Ei, and (2) by two receiver 
machines which have voltages £2 and £j, which are con¬ 
nected together and to the hydro-electric machine by 
transmission lines represented by e(]uivalent tt method. 



(0) TYPICAL NETWORK WITH THREE MACHINES 



(b) EQUIVALENT MESH-CONNECTED NETWORK 

Fig. 51—Method of reducing networks to the form conven¬ 
ient for stability studies. 
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Such a network should be transformed by the methods 
previously discussed in Chap. 2 to the form shown in 
Fig. 51 (b). This network involves only (1) shunt branches 
ccmnect^ directly across the internal voltage ordinarily 
assumed constant and (2) mesh-connected branches con¬ 
nected directly between pairs of internal emf*s. The 
power equations for such a system are readily written for 
each line in terms of the source emf’s, in magnitude and 
phase position, and the series impedance of that line. 
Thus, it is readily possible to determine the electrical 
output or input for each machine if the phase position and 
magnitude of the various internal emf’s are available. 

Analytical methods of calculation can be applied to 
systems involving more than three machines by using the 
same procedure just described in connection with the 
three-machine system of converting the network to the 
simplest mesh-connected system. Such a procedure has 
been used for the solution of four-machine systems.^® 
However, the complication increases rapidly with the 
number of machines, and it is not practical to carry out 
calculations for systems with more than three or at the 
most more than four machines. 

34. Steady-State Solution for Multi-Machine 
Systems 

The determination of the steady-state stability limit 
for a multi-machine system is a problem of considerable 


complexity.*®’®® This results from the many conditions 
to be considered and the laboriousness of the calcula¬ 
tions. Additional complication is introduced if, as is 
usually the case, automatic voltage regulators are used. 
Fortunately, however, the problem when considered from 
the practical viewpoint is greatly simplified because it 
becomes one of determining whether a particular system 
is stable for an assumed load below the actual stability 
limit. Under these conditions, many of the complicating 
factors are eliminated. It is often necessary to provide a 
considerable margin between the steady-state power limit 
with fixed excitation and the assumed operating condi¬ 
tions. A further factor is the action of automatic voltage 
regulators in increasing limits due to phenomenon of 
dynamic stability. For these reasons little effort is di¬ 
rected toward the determination of the actual stability 
limits of multi-machine systems. Instead, the problem 
takes the form of showing that the s>stem is stable for a 
particular set of assumed conditions. Usually the impor¬ 
tant limit is the transient stability limit. 

The practical method of solving stability problems of 
central-station systems is by means of the a-c network 
calculator.** Analytical methods become exceedingly la¬ 
borious for cases involving more than three or four ma¬ 
chines. The average central-station utility problem usually 
involves more than this number of machines and solution 
is more easily done by a-c network calculator. 


ADJUSTABLE CALCULATOR ELEMENTS 



Generator and 
Reaitfor • Reaaor Units 


Resistor • Reactor and 
Auto*Transformer Units 


Resistor • Reactor and 
Capacitor Units 


Resistor • Reaaor and 
AutO'Transformer Units 


Resistor • Reaaor and 
Capacitor Units 


Resistor • Reaaor and 
Load Adjuster Units 


CONNECTIONS AS PER SINGLE-LINE DIAGRAM 




POWER STATION 


STEP-UP 

rRANSFORMER 


jAAAq^VWj- 


T T T| 

ELECTRICAL CHARACTERISTICS 
STEP-DOWN 


TRANSMISSION LINE 


TRANSfORMER 


H>AVVSr-40 


bo 


SUB-STATION 



LOADS 


Voltage • Current 
Power Faaor 
Rcaiicancc • Reaaancc 


Resistance 
Reaaance 
Turn Ratio 


Resistance 

Reaaance 

Capaciuncc 


Resistance 
Reaaance 
Turn Ratio 


Voltage • Current 
Resistance • Reaaance 
Synchronous CondenKr 


Volttge 
Current 
Power Faaor 


Fig. S3 —VrHous syRtem •lemenu and the calculating-board elements used to represent them. 
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Fig. 53—The a-c network calculator at Eaat Pittsburgh. 


35. The A-C Network Calculator 

The general design of the a-c network calculator is 
such that all of the essential elements of a modem power 
system can be reproduced in a miniature replica. The 
various parts are reproduced accurately in suitable propor¬ 
tion to the system values, and observations and measure¬ 
ments on the replica network correspond to what would 
obtain under like conditions on the power system. Suit¬ 
able multipliers or conversion factors readily translate the 
calculator readings of voltage, current, watts, and vars 


into the power system values. Various power-system ele¬ 
ments and the corresponding calculator circuits are illus¬ 
trated in Fig. 52, and a general view of the calculator is 
shown in Fig. 53. 

The number and types of circuits provided in the West- 
inghouse a-c network calculator at East Pittsburgh are 
listed in Table 7. 

The power supply for the calculator consists of a 440- 
cycle, 220-volt motor-generator set, which has its voltage 
controlled by an electronic voltage regulator and an elec¬ 
tronic exciter to provide quick response and accurate 
regulation. The generator of this set supplies three-phase 
power to the calculator generator units, which are actually 
regulators especially designed to convert the three-phase 
power input to a single-phase power output having adjust¬ 
able magnitude and phase angle. 

Two independent sets of master instruments, circuit 
selector and metering controls are provided, each set be¬ 
ing mounted on a separate metering and control desk. 
Direct readings of either scalar or vector values of cur¬ 
rents and voltages, and magnitudes of watts, vars, and 
phase angles can be obtained. The two metering desks 
provide for conducting two simultaneous studies of sepa¬ 
rate systems with independent control of each system. 
Any calculator unit can be instantly connected to the 
metering equipment by a remote-control circuit selector 
which enables metering of system quantities at any point 
in the system. 

The determination of the electrical conditions on the 
a-c network calculator gives practical solutions for the 


Table 7—Network Calculator Circuit Elebients 


Number 

of 

Circuits 

Type of Circuit 

Prefix 

Used to Represent 

Range 

of 

Adjustment 

Steps 

22 

Generator units with voltmeter, 
ammeter, wattmeter, and var- 
meter 

G 

Generator, phase-shifting transform¬ 
er, etc. 

Voltage: 

Angle: 

0- 400% 
0- 360° 

Smooth 

Smooth 

18 

Low-loss reactors 

X 

Generator reactance 

React: 

0- 499% 

0.2 

128 

Line-impedance units 

— 

Lines, transformers, etc. 

Resis: 

React: 

0- 399% 
0- 301% 

0.2 

Smooth 

40 

Transmission-line Pi units 


Long, high-voltage transmission lines 

Resis: 

React: 

Suscept:* 

0- 399% 
0- 301% 
0- 41% 

0.2 

Snrooth 

0.1 

48 

Load-impedance units with load 
adjustors and voltmeters 

L 

Shunt loads 

Resis: 

React: 

Load Adj: 

0-3990% 

0-2400% 

±10% 

2.0 

Smooth 

1% 

48 

Condenser units 

C 

Line-charging capacity, synchronous 
condensers, negative reactance 

Mfd: 

0- 4.1 

01 

86 

Autotransformer units 

T 

Transformer tape, regulators 

80% to 124.5% 

H% 

M 

1 to 1 ratio transformers 

M 1 

Mutual induction, or used as 2 to 1 
autotransformers for extended range 
studies 



—— 

48 

Metering jumper circuits 

n 

Zero-impedance metering jumper cir¬ 
cuits 

— 


— 


^SuteeptABM at each and of Pi unit 
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many design and operating problems of electrical systems. 
The most common problems may be classified as: 

a. voltage-regulation studies for determining bus voltes, 
load-control studies and current-distribution studies, either 
as a system-design or an operating problem and for normal 
or emergency conditions, 

b. short-circuit studies for circuit-breaker and protective-relay 
application, and 

c. steady-state and transient-stability studies for determining 
the power limit of transmission systems. 

36. Transient-Stability Solutions on the A-G 
Network Calculator 

For stability purposes the problems need be considered 
merely as the solution of a set of simultaneous equations 
under successive steady-state conditions. The transient- 
stability solution, by the step-by-step procedure, is ob¬ 
tained by a succession of appropriately-adjusted steady- 
state conditions. 

The system is reduced to a common base and is nor¬ 
mally set up on the calculator on the basis of the positive- 
sequence network, using transient reactance in series with 
the generator voltage. Where large synchronous con¬ 
densers are involved and the inertia of these condensers 
must be considered, they are represented by a voltage 
behind the condenser transient reactance. 

The system is set up for the conditions prior to the dis¬ 
turbance, and the generator internal voltage, power, and 
angle are read at the point behind the generator reactance. 
The power so obtained is assumed to be the mechanical 
input to the generator and is maintained constant through¬ 
out the study, assuming that during the short time being 
considered, the governor cannot change. The internal 
voltage is also maintained constant throughout the study. 
The internal angle initially read is the normal angle, and 
the departure from this angle is calculated from the 
generator power output and machine dynamic charac¬ 
teristics. 

The fault is then applied at. the desired point in the sys¬ 
tem by connecting that point to the neutral bus in accord¬ 
ance with the type of fault as described in Sec. 10. The 
internal angles and voltages of the generators are adjusted 
to the values measured before the fault was applied, and 
the power distribution read. The difference between the 
power before the fault and the power after the fault is the 
accelerating or decelerating power available for changing 
the angular position of the machine rotor. From the rela¬ 
tions between the machine inertia, the change in power, and 
the time interval, the change in angular position of each 
machine rotor is calculated, and the generator internal 
angles shifted to these new values. The procedure is re¬ 
peated for the next time interval, and so on throughout 
successive intervals until the system is proven either stable 
or unstable for the conditions being studied. 

The a-c network calculator provides a means not only 
for solving stability problems but also for obtaining the 
time variation of all the related electrical and mechanical 
quantities useful for circuit-breaker and relay application 
and for other similar purp) 08 e 8 . The network calculator is 
also a device for simplifying networks and reducing them 
to a simpler form for more detailed study. By these meth¬ 
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ods, exceedingly complicated systems can be set up on the 
calculator and a practical solution obtained. 

37. Two-Reaction Method Using A-C Network 
Calculator 

The a-c network calculator also provides a means for 
carrying out in a practical manner calculations of com¬ 
plicated systems using the two-reaction method'^. For 
this purpose each machine should be laid out so as to 
have two sources of voltage electrically at right angles to 
each other. The vector diagram for a salient-pole gen¬ 
erator under transient conditions is shown in Fig. 25. One 
of these sources would represent the voltage Ed, the mag¬ 
nitude and phase position of which are associated with 
the excitation and with the rotor position. At right angles 
to this vector is the voltage which represents the react¬ 
ance drop due to flux in the quadrature axis. The value 
of this voltage is assumed to vary instantly t so as to 
provide the proper quadrature-reactance drop. For each 
point in the stability analysis the voltage in the quadrature 
axis is adjusted until the vector diagram is satisfied for 
the particular terminal condition. 

An alternative method requiring only one source of 
voltage for each machine is outlined in Chap. 6. This 
method uses the quadrature-axis reactance to relate rotor 
position, direct- and quadrature-axis voltages, and the 
terminal quantities. The method is, therefore, based on 
the adjustment of the network-calculator settings to al¬ 
low for the variation in the direct- and quadrature-axis 
voltages whose transient values are separately calculate<l. 

Both methods involve a cut-and-try proposition and 
are somewhat tedious. The principal merit of such a 
method is that it provides a basis for estimating the dif¬ 
ference in results with the two-reaction method and the 
conventional round-rotor method which is generally 
found adequate. 

VIIL SHORT-CUT METHODS OF 
CALCULATION-METROPOLITAN SYSTEM 

The discussion in Part VI describes a useful short cut in 
calculating transient stability on transmission systems. 
Similarly, a general study has been made and general 
curves presented for the quick estimation of transient- 
stability limits on metropolitan-type systems.” In this 
discussion a metropolitan-type system is considered to be 
one in which the principal power sources are steam gener¬ 
ating stations, located relatively close to their load centers, 
with distribution provided by a multiplicity of moderate- 
voltage circuits. The power supply to most metropolitan 
districts is of this character; there are, of course, notable 
exceptions. 

Although most systems of this type are inherently sta¬ 
ble as compared to systems coupled with long transmission 
lines, nevertheless transient stability analyses are fre¬ 
quently desirable. For example, other aspects of system 

*Thi8 method was first used for analytical calculations by C. F. 
Wagner and R. D. Evans*; it was adapted for use with the a-c network 
calculator by Dr. W. A. Lewis. 

tThe basis for the rapid variation of quadrature-axis flux was 
shown experimentally in Reference 5. 
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operation, such as placing of new generation, reduction of 
short-circuit kva, and flexibility of operation may suggest 
layouts differing from those at present in use, and it is de¬ 
sirable to be able to evaluate whether the desired changes 
will increase or decrease the transient limits, and whether 
the resulting value is satisfactory. 

38. General Stability Curves 

Metropolitan systems, as defined above, are similar in 
major characteristics making generalized studies practical. 
They are usually similar in the following features: 

1. With equal percent loadings the internal voltages of 
all generators are essentially in phase. 

2. With a multiplicity of circuits, the reactance of the 
connecting lines holding a generator or group of generators 
in step with the system does not change appreciably when 
a fault is cleared. 

3. With turbo-generators and short lines involved, the 
generator characteristics are no longer affected by the 
speed of prime mover, line charging-current requirements, 
etc., and they tend to become fairly uniform in their es¬ 
sential-points, such as reactances, inertia, and short-circuit 
ratio. 

These similarities make it possible to calculate transient 
stability solutions for a number of hypothetical systems 
and give the results in curve form, using the remaining 
variables as indices. The curves are then applied to specific 
layouts by determining these quantities for the specific 
case. 

Space is not justified to include the derivation of the 
general curves, but the complete procedure is described in 
the paper in which these curves were originally presented, 
‘‘Generalized Stability Solution for Metropolitan-Type Sys¬ 
tems” by Griscom, Lewis, and Ellis.** In developing the 
curves some minor influences had to be eliminated from 
consideration with some sacrifice in accuracy of results. 
Such influences include resistance in the lines and the fault, 
variations in generator loading, and the effect of voltage 
regulators. The errors introduced by neglecting these in¬ 
fluences, and possible means for compensating for them, 
will be discussed in a later section. 

The general stability curves for metropolitan-type sys¬ 
tems are shown in Fig. 54. These curves assume that the 
generators have a short-circuit ratio of 1.0. In the paper 
originally presenting these curves, a similar set was in¬ 
cluded using a generator short-circuit ratio of 0.8, but the 
resulting differences are so small that both grou()s of curves 
are not included here. Part (a) of Fig. 54 consists of a fam¬ 
ily of curves covering the range of overall reactance Jf, 
plotted in terms of short-circuit current, /fo, from the 
faulted generator and the permissible fault duration, L Part 
(b) is similar except that the power dropped by the faulted 
generator is used instead of /fq. Part (c), as will be ex¬ 
plained later, provides a means of correction for resistance 
in the fault, and for other than rated initial load. Part (a) 
applies directly to faults at the generator terminals. For 
faults occurring at other locations, a close approximation is 
secured by dividing ho by a factor read from Part (c) be¬ 
fore entering Part (a). This location factor, designated as 
rra, is a function of the ratio of /fo to /f» the total fault 
current. 



qL.J.,]. 1,1 1 i 1,. i . i, J ,1 ■ ]. , i ..i-JL-l-J—1-1 .1 J.... 
0 0.2 0.4 06 08 1.0 1.2 1.4 1.6 1.6 ZJO 2.2 

TIME IN SECONDS 
(Q) 




Fig. 54—<:;eneral stability curves for metropolitan-type sys¬ 
tems. 
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ng. SS—Typical metropoUtaii'type syatem aelected to dem* 
onatiate application of curve*. 


39. Application of Curves 

An example is choeen to illustrate the application of this 
diort-cut method for metropolitan systems. The typical 
system is shown schematically in Fig. 55, with reactances 
as indicated. A three-phase fault at point M will be con¬ 
sidered. This fault isolates generator A from the remainder 
of the system during the fault, and this unit is then the one 
most likely to pull out of step first. Generator A therefore 
becomes the "faulted generator,” and all other machines 
including those in the same group become the "remaining 
generators.” With a fault at Af, the network of Fig. 55 
reduces to that of Fig. 56. The actual reduction can be 
accomplished analytically or, more easily, by using a d-c 
netwtnlc calculator (since resistances are not included). 
If the network calculate is used, the actual reduction to 
the form shown in Fig. 56 need not be completed, as the 



Fig. 5S—^Networkof Fig. 85 reduced toequivalent for fault at Af. 


necessary indices can be obtained from the current read¬ 
ings taken to perform the reduction. Frmn Fig. 56, the 
total reactance X between the faulted generator and the 
remaining generators is 27-|-15»42 percent (always on 
the rated-kva base of the faulted generator). To deter¬ 
mine the total fault current /r, the branches on each side 
of the fault are paralleled: 


(87X15) 

42 


9.65 percent. 


and the total fault current is l/0.0965» 10.4 times the 


rating of generator A. The fault current supplied by the 
faulted generator is: 

15 

fro “rrX 10.4 ■» 3.7 times rated current. 

42 

The ratio of ha/It gives ryo “0.357, so that now the 
indices necessary to use the curves of Fig. 54 are: 

Overall reactance X — 42 percent 

Current from faulted generator —3.7 X rating 

Ratio Ivo/h“rfQ —0.357. 

Using this value of rpo and interpolating for a reactance 
of 42 percent, Fig. 54 (c) gives a location factor of 0.7. The 
adjusted value of ho is then 3.7 divided by 0.7 — 5.3, and 
the permissible fault duration can now be read from Fig. 
54 (a) (by extrapolation) and is found to be 0.39 seconds. 

If the fault occurs at point N of Fig. 55, outside of the 
feeder reactor, the circuit reduces to that shown in Fig. 57. 
The overall reactance does not change, but a high-reactr 
ance shunt branch is introduced to represent the reactor. 
It will be found for this case that rro remains the same 
because it depends only on the reactance branches adja¬ 
cent to the generators. The total fault current is greatly 
reduced owing to the presence of the 30-percent reactance 



in series with the fault point, and becomes 2.52 times rated 
current of machine A. In this case ha calculates to be 0.9 
times rated current, and when adjusted for location be¬ 
comes 0.9/0.7 — 1.29. When these indices are referred to 
Fig. 54 (a), it is evident that the point is beyond the range 
of the curves, and the permissible fault duration exceed 
two seconds. 

If the fault were at point 0 of Fig. 55, it would affect all 
four of the generators in station A more equally. Hence, 
there is a possibility that this entire group may lose syn¬ 
chronism with the remainder of the system. In this case, 
the group should be considered as the faulted generate, 
and all indices should be expressed in terms of the rating of 
the group as a base. This solution can be compared with 
that for generator A considered as the faulted unit, and 
the shorter of the two figures for permissible fault duratiem 
should be taken as the result. 

Now, suppose that the three-phase fault occurs on the 
leads of generator A , as designate by P in Fig. 55. In ^is 
case generator A must be disconnected from the system to 
isolate the fault, and this must be accomplished before 
machines B, C, and Z> lose synchronism with the remiunder 
of the s 3 rstem. Generator A is isolated from the system by 
the fault while the fault persists, and is isolated by the 
breaker when the fault is cleared, hence B, C, and D oniy 
are considered as the faulted generators, and generator A 
is eliminated frmn the calculation. By reduction of the 
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59.6% ^ 

—0 


iee.5% 


Fig. 58—Network of Fig. 55 reduced to equivalent for f^ult at P. 

network of Fig. 66 for a fault at P, the simplified equiva¬ 
lent shown in Fig. 68 is obtained, the reactances now being 
expressed in percent on the combined kva rating of ma¬ 
chines P, C, and D, From this point the calculations are 
identical to the previous examples, and the maximum fault 
duration is determined to be 0.53 seconds. 

Unbalanced Faults —In the foregoing paragraphs 
three-phase faults have been assumed to demonstrate the 
application of the general curves. If unbalanced faults are 
to be considered, the method of symmetrical components 
can be used by adding a series impedance at the point of 
fault, which impedance is a function of the negative- and 
zero-sequence networks. This procedure is illustrated in 
Secs. 26 and 30 of this chapter and discussed in Sec. 10. 

40. Correction Factors 

As stated above, certain factors influencing stability 
were not considered in the preparation of the general 
curves. These simplifying assumptions all tend to make 
the permissible fault duration shorter, or to make the tran¬ 
sient-stability solution more critical. The curves of Fig. 64 
can thus be used directly for most work without applying 
correction factors since the error will consistently be on the 
safe side. It is appreciated, however, that the effect of 
some of these neglected considerations may be of interest 
in specific cases, so approximate corrections are presented, 
which while they are not rigorously correct, should be 
accurate enough for most practical work. 

Effect of Resistance —The usual resistances present in 
power circuits have a minor effect on stability, except for 
the resistance in the fault circuit. Because of the very large 
currents in the fault circuit, a small resistance will result in 
a large power loss, which in a measure compensates for the 
drop in load on the faulted generator and lessens the tend¬ 
ency to pull out of step. Parts (a) and (b) of Fig. 64 are 
plotted for faults at the generator terminals. Applying the 
location factor from Fig. 64 (c) converts a fault at any 
other location to its equivalent fault at the generator ter¬ 
minals. For eai^h point in Part (a) there is a corresponding 
point in Part (b), from which may be found the amount of 
power which would have to be dropped by the faulted gen¬ 
erator for the equivalent fault at its terminals. If the 
amount of power dropped is reduced by resistance in the 
lines or fault, the effect would be substantially the same 
regardless of fault location. Hence the result may be found 
by reducing the equivalent amount of power dropped by 
the amount of resistance losses taken by the faulted gener¬ 
ator, and reading the corrected fault duration from Fig. 
64 (b). For example, with the fault at point M of Fig. 66, a 
clearing time of 0.30 seconds was indicated by Fig. 54 (a). 
The same clearing time must be indicated by Fig. 54 (b), 
hence, for X->42 percent and ^*0.39, it is found that 100 


percent power would have to be dropped by the machine 
if the fault were at its terminals. The curves show this 
power dropped as percent of the generator kilowatt rating, 
which is assumed ^ percent of the kva rating. If machine 
A and its transl'ormer have a resistance of 1.5 percent, then 
with 3.7 times rated current flowing, the PR loss in the ma¬ 
chine and transformer is (3.7)*X 1.5«20.6 percent ot the 
generator kva rating, or 20.6 divided by 0.^«24 percent 
of its kilowatt rating. So, instead of 100 percent load 
dropped, the equivalent load dropped is 100 minus 24, or 76 
percent. The permissible fault duration, considering the 
effect of resistance, is then determined from Fig. 54 (b) for 
X=42 and power = 76 tg be 0.6 seconds. 

If resistance in the fault itself is to be considered, the 
power loss in the fault must be divided between the faulted 
generator and the remaining generators. An approximate 
method of doing this is to multiply the total loss in the 
fault by rpo, and add this figure to the loss in the generator 
branch of the circuit. For example, for the fault at M as¬ 
sume 0.26 percent resistance in addition to that of the 
generator and transformer. With 10.4 times normal cur¬ 
rent, (10.4)2X0.25 or 27 percent of generator kva is created 
in the fault. This is equal to 27 divided by 0.86 or 31.8 
percent of generator kilowatt rating. Then multipl 3 ring by 
rpG, 31.8X0.357 = 11.3 percent power in the fault taken by 
the faulted generator. As determined above, the power 
dropped is 100 percent when X^42 percent and f=0.39 
seconds (from Fig. 64 (b)). When 24 percent resulting 
from generator and transformer resistance and 11.3 per¬ 
cent resulting from fault resistance are subtracted, 64.7 
percent remains as the equivalent power dropped. From 
Fig. 54 (b) this amount of power dropped is seen to give a 
permissible fault duration of 2.0 seconds. 

Initial Generator Load —The general curves assume 
that all generators are loaded to 100 percent of their kilo¬ 
watt rating. For other than rated load first find the per¬ 
centage of kilowatts dropped, corre8pK>nding to X and i for 
rated initial load, then multiply this by the ratio of initial 
load to full load, and read the corrected permissible fault 
duration from Fig. 54 (b), for the curve corresponding to 
X. For example, with X = 42 percent, i = 0.39 seconds, 100 
percent kilowatts is dropped, and if the initial load had 
been 76 percent instead of 100 percent, the fault duration 
can be read as < = 0.61 seconds for kilowatts dropped = 
100X0.75 = 75 percent and X = 42 percent. 

Voltage Regulators —Regulators with a moderate 
rate of response give a certain amount of improvement in 
stability over the amount shown by the curves of Fig. 54. 
The exact magnitude of this increase is difficult to deter¬ 
mine, but a reasonable idea of the improvement can be 
easily obtained by multiplying the value of Ira by 0.85 
before entering the curves of Fig. 64 (a). This gives a rda- 
tively good estimate over most of the range of the curves. 

IX. ESTIMATING PERMISSIBLE 
TRANSMISSION LINE LOADING 

41. Surge-Impedance Loading 

When a resistance equal to the surge impedance of a 
resistanceless transmission line is connected across the re¬ 
ceiving end of the line, a surge introduced into the sending 
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end is absorbed completely without reflection. Thus a 
sinusoidal voltage introduced into the sending end travels 
along the line and is completely absorbed. The voltage at 
the receiving end varies sinusoidally with time, has the 
same magnitude as the voltage at the sending end, and is 
displaced by an angle equivalent to the time required for 
the wave to move from one end of the line to the other. 

The load delivered over the line to the resistance is 
called "s\irge-impedance loading.” Based on an average 
value of surge impedance of 400 ohms, 

S/L*2.5(kv)* (66) 

where 

SIL * 8urge>impedance loading in kw 
kv = line-to-line kilovolts of transmission line 
2.5 —a constant derived from the average surge im¬ 
pedance as shown in Chap. 9. 

Thus, surge-impedance loading is a constant for lines of a 
particular operating voltage and can be used as a basis for 
comparison of lines operating at diflferent voltages. The 
following analysis derives a simple method of determining 
the permissible loading of a straight-away transmission 
line based on a transient-stability criterion and expressed 
in terms of surge-impedance loading and the line length in 
miles. 

42. Criterion of Stability 

A rigorous determination of the power limit of a system 
is dependent upon many detailed considerations such as 
circuit-breaker clearing time, type and location of faults, 
type and speed of the excitation system, bussing arrange¬ 
ments, line-sectionalizing, station spacing, generator short- 
circuit ratio, generator inertia constant, etc. Even when 
extensive work is done along these lines, it is still necessary 
to apply judgment factors to calculated results. In esti¬ 
mating the permissible loading of long, high-voltage, 
straight-away transmission lines, a single overall criterion 
can be used rather than attempting a detailed design of the 



Pig. 54—Hypothetical power-angle diagrams showing switch¬ 
ing times for maintaining stability with no margin during 
three-phase and single line-to-ground faults. 

Curve 1—Power-angle diagram, faulty line switched. 

Curve 2 —Power-angle diagram, during single line-to-ground fault. 
Curve 0—Power-ang^ diagram, system normal. 


system. This criterion is that the operating load, after 
switching of the faulty line, be 80 percent of the crest of 
the transient power-angle relation. 

A justification for this particular value of 80 percent is 
given in Fig. 59. Curve 1 is a hypothetical power-angle 
diagram, based on generator transient reactance, having a 
crest of 100 percent after switching of the faulty line sec¬ 
tion. The horizontal line Pq i*epresents the prime-mover 
input, presumed constant at 80 percent of the crest value 
and equal to the generator rating. 

First, assume a three-phase short circuit at the generator 
high-voltage bus. The generator output will decrease from 
80 percent to zero and remain there until the fault is re¬ 
lieved, after which it follows Curve 1. If the angle of swing 
is adjusted so that the area bounded by abed is equal to the 
area bounded by aej/g^ the system will have transient sta¬ 
bility for a three-phase fault on the high-tension bus, for 
the time required to increase the angle from c to 6, with no 
margin. The time to increase the angle from c to 6 can be 
obtained if the inertia constants of the generators are 
known. If these are waterwheel generators, H may be 
about three. The acceleration for dropping full-power 
output is 

a-!f.M.3COOel«..deg./«c. 

The angle traversed in time t is 

The angular difference, 6—c, in Fig. 59 is about 10 degrees, 
hence the required fault-clearing time 

Various details have been omitted for clarity in the fore¬ 
going. The power does not drop to zero because of mar 
chine losses. Curve 1 is not traced because of some decre¬ 
ment. Point d is not the correct starting point, but rather 
the intersection with Po of the unswitched transient power- 
angle diagram. Curve 0. Also, other values of inertia 
constant give different required fault-clearing times. 

The approximate conclusions are that a three-phase 
fault on the generator high-voltage bus would result in 
instability for 8-cycle and 5-cycle circuit breakers. For 
3-cycle circuit breakers, the clearing time under ideal con¬ 
ditions would be 0.067 second. However, a fault as severe 
as a three-phase fault is too rigorous a criterion. 

A similar analysis is approximated for a single phase-to- 
ground fault on the generator high-voltage bus. On the 
basis of xb»xi«xj, the power-angle diagram during the 
fault will have a crest value of about 2/3 of Curve 1. This 
is shown as Curve 2. Equating area d^hi to area gjf gives 
an angular change of about 32 degrees, and an approxi¬ 
mate required clearing time of 0.275 second. This time can 
be obtained readily with 8-cycle breakers and carrier-our* 
rent relaying and allows considerable margin. 

From the preceding demonstration, it is considered quite 
logical to operate a system at a loading equal to 80 percent 
of the crest of the transient power-angle diagram. It is of 
interest to note that if the loading were to be increased to 
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85 percent of the maximum power, the area above the new 
Po line is markedly reduced; while dropping below 80 per¬ 
cent increases the area rapidly. While 80 percent may not 
be the best operating point, it is a very reasonable value 

In deriving the curves in Fig. 59, the generator power 
output was expressed by 

P =• 100 sin 6 

where 0 is the angle between sending and receiving volt¬ 
ages. For an actual system, the expression for generator 
power is 

P = + sin (S — d). 

If Pof the maximum operating load, is taken as 80 percent 
of the crest of the transient power-angle diagram, the area 
dejfga of Fig. 59, available to withstand transient dis¬ 
turbances is reasonably constant over a wide range of sys¬ 
tem layouts. Essentially, the above analysis was based on 
KiEJ^ being small compared with KtErE». In terms of 
A BCD constants, Ki is the real component of D/B while 
Ki is the scalar value of l/B. Unless the resistances of the 
circuits are quite high, or the lines quite long (beyond one- 
quarter wavelength or approximately 775 miles), KiE^^ 
remains small compared to K^ErE^, and close comparisons 
between systems can be made with the criterion. 

The proposed criterion is based on holding the gener¬ 
ating station in step with the receiving system during 
transient disturbances, and presumes that the receiving 
system inertia is infinite compared with the generating 
system. This is substantially true for most systems in 
operation today. In particular, in order for the criterion to 
apply at all, it is necessary that pull out, should it occur, 
be due primarily to overspeed of the generating station 
rather than underspeed of the receiving system. 

43. Terminal Equipment Impedance 

The transient reactance of the generators and the leak¬ 
age reactance of the step-up and step-down transformers 
must be added to the line impedance to obtain the tran¬ 
sient power-angle characteristic of the system. The react¬ 
ance of the terminal equipment can vary through rather 
wide limits. The generator transient reactance may be as 
low as 15 percent for turbine generators and as high as 40 
percent for slow-speed waterwheel generators. The ma¬ 
jority of straight-away transmission systems are in con¬ 
junction with waterwheel generators, and generators of 
lower than normal reactance are used to be able to operate 
the lines at higher power levels. On this basis, 25 percent 
represents a fair approximation of the generator transient 
reactance. 

A similar condition applies to the transformers in that 
the normal transformer reactance varies with voltage rat¬ 
ing. At 138 kv, and to a lesser extent at 230 kv, the react¬ 
ances of normally designed transformers are about ideal 
considering the opposing requirements to limit short- 
circuit currents and to obtain maximum stability. At 
higher voltages, however, it is advantageous to use trans¬ 
formers of reactance lower than normal. A fair average 
value of transformer leakage reactance is eight percent for 
transformers at both ends of the line. 

The amount of reactance used to represent the receiving 


system may vary considerably. For systems in which the 
transmission system supplies most of the energy used, the 
receiving-system impedance may represent a large per¬ 
centage of the total. Where the transmission system mere¬ 
ly augments the generating capacity already existing, and 
in particular where multiple terminals are used, each feed-» 
ing into existing large systems, the receiver-system imped¬ 
ance may not be much greater than the reactance of the 
step-down transformer. In this analysis, the receiving- 
system impedance is taken as the receiver transformer 
reactance only for two reasons: first, it results in greater 
line loadings, reflecting possible future improvements in 
technique, and second, the stability criterion being used is 
probably on the conservative side. 

44. Permissible-Loading Curve 

With the foregoing values of reactances set, namely 25- 
percent generator transient reactance, and 8-percent trans¬ 
former reactance, permissible line loadings as a function of 
distance may be obtained. The procedure is to assign a 
line loading, such that, when terminal equipment imped¬ 
ance is added, Po is 80 percent of the crest of the power- 
angle diagram. The line impedances depend upon the 
operating voltages, whereas the equipment impedances 
depend upon the kva ratings. 

The first step is to obtain the power-circle diagrams of a 
transmission line of a given length and voltage including 
transformers of appropriate size. The expected loading is 
approximated or assumed, P, and Q, are available 
from the circle diagrams, and P,, the internal voltage be¬ 
hind generator transient reactance, can be calculated. 
The generator reactance can then be added to the trans¬ 
former and line constants, and the equations of the pow¬ 
er-angle diagram determined, and hence the crest value 
of the generator output. If 80 percent of this crest does 
not equal the loading originally assumed, the work must 
be repeated, revising the generator and transformer kva 
ratings in accordance with the deviation noted. 

When the analyses are carried through, a power-angle 
diagram will have been obtained for each line length studied 
and for each voltage rating studied, such that Po is 80 per¬ 
cent of the crest of the diagram. If the loadings of the lines 
are expressed in per unit of the “natural” or surge-imped¬ 
ance loading, there is little variation in characteristics of 
lines over a wide range of operating voltages. A curve of 
delivered power expressed in terms of per-unit surge-im¬ 
pedance loading and plotted as a function of transmission¬ 
line length in miles is shown in Fig. 60. The curv§ is closely 
applicable in determining transmission-line loadings based 
on transient stability for operating voltages between 69 
and 500 kv. 

As an example, the curve indicates that a 450-mile trans¬ 
mission line can deliver an amount of power equal to 0.69 
times the surge-impedance loading. If the operating volt¬ 
age were 345 kv, the line could deliver (0.69) (2.5) (345)* =■ 
205 000 kw. At 230 kv, the capability of the line would be 
91 000 kw. In each case, the delivered power is the value 
of Po obtained in the analyses above less the line loss, and 
is the deliverable power for rating purposes. 

Before it can be considered operable, a system must be 
stable under steady-state as well as transient conditions* 
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Fig. 60—PermiMible loading of straight-away transmission 
lines as a function of line length in miles for voltages from 
69 kv to 500 kv. 


The curve of Fig. 60 is based on a criterion of transient 
stability, and it shows the permissible loading when the 
criterion is met. These results were examined for steady- 
state stability and found to be within steady-state limits 
with satisfactory margin. Therefore, the loadings for vari¬ 
ous line lengths may be considered acceptable under 
steady-state and transient criteria. 

X. METHODS OF IMPROVING SYSTEM 
STABILITY! 

The effect of various specific factors in the stability 
problem will be considered from the standpoint of im¬ 
proving system stability. For convenience these factors 
will be considered under the principal headings of ‘^Power- 
System Layout,” “Power-System Operation,” and “Char¬ 
acteristics of Apparatus.” These sections are followed by 
a discussion of “Other Methods of Increasing the Practical 
Operating Power Limits.” 

45. Power-System Layout 

Power-system layouts should usually be analyzed from 
the stability point of view for the three circuit conditions 
associated with the transient, viz., before, during, and 
after the transient. Some features of layout are beneficial 
to stability for all three circuit conditions while other fea¬ 
tures are beneficial for one condition and detrimental for 
another; hence, the many features of power-system lay¬ 
out must be weighed individually in connection with each 
circuit condition. 

Series Reactance —The most obvious method of in¬ 
creasing the stability limit of a system is to reduce the 

tPart X is based largely upon the ‘Tirst Report of Power System 
Stability,” A.I.E.E. Subcommittee on Interconnection and Stability 
Factors, R. D. Evans, Chairman, A.I.E.E. Transactions^ pp.261-282, 
Feb. 1937. It includes some changes and additions due to progress 
in the art. For the practices summarized in this report see App., 
Table 3. 


transfer reactance or “through reactance” between syn¬ 
chronous machines, as this directly increases the synchro¬ 
nizing power that can be interchanged between them. 
The reactance of a transmission line can be decreased by 
reducing the conductor spacing. Usually, however, the 
spacing is controlled by other features, such as lightning 
protection, and minimum clearance to prevent an arc 
from one phase involving another phase. Another meth¬ 
od of reducing line reactance is to increase the conductor 
diameter by using material of low conductivity or by 
hollow cores. Usually, however, the characteristics of 
the conductors are fixed by economic conditions quite 
apart from stability. The use of bundle conductors 
(Chap. 3, Sec. 10) is an effective means of reducing se¬ 
ries reactance. 

The transformer reactance should be kept as low as 
practical. While some reduction from normal reactance, 
as shown in Chap. 5, is permissible, economic considera¬ 
tions usually prevent much departure from the lowest 
value obtainable without increasing the cost. 

The series capacitor provides another means for de¬ 
creasing the “series” reactance of transmission systems. 
However, at times of system faults the current through 
the capacitor raises the voltage across it to several times 
normal. To protect against such overvoltages, two pro¬ 
cedures are available: (1) relatively expensive capacitors 
capable of withstanding the abnormal voltage can be 
used, (2) the capacitors can be designed for the maximum 
voltages produced under normal circuit conditions and 
provided with a device for short-circuiting it during the 
excess-current condition. Wlien series capacitors are 
used with short-circuiting means, they are ineffective 
during the fault condition. However, when high-speed 
circuit breakers are used, the fault condition is promptly 
relieved and the advantage of low series reactance is ob¬ 
tained for the subsequent part of the oscillation. The ap¬ 
plication of series capacitors is discussed in Chap. 8. 

Transmission-circuit reactance drops are commonly 
reduced by adding parallel lines or increasing the circuit 
voltage. Comparisons at times are made between several 
low-voltage circuits and a few high-voltage circuits. Ob¬ 
viously, the fewer the number of circuits the greater is 
the reduction in the power limit of the layout when one 
circuit is switched out. 

Bussing Arrangements—The method of paralleling 
lines or apparatus, or the bussing arrangements, can have 
an important bearing on system stability. High-voltage 
busses at the ends of transmission lines or at intermediate 
points result in smaller change in the transfer reactance 
at the time of the isolation of a faulted transmission-line 
section than for the case with low-voltage busses, since 
the latter involves the loss not only of the line but also of 
the associated transformers. During the faulted condition 
the shock to the system is greater with the high-voltage 
bus than with the low-voltage bus. It is impossible to 
generalize on the relative merits of high- and low-voltage 
bus arrangements because the result in any particular case 
is dependent upon the relative reactance proportions of 
the system, the type and duration of the fault, and the 
character of system grounding. The results of calculations 
on a particular system with alternative bus arrangements 
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Fig. 61 -Effect of bussing arrangement on stability limits; 
double line-to-ground fault at sending end. 

A~ Eow voltage bussing. 
li —High voltage bussing. 

System naictancc shown in jKMct'nt; inertia constant H = kilowatt- 
.seconds/kilovolt-amjK'rx'. 


are illustrated in Fip. Gl. For faults of short duration the 
change in the transfer reactan(‘e of the system after the 
fault is cleared is more important than the shock to the 
system during the fault, and, therefore, the high-voltage 
bus arrangement gives higher stability limits; for faults 



Fig. 62—Effect of number of switching stations on stability 

limit. 

A —Single line-to-ground fault. 

B—Double line-to-ground fault. 

-One intermediate station. 

-Two intermediate stations. 

- - —Bus fault cleared with no loss of line. 


of longer duration, the shock to the system is more im¬ 
portant and the converse is true regarding layout. By 
using reactors between the high-voltage busses, it is possible 
to obtain characteristics intermediate between those for 
high- and low-voltage bussing, approaching either to any 
degree desired. The results of the study in a particular 
ca.se of the effect of varying the number of intermediate 
switching stations on a long transmission line is shown 
in Fig. 62. 

Another method of bussing is incorporated in the scheme 
known as ^^synchronizing at the load^^'^ as applied to 
metropolitan-type power systems. By metropolitan sys¬ 
tem is meant the type of system that exists in large cities 
and is characterized by large turbine-generating units 
located close together with short transmission distances. 
With this scheme there are no direct ties between syn¬ 
chronous-machine busses but only indirect ties through a 
multiplicity of connections at secondary or utilization 
voltages. With this layout secondary faults do not have 
a severe effect upon the system and can be ^'burned clear.'^ 
Faults on a particular generator bus require disconnection 
of that unit, but the remaining units accelerate or decel¬ 
erate together. Of course, the shock to the connected load 
is decreased as the speed of circuit breakers and relays 
is increased. 

While “synchronizing at the load^^ was developed for 
supplying power to metropolitan areas, the underlying 
general principle has been applied in connection with 
certain long-distance transmission projects, notably for 
the Conowingo-Philadelphia’^^ and Hoover-Chino lines. 
The modification of the scheme for this application is 
characterized by the bussing of the system only on the 
lower-voltage side at the receiving end. On such a system 
transmission-line faults result in disconnection of an 
entire unit consisting of a generator, sending transformer, 
transmis.sion line and receiving transformers. Since the 
plan of operation contemplates the dis^jonnection of a unit 
for every fault on the transmission line or its associated 
apparatus, each circuit can be operated relatively close 
to its steady-state power limit. Faults on the lower- 
voltage bus at the receiving end or on the connecting 
lines will probably be controlling in determining the 
transient power limits. These connections are similar to 
those employed on early systems where transmission lines 
from separate hydroelectric plants were paralleled only 
at the receiver. 

The same general principles of system connection have 
also been employed in circuits with two-winding gener¬ 
ators and four-winding transformers. These schemes 
improve stability by limiting the severity of short circuit 
and by distributing the stress among the remaining units. 
An important advantage of the double-winding gen¬ 
erator arises from the fact that in the event of a fault 
on one winding the remaining winding can carry load 
and thus minimize the disturbance to the system that 
would result from the disconnection of the faulted ma¬ 
chine and the readjustment of load on the remaining units. 

Another method of bussing is the “loose-linked*^ sys¬ 
tem,which consists of several power areas normally op¬ 
erated in parallel, being loosely connected for purposes of 
synchronizing and interchange of power. The plan of 
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operation is such that in any power area the largest 
generator or the interlinking ties can be lost without 
leaving in any area a load greater than the ability to 
carry it. In the event of a serious disturbance within a 
power area, that area including its load and sources of 
power is isolated from other power areas by opening of 
the ties at appropriate points. 

Grounding —In America it is common practice on 
high-voltage systems to ground the neutral solidly and 
on moderate-volt age systems to ground the neutral sol¬ 
idly or through a resistance. For some types of high- 
voltage systems there has been recently an increased 
tendency to provide transformers with sufficient insu¬ 
lation in the neutral to permit grounding through a mod¬ 
erate impedance. The ground-fault neutralizer scheme 
in which the system is grounded through reactors tuned 
with the system capacitance to ground at fundamental 
frequency, has not been generally accepted, although it is 
being us^ successfully in an increasing number of loca¬ 
tions. These schemes also have arc-suppression charac¬ 
teristics as discussed in Sec. 49. The introduction of 
neutral impedances, by limiting the severity of the fault, 
increases the stability limits. Two effects may be pres¬ 
ent: if the impedance is a pure reactance, the current is 
limited and the s)nichronizing power is increased thereby; 
if the impedance is a resistance, power is absorbed in it 



Pig. 63—Effect of grounding method upon system stability. 


Curve 

A —Single line-to-ground.. 
B —Double line-to-ground 
C —Double line-to-ground 
D—Double line-to-ground 


Zu Percent Zt Percent 

13 -filo 

13 -hiio 

13 0 

0 0 


Upper set of curves for fault on hig^-voltage bus at sending end. 
Lower set of curves for fault on high-voltage bus at receiving end. 


and the generator output increasea and its aoceleration 
is correspondingly retarded. The effects of these factors 
are illustrated in Fig. 63, which shows the stability limit 
as a function of the duration of the fault and the connec¬ 
tion of the neutral impedance for single and double line- 
to-ground faults on the high-voltage line at both the 
sending and receiving ends of a typical system. These 
curves show that neutral impedances, preferably resistance 
at the sending end and reactance at the receiving end,* 
help maintain stability. The importance of the method 
of grounding in relation to power-system stability has 
been minimized by the development of high-speed breakers 
and relays and the trend in the direction of basing system 
design upon the more severe t 3 rpes of faults. In general, 
however, factors such as lightning protection and relay¬ 
ing, and cost affected by insulation and interconnection 
with other systems, rather than stability, determine par¬ 
ticular methods of grounding to be employed. For further 
discussion, refer to Chap. 19. 

46. Power-System Operation 

Power-system operation is often as great a factor to 
insure system stability as proper system design. The al¬ 
location of generator capacity in relation to the system¬ 
load and circuit conditions is of considerable Importance, 
particularly under abnormal circuit conditions. The sta^ 
bility problem can be accentuated by interconnection and 
is complicated by the related problems that arise when 
frequency control is applied or when the location of gen¬ 
erating capacity is determined by maximum-economy con¬ 
siderations rather than system-load requirements. 

Most power systems are designed for adequate sta¬ 
bility under steady-state conditions. There are, however, 
many systems where a stability problem is encountered 
as a result of a fault, and for economic reasons it is not 
alwrys possible to eliminate this condition. Observance 
of certain basic operating principles will prevent exceed¬ 
ing the steady-state limits and insure prompt recovery 
following a fault. 

Adequate spinning-reserve capacity either in the form 
of spare generators or reliable interconnections, must be 
available in each load area to insure a steady-state limit 
in excess of the power and reactive kva requirements in 
event of loss of a generating unit or loss of excitation. 

The method of supplying excitation to a system has 
an important effect on stability. * The choice of the bus 
voltages to be maintained or compensated for load and 
circuit changes, can be of great importance. Voltage regu¬ 
lators tend to improve stability conditions by automatic¬ 
ally changing the excitation in accordance with loads. 
They are capable of sustaining system voltages within 
safe limits even in the event of the loss of excitation on 
one of the units. They also tend to keep the field strength 
of individual units within reasonable limits thereby pre¬ 
venting the cascading of trouble following the initial dis¬ 
turbance. Other characteristics of excitation systems and 
their control in relation te stability are discussed in Sec. 47. 

The increasing use of automatic devices, such as re¬ 
frigerators, water heaters, water pumps, etc., which are 

^This particular arrangemant Is used on the 15-Mile Falls Devel¬ 
opment.*^ 
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not locked out following an outage, results in extremely 
high power demands when service is restored. A recent 
outage resulted in a peak following restoration of servicd^ 
which was approximately 45 percent more than the load 
interrupted. Provision must be made for excess gen¬ 
erator capacity for a short period when service is resumed, 
or the serviee must be restored slowly to limit the tem¬ 
porary load until its diversity becomes normal. The spin¬ 
ning-reserve capacity for best results should be distrib¬ 
uted in the several load areas so that its availability is 
not restricted by tie-line limitations. 

The use of automatic load control on interconnecting 
tie lines has increased the practical load limits of these 
lines by preventing the usual drift in the tie-line load, 
thereby holding the scheduled load well below the tie-line 
limits. These devices are of no value for transient con¬ 
ditions. 

Coordination of stability studies and operating in¬ 
structions for abnormal conditions is a matter of con¬ 
siderable importance for insuring the maintenance of sta¬ 
bility or avoidance of service interruption. 

When synchronism is lost on a system having syn¬ 
chronous condensers, a state of equilibrium is sometimes 
reached under which the system will neither accelerate 
nor retard until conditions are changed by switching 
operations, or by removal of synchronous condensers. 
The removal of synchronous condensers, either manually 
or by underspeed relays, relieves the system of super¬ 
posed low-frequency currents caused by condenser exci¬ 
tation, and permits a more rapid restoration of service. 

47. Characteristics of Apparatus 

Synchronous Machines —The characteristics of syn¬ 
chronous machines that are important from the stand¬ 
point of stability are substantially the same in the syn¬ 
chronous generator, motor, or condenser. In general, the 
characteristics of generators are ol much more impor¬ 
tance because they constitute the largest percentage of 
the total connected synchronous capacity and because 
they have such an important bearing on the overall sys¬ 
tem angles. The following discussion will be given in 
terms of synchronous generators with the understanding 
that for synchronous condensers and motors the general 
features are the same but generally of relatively less im¬ 
portance. 

The best criterion of generator performance under con¬ 
ditions in which system stability is determined chiefly 
by the transient characteristics is its transient reactance 
or more definitely, the direct-axis component commonly 
designated as as discussed in Secs. 15 and 16. The 
effects of decreasing the transient reactance of generators 
upon increasing the stability limits for a particular study 
are shown in the curve of Fig. 64. The normal value of 
the constants of various types of synchronous machines 
are shown in Table 4 of Chap. 6. The effect of decreasing 
the transient reactance upon the cost of a machine is 
indicated in a general way by the curves of Fig. 65. In a 
considerable number of installations, beginning with Cono- 
wringo*^ and including Hoover Dam,*^ it has been found 
desirable to employ generators of less than normal tran¬ 
sient reactance. 



Fig. 64—Effect of generator reactance upon stability. 

A —Single line-to-ground fault. 

B —Double line-to-ground fault. 

Solid curves for generator transient reactance Xd'*30 percent; 

broken curves for Xd' = 2l percent. 

Fault at load end; 2 lines, 280 miles, 3 sections; transformer 
xt* 10 percent; 4-70 000-kva generators. 


For most present-day systems, steady-state stability 
limits are unimportant. With increased application of faster 
breakers and relays and the logical attempt to increase 
the load carried on these circuits, the steady-state stability 
limitations will become increasingly important. A useful 
criterion of machine performance with reference to steady- 
state stability is the machine short-circuit ratio. The 
short-circuit ratio is a direct measure of the relative pull¬ 
out torques for generators with the same per-unit excita¬ 
tion. However, for the same current and poww factor on 
machines of different short-circuit ratios, the relative short- 
circuit ratios do not give a direct measure of the relative 
pull-out torques, because the excitations are not equal. 
In general, the higher the short-circuit ratio, the higher is 
the pull-out torque. It is the one constant of the generator 
that comes closest to being a direct index of pull-out 
torque. 

Short-circuit ratio is also of value as an approximate 
measure of the size of machine. Its use for this purpose 
depends upon the fact that to a considerable extent any 
reduction of reactance in a machine below its normal 
value is obtained by derating a larger machine and modi- 



Fig. 65—Approximate cost of decreaelng the traneient react¬ 
ance of salient-pole eynchronoue genera tore* 
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DURATION OF FAULT — SECONDS 


Fig. 66—Effect of generator inertia upon system stability. 

.4—Single line-to-ground fault. 

B —Double line-to-ground fault. 

-Minimum WR* (31 X 10* Ibs-ft*). 

-50 percent additional WR^. 

-100 jxircent additional WR^. 


fying the current-carrying parts to meet the reduced 
values. 

The inertia of a synchronous generator or motor is also 
a factor in the stability^ problem since it affects the nat¬ 
ural period of system oscillation, or the time required to 
reach a point beyond which recovery would be impossible. 
Figure 66 shows the results of calculations for various val¬ 
ues of generator inertia upon the stability limits for a par¬ 
ticular system. The range of inertia constants for various 
types of synchronous machines is shown in Table 8, and 
more specific data based on speed and kva are given in 
Chap. 6, Part XIII. The cost of adding inertia to large 
vertical waterwheel generators increases about one-fifth 
as fast as the inertia. In a few cases, including Hoover 
Dam, where calculations have indicated that a particular 
system would operate relatively close to the stability 
limits, generators of higher than normal inertia have been 
installed. 


Table 8—Typical Inertia Constants of 
Synchronous Machines* 


Type of Machine 

Inertia Constant H 

Stored Energy in Kw-sec per Kva*^ 

Turbine Generator 


Condensing 1800 rpm 

9-6 

3600 rpm 

7-4 

Non-condenaing 3600 rpm 

4-3 

Waterwheel Generator 


Slow-epeed (<200 rpm) 

2-3 

High-speed (>200 rpm) 

2-4 

Synchronous Condenser^^* 


Large 

1.26 

Small 

1.00 

S 3 mchronou 8 Motor with Load 

2.00 

varies from 1.0 to 6.0 and 
higher for heavy flywheels 



•For more specific figures, see Fig. 76 of Chap. 6. 

••Where range is given, the first figure applies to the smaller kva 
sizes. 

•••Hydrogen-cooled, 26 percent less. 


The severity of unsymmetrical system faults is affected 
by the negative-sequence impedance of the connected 
machines. Amortisseurs or damper windings affect both 
the real and reactive components of this impedance. 
Machines without damper windings possess the highest 
negative-sequence reactance, but machines with high- 
resistance damper windings possess the highest negative- 
sequence resistance. The curves of Fig. 67 show the com¬ 
bined effect of the damper material upon the stability 
limit of a typical system for line-to-line and double line-to- 
ground faults on the high-voltage bus at the generator 
end. The improvement with high-resistance dampers is 
quite appreciable for long fault duration, but for the dura¬ 
tion that can be obtained at present with high-speed 
breakers, the improvement is very much less. In the event 
of system oscillations low-resistance copper damper wind¬ 
ings produce the greatest damping of the mechanical 
movement. However, this effect is unimportant during 
and following a system fault except in the rather rare case 
in w^hich the system is so constituted that pullout takes 
place as a result of compound oscillations following a dis¬ 
turbance. To obtain the partial advantage of the high 
loss associated with high-resistance dampers at times of 



DURATION OF FAULT IN CYCLES ON A SO-CYCLE SYSTEM 


Fig. 67—Effect of damper-winding material upon stability 

limits. 

System Same as Fig. 63-C. 

A —High resistance. B —No dampers. C—Copper. 

Upper curves for line-to-line fault. 

Ivower curves for double line-to-ground fault. 

unbalanced faults and the damping of oscillations asso¬ 
ciated with low-resistance dampers, the generators of one 
installation, i.e., 15-Mile Falls,*®*® were supplied with a 
special type of damper winding which consists of a double¬ 
cage arrangement in which the outer row of bars is made of 
high-resistance material and the inner row of bars is made 
of a low-resistance material imbedded in the iron. For the 
double frequency associated with negative-sequence, the 
copper bars possess a high reactance and, therefore, force 
most of the current through the high-resistance bars. For 
the low frequency associated with the system oscillations, 
the current varies inversely with the resistance of the 
damper bars and allows most of the current to flow through 
the copper winding. The benefit from high-resistance 
damper windings is decreased as the fault duration is de- 
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creased by the use of faster breakers and relays. Damper 
windings also have characteristics which tend to suppress 
spontaneous hunting and to reduce system overvoltages 
and recovery rates arising from short circuits; in these 
respects, low-resistance copper dampers are somewhat 
more effective than high-resistance dampers. 

With the increase in size of generator units, the greater 
concentration of power on a single bus has increased the 
duty on circuit breakers and the area affected by a fault 
on or near the bus. These effects can be minimized by the 
use of the two-winding generator*^ in which the two 
armature windings are connected only through their 
mutual coupling which can be controlled by suitable de¬ 
sign. Generators of this character lend themselves to in¬ 
corporation as units in the system layout known as 
^^synchronizing at the load” or its variations as described 
previously. 

Excitation Systems —Control of the excitation system 
on synchronous machines provides a means for improving 
stability limits for transient conditions and also for steady- 
state conditions. Excitation systems that are effective 
from the standpoint of stability .tre commonly termed 
quick-response excitation systems, the principal features 
of which are: 

1. Exciter of quick response, i.e., of high rate of build-up 
and of high ^ceiling” voltage. 

2. A reliable source of power to the exciter. 

3. Quick-responding regulator. 

Exciter response is the rate of build-up or build-down 
of the main-exciter voltage when a change in this voltage 
is demanded by the action of the voltage regulator. The 
response of the exciter was formerly expressed in ^ Volts 
per second” corresponding to the average value effective 
through an interval of one-half second beginning at rated- 
load field voltage. This rate is standardized as the nu¬ 
merical value obtained, called the response ratio ^ by di¬ 
viding the average value of volts per second in the same 
time interval by the rated-load field voltage. The method 
of determining exciter response is illustrated and formal 
definitions are given in Chap. 7. Exciter response ratio 
of 0.5 on the per unit basis just described is now standard; 
faster response up to 2.0 is regularly available at a small 
additional cost, and still faster response can be provided. 

The characteristics which an excitation system must 
have to obtain the benefits of quick response include a 
high-ceiling voltage as well as a high rate of build-up. 
The ceiling voltage of an exciter varies through quite a 
wide range depending upon the particular design. The 
actual value in a particular case is adjusted so as to give 
the desired response through the half-second interval. 
Usually the ceiling voltage will be considerably more than 
50 percent above the normal exciter voltage for the 
maximum rated load. 


Pig. 68—^Typical voltage regulator for control of the qulck- 
responee excitation system for a large waterwheel generator. 
Ty^ BJ indirect-acting exciter-rheostatic voltage regulator. 

(a) Main control element in projection-^pe case with glass cover. 

(b) Cubicle-type assembly of regulator-contactor panel and 
plate-type motor-operated main-exciter field rheostat. 
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Rp-SHUNT FIELD FIXED R 
R^«FIELD FORCINO-UPR 
R^*FtELD FORCING-DOWN R 

Riih«motor-oper shunt field 

RHEO CONTROLLED BY 
regulator NORMAL-RE8P 
CONTACTS 

Ror-DIFF FIELD FIXED R 
OR-REGULATOR QUICK-RAISE 
FORCING CONTACTOR 
OL-REGULATOR QUICK-LOWER 
FORCING CONTACTOR 


Fig. 69—Elementary schematic diagram of Type BJ regulator illustrated in Fig. 68. 


The exciters, regulators, and other voltage-control equip¬ 
ment required for quick-response excitation are built in 
various forms, which are discussed in detail in Chap. 7. 
’The most common system in recent years has been that 
using a separately-excited main exciter and an exciter- 
rheostatic regulator such as the BJ type illustrated in 
Fig. 68 and shown schematically in Fig. 69. The main 
exciter is of liberal design having specially designed field 
circuits to reduce the time constants to a minimum. 
Excitation for the separately-excited field is under control 
of the voltage regulator and is supplied by a flat-com¬ 
pounded, self-excited d-c generator, csAled the pilot exciter. 

The exciter-rheostatic regulator has two sets of con¬ 
tacts: 

1. Normal-response contacts that operate for normal 
load changes causing small voltage changes, and which 
control the motor M driving rheostat Arh to increase or 
decrease the exciter field current. 

2. Quick-response contacts which control the high¬ 
speed contactors QR and QL^ and which operate for sud¬ 
den, large changes in system voltage and excitation re¬ 
quirements. The norm^-response contacts are sensitive 
to a change in a-c voltage of of one percent. These 
contacts control the main-exciter motor-operated field 
rheostat. Modem regulating equipment is designed to 
initiate excitation corrective action within a period of 3 
cycles on a 60-cycle basis. This action is controlled by the 
quick-response contacts, which in combination with the 
high-speed contactor start to change the exciter-field cur¬ 
rent within 3 cycles after the generator voltage has de¬ 
parted from normal by an amount equal to approximately 
three times the sensitivity setting of the quick-response 
contacts. 

Quick-response excitation systems tend to improve sta¬ 
bility limits of power systems in three ways: 

1. Maintaining or increasing machine flux against demag¬ 
netizing action of fault currents. 

2. Supplying deficiency in system excitation due to loss of 
other sources of excitation. 

3. Inerting steady-state stability limits by facilitating ac¬ 
tion in the region of dynamic stability 

The effect of quick-response on the magnitude of the 


internal voltages of a waterwheel generator connected to 
a typical system subjected to faults is illustrated in Fig. 70. 
The internal voltages are calculated by the method out¬ 
lined in Chap. 6 for two conditions, which give per-unit 
demagnetizing currents of about 1.5 and 1.0 for line-to- 
line and line-to-ground faults, respectively. These curves 
are based on constant phase displacement between the 
machine and the receiver. The correction for this factor 
would slightly reduce the voltages and alter the shapes for 
all curves without changing the relative effects. Quick- 
response exciters do not make very important gains in 
main-machine flux for line faults of the short durations 
possible with high-speed circuit breakers and relays. How¬ 
ever, the flux conditions within the machine will continue 
below normal throughout the ‘‘first swing,” even though 
the fault has been removed, particularly if a line section 
has been removed from the circuit for isolating the fault. 
This circumstance increases the scope of beneficial action 
possible by a quick-response excitation system If the 
line faults are not cleared in the normal high-speed man¬ 
ner, a very substantial improvement in the stability limits 
is accomplished. With exciter-response ratios greater than 
0.5 per unit, it is possible not only to overcome the demag¬ 
netizing action of the fault currents, but actually to in¬ 
crease the main-machine flux in the time normally required 
for the system to reach the critical point in its oscillation. 

Quick-response excitation provided one of the earliest 
methods us^ for improving the transient-stability limits 
of systems. Its importance in this respect has, however, 
been minimized by the developments of high-speed circuit 
breakers and relays which limit the duration of fault 
currents and their demagnetizing effects. 

Another feature of quick-response excitation systems 
is the ability to increase the excitation to meet the re¬ 
quirements of a system arising from the loss of other 
sources of excitation, as from the disconnection of a gen¬ 
erator or condenser. This feature cannot, of course, be 
supplied by high-speed circuit breakers. In order to be 
effective in this respect, a quick-response excitation sys¬ 
tem must have a relatively high ratio of ceiling to normal- 
operating voltage ancf the regulating equipment must be 
such as to permit operation under these conditions for 
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Pig. 79—^Thc eitect of dtffcront apewU of eiciter rcaponao on 
tho intonuU Toltngo of a wntonrhMl generator with damper 
wlndlngo. Sjretemehown In the Ineertie subjected to line*to* 
line and Une-tO'-ground faults at sending end. The ratios of 
ceiling to normal exciter Toltage are 3.3, 1.6 and 1.6 for per* 
unit eadter rssponaes of 3.6,1.6 and 6.5, recpectlrely. 


the length of time necessary for some readjustment of the 
system. Ordinarily the speed of exciter response is oi 
secondary importance in comparison with the exciter 
range. However, quick-response excitation systems nor- 
maOy possess the essential exciter range and whatever 
advantage that resides in the quicker response. 

Quick-response excitation systems also provide means 
for mcreasing the steady-state stability limits by facili¬ 
tating operation in the sone of dynamic stability as dis¬ 
cussed in Sec. 17. In a few cases it appears probable that 
some beneficial action from regulators in the region of 
dynamic stability is required to explain the absence of 
pullouts. Ingenmal,ho«rever, since the steady-state limits 
are hi^er than the transient limits, the favorable charac¬ 
teristics of a voltage regulator to increase the stnuiy- 
state limits has been without real significance. There is 
also the question as to the desirability of having the opera¬ 


tion of a statimi at its rated load being dependent upon the 
functimiing of a regulator. CVmsequently, the choice of 
regulator ^ been determined from its performance under 
transient conditions and its maintenance under ordiiuuy 
operation. 

High-Sfieed Circuit Breakers and Relays—The 
duration of a fault condition has a very important effect 
on the stability of a system. The fault condition reduces 
synchronizing power, (1) directly by altering the equiva¬ 
lent-circuit constants and (2) indirectly by reducing the 
effective machine voltages through the demagnetizing 
action of fault currents. The stability limits as affected 
by the speed of breaker and relay operation vary through 
a wide range from (1) the limits corresponding to sus- 
tiuned faults to (2) a mere switching operation assuming 
extremely fast fault isolation. High-sp^ circuit break¬ 
ers and relays are ciq>able of covering most of this range 
and thus constitute a very important measure for in¬ 
creasing the stability limits, particularly for transmismon 
systems.'* 

The relation between the speed of fault isolation and the 
transient-stability limits for a tjrpical transmission sj^stem 
is indicated in fig. 71, which also gives the impedance 
constants of the various system elements. The system is 
assumed to be subjected to a fault on one line near the 
high-voltage bus at the sending end and to be cleared by 
the opening of the two breakers simultaneously. The 
curves assume waterwheel-type generators, and receiving- 
end machines of relatively high inertia. The calculations 
were made for the four different types of faults shown on 
the curves, which are plotted in terms of the time required 
for the isdation of the fault and the ratio of the power that 
can be transmitted to the power limit corresponding to the 





DURATION OF FAULT IN CYCLES OF 60-CYCU SYSTEM 

Fig. 71—Effect of dumtlofi of foult on power limiu for differ¬ 
ent kinds of fmulte. 

A —Sin^e lix^to-ground fault. C--Double line-to-ground fault. 
B —Line-to-line fault. I>—Three-phase fault. 

System reactance shown in percent. 
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switching out dt one section of the transmission line. The 
dotted lines show the loads which can be carried with sus¬ 
tained short circuits of the various types assuming quick- 
response excitation systems capable of preventing demag¬ 
netisation of the machines. 

The curves in Fig. 71 apply to a system subjected to a 
fault at the sending end. The relative stability conditions 
for the fault at sending and receiving ends of a somewhat 
different system were given in Fig. 63 which has been dis¬ 
cussed previously in connection with the use of neutral 
impedances. A moderate value of neutral resistance at the 
sending end can make a fault at that end on a grounded- 
neutral system relatively less severe than a fault at the re¬ 
ceiver. However, the gains in stability due to the use of 
high-speed circuit breakers are of the same order for faults 
at the sending or receiving ends of the transmission system. 

On metropolitan-type S 3 r 8 tems the permissible time for 
isolating the fault will be relatively longer than for trans¬ 
mission systems since the latter are usually operated 
closer to the stability limits. Thus in the metropolitan 
systems it is possible to introduce reactance in the system 
in such a way as to limit the duty on circuit breakers. 
This problem can conveniently be studied by the short¬ 
cut method** discussed in detail in Part VIII. 

The curves used in this method indicate that by taking 
advantage of the faster speeds made possible by the recent 
developments of circuit breakers, increased amounts of re¬ 
actance can be introduced in the system either to reduce 
the duty on circuit breakers or to increase the continuity of 
power supply or reliability of the service to the customer. 

The spe^ of circuit breakers and relays in relation to 
power-system stability can conveniently be analyzed under 
three headings as follows: 

1. Conventional or slow-epeed breakers and relays for fault 
isolation. 

2. High-speed breakers and relays capable of isolating fault 
in time to improve stability limit. 

3. High-speed breakers and relays with reclosure in time to 
improve stability limit. 

The curves of Fig. 71 show that conventional slow-speed 
circuit breakers and relays of the type commonly in use 
prior to 1929 were so slow from the stability point of view 
that the limits corresponded to sustained faults. The power 
limit for the three-phase fault is almost negligible with the 
conventional slow-speed breakers formerly in use. The 
benefits which arise from the use of hif^-speed circuit 
breakers and relays in maintaining stability depend upon 
isolating the fault in an interval of time which is short in 
respect to the period (rf system 06 cillati<m. The preceding 
discussion has been based on the isolatiim of the fault in a 
single step. Fm* sequential operation the time permissible 
for each breaker wiU be leas than that shown but need not 
be reduced to half value. This is, of course, due to the fact 
that the stability conditions are generally much improved 
upon the operation of the first circuit breaker. 

The need for high-speed circuit breakers has brought 
about the development and general use of circuit breakers 
with shorter operating times. At present, standard breakers 
115 kv and-above have an opmating time of S cycles, ex¬ 
cept 230-kv standard breakm, which have an operating 
time of 3 cycles. Three-cycle breakers cost shout five 


percent more than the standard five-cycle breakers for the 
same rating. The standard operating time for 69 kv and 
below is 8 cycles. It is interesting to note that at the time 
this book was originally published (1942) 8-cycle breakers 
were standard up to 230 kv. 

For composite systems with long-transmission lines from 
a source of power and for interconnecting lines between 
various parts of the receiver, system studies will frequently 
show the desirability of using high-speed circuit breakers 
and relays in order to increase the stability limits. In a 
number of such cases it will be important to extend the 
application of the high-speed breakers to interconnecting 
lines of the receiver system. Otherwise, the stability limits 
are determined not by faults on the main transmission line 
but by faults on the receiving system, even though it is 
operating at lower voltage with transformers between it 
and the transmission line. 

This development in the speed of circuit breakers has 
brought about important changes in the relaying of trans- 
misdon lines. With fast circuit breakers it is no longer 
feasible to contemplate relay-operating times of one- 
quarter second to three seconds or the use of time intervals 
as the basis of discrimination. This has led to the use of 
distance or current-balance types of rela}r8 which are 
capable of simultaneous action for the middle section of a 
transmission line with high-speed sequential tripping for 
the end sections. 

In cases where the transmission t^stem is operated rela¬ 
tively close to the stability limits there is considerable 
advantage in providing simultaneous breaker operation. 
In general, such relay operation can be obtained by funda¬ 
mental-frequency relays operating in conjunction with a 
dgnal transmitt^ by pilot wires or carrier current between 
the ends of the line section. This has brought about an 
important development in the application of high-speed 
relaying with superposed carrier-frequency. The relaying 
quantity to be transmitted by carrier frequency was se¬ 
lected initially as some electrical indication, such as direc¬ 
tion of the power flow, but more recently as the position of 
various fundamental-frequency relajrs which indicate the 
existence of a fault on the system within predetermined 
zones. The carrier-current and pilot-wire relay systems 
also provide opportunity for including relay measures for 
the prevention of undesired breaker operation in the event 
that the system does pull out of step. Reference should 
be made to Chap. 11 for further information on circuit- 
breaker and relay applications. 

Reclosittg Circuit Breaker—Reclosing circuit break¬ 
ers provide a means for carrying one step further the 
advantages possible from high-sp^ fault clearing. For 
lower-voltage systems and feeder circuits, automatic re- 
clonng brei^ers make it possible to maintain the stability 
ci a system with induction-motor load. Disconnection of 
the source is required for the suppression of the arc in the 
fault, but the total time required for disconnection and for 
reclosure should be made sufficiently short as to prevent 
pullout of induction motors. Where synchronous machines 
can maintain the arc, it is necessary to isolate the affected 
line and to reconnect it in a period time that is relatively 
short with respect to the period of system oscillation if 
stability is to be maintain^.**'** Hence, if automatic re- 
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closing breakers are considered for maintaining the sta* 
bility on a transmission system, it becomes a practical 
necessity to use carrier-current or pilot-wire relasring. 
The existence of multiple or repetitive lightning discharges 
may constitute an important factor in limiting the appli¬ 
cation of reclosing breakers for maintaining stability. 

The selection of the operating speed required of high¬ 
speed reclosing breakers is dependent upon a compromise 
tetween two conflicting factors. One of these is the maxi¬ 
mum permissible time between the inception of the fault 
and the final reclosure as determined by the power-system 
load and synchronizing-power conditions. The other is the 
de-ionization time, the minimum time that must be allowed 
in order to be reasonably sure that the arc will not reignite 
and thus create a second fault condition. In many cases 
where high-speed recloeing is desired, there is sufficient 
time to permit successful application. 

The de-ionization time depends upon the circuit volt¬ 
age, the conductor spacing, the fault current, and weather 
conditions. Furthermore, the reestabliriunent of the arc 
after an interval is a matter of probability and perhaps 
twenty tests may be required to establish a single point 
on a 95-percent probability curve for a single combination 
of circuit voltage, fault current, conductor spacing, and 
weather conditions. For these conditions the available 
test data on de-ionization time, although covering several 
hundred individual tests, is not considered to cover the 
field adequately for the purpose of establishing limits. 
From the available information** the estimated de-ioni- 
zation time for successful reclosure is given in Table 9. 


Table 9—Minimum Db-ionization Time for Reclosino 
Breakers 


System Voltage 
Line-to-Line Kv 

Cycles on 60-Cycle Basis 

95% Probability 

75% Probability 

23 

4 


46 

5 

3.5 

69 

6 

4 

115 

8.5 

6 

138 

10 

7.5 

161 

13 

10 

230 

18 

14 


From the standpoint of maintaining stability, the max¬ 
imum permissible total time from the inception of the 
fault to the final reclosure varies over a wide range, de¬ 
pending upon the system, location and severity of the fault, 
and the type of circuit breaker, that is, whether three-phase 
as discus^ in this paragraph or single-phase as discussed 
in the next. The permissible reclosure time can be cal¬ 
culated with satisfactory accuracy by methods previously 
discussed in this chapter, or by reference to the curves** 
of Fig. 72. These curves apply to -two systems of rela¬ 
tively high inertia connected through a tie line of rela¬ 
tively high reactance. In order to use these curves it is 
necessary to determine, first, the synchronizing-power 

. E* 

limit as determined by the quantity 3-^ where E is the 

nominal system voltage line-to-neutral and X is the 
transfer reactance per phase. The load to be transferred 



Pig. 73—PermiMlble time for tweRker tripping snd recioeure 
without causing loss of synchronism with gang operated 

iMoakers. 


over the tie line is then expressed as a percentage of the 
maximum synchronizing power over the tie line and used 
as the ordinate of the curve of Fig. 72. If the capacity 
and inertia constants of the two systems are kva., kvab, 
and Ht, H^, then the equivalent inertia constant /fmo) 
can be determined from Eq. (37), Sec. 22. The inertia 
factor to be used in the curves of Fig. 72 is obtained from 

Inertia Factor(66 ) 

where TL^w is the tie-line load in -kw. Recloeing breakers 
have been used to improve the stability conditions on a 
number of 132-kv systems, notably of the American Gas 
and Electric Company** and <rf the West Penn Power 
Company. The important advantage of reclosing break¬ 
ers arises from the fact that their use can frequently con¬ 
vert an unstable tie line to one which can be considered 
as a firm-power source and thus justify a reduction in the 
connected generating capacity. 

Single-Pole Reclosing Breakers— DuringWoTld War 
II it became necessary due to increasing demand for power 
to use single-circuit tie lines between systems to transfer 
firm blocks of power. Single-pole reclosing breakers have 
been used successfully in this application. Ground-fault 
neutralizers are useful in this application, but provide 
improvement only in the case of single line-to-ground 
faults, whereas single-pole reclosing breakers improve the 
stability limits of a single tie line for all types of faults, ex¬ 
cept three-phase. In this case the operation is that of a 
gang-operated recloeing breaker. 

The advantage of single-pole operation lies in the fact 
that power can be transferr^ over the unfaulted phasefs) 
during the period when the breakers are open to clear the 
fault. Since most line interruptions do not permanently 
ground a phase conductor, successful reclosure is obtained 
in the majority of cases and thus restores the system to its 
original condition without at any time reducing the power 
limits to as low a value as would be the case if all three 
conductors were disconnected. 
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If single-pole recloeing is to be used, the transformer 
banks at both ends of the tie line should be grounded sol¬ 
idly or through low values of impedance in order that 
power may be transferred during the breaker operating 
period. 

A comparison of three-pole and single-pole reclosure 
has been made for the system shown in the insert of Fig. 
73. The result of stability calculations for the two t 3 rpe 8 
of reclosure are plotted in Fig. 73 in terms of the per- 



Fig. 73—Comparison of three-pole and single-pole reclosing 
breakers from standpoint of permissible transmitted power 
and reclosing time for clearing one line-to-ground fault and 

maintaining stability for the system shown in the insert. 

A —Three-pole reclosing breaker, 4-cycle opening time. 

B —Single-pole reclosing breaker, 4 to 10-cycle opening time. 

C —Stability limit for system, one phase switched open—system 
same as insert except for theoretical condition of zero-sequence 
impedance equal zero—10-cycle opening time. 

D —Stability limit for system, one phase switched open—system 
same as insert but grounded at fault end only. 

missible transmitted loads and reclosure times. The curves 
show the advantages of single-pole reclosure which can be 
used (1) to transmit greater power, (2) to provide greater 
deionizing time, (3) to permit the use of slower-speed 
breakers for fault clearing or reclosure, or a combination 
of these three. The power-transferring ability of a system 
for a sustained one-phase open condition varies with the 
zero-sequence impedance of the circuit between the limits 
of (1) infinite impedance which obtains with the un¬ 
grounded system, and (2) zero impedance, a theoretical 
condition which is rarely approached even for solidly- 
grounded systems. The practical case for grounded systems 
lies between these two extremes. 

The single-pole reclosing breaker is somewhat more 
expensive than the three-pole breaker because of the three 
separate mechanisms and the more complicated relay 
system required. 


48. Double Line-to-Ground Fault on Single Tie 
Line 

The transient-stability performance of a single tie line 
between two systems can be calculated using the stq^by- 
step procedure discussed previously. The only difference 
between this calculation and the previous examples lies in 
the fact that the sequence networks must be set up so that 
the power transfer!*^ during the period the brewers are 
open can be determined. 

In calculating a transient-stability problem involving 
single-pole reclosing, it is convenient to divide the sequence 
of operations into four steps as follows: 

1. Condition before the fault. 

2. Condition during the fault. 

3. Condition with faulted phaseCs) open. 

4. Condition after fault (line re-energised). 

In setting up the sequence networks for condition 3 it is 
generally sufficiently accurate to use connections n to r 
inclusive of. Fig. 21, Chap. 2, which assumes equal shunt 
capacitance on all phases. A more accurate calculation can 
be made using the method presented in Fig. 22, Chap. 2. 
Reference 41 gives the sequence-network connections. 

Figure 74 presents the results of investigations of over 
100 practical solutions.^* These curves apply only to double 
line-to-ground faults and can be used to estimate breaker 
requirements under proposed operating conditions and 
also to estimate the transient performance of existing lines. 

In the study upon which these curves are based, the 
sending and receiving systems were assumed to be made up 
of 18(K)-rpm, 80-percent power-factor machines operating 
at full load with necessary excitation. Typical system 
constants were used. The shunt loads were assumed to be 
85-percent power factor. In each case the line regulation 
was adjusted to ten percent. In certain cases this required 
synchronous condensers at the receiving end to furnish 
the necessary reactive kva in excess of the capacity of the 
receiver generators. The inertia of the condensers is not 
included in the swing calculations because it is usually 
found to be negligible. 

Conventional a-c network calculator studies were carried 
through for each principle system chosen until the maxi¬ 
mum length of line was determined for which transient 
stability would be maintained keeping all system elements 
constant except the line length. These curves give only the 
minimum reclosing equipment that can be safely applied. 
Allowance should be made for system growth. 

These cur/es give transient-stability solutions using 
different types of recloeing equipment. Double line-to- 
ground faults were used in each case. 

To determine the maximum power which could be safely 
transferred over a tie line, plot the ratio, PS/PR, on the 
proper *‘(miles/kv*)PR'' curve for the recloeing equipment 
under consideration. The ordinate of the plotted point is 
the maximum power which could be safely transferred in 
per unit, based on receiving-end generation. These curves 
are not intended as a solution of all problems concerning 
high-speed reclosing, but are present^ merely as a guide. 
These general curves are calculated to apply specifically 
to tie lines between systems on which steam turbines 
predominate. Detailed calculations should be made where 
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turbines predominate. 

PS and PA^aending and receiving-end generation, in mw, reepectiveiy; KV-BLine-to-line kilovolts. 
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marginal or unstable conditions are indicated by these 
curves. 

49. Other Methods of Increasing the Practical 
Operating Power Limits 

Flashaver-Prevention and Arc^uppression--K dif¬ 
ferent approach to the problem of improving the practical 
operating power limit of a system is obtained by the use 
of flashover-prevention and arc-suppression measures. It 
is obvious, of course, that a system rarely subjected to 
faults can be operated relatively close to the stability 
limits. Consequently, under some conditions it is more 
advantageous to spend money for minimising the likeli¬ 
hood of faults than for increasing the capacity of the sys¬ 
tem to withstand the system disturbances resulting from 
faults. 

The principal cause of flashover on high-voltage lines 
is lightning. Much has been accomplished during the past 
fifteen years to minimise flashovers resulting not only 
from induced strokes but particularly from direct strokes.^ 
Increased transmission-line spacing and increased insu¬ 
lation in the form of insulator strings and wood have 
generally been adopted. On the higher-voltage lines the 
use of ground wires is of great value when suitably located 
with respect to the conductors to be protected. Special 
efforts have been made to reduce the tower-footing resist¬ 
ance to a relatively low value in order to prevent a flash- 
over of the insulator string as a result of the building up of 
high potential due to the flow of lightning current through 
the tower to ground. 

The use of the ground wires reduces the sero-sequence 
impedance of the system and thus increases the severity 
of the shock resulting from a single or double line-to-ground 
fault. With the development of high-speed circuit breakers 
and relays these faults can be clear^ promptly; conse¬ 
quently, the use of ground wires results in a gain from the 
stability point of view by reducing the number of flash¬ 
overs which overbalances any disadvantage from the 
standpoint of the shock to the system in case the fault 
occurs. 

The fault-suppression measures have as their object the 
interruption of the power-arc following a flashover without 
the necessity for isolating the affected circuit. The use of 
fused arcing rings or special tube-type protectors in parallel 
with the insulators permits flashover to take place through 
a path that insures the subsequent interruption of the 
power arc. Lightning arresters distributed along the line 
will accomplish this same general objective. See also 
Chap. 17. 

Arc-suppression devices of the ground-fault neutral¬ 
izer or Petersen-coil type have received consideration for 
minimizing circuit outages in connection with multiple- 
circuit systems of the type in common use and have been 
used in the single-circuit Hoover-Chino transmission line 
^Reference should b« made to Chape. 16 and, particularly, 17. 


system. In America, however, little use is made of this type 
of arc-suppression device as dependence is placed on circuit 
breakers and relays for automatically isolating a faulty 
section of line. Circuit-breaker schemes have the merit of 
suppressing all types of faults that occur on systems re¬ 
gardless of whether they are of the single line-to-ground or 
more severe types. In addition they permit grounding the 
system so that the tendency for a single-phase fault to 
develop into a multi-phase fault is minimized. See also 
Chap. 19. 

High-Voltage D-C, and Low-Frequency A-C 
Trommizzton—Low-f requency a-c systems have been pro¬ 
posed frequently for increasing the practical operating 
stability limits of long-distance transmission systems. 
More recently d-c transmission has been proposed as 
a means for avoiding the stability limits since such a sys¬ 
tem inherently provides a non-synchronous tie. In Amer¬ 
ica, 60-cycle a-c is very generally established for utiliza¬ 
tion. Consequently, the proposals to use low-frequency 
a-c and high-volt^e d-c transmission schemes have in¬ 
cluded conversion means at the receiving end. In general, 
the use of the low-frequency a-c system involves no new 
problem in apparatus or application so that its use is not 
hindered on this account, although static apparatus might 
find application in the field of frequency conversion. In the 
case of d-c transmission, however, the conversion from a-c 
generation to the d-c high voltage required for the trans¬ 
mission line involves rectifiers for which there is no com¬ 
parable operating experience; in the case of the inverters 
at the receiving end still less work has been done. Con¬ 
siderable interest has been displayed in d-c transmission, 
but it is still generally considered impractical especially in 
this country. During the recent war the Germans consid¬ 
ered d-c transmission particularly as a means of getting 
power from Scandinavian peninsula to Germany. D-c 
transmission can show economic gains over high-voltage 
a-c transmission only where large blocks of power are to 
be transferred^ for extremely long distances. Even then 
d-c transmission may not be economical if it is desired to 
tap off intermediate loads because of the high cost of the 
terminal equipment. Much work remains to be done before 
d-c transmission can seriously compete with a-c trans¬ 
mission. 

At the present time the limitations in 60-cycle systems, 
from the standpoint of system stability, are not of suffi¬ 
cient importance as to justify the adoption of either low- 
frequency a-c or high-voltage d-c transmission**-*^. The 
possible field for d-c transmission depends largely on the 
practical necessity for transmitting power to considerably 
greater distances than those used heretofore, on the use¬ 
fulness of its operating characteristics aside from stability, 
and on the future development of conversion apparatus. 
In this connection it should be noted that the series ca¬ 
pacitor offers tremendous improvement in a-c transmission 
at normal frequencies. 
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The ‘Tiret Report of Power System Stability/’ item 33, includes 

a list of 180 articles, which are arranged in chronological order and 

bear symbols indicating their character. 

1. Experimental Analysis of Stability and Power Limitations, by 
R. D. Evans and R. C. Berg vail, AJ,E,E, Transactions, 1924, 
pp. 39-68. Disc., pp. 71-103. 

2. Power System Transients, by V. Bush and R. D. Booth, 
A.LE.E. Transactions, Feb. 1926, pp. 80-97. Disc., pp. 97-103. 

3. Transmission Stability, Analytical Discussion of Some Factors 
Entering into the Problem, by C. L. Fortescue, AJ.E,E. Trans¬ 
actions, Sept. 1926, pp. 984-994. Disc., pp. 994-1003. 

4. Practical Aspects of System Stability, by Roy Wilkins, A.LE.E, 
Transactions, 1926, pp. 41-50. Disc., pp. 80-94. 

6. Further Studies of Transmission System Stability, by R. D. 
Evans and C. F. Wagner, A,LE,E, Transactions, 1926, pp. 
61-80. Disc., pp. 80-94. 

6. A Mechanical Analogy of the Problem of Transmission StabiL 
ity, by S. B. Griscom, Tks Elsctric Journal, May 1926, pp. 
230>236. 

7. Excitation Systems: Their Influence on Short Circuits and 
Maximum Power, by R. E. Doherty, A,LE,E. Transactions, 
July 1928, pp. 944-966. Disc., pp. 969-979. 

8. System Stability with Quick-Response Excitation and Voltage 
Regulators, by J. H. Ashbaugh and H. C. Nycum, The Electric 
Journal, Oct. 1928, pp. 604-609. 

9. Transients Due to Short Circuits—A Study of Tests Made on 
the Southern California Edison 220-Kv System, by R. J. C. 
Wood, L. F. Hunt, and S. B. Griscom, A.LE.E. Transactions, 
Jan. 1928, pp. 68-86. Disc., pp. 86-89. 

10. Static Stability Limits and the Intermediate Condenser Station, 
by C. F. Wagner and R. D. Evans, A.LE.E. Transactions, 1928, 
pp. 94-121. Disc., pp. 121-123. 

11. Synchronised at the Load—A Symposium on New York City 
60-Cycle Power System Connection, by A. H. Kehoe, S. B. 
Griscom, H. R. Searing,and G. R. Milne, A.LE.E. Transactions, 
Oct. 1929, pp. 1079-1100. Disc., pp, 1100-1107. 

12. Progress in the Study of System Stability, by I. H. Summers and 
J. B. McClure, A.LE.E. Transactions, 1930, pp. 132-158. Disc., 
pp. 159-161. 

13. Double Windings for Turbine Alternators, by P. L. Alger, 
E. H. Freiburghouse, and D. D. Chase, A.LE.E. Transactions, 
Jan. 1930, pp. 226-238. Disc., pp. 238-244. 

14. Fundamental Plan of Power Supply of the Detroit Edison 
Company, by S. M. Dean, A.LE.E. Transactions, 1930, pp. 
597-604. Disc., pp. 612-020. 

15. Operating Characteristics of Turbine Governors, by T. E. Pur¬ 
cell and A. P. Hayward, A.LE.E. Transactions, April 1930, pp. 
716-719. Disc., pp. 719-722. 

16. Selecting Breaker Speeds for Stable Operation, by R. D. Evans 
and W. A. Lewis, Electrical World, Feb. 15, 1930, pp. 336-340. 

17. Double-Winding Generators, by R. E. Powers and L. A. Kil¬ 
gore, The Electric Journal, Feb. 1930, pp. 107-111. 

18. An Alternating-Current Calculating Board, by H. A. Travers 
and W. W. Parker, The Electric Journal, May 1930, pp. 266-270. 

19. Effect of Armature Resistance Upon Hunting of Synchronous 
Machines, by C. F. Wagner, A.LE.E. Transactions, July 1930, 
pp. 1011-1024. Disc., pp. 1024-1026. 

20. Generator Stability Features—Fifteen Mile Falls Development, 
by R. Coe and H. R. Stewart, The Electric Journal, March 1931, 
pp. 189-143. 


21. Stability Precautions on a 220-Kv System, by H. H. Spencer, 
Electrical World, Aug. 15, 1931, pp. 276-280. 

22. Proposed Definitions of Terms Used in Power System Studies— 
Report of Subject Committee on Definitions, by H. K. Sels, 
A.LE.E. paper 32M-2, Abstract Electrical Engineering, 1932, 

p. 106. 

23. Generalised Stability Solution for Metropolitan-Type Systems, 
by S. B. Griscom, W. A. Lewis, and W. R. Ellis, A.LE.E. Trans¬ 
actions, June 1932, pp. 363-372. Disc., pp. 373-374. 

24. Stability Experiences with Conowingo Hydro-Electric Plant, 
by R. A. Hents and J. W. Jones, A.LE.E. Transactions, June 
1932, pp. 375-384. Disc., p. 384. 

25. Adjusted Synchronous Reactance and Its Relation to Stability, 
by H. B. Dwight, General Electric Review, Dec. 1932, pp. 609-614. 

26. Keeping the Line in Service by Rapid Reclosure, by 8. B. Gris¬ 
com and J. J. Torok, The Electric Journal, May 1933, p. 201. 

27. Symmetrical Components, by C. F. Wagner and R. D. Evans (a 
book), McGraw-Hill Book Company, New York, 1933. 

28. Quick-Response Excitation, by W. A. Lewis, The Electric Jour¬ 
nal, Aug. 1934, pp. 308-312. 

29. Constant Current D-C Transmission, by C. H. Willis, B. D. 
Bedford, and F. R. Elder, A.LE.E. Transactions, Jan. 1935, pp. 
102-108. Disc., Mar. 1935, pp. 327-329, and Apr. 1935, pp. 
447-449. Aug. 1935, pp. 882-883. 

30. Steady-State Solution of Saturated Circuits, by Sterling Beck¬ 
with, A.LE.E. Trasactions, July 1935, pp. 728-734. 

31. Engineering Features of the Boulder Dam-Los Angeles Line, by 
E. F. Scattergood, A.LE.E. Transactions, May 1935, pp. 494- 
512. Disc., 1936, pp. 200-204 and 208. 

32. The ScierUific Basis of Illuminating Engineering, by Parry Moon 
(a book), McGraw-Hill Book Company, New York, 1936. 

33. First Report of Power System Stability: Report of Subcom¬ 
mittee on Interconnection and Stability Factors, by R. D. 
Evans, Chairman, A.LE.E. Transactions, 1937, pp. 261-282. 
Disc., May, pp. 632-634 and Sept., p. 1204. 

34. Ultra High-Speed Reclosing of High-Voltage Transmission 
Lines, by Philip Sporn and D. C. Prince, A.LE.E. Transactions, 
1937, pp. 81-90 and 100. Disc., p. 1036. 

35. Unsymmetrical Short Circuits on Waterwheel Generators Under 
Capacitive Loading, by C. F. Wagner, A.LE.E. Transactions 
1937, pp. 1385-1395. Disc., 1938, p. 406 

36. Electric Power Circuits—Theory and Operation—System Slalnl- 
ity, by O. G. C. Dahl (a book), vol. 2, McGraw-Hill Book Com¬ 
pany, New York, 1938. 

37. D-C Transmission Evolving Slowly, by D. M. Jones, C. H. 
Willis, M. M. Morrack, and B. D. Bedford, Electrical World, 
Feb. 25, 1939, pp. 41-42. 

38. Phase-Angle Control of System Interconnection, by R. E. 
Pierce and G. W. Hamilton, A.LE.E. Transactions, 1939, pp. 
83-91. Disc., p. 92. 

39. A Graphical Solution of Transient Stability, by H. H. Skilling 
and M. H. Yamakawa, Electrical Engineering, Nov. 1940, pp. 
462-465. 

40. Brown Boveri Review, Issue on D.C. Transmission, Vol. XXXII, 
No. 9. 

41. Reclosing of Single Tie Lines Between Systems, by W. W. 
Parker and H. A. Travers, A.LE.E. Transactions, 1944, pp. 
119-122. Disc., p. 472. 

42. Reclosing Single-Circuit Tie Lines, by H. N. Muller, Jr. and 
W. W. Parker, Westinqhousb Engineer, March 1945, pp. 60-63. 
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F or many years it was common practice to base the 
requirements of i^stem apparatus on normal load 
conditions and on three-phase short circuits. More 
or less empirical multiplying factors were sometimes used 
to predict the probable ground-fault currents from the 
thr^phase fault currents. However, this procedure is 
unsatiWactory because the relations between three-phase 
and ground-fault currents vary greatly between systems. 
In some systems the current for a single line-to-ground 
fault is leas than normal load current, whereas, in other 
systems, or at other locations in the same systems, the 
current for a single line-to-ground fault is larger than the 
three-phase fault current. The analysis of power systems 
by symmetrical components* (see C^p. 2) has made pos¬ 
sible the accurate calculation of fault currents and voltages 
for unsymmetrical faults directly from system constants. 

Under many conditions the voltages present on a power 
system may be higher than those calculated for steady- 
state conditions. These higher voltages are usually of a 
transient nature and exist during the transition from one 
steady-state condition to another. Transient voltages can 
be produced by simple circuit changes such as the opening 
of a circuit breaker or the grounding of a conductor, or 
they can be produced by an intermittent arc in a circuit 
breaker or in a fault. Usually the higher voltages are 
associated with intermittent arcs rather than with simple 
circuit changes without arcing. Most transient voltages 
are not of large magnitude but may still be unportant 
because of their effect on the performance of circuit¬ 
interrupting equipment and protective devices. An appre¬ 
ciable number of these transient voltages are of sufficient 
magnitude to cause insulation breakdown. 

Tlie various factors that determine the magnitudes of 
currents and voltages in power systems during abnormal 
conditions will be discuss^ in this chapter. 

I. STEADY-STATE VOLTAGES AND CURRENTS 
DURING FAULT CONDITIONS 

1. Assumptions 

Voltages and currents produced under fault conditions 
are a function of the type of fault and the ratios of the 
sequence impedances. The effect of these factors on the 
voltages and currents produced can be shown by sets of 
curves as will be done here. The four types of faults il¬ 
lustrated in Fig. 1 will be considered. It is assumed that 
the network is S 3 rmmetrical to the point of fault, F, and 
can be reduced to series impedances, Zi, Zi. and Z« for 
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S PHASE FAULT SINeuC LINE-TO-GROUND 

(L-L-L OR SL-G) FAULT(L-G1 




DOUBLE LINE-TO-GROUND LINE-TO-UNE FMILT 

FAULT (tL-G) (L-L) 

Fig. 1—Types of faults on three-phase systems. 

the positive-, negative-, and sero-sequence networks, re¬ 
spectively. In the present analysis the fault resistance is 
represented by R and is not included in Zo. Zo includes all 
sero-sequence resistance to the point of fault but does not 
include the fault resistance. It is further assumed that all 
the generated emfs can be reduced to a single positive- 
sequence emf, E,. 

2. Formulas 

In Tables I and 2 are given the formulas* for calculating 
the line currents and line-to-ground voltages for the faults 
illustrated in Fig. 1. These formulas are complicated to 
such an extent that it is difficult to visualise readily the 
currents and voltages that can be produced under fault 
conditions for ranges of gystem constants. For this reason 
the currents and voltages have been calculated for various 
*Ponnuhw taken from pagM 334 aad 330 of rafnwue 1. 
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ratios of system constants and the results are presented as 
a series of curves. 

3. Range of Sequence Impedances Considered 

The principal impedances that usually apply to tran¬ 
sient conditions are the positive-sequence impedance Zi, 
the negative-sequence impedance Z 2 , and the zero-sequence 
impedance Zo, each consisting of a resistance and a react¬ 
ance component. In general, the positive-sequence resist¬ 
ance Ri and the negative-sequence resistance R 2 are small 
in comparison to the positive- and negative-sequence re¬ 
actances. Consequently, the effect of these two resistances 
on the magnitude of the voltages and currents during fault 
conditions is small. For this reason and because of compli¬ 
cations introduced by considering positive- and negative- 
sequence resistances, these factors will be neglected. Zero- 
sequence resistance Ro and zero-sequence reactance Xo can 
vary through wide ranges depending on the type of system 
grounding used, hence the curves are arranged to cover a 
wide range of zero-sequence resistance and zero-sequence 
reactance. 

The positive-sequence reactance that applies to tran¬ 
sient conditions may be either the sub-transient or the 
transient reactance depending on whether or not the initial 
high decrement component of the current is to be consid¬ 
ered or neglected. The ratio of X 2 to Xi for commercial 
machines usually lies between 0.5 and 1.5, although with 
special machines it is possible to exceed this range. The 
higher ratios of Xj to Xi are in machines without dampers 
whereas the lower ratios are in machines with dampers 
or their equivalent. In general calculations it is usually 
permissible to assume a ratio of X 2 /A^i of unity especially 
if an appreciable percentage of the negative-sequence re¬ 
actance to the point of fault is in static apparatus or trans¬ 
mission lines. The general curves are limited to ratios 
of X 2 to Xi within the range of 0.5 to 1.5; the formulas 
in Tables 1 and 2 can be used for ratios outside of this 
range. 


4. Fault Current and Voltage Curves 

Curves prepared in accordance with the preceding dis¬ 
cussion are plotted in Figs. 2 to 6 inclusive. In these figures 
the fault current is plotted as a ratio of the three-phase 
short-circuit, and the line-to-ground and line-to-line volt¬ 
ages are plotted as a ratio to their respective normal values. 

In Figs. 2, 3, and 4 all resistances are equal to zero. 
Figs. 2 and 3 show the ranges of line currents and line-to- 



Fig. 2—Curves of fault currents vs. system reactances for 
single and double llne-to>ground faults. Each curve is labeled 
to indicate the type of fault and the ratio of X 2 /XJ. All cur¬ 
rents are expressed as ratio to the three-phase short-circuit 
current. For these curves, all resistances are assumed equal 

to zeroK 


ground voltages respectively for single and double line-to- 
ground faults for ratios of Xo/Xi from zero to six. The 
ranges of fault current and fault voltages for ratios of 
X’ 2 /X*i between 0.5 and 1.5 arc shown in Fig. 4. 


The ranges of fault (airrent for ratios of between zero 

A 1 

and six are given in Fig. 5. In this figure the ratio X 2 /X 1 


Table 1—Fault Currents 


Type of fault 

Vector expression, effect of fault resistance included 

Manniluili' of currents when 
/fo - />’, - /f, = R = R, =0 

Three-phase. 

/ - 

A 1 

Line-to-line. 

/o*-/b 

II 

il 

Single line-to-ground. 

3E, 

Zo-hZi+Z2-f3/e 

Ao-fA.+Ac 

Double line-to-ground. 

/b= ■■.]^^®''[v3(Zj+«L)+i(2Zo+Z,+3ftL+C/o] 

/.= Va(Z, + ftL) ->(2Z„+Z»+3ftL+6R.)] 

Ig — /bT/o *=3/0 

Ao 

Av — (Zi Rl) 4" (^i ~h^i~i~2RL)(Zo~h RL'hSRg) 

/,.=/, = ^x^x^Y,+Xi 

Am 

- a/t/R 

Am = A lA”^! 4-A n(A 14“ Ai) 


Zi«positive-sequence impedance to the point of fault 
Zt*neKative-aequence impedance to the point of fault 

/•■■aero-sequence impedance to the point of fault and does not include any fault resistance 
Bee Fig. 1 for definitions of R, Rl and Rg 
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covers the range of 0.5 to 1.5 and the ratio Xo/Xi covers 
the range of zero to five. As pointed out previously, fault 



FIgt. 3—Curret of fault voltages vs. system reactances for 
single and double line-to-ground faults. Each curve is labeled 
to indicate the type of fault and the ratio of Xj/Xi. The volt¬ 
ages are from line-to-ground and are expressed as a ratio to 
the normal line-to-neutral voltages. For these curves, all re- 
sistances are assumed equal to %ero^, 

resistance has been neglected in these curves; Ro is the 
zero-sequence resistance to the point of fault F and does 
not include R, Ru or ft, (see Fig. 1). It is, however, pos¬ 
sible to include the effect of ft and ft, in Fig. 1 by including 
them in fto. 

The ranges of fault voltages for ratios of fto/Xi between 
zero and six are shown in Fig. 6. The ratios Xo/Xi and 


Xs/Xi cover the same ranges as in Fig. 5. In the prepara¬ 
tion of these curves fault resistance has been neglected. 
All voltages are measured to true ground at the point 
of fault. 

In special cases, for example in the application of light¬ 
ning arresters, it is necessary to consider the effect of fault 
resistance on the voltages produced during single line-to- 



Fig. 4—Curves of fault voltages and currents vs. system react¬ 
ances for line-to-Une faults. Llne-to-ground and line-to-line 
voltages are expressed as ratios to their respective normal 
values. Current Is expressed as a ratio to the three-phase 
short-circuit current. All resistances are assumed equal 

to zero. 

ground faults. The curves in Figs. 7 and 8 include this 
factor. The curves in Fig. 7 give the highest voltages from 
line to true ground for a fault through a fault resistance ftf. 


Table 2—Fault Voltages 


Type of Fault 

Vector Expression, Effect of Fault Resistance Included 

Magnitude of Voltages When 

fto ** fti ■■ ft* ■■ 0 

Three-phase. 



Line-to-line. 

p p 2Zi’^R 

R y/iR 

2+J-^+2, 

Z,+2,+R 

pop 3X* 

Single line-to-ground. 

E ~ E 

p — y/^EJT \/3(Zo-hft)-f-i(2?o+2Zf-|-3ft)'l 

2 L Zo+Zi+Zi+3ft J 

_ . -V3£.r>/3(Z.+R)-j(Z«+2Z,+3«)1 

E^~E.-ViE. x.^■X^+X^ 

p ,5p Xo+2Jf, 

2 L J 


Double line-to-ground. 

i?b-=^^*[v3(Z,+RL)(«L+2R,)+iftL(2Z.+Z.+3fii+6R,)] 

=^^^[v/3(Z,+Ri.)(Rl+ 2R,) -iRL(2Zo+Z,+3Ri+6ft,)] 

Av »(Zi-HftL)(Zj-|-ftL) -H(Zi-f-Zj-l-2ftL)(Zp-l-ftL-b3/2,) 

E.~^iX.Xt 

Am 

ftb “ fto ""O 

ftob * ft«« ■■ fto 

Am-X|X*-|-Xo(X»-|-X,) 


Zi*potitive-«equeoce impedanoe to the point of fault 
Za<* oegative-ee(iueDoe impedance to the point of fault 

2«i-Mro-«eQuence impedance to the point of fault and doee not include any fault reaiatanoe 
See Fig. 1 for definitione of R. Rl and R^ 
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Fig. 5—Curvet of fault currents vs. system impedances. The legend with each group of curves indicates the type of fault, the 
current plotted, and the ratio Xj/Xi. The individual curves in each group are for various values of the ratio of Xo/Xi. All 
currents are expressed as a ratio to the three-phase short-circuit current. Ro is the zero^sequence resistance to the point of 
fault and does not include any fault resistance; the fault resistance is assumed equal to zeroK 
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RATIO Ro/X, RATIO Ro/X, RATIO Ro/X, 



( 0 ) LINE-TO-GROUNO VOLTAGE (b) LINE-TO-LINE-VOLTAGE (c) LINE-TO-GROUNO VOLTAGE 

SINGLE LINE-TO-GROUND FAULT SINGLE LINE-TO-GROUND FAULT DOUBLE LINE-TO-GROUNO FAULT 


Fla. 6—Curves of fault voltages vs. system Impedances. The legend with each group of curves Indicates the type of fault, 
the voltage plotted, and the ratio of Xj/Xi. The individual curves In each group are for the various values of the ratio of Xo 
/Xi. Llne-to-ground and line-to-llne voltages are expressed as ratios to their respective normal values. Ro it the zero-se¬ 
quence resistance to the point of fault and does not include any fault resistance; the fault resistance it assumed equal 

to zero'. 



















(a) R«/X,.0.5 


(b) 


(C) R^X,-l.5 


Fig. 7—Curves of line-to-ground voltages vs. system impedances for a single-line-to-ground fault through a fault resistance Rr 
Rq is the zero-sequence resistance to the point of fault and does not include or R{. X 2 /X 1 is assumed equal to 1.0. 


These curves cover a range of Rt/Xi of zero to 0 and a 
range of Ko/Xi of from 0.5 to 1.5. Ro is the zero-sequence 
resistance to the point of fault and does not include Rf. 

The curves in Fig. 8 show the voltages across an arrester 
for a fault to the arrester neutral. As in Fig. 7, Rq is the 
zero-sequence resistance to the point of fault and does not 
include R^. 

Reference should also be made to Figs. 28 and 29 of 
Chap. 18, particularly in lightning arrester application 



Fig. 8—Curves of the maximum voltages across a lightning 
arrester for a fault to the lightning arrester neutral point. 
Ro is the zero-sequence resistance to the point of fault and 
does not include the resistance of the arrester ground. 
The fault resistance is assumed equal to zero and X 1 /X 2 is 
assumed equal to 1.0. 

problems. These figures give the maximum line-to-ground 
voltages during single- or double-line-to-ground faults on 
ungrounded and grounded-neutral systems. 



Fig. 9—A-c network calculator. 


11. TRANSIENT VOLTAGES 

A transient voltage of some magnitude is present on a 
power system each time a circuit change is made. This 
circuit change may be a normal switching operation such 
as the opening of a circuit breaker, or it may be a fault 
condition such as the grounding of a line conductor. The 
existence of transient voltages on power systems as a result 
of circuit changes caused by switching operations or faults 
was recognized at an early date^. The phenomena, how¬ 
ever, were not thoroughly investigated at the time because 
suitable measuring and recording devices were not avail¬ 
able and because the immediate difficulties were largely 
overcome by the adoption of the practice of grounding 
power systems. The invention by J. F. Peters* of the 
"klydonograph’’ made possible the collection of a mass of 
field data on transient voltages. However, the time and 
expense involved in making extensive field studies limited 
the scope of these investigations. Furthermore many in¬ 
vestigators were concentrating their efforts on lightning, a 











502 


Power System Voltages and Currents During Abnormal Conditions 


Chapter 14 


much more important problem at that time. The intro¬ 
duction of the protector tube for the protection of trans¬ 
mission lines, however, showed the need for a better under¬ 
standing of power system transients |;)ecause its perform¬ 
ance is greatly affected by them. The first attempts to 
calculate transient voltages were made by conventional 
methods using differential equations. The limitations of 
conventional mathematical methods were soon apparent, 
however, because of the tremendous amount of time re¬ 
quired. The introduction of the A-C Network Calculator 
Method of Studying Power System Transients^ gave a 
practical tool for studying the behavior of power systems 
under transient conditions and made possible general in¬ 
vestigations of power-system transients. The later de¬ 
velopment of the Anacom, or analog computer,** further 
increased the possible scope of power system investiga¬ 
tions. It is the purpose of the following sections to describe 
these computing devices, and to present the results of 
general studies made with them. 

.5. The A-C Network Calculator Method of Study¬ 
ing Transient Voltages 

To study transients on power systems by the A-C Net¬ 
work Calculator Method, the system in question is set up 
in miniature on the A-C Network Calculator. In Fig. 10 is 
shown the equivalent circuit for a relatively simple system 
consisting of a generator, a transformer, and a transmission 
lino. The generator is represented by a low-impedance 
three-phase supply with additional impedance in series to 
give the miniature system the same impedance as the im¬ 
pedance of the actual system. The zero-sequence imped¬ 
ance of the source is represented by a grounding trans¬ 
former of low impedance grounded through reactance or 



Fig. 10 —Schematic diagram illustrating method of system 
representation used on the a-c network calculator. 

FRD—Fault representation device 
VMD—Voltage mea.suring device 


resistance depending upon the type of grounding used. In 
the equivalent circuit in Fig. 10 the transmission line is 
represented by an equivalent tt section. This type of line 
representation is used in some studies but often it is neces¬ 
sary to employ more complicated networks. The choice 
of the network to use for representing a section of line 


depends upon several factors, such as line length, supply 
impedance, etc. 

After the miniature system has been set up as shown in 
Fig. 10, the equipment shown diagrammatically in Fig. 11 
is used for performing switching operations or for applying 
faults. Each of the synchronous switches shown at the 
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Fig. 11—Schematic diagram showing equipment used in a-c 
network calculator method of studying transients. 

M—Synchronous motor 
(1—Gear 

FKD—Fault represtuitation device 
C—Synchronous switches 
AR—Arc resistance representation 
GR—Ground resistance representation 
VMD—Voltage measuring device 
CRO—Cathode-ray oscilloscope 
L—Lens system 
PFH—Polar film holder 


bottom of Fig. 11 consists essentially of a conducting and 
an insulating segment on a drum and two movable brushes, 
one for controlling the closing and the other the opening of 
the switch. Each brush is located on a gear that can be 
rotated by a worm, making the brush adjustable through 
300 degrees. 

For representing^ faults on power systems the switches 
are connected between line and ground or between lines 
depending upon the type of fault being studied. Where 
circuit breaker operations are to be simulated the switches 
are inserted in series with the line. The switching opera¬ 
tions are repeated once per revolution of the drum and, as 
the drums are rotated by a synchronous motor, the switch¬ 
ing operations always take place in synchronism with the 
system voltage. The transient voltage produced by the 
switching operation is therefore repeated once per revolu¬ 
tion of the drum. All transient voltages are measured by a 
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cathode-ray oscilloscope connected to the miniature net¬ 
work. By repeating the transient a number of times per 
second, the equivalent of a steady-state voltage is produced 
on the screen of the cathode ray oscilloscope. This makes 
it possible to study a transient that lasts for a fraction of 
a cycle without taking oscillograms. The effect of initiating 



Fi^. 12—Switching and recording equipment used with a-c 
network caicuiator. 

the transient at different points on the normal dynamic 
voltage wave can be studied by simply changing the posi¬ 
tions of the brushes on the synchronous switch. The time 
interval between successive transients is so chosen as to 
bring the system back to normal between switching 
operations. 

6. The Analog Computer 

The analog for many systems (electrical, mechanical, 
thermal, etc.) requires low-loss inductance coils, amplifiers, 
multipliers, and other special circuit elements. The analog 
computer,*^ or Anacom, was developed primarily for the 
solution of these systems. Its characteristics, however, 
make it ideally suited to the solution of all power-system 
transient problems formerly studied on the a-c network 
calculator. The Westinghouse Electric Corporation now 
makes all electric transient studies on the Anacom, reserv¬ 
ing the a-c network calculator for power system problems 
such as voltage regulation, load flow, stability, etc. 

In most cases the procedure for setting up a problem and 
obtaining a solution is the same with the Anacom as with 



Fig. 13—General view of the large-scale, general-purpose 
electric analog computer. 



Fig. 14—Close-up view of the Anacom control desk and 
synchronous switch. 


the a-c network calculator. An analog is formed by con¬ 
necting circuit elements, ft, L, and C, into a circuit that has 
the same differential equation as the system under con¬ 
sideration. Synchronous switches are usually used to re¬ 
peat the desired transient solution a number of times per 
second, which permits visual and photographic measure¬ 
ments on a cathode-ray oscilloscope. In power system 
studies the switches normally represent circuit breaker 
operation or faults. 



Fig. 15—Details of an Anacom inductance-resistance drawer. 


The computer elements include inductance coils having 
a Q of 100 or higher over the frequency range from 100 to 
1000 cycles; precision capacitors and resistors; special 
transformers having minimum exciting current, leakage 
impedance, and distributed capacitance; amplifiers, and 
multipliers. Special analogs have been developed to repre¬ 
sent lightning arresters, corona, and other non-linear char- 
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acteristics. The use of the synchronous switches in com¬ 
bination with i2, L, and C circuit elements, amplifiers and 
multipliers permit the formation of special forcing func¬ 
tions such as lightning surges, air-gap torques in turbine 
generators during short circuits, etc. The measuring equip¬ 
ment includes cathode ray oscilloscopes with suitable 
photographic means, harmonic analyzers, wire and tape 
recorders, and all types of conventional ammeters, volt¬ 
meters and wattmeters. 

The Anacom is arranged with d-c, 440-cycle, and 60- 
cycle power supplies to solve problems normally assigned 
to the a-c and d-c network calculators; however it is nor¬ 
mally used in the transient field. It is suited to the solution 
of many problems of concern to power company engineers, 
including recovery voltage, switching-surge and arcing- 
ground investigations, surge-protection applications, tur¬ 
bine generator short-circuit torques, analysis of generator 
voltage regulating systems and motor-starting problems. 
It can be used in solving many equipment design problems 
such as surge-voltage distribution in transformers and ro¬ 
tating machines, dielectric field mapping, and heat-flow. 
Its possible application in the fields of applied mechanics, 
hydraulics, thermodynamics and servomechanisms is 
almost unlimited. 

7. Recovery Voltage 

Theory —One transient phenomenon studied by the 
A-C Network Calculator Method is system recovery volt¬ 
age, which is important because of its effect upon the oper¬ 
ation of circuit interrupting and protective devices, such 
as circuit-breakers, protector tubes, etc. The simple circuit 
in Fig. 16 can be used for defining system recovery volt- 



Fig. 16—Simple system for illustrating recovery voltage for a 

fault (F). 

et —Voltage across fault 
if—Fault current 

ages. In this circuit a condenser C is used to represent a 
transmission line, and a voltage and an impedance, the 
source. Applying a short-circuit across the condenser in 
this circuit is equivalent to applying a line-to-ground fault 
on a single-phase power system. During the time the con¬ 
denser is short-circuited, a fault current it will flow. If the 
resistance in the source is small in comparison to the react¬ 
ance, this fault current will lag the generated voltage c, by 
approximately 90 degrees. If the short-circuit is removed 
at the instant the fault current passes through zero, the 
voltage across the condenser will not immediately return to 
normal but will reach normal only after a series of oscilla¬ 


tions. No voltage can appear across the condenser until it 
is charged up and the charging rate is fixed by the source 
inductance and the capacitance. When the short-circuit is 
removed, the condenser voltage will be accelerated toward 
normal but will overshoot because of the circuit inductance. 
If no losses were present in the circuit the transient voltage 
across the condenser would reach a crest equal to twice 
normal crest voltage. In a practical circuit with some loss, 
the oscillation will not quite reach twice normal; it will 
eventually be damped out, leaving only the normal- 
frequency voltage across the condenser. 

This transient voltage across the condenser, following 
the removal of the fault, is commonly referred to as the 
system recovery voltage as it defines the manner in which 
the system voltage ‘‘recovers’’ following the removal of the 
fault. Changing the source reactance in the circuit in Fig. 
16 is equivalent to changing the amount of generation con¬ 
nected in a power system, and changing the value of capaci¬ 
tance is equivalent to varying the length of line connected. 
The natural frequency of the oscillation in the circuit in 
Fig. 16 depends upon both the inductance and the capaci¬ 
tance and varies inversely as the square root of the product 
of these two quantities. The recovery voltage of a power 
system therefore depends upon the connected generator 
capacity and the length of line. 

The De^ion Protector Tube —As previously stated, 
recovery voltage is important because of its effect on the 
performance of circuit interrupting and protective devices. 
This can be shown by a detailed study of the operation of a 
De-ion protector tube. A typical installation of protector 
tubes is shown in Fig. 17. In this case the protector tube is 
mounted vertically just below the line conductors. The 
lower electrode of the tube is connected to ground and the 
upper electrode is connected to an arcing horn used to 
maintain a constant external gap between the upper elec- 



Flg. 17—^Typical installation of De-ion protector tubes. 


trode and the line conductor. The cross-section of a pro¬ 
tector tube in Fig. 18 shows the two electrodes and the 
internal gap. In operation, lightning striking the line 
breaks down the series gap instead of flashing over the 
insulator string because the tube has the lower breakdown 
voltage. After breakdown of the gap, power-follow current 
volatilizes a small layer of the fiber wall and the gas given 
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off mixes in the arc to help de-ionize the space between the 
electrodes. A pressure is built up in the tube and the hot 
gases are discharged through the lower electrode, which is 
hollow. If the de-ionizing action is suflBciently strong and 
if the voltage does not build up too rapidly across the 
tube, the arc will go out at a current zero and will not be 
re-established. 

While the tube is discharging, it is a good conductor and 
after the arc has been extinguished it is a good insulator. 



Pig. 18—Gross-section of a typical De-ion protector tube. 

This change from a good conductor to a good insulator does 
not take place instantaneously because time is required to 
discharge the hot gases from the tube. It is therefore im¬ 
portant that the voltage across the tube does not build 
up more rapidly than the change in the protector tube 
dielectric strength. This is where recovery voltage enters 
the picture because recovery voltage determines the rate 
of build-up of the voltage across the tube. 

In Fig. 19 the recovery voltage for the circuit in Fig. 10 
is replotted to a larger scale. Curves A and B in this figure 
are t)rpical of the shape of insulation recovery curves for 
two different protector tubes. It is of utmost importance 
that the protector tube insulation recovery curves always 



Fig. 19—Comparison of system recovery voltage and insula¬ 
tion recovery curves. 

A—Insulation Recovery Curve for Tube A 
B—Insulation Recovery Curve for Tube B 

lie above the system recovery voltage curve, otherwise the 
arc will be re-established in the tube. Protector tube B 
would not operate satisfactorily on a system having re¬ 
covery voltage characteristics similar to the recovery volt¬ 
age in Fig. 19. A tube similar to tube A would have to 
be used. 

The recovery voltage for the simple circuit in Fig. 16 is 
made up of a single-frequency oscillation. In a practical 
power system, the recovery voltage does not usually consist 
of a single-frequency oscillation but is usually made up of 
two or more high-frequency components. In Fig. 20 is 
shown the recovery voltage following a single line-to- 
ground fault on a 138-kv, three-phase system having a 
symmetrical three-phase short-circuit current of 1000 am¬ 
peres and 90 miles of overhead transmission line. The 
recovery voltage in this case consists of two high-frequency 
components and is typical of the shape of the recovery 
voltage on many three-phase pow’^er systems. 



Fig. 20—^Recovery voltage curve for a typical power system. 
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General Recovery Voltage Study —A broad per¬ 
spective of the recovery-voltage problem can be obtained 
from the study of a representative set of systems. For this 
purpose three-phase, 60-cycle systems with transmission 
lines of three voltage classes, namely, 34.5, 69, and 138-kv 
were selected. Since the recovery voltage of a system is 
materially affected by the length of connected line, the 
lengths were selected to represent the shortest that would 
be encountered at that particular voltage for the large 
majority of systems. These selections were as follows: 22.5 
miles for 34.5 kv, 45 miles for 69 kv, and 90 miles for 138 
kv. Although it was recognized that more than one circuit 
would be required to transmit the maximum amount of 
power a single-circuit line was used because this gives the 
more severe recovery-voltage conditions. 

The general features of these systems are shown sche¬ 
matically in Fig. 21. For each voltage class three different 


SOURCE 



Fig. 21—Schematic diagram of system selected for study. 


Group I. Solidly grounded at both ends. Used for curves of Fig. 
22 . 

Group II. Reactance grounded at sending end; ungrounded at re¬ 
ceiving end. Used for curves of Fig. 23. 

conditions were assumed, each having different amounts of 
generating capacity and load. Table 3 gives the symmet¬ 
rical three-phase short-circuit current that would be en¬ 
countered for a “bolted fault” at the sending end. Systems 
capable of supplying the higher short-circuit currents have 
in general larger connected loads. Table 3 gives the ratio 
of short circuit kilovolt-amperes to load kilovolt-amperes 


Table 3—Characteristics of Systems Selected for Study 


Voltage 

34.5 Kv 

69 Kv 

I 138 Kv 

Short-Circuit Amperes 




(a) 

500 

500 

500 

(b) 

2000 

2 000 

1 000 

(c) 

6000 

6000 

4000 

Short-Circuit KVA 

5.0 

4.0 

3.0 

Ix)ad KVA 

Line Length (miles) 

22.5 

45 

90 


that was used in this study. Both no-load and loaded 
conditions were considered. An 80 percent power factor 
load was divided equally between the generator bus and 
the receiver bus as shown in Fig. 21. 

The generating and transformer capacities were propor¬ 
tioned to the load for the particular system and short- 
circuit current, and typical constants were assumed for all 
of the system elements. Transmission lines without ground 
wires were chosen. The additional complication to take 
care of the cases with ground wires is not warranted be¬ 


cause the problems are similar and also the recovery 
voltages are less severe when ground wires are used. 

In making the general analysis the factors varied were: 
method of grounding, load, type of fault, fault resistance, 
arc resistance, and location of fault. The studies can con¬ 
veniently be divided into two groups with respect to the 
method of grounding, namely: group I with system solidly 
grounded both at sending- and receiving-end transformers, 
and group II with the system grounded through a react¬ 
ance at the sending end only. The solidly grounded sys¬ 
tems, of group I, were studied for both single line-to- 
ground and double line-to-ground faults and for fault or 
tower-footing resistance of 0, 25, and 100 ohms, and with 
and without resistance for arc representation. The effect 
of load was investigated by comparing the results of the 
above tests with results of a few tests made without load 
and without fault or arc resistance. The second set of tests 
for the reactance-grounded system, group II, was made 
with the addition of a neutral reactor of such magnitude 
as to make the zero-sequence reactance at the sending end 
equal to 8.5 dr 34 times the zero-sequence reactance of the 
supply transformer. 

Results of General Study —In an investigation of 
this type it is not practical to consider the application of 
the fault at several points of the system. A preliminary 
study was, therefore, made to determine the effect of mov¬ 
ing the fault along the line. Considering the shape of 
insulation-recovery voltage curves for specific pieces of 
apparatus, it was concluded that the recovery-voltage con¬ 
ditions were about as severe for faults at the sending end 
as at any location along the line. Therefore, the fault at 
the sending end was considered to be representative and 
was used in the general studies. 

Based on the selected systems, a series of studies was 
made on the a-c network calculator to determine the effect 
of the different ^actors entering into the recovery-voltage 
problem. These studies may be divided into two groups; 
group I for systems with solidly-grounded neutral, and 
group II for the reactance-grounded systems, described in 
connection with Fig. 21. The results of these studies are 
presented in Figs. 22 and 23 respectively. The manner in 
which these data are plotted can more readily be understood 
by referring to Fig. 20. The recovery voltage curve in this 
illustration has two predominate crests. If the insulation 
recovery curve for a protector tube lies above these crests, 
the tube will perform satisfactorily. In the general applica¬ 
tion of protector tubes it is not necessary to have the 
complete recovery-voltage curve if the data corresponding 
to these predominate crests are available. Therefore, in 
summarizing the results of the general study only the data 
pertaining to these predominate crests were plotted in 
Figs. 22 and 23. 

Referring to Fig. 22, it will be seen that for each voltage 
class studied the time to the first crest and to the maximum 
overshoot, as well as the magnitude of the first crest and 
the maximum overshoot are presented for the single line- 
to-ground and double line-to-ground fault cases. For these 
curves the abscissa is the current magnitude for a sym¬ 
metrical three-phase short-circuit at the sending end. The 
results for a system under load are plotted for each current 
condition, with and without the arc representation device 
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for 0-, 25-, and 100-ohms lower-footing resistance. For 
comparison, one study with no load and with zero arc and 
tower-footing resistance is plotted. The arc representation 
device makes use of Rectox resistors to simulate the arc 
characteristics of a protector tube. The Rectox resistor 
was adjusted to give approximately 20 percent of line-to- 
neutral voltage at the peak of the symmetrical short-circuit 
current wave. 

Fig. 23 presents the results of similar studies made on 
the same systems except with reactance grounding. The 
system arrangement with respect to grounding is shown 
in Fig. 21. 

Application of Data —Although the recovery-voltage 
data presented are useful in a number of applications, the 
particular application of the protector tube will be taken 
as an illustration. The case of a 34.5 kv solidly-grounded 
system with 22.5 miles of transmission line with a sym¬ 
metrical three-phase short-circuit current of 4,000 amperes 
at the sending end has been selected. No-load and zero-arc 
and tower-footing resistance give the highest recovery volt¬ 
age for both single-line-to-ground and double-line-to- 
ground faults as sho^vn in Fig. 22. The data for these two 
cases have been plotted in Fig. 24. The insulation recovery 
curves for two protector tubes are also included in this 
figure. Curve Ti extends below the system recovery volt¬ 
age curve for the case of a single-line-to-ground fault but 
is always above the corresponding curve for the case of a 
double-line-to-ground fault. As both types of faults must 
be considered in the application of protector tubes, a tube 



Fig. 24—Comparison of system recovery voltage and dielec¬ 
tric recovery curves for De-ion protector tubes. Recovery 
voluge data re-plotted from Fig. 22. 


having characteristics similar to curve should be used 
for this system. 

Using the data in Figs. 22 and 23 it is possible to predict 
the performance of any protector tube on any of the typical 
systems studied in this general investigation. A more de¬ 
tailed discussion of the application of these data is in¬ 
cluded in Chap. 17. 

8. Distribution-System Recovery Voltage Char¬ 
acteristics 

The data in Sec. 7 are not generally applicable to the 
lower-voltage circuits because of the differences in source 
reactances, circuit arrangements, line lengths, conductor 
spacings, etc. For this reason, a study^ wtis made on the 
analog computer to obtain fundamental data on the re- 
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Fig. 25—Distribution system selected for study on Anacom. 


covery voltage characteristics of circuits in the 2400--to 
13 800-volt range. The general study was limited to the 
case of a four-wire, multi-grounded system supplied from a 
delta-star power transformer, connected to an infinite bus 
on the primary side and solidly grounded on the secondary 
side. 

Geometric-mean distances of 2.60 feet between phase 
conductors, and 4.1 feet between the phase and the neutral 
conductors were assumed. These spacings give reactances 
that are an average of the values obtained over the range 
of spacings normally used between 2400 and 13 800 volts. 
The small variations introduced by changes in spacing are 
not considered significant in the general problem. A con¬ 
ductor height of 30 feet and a ground resistivity of 100 
meter oluns were used in all studies. The phase- and 
neutral-conductor sizes were assumed to be the same, and 
were varied between 4/0 and No. 6 copper. The line 
constants for these two extreme conductor sizes are 
included in Table 4. 


Table 4—Constants op Typical Distribution Circuits 


System 

Copper 

Size 

z^ 

Zo 

Cl 

Co 

4-wire 

4/0 

0.2784-70.615 

0.564 4-71.89 

0.0187 

0.0078 


No. 6 

2.18 4-70.766 

2.93 4-72.77 

0.0149 

0.0069 

3-wirc 

4/0 

0.2784-70.615 

0.564 4-73.15 

0.0187 

0.0063 


No. 6 

2.18 4-70.756 

2.47 4-73.29 

0.0149 

0.0059 

Single-phase 

4/0 

Z =0.373-t-jl.04 


Not«: All impedanoM in ohms per milo at 60-cyclee. * All eapacitancee in micro- 
farad* per mile. 


Fault location was found to have a significant effect so 
faults were applied on the sending-end bus and at the 
and 1.0 points, the latter being the open end of the line. 
The studies were made by applying single- and double- 
line-to-ground faults at four locations, and recording the 
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times to 90-percent voltage, and the times and magnitudes 
associated with the maximum recovery-voltage transient. 
These data are illustrated in Fig. 26 for the case of a single- 
line-to-ground fault on an eight-mile system. Time is ex¬ 
pressed in microseconds and voltage in percent of normal 
line-to-ground crest voltage. It is evident that fault loca¬ 
tion has considerable influence on the pertinent data. With 



Fig. 26 -Method of recording and interpreting data illus¬ 
trated for one line-to-ground fault on eight-mile, four-wire 

system. 


a two-ohm source, the time to 90-percent voltage is a 
minimum for a sending-end fault, whereas a receiving-end 
fault dictates this time with an eight-ohm source. Maxi¬ 
mum voltages are obtained for faults away from the send¬ 
ing-end bus. However, many cases were noted where the 
maximum voltage did occur for sending-end faults, es¬ 
pecially where small line conductors were represented. This 
illustrates the complexity of the problem, and the need 
for considerable data before formulating conclusions. 

As it would be impractical to summarize, in the form oi 
useful curves, all of the data obtained, a simple uniform 
method of interpretation was adopted. As a protective 
device must function at any location on a circuit, it is 
necessary to know only the most severe circuit conditions, 
regardless of fault location. With this in mind, a straight 
line was drawn to connect the points giving the minimum 
times to 90-percent and maximum recovery voltage. This 
line then defines the voltage-recovery characteristics of the 
particular system. In certain cases, such as the eight-ohm 
system in Fig. 26, the defining straight line was extended 
through one maximum voltage point to a horizontal line 
that intercepts the highest voltage recorded. This results 
in a simple method of plotting data without being ultra¬ 
conservative. In the case illustrated, the maximum re¬ 
covery voltage would be recorded as 170 percent at 140 
microseconds. 

The times to 90 percent and to maximum recovery volt¬ 
age were obtained by plots similar to Fig. 26. These times 


were then reduced to a one-mile basis by dividing by the 
line length in miles; then plotted as a function of the 
X/M ratio (ratio of source ohms to line length in miles). 
These data are summarized in Fig. 27 for single- and 
double-line-to-ground faults, and 4/0 and No. 6 copper 
conductors. The times, for a given X/M ratio, do not 
vary greatly with the type of fault or the conductor size, 
even though consideration was given to various fault 
locations. For this reason, it was decided that practical 
answers could be obtained by drawing a single curve under 
each set of data. The differences between the actual limes 
and those defined by the lower-limit curves were not 
considered important in view of the complexity of the over¬ 
all problem, and the complicated circuits encountered in 
practice. The actual times for any given line length can be 
obtained by multiplying the values in Fig. 27 by the line 
length in miles. 

The maximum voltages measured are plotted in Fig. 28 
as a function of the X/M ratio. Values are included for 
lour conductor sizes, which allows an evaluation of this 



Fig. 27—Times to 90 percent and maximum recovery voltage 
referred to a one-mile line basis. To.y/Af, Tm/M —times to 90 
percent and maximum voltage divided by line length in miles. 

X—60-cycle source reactance in ohms 

I— Tm/M neglecting line inductance 

II— T0.9/M neglecting line inductance 

III— T0.9/M neglecting line reflections 

variable on the voltages obtained. Conductor size has the 
most influence on the maximum voltages when the X/M 
ratio is small. With 4/0 conductors the voltages do not 
vary appreciably with the X/M ratio, and can be repre¬ 
sented by a straight horizontal line equal to 175 percent 
for single-line-to-ground faults and 205 percent for double- 
line-to-ground faults. If protective devices are to be 
applied independent of conductor size, these maximum 
values should be considered as a basis for standardization. 
The voltages are expressed in percent of normal line-to- 
ground crest voltage and apply to systems in the 2400- to 
13 800-volt range. 
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Fl^. 28—Maximum recovery voltages as a function of X/M 

ratio. 


X—Source reactance in ohnis 
M —Line length in miles 

General Circuit Arrangements—The data in Figs. 
27 and 28 are obtained for a source and a single line, which 
would be an exceptional condition in practice. It is there¬ 
fore necessary to have available a definite procedure for 
estimating the voltage-recovery characteristics of the more 
practical systems, consisting of a multiplicity of trunk 
feeders and laterals. Guided by the results of analog 
computer studies of a few special cases, theoretical equa¬ 
tions have been derived for estimating the voltage-recovery 
characteristics of practical systems, and are included in 
this section. 

Studies^ were made of a system with 16 miles of line 
connected as (1) one 16 mile line, (2) two eight-mile lines 
in parallel, and (3) one four-mile line in parallel with one 
12-mile line. The following conclusions were drawn from 
the data obtained: 

1. The time to 90-percent voltage is a minimum with a 
single line. 

2. The time to maximum recovery voltage is a minimum 
with more than one line in parallel. 


Because of conclusion 2, calculations were made for 
the case of an infinite number of lines in parallel, by 
neglecting all line inductance and representing the lines 
by lumped capacitances. These data, for a single-line-to- 
ground fault on a two-ohm, 16-mile system are given in 
Table 5. The maximum voltages vary between 168 and 


Table 6—Calculated Recovery-Voltage Data for A Solidly- 
Grounded System Consisting of a Two-Ohm Source and 
16-Miles of Line 


Conductor 

Size 

System 

To.9 


i 

Exn 

No. 6 

3-wire 

43.5 

90 

175 

4/0 

3-wire 

47.3 

95 

168 

No. 6 

4-wire 

45.3 

94 

183 

4/0 

4-wire 

49.6 1 

103 

180 


Noto; The above data were calculated for a ainale-line-to-ground fault, neglecting 
loas and line inductance. 


183 percent, and compare favorably with the 175 percent 
obtained in the general study for single-line-to-ground 
faults. The times to maximum voltage range between 90 
and 103 microseconds, the shorter time being obtained 
with the smaller conductor on a three-wire system. The 
time to 90-percent voltage is also a minimum for this same 
system. 

Whenever line inductance can be n eglec ted, the signifi¬ 
cant recovery voltage times vary as \/XM, where X is the 
00-cycle source reactance and M is the total miles of 
connected line, assumed to be equal on the three-phases. 
Curve I, Fig. 27, is the calculated curve for times to 
maximum voltage for a single-line-to-ground fault on a 
No. 6-conductor, three-wire system. This straight-line 
curve approaches the analog computer data for X/M 
ratios above 1.0, even though the computer data were ob¬ 
tained for a single line, and the calculated curve applies for 
an infinite number of lines in parallel. This shows that 
line inductance has little effect on the times to maximum 
voltage for large X/M ratios. The significant time to 
maximum voltage for the case of a 4-mile line and a 12- 
mile line in parallel is plotted in Fig. 27. This point falls 
closer to Curve I than to the single-line curve. As most 
systems have a multiplicity of circuits, it is suggested that 
curve I be used for estimating times to maximum voltage, 
regardless of circuit arrangement. Curve II, Fig. 27, 
represents the times to 90-percent voltage for the case of 
an infinite number of parallel circuits. The times to 90- 
percent and maximum voltage, for the limiting case of an 
infinite number of feeders in parallel, can be estimated as 
follows: 

(1) Tq .9 = 7.7 y/ lCM m icroseconds. 

(2) Tm =15.9 \/XM microseconds. 

Note: A' is the 60-cycle source reactance in ohms, 
and M is the connected overhead line in miles 
per phase, including trunk feeders and laterals. 
The constants in the equations were derived 
from the calculated times in Table 5 for a No. 
6 conductor, three-wire system. 

The computer data in Fig. 27 fall close to Curve II for 
X/M ratios larger than approximately Below this 
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ratio, the times for a single line are not a function of line 
length, but only of source reactance. The minimum times 
were obtained for single-line-to-ground faults on the send¬ 
ing-end bus, and the recovery voltage reached the 90- 
percent values before reflections returned from the open 
end of the line. These times therefore vary directly with 
the 60-cycle source reactance, and follow Curve III. 

With several long feeders in parallel, and a low source 
reactance, the times to 90-percent voltage are independent 
of line length, and vary directly with source reactance and 
with the number of feeders connected to the source bus. 
These cases can be represented in Fig. 27 by additional 
c^es in parallel with Curve III, and with the times for a 
given XfM ratio increased directly with the number of 
parallel feeders. The times to 90-percent voltage for these 
long-line cases, where line reflections can be neglected, can 
be estimated from the following relation: 

(3) To.«=13.8 NXf where X is the 60-cycle source re¬ 
actance in ohms and N is the number of long feed¬ 
ers in parallel. The constant in the equation 
is the calculated time to 90-percent voltage for 
a system consisting of a one-ohm source and a 
single No. 6 copper overhead circuit. 

In any particular case being studied, the time to 90- 
percent voltage should be calculated by Eqs. (1) and (3), 
and the minimum time thus obtained should be used. 
This procedure will give conservative results for systems 
normally encountered in practice. 

9. Switching Surges and Arcing Grounds 

The transient voltages discussed in the previous sec¬ 
tion were based on the opening of a circuit without re- 
striking. Under some conditions restriking of the arc can 
occur, resulting in transient voltages of higher magnitude 
than produced with no restriking. Circuit changes that 
produce the highest transient voltages involve arc paths. 
The arc path may be in the fault or it may be in a circuit¬ 
interrupting device such as a circuit breaker. If the in¬ 
termittent arcing takes place in a fault to ground, the 
phenomenon is called an arcing ground. However, if the 
arcing occurs in a circuit-interrupting device the voltages 
produced are called switching surges. 

The mechanism by which intermittent arcs produce 
high transient voltages can best be explained by using 
simple circuits that are basically equivalent to actual powei 
(^sterns. Also it is convenient to represent the intermit¬ 
tent arc by a switch, the opening and closing of which is 
equivalent to the extinction and restriking of the arc, 
respectively. Using simple circuits, the mechanism of 
producing transient voltages will be explained for both 
arcing grounds and switching surges. 

Arcing Grounds—Theory— The circuit in Fig. 29 
illustrates the phenomenon during an arcing ground on 
a system. The windings of a three-phase generator are 
represented by simple T networks. The generator is as¬ 
sumed to be tp^ounded through a neutral reactor, the re¬ 
actance of which is large in comparison with the gen¬ 
erator winding reactance. It is further assumed that an 
arcing fault occurs at the terminals of the generator. If, 
for the purpose of discussion, the unfaulted phases are 



Fig. 29—Arcing fault at the terminals of a three-phase gen¬ 
erator grounded through a neutral reactor. 

Xg —Reactance of generator winding 
C —Capacitance of generator winding to ground 
Xfi —Neutral reactor 
/—Fault current 
e,—Fault voltage 
c,—Internal voltage of generator 

neglected, the circuit in Fig. 29 (a) can be reduced to the 
simple circuit in Fig. 29 (b). 

In the assumed circuit the fault current will lag the 
generated voltage by 90 electrical degrees as loss has 
been neglected. If the arc in the fault is extinguished at 
the instant the fault current passes through zero, as 
shown in Fig. 29 (c), the voltage across the fault will not 
immediately return to normal but will oscillate around 
normal. It will reach a crest of twice normal voltage, 
cycle of the high frequency oscillation after the arc is 
extinguished. This oscillation is the same as the simple 
oscillation discussed in connection with Fig. 16. During 
the fault, approximately full generated voltage appears 
across the neutral reactor as it has been assumed that the 
reactance of the neutral reactor is large in comparison to 
the machine reactance. Therefore at the instant the arc 
is extinguished in the fault, the voltage across the reactor 
is approximately equal to the crest value of the gener¬ 
ated voltage. After the arc is extinguished the steady- 
state voltage across the neutral reactor is zero. The re¬ 
actor voltage will therefore oscillate from a plus 100 per¬ 
cent voltage to a negative 100 percent voltage foUowing 
arc extinction. 

Now, if the voltage across the arc rises faster than the 
dielectric strength of the arc space recovers, the arc will 
restrike. This restriking of the arc can occur at any 
point on the wave of high frequency voltage across the 
arc. Suppose the arc restrikes when the voltage across 
the dielectric reaches its maximum value of twice normal. 
After the restrike occurs the fault voltage will drop to 
zero as shown in Fig. 29 (c). After the arc restrikes the 
steady-state voltage across the neutral reactor will be 
approximately equal to the crest value of the generated 
voltage. The reactor voltage will therefore start at a 
negative 100 percent voltage at the instant the arc is 
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reestablished and will oscillate around normal voltage, 
reaching a crest of three times normal. 

In the above analysis it was shown that the voltage 
across the neutral reactor can reach three times normal 
line-to-ground voltage even when the arc is reestablished 
only once. This process can be repeated several times re¬ 
sulting in still higher voltages. In this analysis it was as¬ 
sumed that arcs were extinguished at zero points of the 
high-frequency current wave (except for the first extinc¬ 
tion) and arcs were established at the crest of voltage 
waves. Other theories**® of arcing are based upon fun¬ 
damental frequency arc extinction and restriking. 

Switching Surges — Theory —The transient voltages 
produced during the de-energizing of an unfaulted line 
section are shown in Fig. 30 for a single-phase system in 
which the line is represented by a condenser. The suc¬ 
cessive steps of building up the capacitor voltage are 
shown in Fig. 30 (b). Normal capacitor voltage has been 
added as a dotted curve. The capacitor voltage is nor¬ 
mal and at point A the switch is opened and a charge is 
.left on the capacitor. The switch voltage is now the 
algebraic sum of the generated voltage and the voltage 
resulting from the charge on the capacitor. It will reach 
a maximum of twice normal generated voltage at one- 
half cycle of fundamental frequency after the switch is 
opened. At point B the capacitor voltage has a value of 
+ 1 in per unit values, whereas the normal capacitor 
voltage, with the switch closed, is —1. If the switch is 



C 3 0 


(b) 

Fig. 30—De-energizing an unfaulted line section. 

Note: Switch opened at A, C, E 
Switch closed at B, D 

closed at this time the capacitor voltage will tend to 
reach a value of — 1 but because of the circuit inductance 
or inertia the voltage will overshoot and, without damp¬ 
ing, will reach —3. If now the switch is opened, the 
capacitor will have a charge corresponding to a voltage 
of —3. If the switch is again reclosed one-half cycle after 


opening, the capacitor voltage will tend to reach a value 
of +1 but will overshoot to +5. Thus the voltage builds 
up according to the series, 1, 3, 5, 7, ... and will have no 
limit if damping is neglected. In this analysis it has been 
assumed that the inductance is small and that the nat¬ 
ural frequency of the circuit is high in comparison to the 
fundamental frequency. 



(b) 

Fig. 31—De-energizing a line section subjected to a single 
line-to-ground fault. 

A third important case is de-energizing a line section 
subjected to a single line-to-ground fault. Consider a 
solid single line-to-ground fault on phase C of the three- 
phase system in Fig. 31. Assume the fault is cleared by 
the opening of the circuit breaker with arcing in pole A. 
First, if Xn is large in comparison to the reactance of the 
generator, full line-to-line voltage will appear between 
phase A and ground, independent of whether pole A of 
the breaker is closed or open. For simplicit}^ the three- 
phase system can be reduced to the circuit in Fig. 31 (b) 
in which the breaker is represented by a switch. Normal 
line-to-line voltage has been inserted back of Xn. The 
only difference between this circuit and the one in Fig. 
30 is in the voltage back of the circuit reactance; the 
voltage in Fig. 30 (a) is normal line-to-neutral voltage 
and the voltage in 31 (b) is normal line-to-line voltage. 
The transient voltages produced in the circuit in Fig. 31 
(b) will therefore be equal to \/3 times the voltages pro¬ 
duced in Fig. 30 (b). The voltage acrossJbhe capacitor will 
then increase according to the series \/3 (1, 3, 5, 7-). 

Characteristics of Arc Path—In Fig. 32 is shown 
the voltage across the switch for the transient conditions 
in Fig. 30. The switch voltage is found by subtracting 
the condenser voltage from normal generated voltage. 
The first arc reestablishment occurs at A at twice normal 
voltage. This requires that the dielectric strength of the 
arc path recovers along some curve such as I, that is, 
along a curve above the curve of recovery voltage until 
at point A where they intersect. While the arc path is 
conducting, the dielectric strength of the switch is prac¬ 
tically zero. When the arc is again extinguished, the 
dielectric strength curve again starts from zero but re¬ 
covers much more rapidly and intersects the curve of 
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—Dl«l«ctric recovery chanict«rlatlcaaMum«d tn Fig. 30. 

recovery voltage at the point B causing a second re¬ 
strike. If the dielectric strength of the arc path recovered 
along some curve III the arc would not reestablish at B. 
These curves show the requirement for the dielectric 
strength of the arc path to obtain high overvoltages. If 
ciurve I were not as high as shown, the restrike would 
have occurred at a lower voltage, and the capacitor volt¬ 
age would not have been as large as shown in Fig. 30 
(b). If the dielectric strength had built up at a more 
rapid rate, no restrike would have taken place. Thus, the 
dielectric strength must build up at a higher rate «dter 
any extinction than it did after the preceding extinction 
to develop cumulatively higher voltages. This phenom¬ 
enon is unlikely to take place in open air between sta¬ 
tionary contacts because such an arc path is unlikely to 
develop the required dielectric recovery strength. In 
coniin^ arcs, where the pressure may increase after each 
conduction period, this phenomenon may take place. 
Separation of breaker contacts has a tendency to cause 
hi^er dielectric strength recovery rates after each con¬ 
ducting period because of the increasingly larger contact 
separation. These requirements of the arc path probably 
provide an explanation for the difficulties experienced in 
attempts to produce high voltages by arcing in air over 
insulator strings. The conditions for producing high 
vdtages by intermittent arcing are somewhat more fav¬ 
orable for apparatus failure under oil than for fiashover 
of an insulator string. Perhaps apparatus failure imder 
oil causes line fiashover instead of a line fiashover causing 
apparatus failure. 

Ganerat Study—The f(»regoing discussion has been 
based on simple circuits for ^e purpose of illustrating 
the essential elements the theories of intermittent arc¬ 
ing. All actual qnBtems are relatively quite complicated 
and cannot be r^uced to the simple circuits us^ Be¬ 
cause of this cmnplexity, the maximum voltages with 
intermittent arcing are not quite in accord with the pre¬ 


ceding theories. More q;>eoifically, the nuudmum vedt- 
ages are obtained for simple circuits with the arcs recur¬ 
ring at either the hi^-frequency voltage crest or at the 
fundamental-frequency voltage crest. With cmnplicated 
circuits hi^er voltages may be obtained if the are is es¬ 
tablished before or after these points. This is because the 
oscillating circuits have severed natural frequencies. The 
determination of the exact manner of restriking is diffi¬ 
cult to define analytically. Because of this fact and be¬ 
cause of the importance of damping it is impractical to 



Fig. 33—Schematic diagram of eystem aeiected for atudy. 


study arcing grounds and switching transients by the 
usual mathematical methods. It is more convenient to 
represent actual systems in miniature on the arc network 
calculator and perform the switching operations with the 
special switches described previously. 

To study the magnitude and other characteristics of 
transient voltages produced by switching operations and 
faults with intermittent arcing, a t 3 rpical transmission 
system (Fig. 33) was selected for a study* on the a-c 
network calculator. Since these transient voltages are 
greatly infiuenced by the method of grounding, the neu¬ 
tral impedances of the system were varied through a wide 
range of resistances and reactances, between the limits 
of the solidly grounded system and the imgrounded qrs- 
tem. 

The system consists of a hydroelectric generating sta¬ 
tion, the output of which is transmitted 100 miles over 
230-kv lines to a load, which is also supplied by local 
steam generators. The sending and receiving-end trans¬ 
formers are star-connected on the 230-kv side to permit 
grounding, as discussed subsequently. The reactance 
characteristics of the different parts of the system are 
shown in Fig. 33 and the wire sises and configuration of 
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Fig. 34—Configuration of trantminion line. 


the transmission lines ore shown in Fig. 34. The trans¬ 
mission lines are separated so there is no mutual effect 
between them. Also, the generators at both ends of the 
line are assumed to be in phase and to have the same in¬ 
ternal voltage. 
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reactance corresponding to a ground-fault neutraliser is 
indicated. In each of these figures the data is plotted for 
one and two lines and one and two restrikes. 

As shown in Fig. 36 transient voltages can be avoided 
by the use of the solidly-grounded system or the system 
grounded through a ground-fault neutraliser, both of 
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for a free-neutral system the voltages are appreciably 
lower for the larger lengths of connected line. 

The transient voltages for the condition of de-energis- 
ing a line section with a fault on a phase other than that 
which is being switched are shown in Fig. 38. The volt¬ 
ages in all cases of reactance grounding increase as the 
neutral reactance increases. The voltages between neu¬ 
tral point and ground also increase for resistance ground¬ 
ing as the magnitude of the resistance is increased. The 
voltages with a ground-fault neutralizer are definitely 
higher than for any of the lower values of reactance 
grounding. This is to be contrasted with the dip in the 
voltage curves of Figs. 36 and 37. In Fig. 38 the volt¬ 
ages with two restrikejs increase as compared to the case 
with one restrike. As would be expected, the longer the 
connected line, the lower the magnitude of the transient 
voltages. 

Figure 39 shows the results of a study similar to that 
of Fig. 38 except that a double instead of a single line- 
to-ground fault is applied to the line section being de¬ 
energized. In general, the comments are the same as for 



Fig. 36—Effect of grounding impedance on transient voltages 
caused by arcing grounds. 
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Solid curve: Reactance grounding 
Dotted curve: Resistance grounding 

Note: Letters on curves refer to lettered points on inset circuit. 
Ground>fault neutraliser reactance: 876 ohms 

which have been employed for many years to avoid the 
abnormal voltages encountered on ungrounded systems. 
The voltages corresponding to resistance grounding are 
fairly uniform and relatively low for the range of resist¬ 
ance studied. However, for neutral resistances approach¬ 
ing infinity, the transient voltages will approach those 
of the ungrounded system. The study shows that there 
is a value of reactance intermediate between the solidly 
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grounded system and the system grounded through a 
ground-fault neutralizer almost as high as for the un¬ 
grounded system. 

The transient voltages resulting from the de-energizing 
of an unfaulted line are showm in Fig. 37. The lowest 
transient voltages, with the exception of those across the 
neutral impedances, are obtained for a system grounded 
through a ground-fault neutralizer. In all cases the neu¬ 
tral-point voltage increases as the neutral impedance in¬ 
creases. For the range of practical neutral impedances, 
there is no appreciable difference between the voltages 
obtained for the case of one and of two lines. However, 


Fig. 37—Effect of grounding impedance on transient voltages 
caused by de-energizing an unfaulted line 
See subcaption of Fig. 36. 

the case of Fig. 38. For reactance grounding the tran¬ 
sient voltages increase rapidly for a relatively small addi¬ 
tion of neutral reactance, so that for low neutral react¬ 
ances the transient voltages closely approach those of the 
free-neutral system. 

The results obtained in the a-c network calculator stu¬ 
dies are based on a definite number of restrikes which 
are spaced at such intervals as to give the maximum volt- 










616 


Power System Voltages and Ctarents During Abnormal Conditions 


Chapter 14 


age for this number of reetrikes. Thus, in the average 
case, ^ce the restrikes may not occur at the optimum 
point, the voltages will be of lower magnitude giving a 
probability curve for the voltage. Of course, only a mi¬ 
nority of ^e cases of system faults and switching produce 
abnormal voltages. 

The arc network calculator studies have also beoi 
based on the assumption that transient voltages of in¬ 
creasing magnitude can be impressed on the system with¬ 
out altering the characteristics of the system. Actually, 
the transient voltages will be limited by other factors 
that become of increasing importance as the transient 
voltage increases. On some systems corona will limit the 
magnitude of transient voltage by introducing losses in 
the oscillating circuits. Under some conditions excess 


ONE LINE TWO LINES 



NEUTRAL RCACTANCC-ONMS NEUTRAL REACTANCE-OHMS 


ONE LINE 

I RESTRtKE 


TWO LINES 



O 20 40 60 ao too •• 
NEUTRAL RCStSTANCE-CHMS 


O 20 40 60 60 no m 

NEUTRAL RESBTANCE-ONMS 



O 200 400 600 600 OOO •> 

neutral reactance-ohms 
0 20 40 60 60 no • 

neutral resistance-ohms 


o 200 400 600 600 noo <• 
NEUTRAL REACTANCE-OHMS 
0 20 40 00 60 no • 

NEUTRAL REStSTANCE-OHMS 


0 200 400 600 600 noo 
NEUTRAL REACTANCE-OHMS 


O 200 400 600 600 1000 

neutral reactance-ohms 



neutral reactance-ohms neutral reactance-ohms 

0 20 40 0oaono •• o20406oaono • 
neutral resotance-ohms neutral resistance-ohms 

Fig. 38—Effect of grounding impedance on transient voitagea 
caused by de-energizing Une with singie Unc-to-ground fault 
See subcaption of Fig. 34. 

voltages will produce increases in exciting current par¬ 
ticularly at the lower frequencies, but usually this factor 
is unimportant. Transient volt^es can also be limited 
by the operation of lightning arresters or protective gaps 
adjusted to operate below the Oashover level of line or ap¬ 
paratus insulation. These devices may limit the magni¬ 


0 20 40ooeono» ozoAosoaono** 
NEUTRAL RESOTANCE-OHMS NEUTRAL RESOTANCE-OHMS 

Fig. 39—Effect of grounding Impedance on transient voltages 
caused by de-energizing line with double iine-to-ground fault 
See subcaption of Fig. 36 

tude of transient voltages on a particular system. Fi¬ 
nally, the transient voltage is l^ited by the flashover 
characteristics of line and apparatus insulation. Oper¬ 
ating experience confirms the results of this study in that 
some switching operations do result in flashover of line or 
neutral-point insulation. 

Many klydonograph investigations have been reported 
in the literature, and frequently overvoltages resulting 
from switching operations are segregated from those due 
to lightning. Extensive investigations were reported by 
Cox, McAuley and Huggins,* Gross and Cox,‘® Lewis and 
Foust,“ and by some European investigators. The Joint 
Subcommittee on Development and Research of the Edi¬ 
son Electric Institute and Bell Telephone System, has 
also carried on investigations and has made an excdlent 
summary’* of the more important published data. 

The principal results of the switching-surge studies us¬ 
ing the klydonograph have been summarised in Fig. 40 
Clines A and B, obtained from the original investiga¬ 
tion by Cox, McAuley, and Huggins, give the voltages 
caused by energising or de-energizing operations and the 
voltages resulting from faults with subs^uent switching. 
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transient voltag^es can be neglected, reducing the circuit 
to the one shown in Fig. 42 (b). 

Consider the case of a single line-to-ground fault oc¬ 
curring on a feeder and the fault removed by operation 
of the breaker. The fault is assumed to last long enough 
to allow damping out of all initiating transients and the 



(b) 

Pig. 42—Generator grounded through neutral reactor. 


(a) Simple three-phase system 

(b) Simplihed single-phase system 

JTg—Generator subtransient reactance 

Cg—Crenerator winding capacitance to ground 

Cb—Capacitance of bus, cables, etc. 

OCB—Oil circuit breaker 
F~~Fault 

Xy ^—Neutral reactor 

arc in the breaker is ruptured far enough ahead of a nor¬ 
mal current sero to give an extinction voltage equal to 
normal line-to-ground crest voltage. The generated volt¬ 
age and fault current are shown in Fig. 43 for this con¬ 
dition. A small arc drop in phase with the current ap¬ 
pears across the breaker terminals during the entire arc¬ 
ing period. 

If the neutral reactance is large in comparison to the 
machine reactance, practically all of the generated volt¬ 
age will appear as a drop across the neutral reactor while 
the fault is present. The reactor voltage will then be ap¬ 
proximately equal to the generated voltage until the 
breaker terminal voltage starts to increase as a result of 
the de-ionizing action of the breaker. As the neutral re¬ 
actor was assumed to be large in comparison to the ma¬ 
chine reactance, the reactor voltage is approximately 
equal to the difference between the generated voltage and 
the breaker voltage. It therefore reaches a crest of twice 
normal at A'. If the arc is ruptured* at A, normal gener¬ 
ated voltage is removed from the reactor as with no 
fault on the system no voltage appears across the neutral 
reactor. The reactor voltage therefore oscillates aroimd 

*In this analysis the arc is assumed to be ruptured at the instant 
of crest negative voltage between breaker terminals. It is realised 
that the arc may be ruptured before this time. 


sero; and without damping it would reach a negative 
crest of twice normal. With damping it reaches a nega¬ 
tive crest somewhat less as shown in Fig. 43. 

With the breaker open and with the fault on the sys¬ 
tem, the normal steady-state voltage across the breaker 
is approximately equal to the generated voltage. When 
the arc is ruptured at A the breaker voltage will start at 
a negative crest of 100 percent and oscillate around the 
generated voltage. It will reach a positive crest of three 
times normal with no damping or some less with damping. 

The maximum reactor voltage is equal to the breaker 
extinction voltage plus the generated voltage at the time 
this extinction voltage appears across the breaker ter¬ 
minals. In the case of a reactance grounded generator 
the arc is ruptured at near crest generated voltage so 
the reactor voltage is equal to the extinction voltage plus 
normal crest generated voltage. The breaker voltage ap¬ 
proaches a crest equal to twice the generated voltage plus 
the extinction voltage. 




Pig. 43—Transient voltages with no restiiklng. 

(a) Breaker voltage. 

(b) Reactor voltage 

eg —Normal line-to-ground voltage 
Emnt —Extinction voltage 
i—Fault current 


As shown in Fig. 43, the breaker voltage may build up 
fairly high. If at any time this voltage exce^ the di¬ 
electric strength of the arc space between the breaker 
contacts, the arc will restrike. In Fig. 44 the restriking 
is assumed to occur at the instant the breaker voltage 
reaches its maximum value at C. Assuming that 100 
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percent extincticm voltage appeared acroes the breaker 
terminals at the instant of arc rupture and further as¬ 
suming no damping, this maximum breaker voltage will 
be three times normal. When the breaker voltage is at 
C the reactor voltage will be at a negative 200 percent 
voltage. When the arc is reestablished the breaker volt¬ 
age will decrease to a very small arc drop as shown in Fig. 
44. After the restrike occurs the steady state voltage 
across the reactor is approximately equal to the normal 
generated voltage. The reactor voltage will therefore 
start at C* and oscillate around normal generated voltage. 
It will overshoot to a crest voltage of four times normal 
if losses are neglected. 

With one restrike and without damping the reactor 
voltage will reach three times normal crest generated 
voltage plus the breaker extinction voltage. With addi¬ 
tional restrikes the voltage can increase further if the 
restrikes occur at the right time. It is of course rather 



improbable that more than one or two restrikes will occur 
at just the right time to give these high overvoltages. 

Resistance Grounding —If the neutral reactor is re¬ 
placed with a resistor having the same impedance, the 
power factor of the fault circuit will be iq>proximately 
unity. The breaker and resistor voltages for this condi¬ 
tion are shown in Fig. 46. Normal eorrent sero will co¬ 
incide with normal vtdtage smo. As the arc drop is still 
in phase with the current, the breaker extinction voltage 
and normal generated voltage are on the same side of the 


axis. As the resulting breaker voltage oscillation after 
the arc is ruptured at A depends upon the generated 
voltage, the oscillations will quite small. No voltage 
appears across the resistor at the time the arc is ruptured 
b^ause no current is flowing at that time. The oscilla¬ 
tion in the resistor voltage will be small and will be 




(b) 

Fig. 45—^Transient voltages produced with resistance ground¬ 
ing. 

(a) Breaker voltage 

(b) Voltage across neutral resistor 


damped out rapidly because of the high loss present in 
the system. 

Parallel Resistance and Reactance —Since furly 
high voltages can be produced when a neutral reactor 
is used and since these voltages are greatly reduced when 
a neutral resistor is used, the question naturally arises 
as to whether it would be possible to compromise and use 
a combination of both. With resistance and reactance in 
parallel the phenomenon will follow closely one of the 
cases above depending upon which predominates. Re¬ 
sistance in parallel with a reactor will usually prevent 
cumulative building up of the reactor voltage on succes¬ 
sive restrikes but a low parallel resistance is necessary in 
order to prevent the breaker extinction voltage from ap¬ 
pearing across the neutral reactor. As shown in Fig. 43 
the reactor voltage is the sum of the generated voltage 
and the extinction voltage. Because the resistance re¬ 
quired to keep most of the extinction voltage from ap¬ 
pearing acroes the neutral reactor is small, it is usually 
preferable to omit the reactor entirely and use resistance 
grounding. 

Analog Computer Studies—In the theoretical dis¬ 
cussion given above the neutral reactance was assumed to 
be much larger than the machine reactance. To show 
the effect of variations in transient voltages with neutral 
reactance, studies were made on the analog computer. 
The circuit employed was similar to the one in Fig. 42(a) 
excepting that the oil circuit breaker was omitt^, and 
an arcing fault was applied between phase A and ground 
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TABLB 6—SOKa VOLTAOH PlODDCID WlTB RaACTANCB 
Oaoommo 


Xt/Xt 

Ratio 

Suife Voltafes* 

Faulted Phase 

Unfaulted Phases 

Aeross Neutral 
Reactor 


One 

Two 

One 

Two 

One 

Two 


Restrike 

Reetrikes 

Reetrike 

Reetrikes 

Reetrike 

Reetrikes 

1 

170 

170 

160 

100 

0 

0 

2 

165 

168 

140 

142 

45 

45 

8 

165 

165 

180 

193 

100 

100 

4 

165 

165 

190 

215 

115 

130 

6 

185 

185 

200 

230 

150 

155 

8 

190 

190 

260 

260 

180 

180 

10 

280 

430 

285 

400 

175 

270 

12 


460 


450 


300 

14 

400 

440 

390 

490 

250 

350 

20 

390 

400 

410 

450 

250 

270 

30 

370 

400 

390 

500 

250 

300 

30 

330 

370 

400 

430 

230 

300 

100 

280 

260 

400 

410 

230 

280 


•Exp r ew e d in p«oent of aormnl lino-to-croand erett TolUfe. 


at the generator terminals. The following constants were 
used: 

X,"‘ 1.28 ohms at 60 cycles. 

C( •>0.35 microfarad. 

Cb »0.20 microfarad. 

The fault was applied at the instant the 60-cycle voltage 
between phase A and groimd was equal to its orest value, 
and removed at the first ciirrent sero, either 60-cycle or 
high frequency. The fault was reappli^ at crest recovery 
voltage across the fault and then removed at the fiirst 
current sero following the reStrike, or fault re-application. 
In the case two restrikes the latter procedure was re¬ 
peated. Table 6 is a summary of the residts obtuned with 
one and two restrikes for Xt/Xt ratios between one and 
100. In this table Xt is equal to X, in Fig. 42, and Xo is 
equal to X, idus 8X,, the positive- and sero-sequence 
machine reactances being equal in the equivalent circuit 
employed. The faulted phase, maximum unfaulted phase 
and neutral reactor voltages are included in the summary. 

In making these studies it was noted that the magnitude 
of the transient voltages was influenced to a large extent 
by the presence or absence of high-frequency current aeros 
following the fault application or a restrike. With an 
X»/Xi ratio of eight, there was no high-frequency current 
sero, even following a restrike, and the circuit-opening 
operation was delayed until the 60-cycle current went 
through sero. As considerable time was available for dis¬ 
sipation of transient energy between circuit-closing and 
circuit-opening operations, the transient voltages did not 
exceed 260 percent with two restrikes. Increasing the 
Xt/Xt ratio to ten gave a high-frequen(^ current sero 
foUowing the first restrike, permitting a circuit-opening 
operation without waiting for a 60-cycIe current sero. In 


this ease the maximum voltage was reoorded as 480 per¬ 
cent. These results show that it would be deorable to 
limit the Xi/Xt ratio to some value less than ten, in (vder 
to rule out the possibility of obtaining the excessive tran- 
rient voltages associated vrith the larger Xt/Xt ratioe. 
More fundamentally an Xt/Xt ratio riiould be selected 
that does not produce a hi^-frequency current sero fol¬ 
lowing a reetrike. If this condition is met, the voltages is 
not appreciably higher with two restrikes than with one, 
and no cumulative build-up of voltages is possible with 
successive restrikes. 

The results in Table 6 were obtained by removing the 
fault at a cxurent sero, that is, without forcing current aero. 
If the fault is in a confined q>aoe, such as under oil or in 
4 >paratus or cable insulation, the deionising agents present 
may produce a rapid increase in arc dn^, with the result 
that the fault is interrupted prior to a ncwmal current sero. 
This forcing of a current sero increases the transient v<flt- 
ages as was discussed in connection with Figs. 43 and 44. 
It also increases the magnitude of the hi{^-frequency cur¬ 
rent following a restrike, which decreases the Xt/Xt ratio 
required to produce a hijgh-frequency current sero follow¬ 
ing a restrike. This makes it difiScult to select a suitable 
maximum Xt/Xt ratio for application purposes because 
the ratio is influenced by the magnitude of ^e arc-extinc¬ 
tion voltage assumed. As discussed above under arc 
characteristics, circuit breakers opening 12 000 and 13 200 
volt circuits may infrequently have extinction voltages 
somewhat larger than normal line-to-ground crest voltage. 
Similar data are not available for fault arcs because this 
information is extremely difficult to obtain primarily be¬ 
cause of the probability nature of the phenomenon. 

To obtain some idea of the influence of arc-extinction 
voltage on the transient voltages produced by an arcing 
ground on a reactance grounded system, a special study 
was made on the computer using the same circuit and con¬ 
stants as above. A line-to-ground fault was applied at the 
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instant the 60-cycle voltage between phase A and ground 
was equal to its crest value, and removed approximately 
one-half cycle later. The circuit was opened slightly ahead 
of a normal 60-cycle current zero to give 100-percent ex¬ 
tinction voltage. The fault was re-applied at crest re¬ 
covery voltage across the fault. It was noted that no high- 
frequency current zero occurred following the restrike, 
with an Xo/Xi ratio of four, but that such a zero was 
present with a ratio of six. The transient voltages did not 
exceed 260 percent with the ratio of four. 

This analysis shows that the maximum transient volt¬ 
ages with reactance grounding are influenced by the Xo/Xi 
ratio.and by arc-extinction voltage. If the transient volt¬ 
ages are to be limited to 250 or 260 percent of normal line- 
to-ground crest voltage, the X^/Xi ratio should be limited 
to eight or four depending upon whether zero or 100- 
percent extinction voltage is assumed. In generator cir¬ 
cuits, where faults can occur in confined spaces, it is sug¬ 
gested that the Xq/X\ ratio be limited to three. This limit 
permits the application of 80-percent lightning arresters, 
and allows for arc-extinction voltages somewhat larger 
than normal line-to-ground crest voltage. 

Studies were made for the case of a generator grounded 
through a resistor of 98 percent powder factor. The circuit 
and constants were the same as used in the studies of re¬ 
actance grounding. The results for two restrikes are sum¬ 
marized in Fig. 46. for Ro/Xi ratios between 3 and 90. 
Although the data are based on two restrikes, there is no 
appreciable difference between the results with one and 


Computer studies were also made with the same system 
grounded through the primary winding of a distribution 
transformer, having a resistor across the secondary wind¬ 
ing as shown in Fig. 29 of Chap. 19. The transient voltages 
for this case are summarized in Fig. 47. The results are 
plotted as a function of the kilowatts loss in the resistor 



Fig. 48—Influence of reactance on transient voltages obtained 
with high-resistance grounding. 



RESISTOR KW 
CHARGING KVA 


Fig. 47—Transient voltages with high-resistance grounding. 

two restrikes. The fault to ground was always removed as 
the 60-cycle current went through zero because there were 
no high-frequency current zeros over the entire range of 
Ro/Xi ratios considered. The transient voltages do not 
exceed 235 percent of normal line-to-ground crest voltage 
for any ratio considered. 


during a single-line-to-ground fault and the three-phase 
charging kva of the system during normal operation. 
Ratios of resistor loss to charging kva of one and larger will 
limit the transient voltages to approximately 260 percent 
of normal line-to-ground crest voltage. 

The data in Fig. 47 are based on a resistor having unity 
powder factor and a transformer having zero reactance. 
Practical resistors and transformers introduce reactance 
in the zero-sequence circuit. To show the effect of this 
reactance, studies were made for Xo/Ro ratios of zero to 
two. The resistor loss-to-charging kva ratio was made 
equal to unity in this study. The results in Fig. 48 show 
that practical values of reactance have little influence on 
the transient voltages obtained. 
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I. SIMPLE WAVES 


A TRANSMISSION line can he regarded as made up 
ZJk of elements. If resistance is neglected, each element 
-A A consist*s of a shunt capacitance and a series induct¬ 
ance as shown in Fig. 1. If a voltage is applied to one end 
of such a line, the first capacitor becomes charged imme¬ 
diately to the instantaneous applied voltage. However, 


I I I I I I I I T I I I 

Pig. 1—TranamiMion line broken up Into amall elements. 


because of the first series inductor, the second capacitor 
does not respond immediately but is delayed. Similarly, 
the third capacitor is delayed still more by the presence of 
the second inductor. Thus the farther removed from the 
end of the line the greater the delay. If the applied voltage 
is in the form of a surge, starting from zero and returning 
again to zero, it can be seen that the voltages on the inter¬ 
mediate condensers rise to some maximum value and 
return again to zero. The disturbance of the applied surge 
is thus propagated along the line in the form of a wave. 

1. Mechanical Analogy 

It can be shown with mathematical rigor that for a 
system of the kind just postulated (without series or shunt 
resistances and zero ground resistivity) the wave will be 
propagated along the line with undistorted or undimin- 




Fig. 3- Illustrating wave form of the traveling wave in a 
mechanical analogue for successive intervals of time. 


Fig. 2—Photograph of mechanical wave analogy. 
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ished amplitude. The same phenomenon can be demon¬ 
strated by misans of a number of analogies. One which is 
particularly adapted to the present problem has been 
developed by Wagner^ and is illustrated in Fig. 2. It con¬ 
sists of a number of aluminum arms mounted side by side. 
These arms are balanced about their center of rotation and 
their axes of rotation are in the same straight line. The 
only connection between adjacent arms is a flat spring, 
which offers a restraining torque when one arm is displaced 
with respect to the next. The mass of the arm corresponds 
to the inductance of the line and the spring to the capac¬ 
itance. Fig. 3 illustrates what happens in this device 
when a disturbance is applied at one end. The wave moves 
along the line with essentially undiminished amplitude and 
unchanged wave form. 


2. Current Wave, Surge Impedance and Surge Ad¬ 
mittance 

Knowing that the voltage surge moves along the line 
and imparts charge to the capacitors at any particular 
point only for the duration of the wave ^t that location, one 
can see that currents must flow in the connecting induct¬ 
ances, but only for the interval during which the surge 
exists at that point. That is, a wave of current should 
accompany the wave of voltage. It can be shown mathe¬ 
matically that the current wave will have exactly the same 
wave form as the voltage and at any instant will be pro¬ 
portional to the voltage. The constant of proportionality 
is known as the surge impedance and is usually designated 


by the B 3 rinbol Z. It is equal to where L is the in¬ 
ductance in henries per unit length of line and C is the 
capacity in farads per unit length of line. The dimensions 
of Z are those of a resistance and its value is expressible in 
ohms. Thus there exists the relation 


iZ^ 


4 


(1) 


where 


instantaneous voltage 
instantaneous current. 


The reciprocal of surge impedance is called the surge 
admittance and is usually designated by the symbol V. 
Thus 

i^Ve (2) 


_ 

e 




DIRECTION OF PROPAGATION 

Fig. 4—Depleting a voltage wave and its associated current 
wave together with the positive sense assumed. 


In Fig. 4 is depicted the general properties of traveling 
waves just enunciated. Note that the positive sense of 
potential is taken with respect to ground as zero and that 
the positive sense of current flow in the conductor is the 
same as the direction of propagation of the wave. 


3. Line Constants 


The inductance of a single conductor parallel to the 
earth, assuming an earth of zero resistivity, is 

L= (2)(l(r^) loge ^ in henries per cm. (3) 

r 

2h 

— (7.410) (10 *) logio — in henries per nxile (4) 


and its capacitance 
^ 10 -“ 


18 log. 


2h 


in farads per cm. 


(5) 


(3.882) (10-*) . 


, 2h 
logio — 

T 


in farads per mile. 


where h = height of conductor above ground 
r = radius of conductor in same units. 


( 6 ) 


The foregoing expression for inductance assumes that 
there is no flux within the conductor. This is the case for 
surges of short duration, because the current flows in a 
thin layer next to the surface—the phenomenon of “skin 
effect.” For this reason ferrous conductors can be treated 
as non-ferrous conductors in considering traveling waves. 

Making the same assumptions for cables (that all the 
current flows next to the return conductor) the inductance is 

L«= (7.410)(10“^) logio - in henries per mile. (7) 
and the capacitance is 

where ri« radius of conductor 

r 2 = inner radius of sheath 
k = permittivity 


4. Evaluation of Surge Impedance 

The surge impedance of a single aerial wire with ground 
return is 


4- 




4io)(i(r«) log,, 

T^882)(l(r«) 


2A 


logio — 
r 


(9) 


= 1381ogi» y ohms 


The curve of Fig. 5 will assist in the ready evaluation of 
this expression. In the absence of more definite informar 
tion a surge impedance of 500 ohms is usually 
For cables .-j, 

^ ^ logio ^ ohms (10) 

A' good average value for this quantity is 60 ohms. 
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Fig. 5—Surge impedance of an aerial conductor. 


6. Mathematical Expression of Voltage and Cur¬ 
rent Wave 

Mathematically a traveling wave can be designated as 
follows: 

e^ fix—Vi) (13) 

where x is the distance measured along the line and v is 
the velocity of propagation. With i fixed, plotting e as a 
function of x gives the voltage distribution along the line 
at that instant. With x fixed e gives the variation of the 
voltage with time at that point. 

Similarly, the current wave is 


The same relations as mentioned above apply to a wave 
traveling in the opposite direction when the positive sense 
of current is taken the same as the direction of propaga¬ 
tion. This means that the positive sense of current would 
be the reverse of the wave moving in the opposite direction. 
For analytical work it is convenient that the positive sense 
of both currents be the same. By arbitrarily reversing the 
sign of one of the currents and making the corresponding 


, c f(x — vt) 

*~z~ z 

7. Waves in Reverse Direction 


(14) 


5, Velocity of Propagation 


The velocity of propagation of any electromagnetic 
disturbance in air is the same as that of light, namely 
2.998X10^® cm. per sec. The only difference for trans¬ 
mission lines is that the conductor provides a guide. In 
terms of the constants of the line, this velocity is equal to 


— 1 =. To verify the velocity relation, substitute (3) and 

VCL 

(5) into this expression giving 


velocity 


1 


(i(r»(2)(i(n) log 


2h 


18 log 


2h 


( 11 ) 


*3X10'® cm p)er sec. 


A convenient though approximate figure of 1000 ft per 
microsecond (a more exact value being 984 ft per micro¬ 
second) is generally used in connection with line calcu¬ 


lations. 

Applying relation (11) to cables there results that 
1 (3)(10'®) 


velocity = 


y/CL y/H 


cm per sec. 


( 12 ) 


This likewise is a special case of a more general phenom¬ 
enon, that the velocity of propagation of any disturbance 
in a medium of permittivity k varies inversely as the 
square root of the permittivity. Since the permittivity of 
materials used in cables varies from about 2.5 to 4.0, the 
velocity of propagation of surges in cables is about one- 
third to one-half that of light. Similarly a disturbance in 
a counterpoise buried in earth having a permittivity of 

. , . r 1000 

say 6 propagates within the earth at a velocity of or 
408 ft. per microsecond. 


DIRECTION OF 
PROPAGATION 


DIRECTION OF 
PROPAGATION 




77T7 ' i'7n/>>f//r/rr7 


TOTAL AT A 
PARTICULAR INSTANT 




e«6f-fOr 



efzif 



er*-2ir 



i'lf ♦if 


Fl^. 6—Forward and backward voltage waves with their asso¬ 
ciated current waves and also the sum of the two. 


changes in the equations, this difficulty may be avoided. 
Fig. 6 gives the conventions adopted for both types of 
waves together with the equations relating the voltages 
and currents. The waves moving from left to right are 
designated by the subscript/suggestive of forward moving 
and the wave from right to left by the subscript r sug¬ 
gestive of a wave moving in the reverse direction or a 
reflected wave. 

8. Principle of Superposition 

When two waves of this character meet, they do not 
influence each other but seem to pass through each other. 
.\n illustration of this phenomenon is shown in Fig. 7 in 
which two oppositely moving waves meet in the me- 
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Fig. 7—Illustrating superposition of two waves upon each 

other. 

(a) Two positive waves, (b) One positive and one negative wave. 


chanical analogy described previously. Upon meeting, 
the instantaneous amplitudes of the two waves add to¬ 
gether but, after passing through each other, remain un¬ 
disturbed in magnitude and wave shape. Thus traveling 
waves may be said to follow the laws of superposition. 
Each component can be analyzed separately. The right 
hand column of Fig. 0 shows how the two voltage and 
current waves add at a particular instant. 


IL POINTS OF DISCONTINUITY 

When a simple voltage and current wave (et and it) 
moves along a line and meets a point of discontinuity 
reflections take place. If a resistor is connected across the 
end of a line, the reflections from this point are relatively 
simple to calculate but if the resistor is replaced by an 
inductor or capacitor the solution becomes more compli¬ 
cated. Some of the more usual cases will be analyzed in 
detail. 

9. Relations for Simple Reflections from the End 
of the Line 

In Fig. 8 let et and it be the instantaneous voltage and 
current of the forward wave at the point of discontinuity. 
These are usually the known quantities. Further, let Cr 
and ir be the instantaneous voltage and current of the re¬ 
flected wave at the point of discontinuity, and e and i the 
instantaneous voltage and current at the point of dis¬ 
continuity. Thus 



e^et+e. 

(15) 


i = it+tr 

(16) 


II 

1 

(17) 

From (17) 

Zi-et-e, 

(18) 

Adding (15) and (18) 

e+Zt = 2f| 

(19) 


This equation supplies a relation connecting e and i with 
the instantaneous value of the oncoming wave. The 
shunting network must supply another equation to pro¬ 
vide the solution. 


VOLTAGE AND CURRENT 

IFOR OPEN-CIRCUITED LINE I 



CURRENT AND VOLTAGE 

FOR SHORT-CIRCUITED LINE 

Fig. S—Reflection of waves from open-circuited and from 
short-circuited end of line. 
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After e and i have been determined, e, can be obtained 
by subtracting (18) from (15) giving 

e,*J(€~2i) (20) 


An alternate form is obtained by inserting e from (19) 
into (20), giving 


—Zl 

(20a) 

10. Line Terminated by a Resistance 
Short-Circuited Line 

— Open and 

When the line is terminated by a resistance R, then 

•.A 

II 

(21) 

C'ofnbining this with (19) 


R+Z 

(23) 

. 2ft 
e ~ -—-et 

R+Z 

And from (20) 

(23) 

R-Z 

®'~ft+/' 

(24) 

(a) Open-Circuited Line. If 

the condition 


which corresponds to an open-circuited line, then 

€, = €( (25) 

Thus, the reflected wave is equal to the oncoming voltage 
wave. Also 

c = 2cf (26) 

a relation which proves the well-known doubling up of a 
voltage wave as it strikes the end of an open-circuited 
line. Equating and Cf to their Zi equivalents from Fig. 
0 there is obtained 

(27) 

a relation that must l)e maintained since the currents at 
the end of an open line must be zero, that is, i = Zr + n = 0. 
The variations of the principle quantities at different in¬ 
stants are illustrated in Fig. 8. 

ib) Short-Circuited Line. For the short-circuited con¬ 
dition R of Eq. (24) is zero, for which 

(28) 

The reflected wave is the negative of the oncoming wave 
at any instant and the sum of the waves, e, is equal to 
zero. On the other hand, inserting the Zi equivalents of e, 
and et in (28), there results that 

tr * i( (29) 

which shows that the total current doubles at the end of 
the line. As shown in Fig. 8, the relations are the same 
as for the open-circuited line except that the voltages and 
currents are interchanged. 

(c) R^Z. For this case as can be seen from (24), e, is 
equal to zero and thei*e is no reflected wave. Since the line 
has the same characteristic as that of a resistance it is 
evident that electrically there is no discontinuity. The 
wave merely disappears as the end of the line is reached. 

id) Other Cases. For other cases the reflected wave 
will be positive or negative depending upon the extent 
to w'hich R is greater or less than Z. 


11. Junction of Dissimilar Lines 

Fig. 9 (a) illustrates the case in which the section to 
the left of a represents a line whose surge impedance is Z 
and the section to the right one whose surge imi>edance 
is Z\ Since the volt-ampere characteristics of a line are 
the same as those of a resistance, the reflections resulting 
when a wave approaches the junction point from the left 
are the same as though the line to the right of a were re¬ 
placed by a resistance equal to Z^ as shown in Fig. 9 (b). 

■■■■- I .- 


(Q) 


_ Z 

V 

(b) 


Fig. 9—Equivalent circuit of line terminating at (a) and con¬ 
tinued by a line of different surge impedance. 


The instantaneous voltage, e, and the reflected wave at 
the junction point can be computed by Eqs. (23) and 
(24), respectively. The voltage, c, thus gives the wave 
shape of the wave propagated out along the line to the 
right of a. 

12. Junction of Several Lines 

When a surge travels along line A of Fig. 10 and strikes 
the junction point of two or more other lines that are 
separated a sufficient distance that mutual coupling be¬ 
tween them is negligible, the reflections and transmitted 
voltages can be calculated by replacing the lines to the 
right of the junction points by a shunt resistance as in 
Fig. 9 in which the resistance is equal to the parallel surge 
impedance of all the lines to the right of a. Equal voltage 
waves are then propagated along lines B, C and D. 



13. Single Line Terminated by an Inductance 


The schematic diagram for this case is showm in Fig. 11. 
From the terminating network there results that 


(ll 

e^L-r 

dt 

(30) 

Combining this with Eq. (19) 

2e,~Zi+Lj^ 

at 

(31) 
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It will be observed that the solution of this equation is the 
same as the case for which the voltage 2et is applied to a 
resistance and inductance circuit in which the resistance 



Fig. 11—Line terminated by an inductance. 


is Z and the inductance is L. The current depends upon 
the character of the applied voltage. 

If et is a square-topped wave of magnitude J?, i ap- 
2E 

proaches a magnitude of — along an exponential curve 

z 


whose time contant is The expression for this curve is 

Zi 




From (30) 

_z. 

From (20), the reflected wave is 




(32) 

(33) 

(34) 



Fig. 12—Voltages and currents at the end of the line shown 
in Fig. 11 in response to a square-top wave having a maximum 
value of £. 

Fig. 12 shows graphs of these curves and Fig, 13 successive 
positions of the oncoming and reflected wave. It will be 
observed that the circuit acts like an open-circuited line 
initially but finally takes on the characteristics of a short- 
circuited line. The voltage starts at a value twice that of 
the oncoming wave and finally reaches zero. The reflected 
wave starts a,t +E and gradually approaches —E, 

If instead of a square-topped wave the oncoming wave 
et of Eq. (31) is of a generalized form, such as shown in 
Fig. 14, the current response can be determined by the 
follow-up method described in Part VI, Sec. 20 of 
Chap. 6. Equation (31) characterizes the phenomenon 
as one in which the instantaneous value of i tends to ap¬ 
proach, along an exponential curve whose time constant 

is a value determined by the voltage at that instant 

divided by the surge impedance. Fig. 14 illustrates the 
graphical construction. 


From (19) 

e^2€t-Zi (35) 

which permits the determination of e since both et and 
i are now known. The reflected voltage wave can be de- 



Fig. 13—Reflected wave and total voltage waves at successive 
instants upon a line terminated by an inductance in response 
to a square topped wave having a maximum value of £. 



Pig. 14—Graphical method of analyzing line terminated by 
an Inductance. 
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termined through the use of Eq. (20a). All of these quan¬ 
tities are shown in Fig. 14. Fig. 15 illustrates the relative 
positions along the line of these waves at different instants. 

14. Single Line Terminated by a Capacitor 

Fig. 16 shows the schematic diagram for this case from 
which it may be seen that 


(I) 


Ul 

z 

□ 

u. 

o 

o 

z 

UJ 


(4) 


Fill. 15—Relative positions of waves of Fig. 14 along line at 
different instants. 




Fig. 16—Line terminated by a capacitor. 






j ^ 

Substituting this expression for e into (19) there results 
that 


2ef=-Zz + 


''+5/* 


This is the well known equation representing the charging 
of a capacitor through a resistance upon the application 
of a voltage 2 et. 

If €( is a square-topped wave of magnitude E, i is equal 

to 


From (19) 


From (20a) 


. 2E -2^ 


e=2er-Zt = 2E^l-« 

e,=e,-Zt = E[^l-2r^j 


These quantities are plotted as a function of time in 





Fig. 17—Voltages and currents at the end of the line shown 
in Fig. 16 in response to a square-top wave having a maximum 
value of E. 


Fig. 18—Reflected and total voltage waves upon a line termi¬ 
nated by a capacitor in response to a square-topped wave 
having a maximum value (£). 

Fig. 17. Fig. 18 shows the position of the reflected wave 
and the total voltage at different instants of time. 

15. Special Case 

A special case will be considered for which the voltage 
across the terminal equipment is a non-linear function of 
the current through it, such as for a lightning arrester. 
In Fig. 19 let the heavy full line represent the volt-ampere 
characteristic of the arrester and the dotted straight line 
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Zi, the surge imp)edance of the line times the current 
through the arrester. From (19) 

ei^\{e+7A) (39) 

This quantity is plotted also in Fig. 19. Since Cf is the 
magnitude of the oncoming wave at any instant, then i 



Fig. 19—Special case where voltage across terminal equip¬ 
ment is a known function of current through it. 

and, consequently, e is known for any value of et and can 
be plotted as a function of time. Similarly, from (20), e, 
can also be plotted again.st / and is known in terms of 
e and ei. 

16. Network Connected in Shunt Across a Con¬ 
tinuous Line 

The schematic diagram for this case is .shown in Fig. 
20. Let a wave travel from the left and approach the 
network. As the network is reached a reflection will occur 



Fig. 20-~Network connected in shunt across a continuous line. 


and a voltage e is built up across the network. A wave, 
et is transmitted along the line to the right equal at any 
instant at the junction point to the voltage e. From the 
voltage conditions at the junction point 

= e (40) 

and from the current relations 

r£ + fr = f + ft 


or 


Z Z 



or 



Cf —er = Z/-(- c 


(41) 


Adding (40) and (41) 

26(«=Zi+2c (42) 


The shunting network will provide another equation con¬ 
necting e and i which in combination with Eq. (42) per¬ 
mits of the determination of e and i. Subtracting (40) 
and (41) 





(43) 


Note that the line to the right can be replaced by a re¬ 
sistor Z in shunt across the network at the junction point 
as shown by the dotted line. 

As an illustration of this case let the network be a 
resistor R. Then 

e = Ri 


and substituting in (42) 

2c ^Rt 

2 


or 

’ 'z+2li' 

and 

2R 

e = —-< 

Z + 2H 


(44) 

(45) 


The transmitted wave is also eMpial to (45) and the re¬ 
flected wave is from (43) 


Z + 2I{^' 


(4G) 


III. LATTICE NETWORKS 

When the circuit consists of a number of shunt im¬ 
pedances distributed along the line iis in Fig. 21 (a), the 
solution is expedited and simplified by means of the lattice 
network by Bewley. While the system can be applied 
generally, it will be discusvsed principally with regard to 
shunt resistors. 


17. Voltage Lattice Network 

If in Fig. 21(a) a traveling wave Cf moves from the left 
to right toward a then upon reaching a, a transmitted 
wave and a reflected wave is produced. These waves 
can be expressed as follows 


Ct = transmitted wave = a^ef (47) 

= reflected wave (48) 

where is the transmission coefficient which from (45) 
is equal to 


2R^ 

Z4-2/e„ 


(49) 


and /3a is the reflection coefficient which from (40) is equal 
to 


Z 

Z + 2/?a 


(50) 


So long as the line surge impedances are equal on both 
sides of the resistor then the transmitted and reflected 
waves are independent of the direction from which the 
wave propagates. If on the other hand the line is un- 
symmetrical with respect to the resistor this statement is 
untrue. Thus, if the line surge impedance to the left of 
the resistor is Z and to the right Z', then for a wave mov- 
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ing from the left hand side at the point a the transmission 
coefficient is 


2RZ' 

RZ^RZ'+ZZ' 


(61a) 


and the reflection coefficient is 


RZ'-RZ-ZZ' 

RZ+RZ'-\-ZZ' 


(51b) 


For a wave moving from the right to the left the trans¬ 
mission coefficient, 7 a, is 


2RZ 

RZ'+RZ+ZZ' 


(51c) 




(c) 


and the reflection coefiicient, 6^, is 

RZ-RZ'-Z'Z 




RZ'+RZ+Z'Z 


(Sid) 


When the transmitted wave from a reaches 6, another 
reflection and partial transmission occurs. The reflected 
wave from b is partially transmitted and reflected from o. 
This continues indefinitely throughout the network until 
the components have been reduced to zero. By means of 
the system* shown in Fig. 21 (b) account can be kept of 
each component not only in magnitude but in time. The 
horizontal distance represents length along the line and 
the vertical distance time. The inclined lines are so sloped 
that the vertical distance represents the time required for 
the original wave or a reflected component to reach the 
point designated. Let zero time be the instant at which 
the traveling wave et leaves 0. At time this wave has 
reached a. The reflected wave from this point is /9*ef which 
sloped the opposite direction and is thus indicative of 
motion in the reverse direction. The transmitted wave 
from a, aa Cf reaches h at time when a reflection 0h et 
occurs and the wave ab et is transmitted beyond this 
point. This latter wave reaches c at the time ts. Each 
wave whether it be transmitted or reflected has its own 
transmitted and reflected components. Where two waves 
coincide as at 6 for time U where waves from a and c arrive 
at the same time, the reflected and transmitted waves 
from this point are added, as has been done for the wave 
between b and a between and it. 

To determine the actual voltage at any point such as 
X it is necessary to add the different components with 
their proper time relations as is shown in Fig. 21(c). The 
method is much simpler than this description might con¬ 
vey as numerical values simplify very greatly the appear¬ 
ance of the steps. In most cases the resistors are equal and 
equally spaced. If the voltage at any of the resistors is 
desired, the components of voltage on either one side or the 
other should be added not the components on both sides. 


18. Current Lattice Network 

So far consideration has been given only to the voltage 
waves in lattice networks. The currents can be obtained 
from the voltage components by merely dividing those 
that move from left to right by the proper line surge im¬ 
pedance Z and those that move from right to left by the 
corresponding —Z. The sign is determinecl simply by the 
direction of downward slope of the lines in Fig. 21(b). 
However, instead of using the voltage waves as a basis for 
the lattice network, the current waves can he used with 
equal facility. A similar set of equations employing trans¬ 
mission and reflection coefticients relates the transmitted 
and reflected waves to the oncoming wave approaching the 
discontinuity. 

For waves, /f, moving from left to right 

i t = transmitted current wave = aJt (52) 


Fig. 21-Lattice network. 

(a) Kquivalent circuit of line with several shunt iinpetlances at dis¬ 
tributed points, (b) Lattice network for voltages on above circuit, 
(c) Addition of components from lattice network to give actual volt¬ 
age at a given point. 


= reflected current wave= (53) 

For waves, /f, moving from right to left 

(54) 

tr = 6n? ( (55) 
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For these equations the transmission and reflection co¬ 
efficients are identical to those used for the voltages in 
the voltage lattice network for either the simple condition 
of uniform line surge impedance Z (see equations 49 and 
50) or for the more general case of different surge impe- 
chmces on each side of the point of discontinuity (see equa¬ 
tions 61(a) to 51(d)). The negative signs in equations (53) 
and (55) for the reflected waves are due to difference in 
polarity relations between the current waves and their cor¬ 
responding voltage waves for surges propagating in the 
two directions. 

In accordance with KirchofTs law, the current flowing 
in any of the shunt resistors is equal to the algebraic sum 
of the current waves moving into and out of the point. 
Where the line surge impedance Z is the same on both 
sides of the resistor, the resistor current can be given in 
terms only of the summation of the incoming waves from 
both left and right by the following equation 

\re3istor)""z+2/e2*' 

In summing the different components they must he added 
with the prof>er time displacement l)ctween them. 

IV. MUTUALLY COUPLED CIRCUITS 


These relations for a pair of forward moving waves is 
given by Eqs. (57) and (58) of Fig. 22. The voltages are 
measured with respect to ground as zero potential and 
the positive sense of current flow is taken as from left to 
right. The corresponding relations for a reverse moving 
pair is given by Eqs. (59) and (60). The coefficients in 
these equations are called self and mutual surge imped¬ 
ances. 

The converse relations for currents in terms of voltages 
are given by equations (61) to (64) in which the coefficients 
are called the self and mutual surge admittances. Equa¬ 
tions (65) to (67) give the admittances in terms of the 
surge impedances. 

For cases in which these components only are involved 
the total voltages and currents in the two conductors are 
given by Eqs. (68) to (80). 

Where more than two conductors are involved these 
equations may be generalized quite readily by the addition 
of other terms. Thus, for three conductors Eqs. (57) and 
(58) ould be extended by the addition of a third term 
involving the current in the third conductor with a co¬ 
efficient equal to the mutual surge impedance. In addition 
a third equation would be introduced for en. Similar addi¬ 
tions would be incorporated throughout the system of 
equations. 


19. Voltages and Currents for Two Parallel Con¬ 
ductors 

Just as the steady-state voltage and current relations 
between two coupled electromagnetically or two electro¬ 
statically coupled circuits can be expressed in terms of 
two simple linear equations so also can the relations be¬ 
tween voltages and currents associated with traveling 
waves in two parallel conductors be similarly expressed. 


rOf?WARO COMPONENTS 


REVERSE COMPONENTS 




DIRECTION OF 
PROROGATION 
ifi. 






DIRECTION OF 
PROROGATION 



«fi (57) 

efi = Ziiifi H-Zatfj (58) 


Cti * —Ziiirl —Zitlrj 
frt = —Ziiirl —Ztiirt 


Alt/<Tnate Form 

if 1 «*» KiiCfI-f yitfii (GI) ifi * — Fiifri ~ 4 u/Vi 

ifl Fi fCf 1 -F 4 tT^ft ( G2) Trt =* — F it€ri — F rtf’-rt 

ill which 

y _ 

r II 7 7 77 

y ^ __ 

ZnZ«-Z,l 
Y — 111 — 

for total quantities 

«i -«fi4-«n 
Si * Sfi -f-irl 
ii “id +ifi 
U - ifi -f-ifi 


(59) 

(GO) 


(G3) 

(G4) 


(65) 

( 66 ) 

(67) 

( 68 ) 

(69) 

(70) 
(80) 


Pig. 22-—Analytic representation of voltage and current waves 
on mutually-coupled circuits. 


20. Self and Mutual Surge Impedances 

For most traveling waves the current flows near the 
surface of the conductor which permits neglecting the 
flux inside. In addition the earth can in nearly all cases 
be regarded as having perfect conductivity. For these 
assumptions the self and mutual impedances in terms of 
the nomenclature illustrated in Fig. 23 are 

Zii = 138 logio — ohms (81) 

Ti 

Zi 2 = Z 2 i= 138 logio ^ ohms (82) 



Fig. 23—Two parallel conductors with their Images. 
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21. Several Conductors in Parallel 

There are certain practical cases where surges are in¬ 
troduced simultaneously on several conductors in parallel 
and sufficient symmetry exists that it can be assumed that 
the voltage and currents are equal on each of them. For 
these assumptions an equivalent surge impedance can be 
determined which enables the treatment of the conductors 
as a single equivalent conductor. 

For two conductors if the voltage, c, of the single 
equivalent conductor is taken as the mean of ci and cj and 


by assumption it and is are equal to - where i is the total 

46 


current, then from equations (57) and (58) 


e = 


^1+^2 

2 




Therefore, the equivalent surj^c impedance is 
= 4 (^11 d"2Zi2-}-^22) 

Upon substituting (81) and (82) this becomes 


— 138 login 


= 138 log 


N2/?,/5Y 2^ 

\ ri \a/ To 


v^riToa^ 


(83) 


(84) 


from which it can be seen that the two conductors c an be 
replaced by a single conductor whose radius is ^r\r 2 a^ 
and height above ground is For most cases 

the height can be taken as the arithmetic mean of the 
two conductors and when they have equal radii 

(/ii -f /12) 

\/ar 


= 138 logu 


(85) 


It can be seen that the only effect of the presence of the 
grounded conductor is to reduce the effective surge im¬ 
pedance of the ungrounded conductor. 

23. Reflected and Transmitted Waves When One 
Conductor Is of Finite Length and Open Cir¬ 
cuited 

This case is illustrated in Fig. 25. Let it be assumed that 
the forward moving waves en and Cf 2 are knowm and it is 
desired to determine their aasociated currents, the voltages 


I 


z,.. 

1 

1 


1 

• J- i 



- 1 

_1 



CONDUCTOR-I I 
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I 



I 

I 

I 


Ort = 


Ll 

Zm 




Z„ 


• P2 = “ ifl 


I 

I 


Fig. 25—Reflected and transmitted waves when one conductor 
is of Unite length and open circuited. 


22. Wave on One Conductor with the Other 
Grounded 

In order to clarify some of the physical concepts in¬ 
volved several specific cases will be considered. The first 
of these is shown in Fig. 24, in which a voltage wave is 



Fig. 24—Voltage and current relations for voltage applied to 
one conductor with other conductor grounded. 


applied to conductor number I and conductor number 2 
is grounded. Substituting the condition into Eq. (58) 
that Cfj is always zero, then 


Substituting this value into (57) 

Zst 


and currents that will be reflected backward when the 
point corresponding to the end of the one line is reached, 
and the voltage and current transmitted beyond this point 
on conductor number 1 . These quantities constitute the 
eight unknowns in, ?f 2 , Cri, Crs, ^ri, and Ui- The 

eight equations required for their solutions are Eqs. (57) 
to (GO) of Fig. 23 and the four following which apply at the 


point of discontinuity: 

Cfi+Cri = eti (88) 

Cti^Zniti (89) 

+ = (90) 

7f2'f'^r2=0 (91) 


tfi and tf 2 can be detennined from Eqs. (57) and (58) and 
then from Eq. (91) irz i» known. By the combination of 
Eqs. ( 88 ), (89), and (90) 

Cfi + Cri = Zn(ia~\-^T\) 

Substituting in this equation the values of en and 6,1 
as given by Eqs. (57) and (59) there results 

Z 12^(2 "■ ■“ ^12^ r2 = 0 

which gives the equation for Li when the value of iti 
given by Eq. (91) is substituted 

Zit, 

irl *= 


(87) 


m 
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Substituting the values of iri and given by Eqs. 
(91) and (92) into Eq. (59) 




en^O (93) 

Thus there is no reflected voltage wave on conductor 
number 1 and the voltage en is transmitted undistorted 
past the point of discontinuity. 

Making similar substitutions in Eq. (60) 




— —Z 22(^1 ti) 


for the currents can be determined from the voltages by 
the equations given in Fig. 22. 

25. Conditions at the Be^inninil of a Parallel 

This case is illustrated in Fig. 27, and the point of dis¬ 
continuity A will be discussed first. As in all the cases 
just considered, the original waves are regarded as ap 


6 rJ — tfi 

From Eqs. (62), (66), and (67) 

_ Zii Zu 

and substituting this value of in into Eq. (94) 

Zn ^ 

^r2= ;^€n-hen 

The total voltage at the end of conductor number 2 is 



|CONOUCTOS-e 



Fig. 27^Conditions at the beginning of a parallel. 


^2 = ^f2 + ^r2 = 


1 O 

— -^€n-h2en 
^11 


(96) 


24. Reflected and Transmitted Waves When Con¬ 
ductor of Finite Length Is Grounded 

For this case, which is illustrated in Fig. 26, the four 
additional equations to be used with Eqs. (57) to (60) 
are the following: 

va+^ri = ^ti (97) 

^ti = Zjiiti (98) 

in + iri = iti (99) 

6fJ + er2=0t ^r2=—6f2 (lOOj 

These eight equations can be solved for the eight un¬ 
knowns with the results given in Fig. 26. The relations 



Fig. 26—Reflected and transmitted waves when conductor of 
flnite length Is grounded. 


proaching the point of discontinuity from the left-hand 
side. The reverse or backward moving waves of current 
and voltage to the right of A must therefore be equal to 
zero. Since no current can flow to the left of A, then the 
transmitted current wave in conductor number 2 must at 
all times be equal to zero. The only current present to 
the right of A is the transmitted current wave in conduc¬ 
tor number 1. The presence of conductor number 2 can¬ 
not affect either the current or voltage in conductor 
number 1. Similarly, when considering the discontinuity 
at B, it follows that since the approaching current wave in 
conductor number 2 is zero then following the same 
reasoning as for A, the current in the conductor to the 
right of B must be zero and conductor number 2 can have 
no effect upon conductor number 1. 

The transmitted and reflected waves in conductor 
number 1 can be calculated by neglecting the presence of 
conductor number 2. 


26. Coupling Factor 

In any case such as Fig. 27 in which the current in one 
conductor, such as number 2, is zero, the voltages are 
from Eqs. (57) and (58) 

Cu == Ziitti 


and 


€t2 ^Zniti 
Zl2 

«t2 = '^^tl 
^11 


( 101 ) 


Thus for this condition the voltage induced on con¬ 
ductor number 2 is related to that on conductor number 1 

by the term —. This is commonly called the coupling 
^11 

factor and will denoted by the symbol 

(102) 

^11 
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The coupling factor can be written in terms of the phys¬ 
ical constants of the conductors shown in Fig. 23, by the 
use of Eqs. (81) and (82) 


Ku = 


log- 

a 



(103) 


As will be shown subsequently, the coupling factor is 
of importance in calculating the voltages induced in con¬ 
ductors parallel to those struck directly by lightning. 
Values of the coupling factor between phase wire and 
ground wire for lines with one ground wire are given in 
the curves of Fig. 28 for a practical range of transmission 
line construction. For estimating purposes a value of 
0.25 can be used. In Fig. 28 the coupling factor is plotted 
as a function of the spacing (a) between the ground wire 
and conductor for various ground wire heights (h). As 
shown by Eq.’ (103) it is also a function of the dimension 
(b) of Fig. 23 which is defined not only by (h) and (a) 
but by the angular position of the conductor relative 
to the ground wire and the vertical. However this angu¬ 
lar position has little effect and the curves of Fig. 28 give 
the coupling factor to within about three percent for 
practical conductor positions. In addition the curves ap¬ 
ply to a fixed ground wire diameter of \ inch. The prac¬ 
tical range of ground wire sizes is from J to | inches and 
for this range the use of \ inch gives a maximum error of 
only five percent. 

Coupling Factor Between Conductor and Two 
Ground Wires. If lightning strikes one conductor of 
a double ground wire system at midspan without flash- 
over, coupling factors between the ground wire system 
and phase conductors can be computed on the basis of 
involvement of one ground wire only as no current will 
flow in the other ground wire. This condition applies 
until the disturbance on the ground wire propagates to 
a point in the system such as a tower at which metallic 
connection is made between the two ground wires. If 
on the other hand the lightning strikes a tower lop, then 


GROUND WIRE • 1/2" OIA. 



Fig, 28—Coupling factors between conductor and one ground 
wire Vi Inch in diameter. 


GROUND 



Fig. 29—Configuration for two ground wires and a conductor. 


both ground wires are immediately involved. For cases 
in which both ground wires are involved the voltages 
and currents because of the usual symmetrical arrange¬ 
ment will be cc|ual on the two ground wires. In Fig. 29 
let the quantities referring to the ground wires be desig¬ 
nated by the subscripts 1 and 2 and those on the con¬ 
ductor by the subscript n. The voltage induced on the 
conductor is given by 


= Z la/1 -f- 2 — 


---2 


where 


/1 = f 2 = 


y 

2 


therefore, the equivalent mutual impedance is 




IHl 




2 


which from Kcis. (81) and (82) i.s 


138 lonio 


yhihj 


(104) 


The two ground wires can be replaced by a single equiv¬ 
alent ground wire whose spacings are shown in Fig. 29. 
The coupling factor can then be written, by combining 
Eqs. (85) and (104), as __ 


log 


A' = 


Vbibi 

\/ did. 


, 2/1. 


toe— 

2/ii 

log— 


(105) 
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( 0 ) 



Fig. 30—Coupling factors for two ground wires of Vi-inch 
diameter. 

Fig. 30 gives values of this factor for practical ranges of 
ground wire and conductor configurations for ground 
wires of J inch diameter. Calculations indicate that for 
practical configurations these curves are accurate to within 
about five percent regardless of the position of the con¬ 


ductor with respect to the ground wires. Ground wire 
diameter has little effect upon coupling factor for values 
between 3 and | inches. 

V. ATTENUATION AND DISTORTION 

Aside from the effects of reflections at transition points, 
traveling waves are both attenuated and distorted as they 
propagate along a line. This is caused primarily by losses 
in the energy of the wave due to resistance, leakage, di¬ 
electric and corona loss. For sufficiently high voltages 
corona is the most important factor and due to it waves 
are attenuated within a few miles to a safe voltage. 

The nature of the distortion produced is shown in the 
oscillograms of Fig. 31 which are typical of the results 
obtained by several studies made with artificial surges on 
transmission lines •"'®. Examination of these oscillograms 
shows that both the front and tail of the wave are sloped 
off by propagation. 

Any of the possible types of losses will produce this ef¬ 
fect. Above corona voltage, however, effects become much 
more pronounced. 

27. Effect of Series Resistance 

For the special case of the so-called “distortionless line” 

l-h‘> 

where R is the series resistance and G the shunt conduc¬ 
tance per unit length of line. For such a line, surges are 
attenuated without distortion. The attenuation in a dis- 

tance x is equal to 6 , which expresses the fraction to 

which the wave is reduced. The unit of x is dependent 
solely upon the unit used in expressing R. 

In actual transmission lines the shunt conductance is 
so low as to be negligible and the condition expressed 
by Eq. (106) is not satisfied. Thus in actual lines a surge 
is not only attenuated but also distorted. If, however, 
the distortion is neglected and the attenuation is derived 
on the basis of energy loss alone a factor equal to 

—A* 

€ is obtained. Assuming a 0000 copper conductor of 
surge impedance 500 ohms and d-c resistance of 0.302 
ohms per mile, the surge must travel 2300 miles to attenu¬ 
ate to one-half value. Of course, the resistance of the 
conductor under surge conditions, due to crowding of the 
current toward the surface, is much greater than that of 
the d-c value. To form some idea as to the order of mag¬ 
nitude of this effect, the resistance of the conductor at a 
frequency of 1 000 000 cycles can be calculated. At this 
frequency the resistance is 18 times the d-c value and 
assuming a resistance to surges of this magnitude it is 
found that the surge must travel 130 miles to attenuate 
to one-half value. In general it may be concluded that the 
attenuation due to resistance is negligible as compared to 
other factors, such as corona. 

A more accurate indication of the resistance of a con¬ 
ductor under surge conditions is provided by Miller.*® If a 
square-front wave is applied to a conductor, all of the cur¬ 
rent initially crowds toward the periphery. The current 
density then “soaks” into the interior with a diffusion 
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(a) 

DOTTED CURVES OSCILLOGRAMS BY BRUNE S EATON**^ 
SOLID CURVES CALCULATED BY SKILLING 8 DYKES***' 



(b) 

DOTTED CURVE OSCILLOGRAM BY CONWELL 8 FORTESCUE**' 
SOLID CURVE CALCULATED BY SKILLING 8 DYKES 


Fig. 31—Oscillograms of artificial surges showing attenuation 
and distortion. 



Fig. 32—Transient current distribution In solid rod. 

"velocity/' h, given by 

h = ^ -f- in cm. per sec.^ (107) 

\47riu 

where p = Specific resistivity. 

p = Magnetic permeability. 

For copper his 11.6 cm per sec.^; for aluminum 14.5; and 
for steel, if p is assumed to be 1000, /i is 1.9 cm per sec.^. 

For a solid round conductor, it is convenient to express 
the results in terms of a numeric given by the relation 

( 108 ) 

where t is time in seconds and b is the radius of the con¬ 
ductor in cm. 

The current distribution within the conductor is shown 
in Fig. 32. With increasing time the current first crowds 
toward the periphery at zero time and then penetrates the 



Fig. 33—Ratios of effective resistance to d-c resistance for a 
solid round conductor. 
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interior until at long times it is uniformly distributed over 
the cross section. 

I^t K define the ratio of the instantaneous resistance to 
the d-c resistance, and A'av the average of K up to the time 
t. Values of these quantities are given in Fig. 33. As a 
numerical example of the use of Fig. 33, suppose a constant 
current suddenly is applied to a solid copper rod J inch 


in diameter, for which b is then 


2 ^ 

2X2 


0.635 cm. The 


values of K and for various times is given by Table 1. 


Table 1—Values of U A, and for Different Times 


t 

10-" 

iO* \ 

10 

10~^ 

1 

3.35x10-^ 

3.35x10 

3.35x10 

3.35x10-* 

A 

36 

12 

3.6 

1.4 

A^v 

70 

22 

7.0 

2.5 


These values give upfx'r limits. For other than abrupt waves the 
effective rc'sistanco is smaller. 


28. Empirical Data on Attenuation 

Studies made by several investigators with klydono- 
graphs have yielded data on the attenuation of the crest 
magnitude of voltage waves due to lightning^^"*®. An 
empirical formula has been developed by Foust and 
Menger*® to fit such data. This formula, which assumes 
that the loss in the wave is proportional to the third 
power of the voltage, is shown in Fig. 34. Its absolute 
value depends upon the arbitrary constant K, In Fig. 34 
are plotted curves from this formula which represent the 
envelope of all available field data and a curve which rep¬ 
resents a common mean. Other empirical formulae have 
also been developed*,^ which correspond (with the proper 
choice of the arbitrary constants) fairly closely to the 



Fig. 34—Foust and Monger formula for determination of 
attenuation of crest magnitudes of voltage waves. 


Foust and Menger formula in the high voltage range. For¬ 
mulae of this type do not take into account the various 
important factors controlling attenuation and serve only 
to indicate its order of magnitude. Since the effect of dis¬ 
tortion is not considered, the curves of Fig. 34 can be used 
for estimating purposes to determine the attenuation of 
the crest in a given distance for a surge of a given initial 
crest voltage by using the point on the curve corresponding 
to the initial voltage as a reference point. For example, 
examination of the mean curve of Fig. 34 indicates that a 
2 000 kv surge will be attenuated to 750 kv in 6 miles and 
a 1 000 kv surge to 750 kv in 2.5 miles. 

Since at the higher voltages corona is the most important 
factor, the effects of wave shape, polarity, and line con¬ 
struction on attenuation can be explained on the basis of 
their effect upon corona. Thus surges on large conductors 
should be attenuated more slowly than on small conduc¬ 
tors. Likewise positive surges should be attenuated more 
rapidly than negative ones since corona loss is greater for 
positive waves. 

The effect of some of the more important factors are 
shown by the curves of Fig. 35 obtained from studies with 
artificial surges. The curves give the effect of polarity 
and wave shape showing that short surges are attenuated 
more rapidly than long ones. Surges of the same voltage 
propagating on more than one conductor are shown to be 
attenuated less than a surge on only one conductor. 

(irouhd wires appear to have slight effect on attenua¬ 
tion. Brune and Eaton® found that at high voltages 
ground wires increased the attenuation slightly but at 
lower voltages decreased it. This appeared to be true for 
both polarities. McEachron, Hemstreet, and Rudge®, 
however, found that positive surges were not affected by 
the presence of a ground wire while negative surges were 
attenuated less. 

In using the data of Fig. 34, the evidence indicates that 
the information from sharp chopped waves lay closer to 
the dotted curves and that information from slower waves 
lay closer to the dashed curve. 

29. Corona 

Attempts have been made to obtain analytical expres¬ 
sions for the effect of corona on distortion^®,^^. The best 
picture of the mechanism of corona power loss at the 
present time seems to be the following as given by Skilling 
and Dykes^: “There is a critical electric gradient for air 
that cannot be exceeded. Any attempt to increase it 
results in profuse ionization of the air, and the charges 
liberated by ionization take up such positions in space 
that the gradient does not exceed this value. 

“Shortly after its formation space charge becomes rela¬ 
tively immobile, probably due to the formation of rela¬ 
tively heavy ions whose mobility is almost negligible 
compared to electrons. 

“The supply of space charge to the region about a con¬ 
ductor increases as long as the voltage increases and 
energy must be supplied for their formation from the 
conductor. 

“After the crest of a voltage wave is reached and begins 
to decrease, the space charge remains practically constant 
in magnitude and position. During this time there is little 
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Fift. 35—Effect of the more important factors on attenuation. 

(a) Effect of polarity and wave length, (b) Effect of propagation on more than one conductor, (c) Effect of polarity and propagation 

on more than one conductor. 


loss in energy from the conductor, what there is being due 
to diffusion of ions in the electric field at a slow rate.’' 

Skilling and Dykes'-^ have developed an analytical 
method of determining the distortion which is produced 
by conversion of a portion of the energy of the wave into 
corona loss as the voltage rises to crest value. This de¬ 
creases the net stored energy of the wave. Line loss is 
neglected after the voltage crest is reached. Distortion 
of the tail is not considered, and it is assumed that the 
crest of the wave is moved along the original tail. Exam¬ 
ination of oscillograms showing corona distortion such as 
those of Fig. 31 indicate that this is a good assumption. 
The equation which they use for the energy per unit length 
of the wave is the following 

Energy = (109) 

which neglects distortion and the formation of space 
charge. The quadratic formula for corona loss per unit 
length is used in the form 

Loss =—(e — eoY (110) 

n 

where eo is the critical corona voltage and K and n are 
empirical constants which will be discussed later. This 
type of expression for power frequency corona loss was 
developed by Peek. 


With analytical expressions for the initial surge voltage 
as given by the following 

e-/o(0 (111) 

or ( = Fo(e) (112) 

The equations which they developed for the correspond¬ 
ing (juantities after the wave has propagated a distance 
j are 

where 

t = time in seconds 
e = voltage in volts 

Co = corona starting voltage in volts (crest) 
r = velocity of propagation of the wave in feet per 
second. 

= 9.84X10« 

C = capacitance of line in farads per foot 
X = distance of travel in feet 

if = the constant of Eq. (110) which relates crest 
voltage in volts to energy loss in joules per foot 
per half cycle, and which may be found from 
Peek’s ([uadralic law or otherwise. It is equal to 
Peek’s constant (which is expressed in kilowatts 
per kilovolt per mile) multiplied by 
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S MICROSECOND 10 MICROSECOND 





TIME IN MICROSECONDS 


Fig. 36—Effect of corona in sloping the front of negative- 
voltage waves of different fronts and magnitudes. 


transmission lines K is of the order of 4X10^‘*. 
Skilling and Dykes describe the constant n as follows: 
“The factor n is a more or less constant factor which is 
needed to account for three differences between the corona 
of traveling waves and corona at power frequency. These 
are (1) the effect of mobility of charge (2) the fact that 
when voltage is alternating there is a space charge left 
over from one-half cycle to the next, and (3) the difference 
between positive and negative corona.'^ 

They found that good results could be obtained if 
for positive waves and n = 4 for negative waves. 

Eq. (114) is more convenient for an actual calculation. 
This equation shows that at a distance x for every value 
of e on the front of the original wave there is a new value 
of L If there were no distortion this would be the original 

value Fo{e) from Eq. (112) plus - the term which repre¬ 
sents the time for the wave to travel the distance x. The 

term lx describes the distortion of the wave 

nC7t;\ e / 

produced by corona. It is not necessary to know the ana¬ 
lytical expression for the initial wave. The wave can be 
plotted graphically and successive values of voltage se¬ 
lected on the front of the wave with their corresponding 
times. To obtain the time it takes the voltage to rise from 
aero to this same value after the wave has traveled the 
distance x it is merely necessary to add to the initial time 


the value ^ | x. In this manner the front of the 

nCv\ e ) 

distorted wave can be plotted. The crest of the wave is 
determined by plotting the distorted wave on the same 
figure with the initial wave, starting both at the same 
point. The crest is the point of intersection of the distorted 
front with the tail of the initial wave. 

A comparison of calculations of distortion using this 
formula with oscillograms of actual cases is shown in Fig. 
31 where the solid curve expresses waves calculated by 
Skilling and Dykes. As seen by these curves the calcu¬ 
lated results conform closely to the oscillograms above 
the critical voltage except at the crest of the wave. 

In order to obtain a better idea of the effect of corona 
in sloping off the front of voltages high enough to be of 
importance from an insulation standpoint calculations 
were made of the distortion of waves of different fronts 
and magnitudes after traveling different distances. These 
are shown in Fig. 36. 


VL 60.CYCLE STEADY-STATE PERFORMANCE 


Misunderstanding sometimes occurs in the application 
of wave theory to the steady-state GO-cycle operation of 
transmission lines. This occurs particularly with regard to 
the no-load condition. The question is frequently a.sked, 
''Since it is known that the waves travel with the speed of 
light, should there not be a phase-angle displacement be¬ 
tween the two ends of the line equivalent to the time 
required for the wave to travel the length of the line?” 
Actually, of course, at no load the phase displacement is 
very low and if the resistance is equal to zero the phase 
angle is also zero. This difficulty is resolved when the re¬ 
flections are taken into consideration. To clarify this 
situation, consideration will be given to some simple 60- 
cycle conditions as applied to a resistanceless line. 

As was shown in Section 10 of this chapter, if a resist¬ 
ance, equal to the surge impedance, is connected in shunt 
across the receiving end of a resistanceless line and a surge 
is impressed upon the line, no reflections occur at the re¬ 
ceiving end. Under these same line conditions, if a 60-cycle 
voltage is impressed across the sending end, waves of volt¬ 
age propagate along the line and no reflections occur. Since 
waves travel with the speed of light, 186 000 miles per 
second, then a full wave or 360 degrees phase displacement 
186 000 

occurs on a —^— or 3100-mile line. The phase dis¬ 


placement for a 300-mile line is 


300 

3100 


360 or 34.8 degrees 


and the voltages at the two ends are equal in magnitude. 

( E* 

—, on a 


three-phase basis, where E is the line-to-line voltage) can 
be transmitted an indefinitely long distance with constant 
voltage all along the line. At this load the capacitive 
charging kva just equals the inductive reactive kva of the 
inductance. This particular load is called the ‘'surge im¬ 
pedance load.'' If the resistance, which might be char¬ 
acterized as a "dead'’ load is replaced by synchronous 
equipment, other factors enter which limit the amount of 
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Fig. 37—Steady-state analysis by means of wave theory of an 
open-circuited resistanceless line 300 miles in length. 

power that can be transmitted. For detailed consideration 
of these factors see the chapter on System Stability. 

Now returning to the open circuit, let the voltage whose 
vector (or phasor) value is indicated by £,i of Fig. 37 be 
impressed across the sending end of a 300-mile line. At a 
time later represented by the time required for the wave 
to traverse the line (34.8 deg.) the wave, Er\y reaches the 
end of the line and is reflected with equal magnitude and 
phase position, Et 2 . This wave reaches the sending end 
with a magnitude and phase position given by £'* 2 . This 
voltage is reflected with opposite polarity as given by £,j. 
Now impress upon the line an additional voltage given by 
£.4 which is equal to £, 2 . The purpose of this additional 
voltage is to annul the effect of £,j in so far as the line is 
concerned. Both £ss and £,4 propagate along the line but 
since they are equal and opposite they cancel each other. 
All reflections are now provided for adequately. At the 
sending end are the voltages Eou ^* 2 , £08 and £,4 which 
add up to £,(toui) in (c). At the receiving end are the 
voltages £ri and £r 2 . Thus the voltage at the receiving 
end is in phase with that at the sending end and is greater 
by the reciprocal of the cosine of 34.8 degrees or 1.218. 


REFERENCES 

I . Mechanical Demonstrator of Traveling Waves, by C. F. Wag¬ 
ner, Electrical Engineering, October, 1939, page 413. 

2 Traveling Waves on Transmission Systems, by L. V. Bewley 
(a book), John Wiley and Sons. 

3. Theoretical and Field Investigations of Lightning, by C. L. 
Fortescue, A. L. Atherton, and J. H. Cox, A.I.E.E, Transac¬ 
tions, Volume 48, 1929, page 449 (395). 

4. Cathode Ray Oscillograph Study of Artificial Surges on the 
Turner Falls Transmission Line, by K. B. McEachron and V. E. 
Goodwin, A.I.E.E. Transactions, 1929, Volume 48, page 475 
(475). 

5. Study of the Effect of Short Lengths of Cable on Traveling 
Waves, by K. B. McEachron, J. G. Hemstreet, and H. P. Seelye, 
A.I.E.E. Transactions, Volume 49, 1930, page 1432 (527). 

6. Traveling Waves on Transmission Lines with Artificial Light¬ 
ning, by K. B. McEachron, J. G. Hemstreet, and W. J. Rudge, 
G. E. Review, April, 1930, page 254 (722). 

7. Symposium on Lightning, by J. H. Cox and Edward Beck. 
A.I.E.E. Transactions, Volume 49, 1930, page 857 (732). 

8. Lightning Laboratory at Stillwater, New Jersey, by R. N. Con- 
well and C. L. Fortescue, A.I.E.E. Transactions, Volume 49, 
1930, page 872 (746). 

9. Experimental Studies in the Propagation of Lightning Surges 
on Transmission Lines, by O. Brune and J. R. Eaton, A.I.E.E. 
Transactions, Volume 50, 1931, page 1132 (813). 

10. Attenuation and Successive Reflections of Traveling Waves, by 
J. C. Dowell, A.I.E.E. Transactions, Volume 50, 1931, page 551 
(855). 

II. Electric Circuit Theory and Operational Calculus (a book), John 
R. Carson, McGraw-Hill Book Company. 

12. Elektrische Schaltvorgange, by R. Rudenberg (a book), Julius 
Springer, Berlin. 

13. Diffusion of Electric Current Into Rods, Tubes and Flat Sur¬ 
faces, by K. W. Miller, A.I.E.E. Transactions, Volume 66, 1947 
page 1496. 

14. Lightning Investigation on the Ohio Power Co.'s 132-kv System 
—1930, by Philip Spom and W. L. Lloyd, Jr., A.I.E.E. Trans¬ 
actions, Volume 50, 1931, page 1111 (659). 

15. Lightning Investigation on the 220-kv System of the Penn. 
Power & Light Co. 1930, by Edgar Bell and A. L. Price, A.I.E.E. 
Transactions, Volume 50, 1931, page 1101 (691). 

16. Lightning Investigation on 220-kv System of the Penn. Power 
and Light Co. 1928-1929, by N. N. Smeloff and A. L, Price, 
A.I.E.E. Transactions, Volume 49, 1930, page 895 (712). 

17. Lightning Investigation on the Appalachian Electric Power Co's. 
Transmission System, by I. W. Gross and J. II. Cox, A.I.E.E. 
Traji-sactions, Volume 50, 1931, page 1118 (818). 

18. Surge Voltage Investigations on Transmission Lines, by W. W. 
Lewis, A.I.E.E. Transactions, Volume 47, 1928, page 1111 (281). 

19. Corona and Line Surges, by H. H. Skilling, Electrical Engineer¬ 
ing, Oct. 1931. 

20. The Ilysterisic Character of Corona Formation, by H. J. Ryan 
and H. H. Hemline, A.I.E.E. Transactions, Volume 50, 1931, 
page 798. 

21. Discussion, by E. W. Boi'hne, A.I.E.E. Transactions, Volume 
50, 1931, page 558. 

22. Distortion of Traveling Waves by Corona, by H. H. Skilling 
and P. deK. Dykes, A.I.E.E. Transactions, Volume 56, 1937, 
page 850. 

Notft: Number in parentheses indicates page number in Lightning 
Reference Book. 



CHAPTER 16 


LIGHTNING PHENOMENA* 


Original Authors: 

C. F. Wagner and G. D. McCann 


1. GENERAL CHARACTERISTICS 

HE physical manifestations of lightning have been 
with us from the remotest times, but only compara¬ 
tively recently have the phenomena become even 
partly understood. Franklin in his electrical experiments 
between 1740 and 1750 succeeded in identifying lightning 
as the static electricity of his time. Beyond this fact little 
was learned until within the past 35 years. The real in¬ 
centive to obtain additional knowledge lay in the necessity 
of the electrical industry to protect against its effects. As 
longer transmission lines were built the need for reduction 
in outages due to lightning became more acute. This placed 
more stringent requirements upon lightning arresters and 
other protective devices. Largely through the cooperation 
of the utilities and manufacturers and through the use of 
special instruments such as the klydonograph, cathode-ray 
oscillograph, surge-crest ammeter, Boys camera, and ful- 
chronograph, information of a very valuable character has 
been obtained regarding stroke mechanism and the voltages 
and currents associated \vith lightning. 

1. Charge Formation 

In spite of the great interest in the manner in which 
charges arise in thunderclouds, the question is still contro¬ 
versial. Some half-dozen theories have been advanced, 
but those of C. T. R. Wilson and of G. C. Simpson or 
modifications of them have received most consideration. 
Both theories postulate ascending currents of air and 
relative motion of rain drops of different sizes. 

Wilson^s theory^ depends for its explanations upon the 
presence of large numbers of ions in the atmosphere. Many 
of these ions, both positive and negative, attach themselves 
to minute particles of dust and extremely small drops of 
water, called Aitken nuclei, to form large ions as contrasted 
with unattached or small ions. Over land the number of 
small ions of each sign ranges from about 300 to 1000 per 
cubic centimeter, and the large ions from 1000 to 80 000 
per cubic centimeter. The small ions do not play an im¬ 
portant part in Wilson's theory. The mobility of an ion is 
the steady velocity that can be attained under a voltage 
gradient of one volt per centimeter. The large ions have 
very low mobility ranging from 0.0003 to 0.0005 centimeter 
per second. Under a gradient of 10 000 volts per centimeter 
this would correspond to a velocity of only 3 centimeters 
per second. 

Macky*, in a study of the behavior of water drops when 
exposed to electric fields, found that a droplet of radius p 
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centimeters becomes elongated until at a critical field de¬ 
termined by the relation F\/p = 3875 it becomes unstable. 
A luminous glow is formed at each end and the energy 
absorbed thereby results in evaporation of a portion of the 
water forming the droplet. This sets a limit to the size of 
drops in a thunderstorm. Thus, no drops greater than 0.15 
centimeter in radius can persist in fields of 10 000 volts per 
centimeter. Air pressure has no influence upon the field at 
which this occurs. Macky suggests that in general the 
fields within thunderstorms will rise to a value of the order 
of 10 000 volts per centimeter before discharge occurs. 

Wilson's theory premises the existence of the normal 
field which occurs during fair weather. This is generally 
directed downward, the direction which convention has 
adopted as positive. In magnitude it is of the order of 
one volt per centimeter at the surface of the earth and 
gradually decreases with altitude until at 30 000 feet it is 
only about 0.02 volt per centimeter. A relatively large 
drop of water (of say one millimeter radius) in such a field 
will become polarized by induction, the upper side acquir¬ 
ing a negative charge and the lower side a positive charge 
(see Fig. 1). The velocity of fall under the influence of 
gravity of such a charge will be 590 centimeters per second, 
which is large with respect to the velocity of the slowly 
moving ions even under the maximum field strength of 
10 (XX) volts per centimeter. At the under surface of the 
drop a selective action with regard to the slowly moving 
ions occurs. The negative ions tend to be attracted and 
the positive ions repelled. No such selection occurs at the 


ELECTRIC LINES 
OF FORCE 



Fig. 1—Capture of negative ions by large falling drops. 



*Tho inat«r^ in sections I and 11 of this chapter is essentially the same as that presented in a series of articles by the ori^nal authors that appeared in August, Sep¬ 
tember, and October. 1941 issues of BUcirxcxU Engxneerxnn. The material in section Ill is revised to include the results of field studies through 1949. 
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upper surface. As a result of this action, the drop accu¬ 
mulates negative charge. With the loss of the negatively 
charged ions the remaining large ions are predominantly 
positive. The smaller drops descend with a lower velocity 
and thus their velocity becomes more nearly equal to that 
of the velocity of the large ions under the influence of the 
electric field. It becomes possible then for the small drops 
of water to pick up positive charge by impact with the 
positive ions. 

Thus, the original charges which were distributed at 
random and produce an essentially neutral space charge, 
become separated. The large drops carry the negative 
charges to the lower portions of the cloud and the small 
drops retain the positive charge in the upper portion. 
According to Wilson’s theory the lower portion of the 
cloud is negatively charged and the upper portion, posi¬ 
tively. This mechanism of discharge has been verified 
(‘xperim(*ntally in the laboratory by Gott’* who actually 
obtained charge separation by this process. 

The theory of (b C. Simpson^ also has been substan¬ 
tiated in part by laboratory experiments. It has been 
shown that a wat(‘r drop of radius gn‘ater than 2.5 milli¬ 
meters becomes flattened or unstable nhen it falls through 
still or ascending air. A large number of smaller drops are 
formed. The terminal or steady-state velocity of drops 0.25 
centimeter in diamiMer is eight meters per second, which 
thus constitut(*s the limiting relative velocity of rain drops. 
Xo drops will fall to earth in an a.scending current of air 
(‘xceeding eight mc'ters per second. It has also been shown 
that when water drops break up, the re.sulting droplets 
become positiv(‘ly charged and the air negatively. 

The meteorological conditions within a cloud according 
to Simpson are .shown in Fig. 2. The unbroken lines rep- 



Flg. 2>-Meteorological conditions within thunderclouds, 
according to Simpson. 


resent lines of flow of the air, their distance apart being 
inversely proportional to the wind velocity. The air enters 
the storm from the right and passes under the forward end 
of the cloud where it takes an upward direction. Within 
the cross-hatched oval marked 8 the vertical component 
of the wind is more than eight meters per second; and 
outside less. For the reason just stated no water can fall 
through this area. The dotted lines show the general path 
of the larger drops as they fall to earth. The balloon-like 
surface of which the oval 8 forms the bottom represents 
a boundary within which the upward velocity is still very 
high. Only the larger drops are able to descend within 
the volume so formed and none are able to penetrate the 



oval 8. The drops that do fall within this volume will be 
broken and the parts blown upward. The small drops that 
have been blown upward will recombine and fall back 
again, and so the process will be continued. 

d'he distribution of electrical charge that will re.sult from 
the conditions represented in Fig. 2 is shown diagrammatic- 
ally in Fig. 3. The mechanism by which charge separation 
occurs is explained clearly by Simpson as follows: 

“In the region where the vertical velocity exceeds eight meters 
a second there can be no accumulation of electricity. Alxive this 
region where the breaking and recombining of water drops take 
place (the region marked B in Fig. 3) here,.every time a drop, 
breaks, the water of which the drop is composed receives a 
positive charge. Tlie corresponding negative charge is given to 
the air and is absorbed immediately by the cloud particles, which 
are carried away with the full velocity of the air current (neglect¬ 
ing the effect of the electrical field in resisting separation). The 
positively charged water, however, does not so easily pass out of 
the region i?, for the small drops rapidly recombine and fall back 
again, only to be broken once more and to receive an additional 
})Ositive charge. In this way the accumulate<i water in B l)e- 
comes highly charged with positive electricity, and this is in¬ 
dicated by the plus signs in the diagram. The air with its nega¬ 
tive charge pa.sse.s out of B into the main cloud, so that the latter 
receives a negative charge. In what follows, the region B will be 
described as the region of separation, for here the negative 
electricity is separated from the positive electricity. The den.sity 
of the negative charge obviously will be greatest just outside the 
region of separation, and this is indicated in Fig. 3 by the more 
numerous negative signs entered in the region around 

In contrasting the two theorio.s, it may be observed that 
Wilson’s theory lead.s to the conclusion that the lower 
portion of a cloud is negatively charged and the upper 
portion positively. Simpson’s theory as given above, on 
the other hand, leads to the converse—that an intense 
positive charge resides in the head of the cloud and that 
negative (diarge is distributed throughout the rest of the 
cloud. Wilson’s experimental observations of field changes 
next to the ground indicated that a charge of positive 
electric moment, that is, a charge distribution equivalent 
to a positive charge above a negative charge, is destroyed 
in the process of most lightning discharges. In addition 
the results of magnetic-link investigations on electrical 
systems, as discussed hereinafter, indicate that approx¬ 
imately 90 percent of all strokes lower negative charge 
to the transmission system. 

The direct contradiction between these two theories led 
Simpson and Scrase^ to investigate the charge distribution 
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in a more direct manner. Free balloons equipped with 
clock-operated apparatus to measure electric gradient, 
atmospheric pressure, and relative humidity were released 
during storms. It was found that in general the main body 
of a thundercloud is negatively charged and the upper part 
positively charged. A concentration of positive charge 
appears to exist frequently in the base of the cloud. Ac¬ 
cording to Simpson and Scrase the cloud structure of the 
type shown in Fig. 4 offers a satisfactory explanation of 





POTENTIAL GRADIENT 
AT GROUND_ 


Fi^. 4—Hypothetical case of a cloud with a positive charge in 
the upper part, a ne^tive charge in the lower part and a 
small region of strong positive charge near the base^ 

practically all the soundings obtained in their investiga¬ 
tions. The positive charge at the top of the cloud gives 
rise to the positive field encountered at the ground as the 
storm approaches and as it recedes. The negative charge 
contained in the lower half produces a negative field every¬ 
where under the cloud except where the local concentra¬ 
tions of positive electricity produce positive fields. Further 
verification of this fact is offered by data obtained by 
Simpson and Scrase by recording ground gradients during 
the passage of storm clouds. From the records of 20 storms 
it was found that the average length of time for which 
the potential gradient was appreciably disturbed from its 
fine-weather value was 75 minutes. By centering each 
record about the midpoint of the total period and dividing 
the record into five-minute intervals, the curve in Fig. 8 
shows the percentage of frequency of positive potential 
gradient. The parts of the curve above the line corres¬ 
ponding to 50 percent represent a preponderance of posi¬ 
tive gradient and those below a preponderance of negative 
gradient. It shows that the approach and recession of a 
storm usually are accompanied by positive gradients while 
the center of the cloud produces a negative gradient. This 
is what would occur if the lower portion of the cloud carried 
negative charge and the upper portion positive charge. 

As between the Simpson and Wilson theories, the induc¬ 
tion theory of Wilson seems to offer an adequate explan¬ 
ation of negative charge in the lower regions of the cloud 
and the concentration of positive electricity higher up in 
the cloud. It does not explain the positive charge found 
at the base of the clouds. However, quoting from Simpson 
and Scrase: 


''Our observations have shown quite conclusively that the 
boundary between the positive electricity in the upper part of 
the cloud and the negative electricity in the lower is in every 
case in a region of the cloud where the temperature is well below 
the freezing point and generally below—10 degrees centigrade. 
In this part of the cloud raindrops cannot exist. The cloud par¬ 
ticles may be supercooled water, but on coalescing they would 
immediately freeze. The precipitation in the upper part of a 
cloud is in the form of crystals, either needles or plates, which 
tend to lie horizontally and to fall slowly in a series of nearly 
horizontal motions, first in one direction and then in another. 
These crystals cannot play the role of the raindrops in Wilson's 
theory, for in the first place they are nearly perfect nonconductors 
and so do not become electrically polarized, and, even if they do 
conduct, their shape and orientation is not favorable to the 
formation of induced charges, and finally their rate of fall 
relatively to the air is very slow. It is clear, therefore, that 
Wilson's influence theory cannot explain the separation of the 
charges found in the upper part of the thunder-clouds. 

“It is well known that during blizzards in polar regions which 
are accompanied by large masses of blown snow, very strong 
electrical fields are set up near the earth's surface. These fields, 
with very few exceptions, are positive in direction; that is to say, 
in the same direction as the field in the upper part of a thunder¬ 
cloud. Simpson, in his discussion of the observations made in the 
Antarctic (Simpson 1919), suggested that the impact of ice 
crystals results in the ice becoming negatively charged and the 
air positively charged. The general settling of the negatively 
charged ice crystals relatively to the positively charged air would 
then result in a separation of electricity with the positive charge 
above the negative. This explanation, however, has not yet been 
confirmed by satisfactory laboratory experiments. Whatever the 
physical explanation may be, there seems little doubt that the 
upper separation of charge in a thunderstorm is in some way 
connected with the presence of ice crystals. 

“There appear therefore to be two different physical processes 
taking place in a thunderstorm to produce the electrical effects: 
One is confined to the upper parts of the cloud where the tem¬ 
perature is below the freezing point, and the second occurs in the 
lower part of the cloud where the temperature is above the 
freezing point. There is reason to believe that the former is 
associated with the presence of ice crystals and the latter with 
raindrops, probably in the way described by Simpson in his 
breaking-drop theory." 

Fig. 5 represents Simpson's revised diagram to illustrate 
the meteorological and electrical conditions in a thunder¬ 
cloud. This differs from his early conception illustrated in 
Fig. 3, in that a positive charge resides in the upper portion 
of the cloud above a region of separation from the negative 
charge, in which the temperature is between —10 and —20 



Fig. 5—Meteorological and electrical conditions within a 
thundercloud, according to Simpson's revised theory. 
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degrees centigrade. More recent investigations of Simpson 
and Robinson* further corroborate these concepts of the 
three distinct regions of charge distribution. They also 
more firmly establish that the separation of the positive 
charge in the upper region from the negative charge in the 
main body of the cloud takes place at temperatures below 
freezing, while the positive-charge center found at the base 
of the cloud is separated at a temperature above freezing. 

W. J. Humphreys^ offers a modification of Simpson^s 
breaking-drop theory. He retains the experimentally veri¬ 
fied fact that when a neutral drop is broken up by a jet 
of air, the spray particles are negatively charged and the 
larger remaining particles positively charged. It has been 
observed, principally by aviators, that the mean level at 
which the maximum vertical velocity of air occurs is well 
above the halfway point between the base and top of the 
thundercloud. This velocity is commonly so great that 
raindrops cannot fall through the air at its level. There¬ 
fore, the greatest concentration of raindrops occurs at this 
point and the seat of the most active electric separation 
must be at a still higher level—the level at which drops 
can just maintain their position against the ascending air. 
The negative electricity presumably is first carried to or 
near to, the top of the cloud and from there pulled down 
along, or near to, the cloud wall by the descending air 
that commonly flows down the sides, incident to cooling 
caused by evaporation. According to this explanation, a 
net positive charge will occur above the midlevel of the 
cloud and the negative charge will be distributed more 
generally throughout the cloud body. This theory does 
not accept the subzero temperature region of separation 
between the negative and positive charges as put forward 
by Simpson. 

E. J. Minser,* however, largely from observations of 
aviators, retains the conception of a r^on of subzero 
temperature as an essential factor in the explanation of 
the charge generation within a cloud. He has found that 
cloud masses of high electric charge exist not only in the 
cumulo-nimbus cloud but also in the cumulus cloud of the 
shower type. His explanation is based on a combination 
of the Wilson and Simpson theories plus the ice-crystal 
theory of precipitation suggested by Bergeron. 

The processes occurring within cloud formations are so 
complicated that it is quite possible that all the foregoing 
phenomena—the electrification resulting from breaking 
drops, the selective attraction by polarized drops, and 
interactions between wind and ice crystals at subzero 
temperatures—are involved. 

2 . Rate of Charge Accumulation 

The rate at which the charge accumulates is relatively 
slow as evidenced by the measurements of ground gradients 
by Wilson* and others.** Fig. 6 is a typical record obtained 
by Wilson which shows both the magnitude and manner 
of variation of this quantity. The division between the 
solid black and shaded areas indicates the magnitude of 
the gradient according to the scale at the left-hand side. 
Sudden discontinuities such as that at A represent the 
destruction of a portion of the gradient as the result of a 
lightning stroke. The single dark line at a and the double 
dark line at a indicate the time of the beginning and end. 


respectively, of thunder arising from the stroke at A. 
From this record Wilson calculated that this particular 
stroke was 7.1 kilometers distant from the observation 
station. Points B, 6, and 0 are similarly associated. Im¬ 
mediately after the occurrence of a stroke the regenerative 
processes within the cloud begin to re-establish the field at 
the rate indicated by the rate of change of the gradient. 



Flit* Measurement by Wilson of ground gradient during a 
thunderstorm. 


It can be seen that in general the curve is exponential in 
character and requires many seconds before the charging 
process attains a substantially constant value. The prom¬ 
inence at 14 hours 12 minutes 30 seconds was produced by 
the measuring device to establish the zero line and is not 
a record of change in gradient caused by a stroke. 

3. Cloud Heights 

A search of the literature reveals very little definite data 
regarding the height at which the stroke can be said to 
originate. Simpson and Scrase* from a limited number of 
observations in England estimate charge centers as occur¬ 
ring as low as 1600 feet and as high as 30 000 feet. Of 
course, the origin of the stroke may not coincide with the 
charge center but may lie between the charge center and 
the base. E. J. Minser, chief meteorologist of Transcon¬ 
tinental and Western Air, Inc., has observed that the alti¬ 
tude of the base of low-level thunderclouds frequently lies 
between 500 and 1000 feet. He further states that his studies 
show that the majority of lightning discharges have oc¬ 
curred in the cumulus clouds of the shower type and that 
strokes to ground occur most frequently from clouds hav¬ 
ing the lower altitudes. Data in possession of the United 
States Weather Bureau indicate cumulo-nimbus clouds as 
having a mean ceiling of 5500 feet with some of them as 
low as 600 to 700 feet. Thunderstorms for which the ceiling 
is practically zero are also reported at times. Instances in 
which the storm clouds actually envelop mountains rising 
from a plain are quite common. 

4. Charge and Field Distribution 

Fig. 7, taken from Simpson and Scrase^s paper, shows 
also that the fields and consequently the charge densities 
are quite variable. The thickness of the vertical columns 
is a measure of the potential gradient, the shaded portion 
indicating a positive field and the unshaded portion a 
negative field. The maximum gradient that could be re¬ 
corded in the balloon experiments of Simpson and Scrase* 
and Simpson and Robinson* was about 100 volts per cen¬ 
timeter. It was found that a gradient in excess of this 
amount very rarely was recorded in any of the balloon 
ascents, and it was concluded that the field in the thunder¬ 
cloud is of the order of 100 volts per centimeter except 
in relatively small regions of very great electrical activity 
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Pig. 7—Electric grmdient by Simpeon and Scrase^ with free 

balloons. 


where the lightning discharges originate. They found no 
evidence of large horizontal sheets of positive and negative 
charge with electric fields approaching the breakdown 
strength of the air. 

As shown in Fig. 7, Simpson and Scrase found that the 
field between cloud and ground was more or less inde¬ 
pendent of height and of the order of 50 to 100 volts per 
centimeter. Thus the gradient in the region between cloud 
and ground is about 1 000 000 volts per thousand feet so 
that for a 10 000 foot cloud the potential at the cloud base 
would be of the order of 10 000 000 volts. Taking into 
consideration the more intense fields near regions of high 
charge distribution, it is likely that cloud potentials are of 
the order of 20 000 000 volts. 

5. Mechanism of Stroke 

The electrical charge concentrations within a cloud, of 
course, must be limited to the bounds of the cloud proper 
and in most cases are much smaller. In relation to these 
dimensions the earth can be regarded as infinite in extent. 
It follows then, from consideration of a flux plot, such as 
that of Fig. 4, that before the discharge the electrical gra¬ 
dient within the cloud must be very much greater than at 
the earth where the gradient never exceeds about 1(X) volts 
per centimeter. Thus, the discharge tends to be initiated 
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Fig. S—Average frequency of occurrence of positive potential 
gradient at the ground during passage of a thundercloud*. 

at the cloud rather than at the ground. As mentioned 
previously, the tests of Macky show that in a region occu¬ 
pied by water droplets of the size expected in clouds the 
critical breakdown voltage is 10 000 volts per centimeter, 
a magnitude contrasted with 30 000 volts per centimeter 
in air without water droplets. This phenomenon likewise 
tends to initiate the discharge from the cloud. In addition, 


the lower pressure at the higher altitudes, even if there 
be no water droplets, decreases the breakdown gradient. 
On the other hand, tests indicate that discharges from 
positive terminals appear to require lower gradients than 
discharges from negative terminals, and since most dis¬ 
charges are from negative cloud sources, this property 
would tend to encourage the initiation of discharges from 
the ground. 

What are the facts? The results of a large number of 
photographic records by Schonland*® indic^ate that all of 
the discharges he has observed were initiated from the 
cloud end rather than from the ground. McEachron" has 
shown that for the discharge of lightning to a very tall 
building the initial streamer usually proceeds upward from 
the building. In a later discussion‘s he states: ^Thus far, 
I have no evidence that upward leader strokes occur to 
transmission lines of the usual height.” The evidence, 
therefore, suggests that for the type ot discharge with 
which these articles are largely concerned, namely, those 
to low structures, the initial discharge can be assumed to 
start from the cloud. 

Present knowledge of the mechanism of stroke propaga¬ 
tion is largely the result of the work of Schonland and his 



(b) 

Fig. 9—Boy8-camera photograph of lightning taken by 
Schonland**"*’ 
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associates in South Africa.'*"” Most of their data were 
obtained photographically by means of a Boys camera. 
The essential feature of the Boys camera is that it contuns 
two lenses mounted diametrically to the axis about which 
the lens system rotates with respect to the film. The com¬ 
bination of the motion of the lenses and the propagation 
of the stroke produces two distorted pictures of the stroke 
from which, by superposing, one can deduce the direction 
and velocity of propagation of the stroke from the displace¬ 
ment between corresponding points on the two images. 
The speed of revolution of Schonland’s Boys camera was 
3000 rpm which permitted a resolution of the photograph 
of 0.3 microsecond. Fig. 9(a) shows a pair of these pictures 
mounted together. 

A lightning discharge which usually appears to the eye 
as a single flash is in reality generally made up of a number 
of separate strokes that travel down the same path. The 
interval between these components varies between 0.0005 
and 0.5 second. Each separate stroke starts as a downward 
leader from the cloud. When the downward leader strikes 
the ground it is followed by an intense return streamer 
which consists in a point of intense luminescence traveling 
from the ground to the cloud. The rather interesting 
properties of these phases of the flash are to be discussed 
subsequently in some detail. Fig. 9(b) is typical of the 
pictures obtained by Schonland. It shows a number of 
repetitive strokes. A slower camera of this general type 
permits the determination of the order in which the 
discharges occurred. 

Initial Leaders —The leader of the first component 
stroke of a flash is preceded by a “pilot streamer” which 
represents propagation of the discharge into virgin air hav¬ 
ing very low ionization. Currents'* associated with the 
pilot streamer are small, the majority being of the order 
of only a few amperes. The luminosity is likewise very 
low—so low that it does not register on the photographic 
plate of a Boys camera. Its existence is deduced by infer¬ 
ence and by an analysis of the mechanism of the discharge. 
In the following discussion velocities are given in terms of 
that of light (approximately 1000 feet per microsecond) 
as it is the same as that of waves on transmission lines, 
and, therefore, provides a very convenient bench mark 
when the phenomenon is applied to considerations of the 
effect upon systems. The most frequent velocity of prop¬ 
agation of the pilot streamer is about 1/20 of one percent 
of that of light. 

As the pilot streamer proceeds, it is accompanied by 
points of luminescence which travel in jumps giving rise 
to the term “stepped leader.” The velocity of these steps 
exceeds one-sixth of that of light and the distance traveled 
in one step is about 50 meters. The path of each step is 
essentially straight but each fresh step, in general, takes a 
different direction. The change in direction at each junc¬ 
tion thus gives rise to the tortuous path characteristic of 
lightning. The electrostatic lines of force from the stroke 
to ground should form essentially smooth curves—another 
fact which suggests that the sigsag path must be attribut¬ 
able to some variable condition at the head of the dis¬ 
charge, this condition being either variations in the head 
itself or variations in space ionisation. Fig. 10 shows a 
photograph of several such stepped leaders obtained by 



Fig. 10—Boyt-camein photograph by Schonland’*^*^ showing 
the **8tepped leader.'* 

Schonland by means of the Boys camera. The arrows 
indicate the direction of time, and the stepped leaders 
are shown to the right of the subsequent brilliant return 
stroke. As the leader seeks its way to earth, branches 
radiate from the main stem forming tentacle-like fingers 
spreading earthward. This stage of the process is shown 
in Fig. 11(a). A portion of the charge in the center from 
which the stroke originated is lowered and distributed over 
this entire system of temporary conductors. This process 
continues until one of the leaders strikes the earth. Short 
streamers have been observed to reach upward from the 
earth to meet the downward-moving leader just before it 
reaches the earth, but, in general, if such exist they must 
be short. Regarding this point, Schonland in a letter to 
the authors says: 

“It must be remembered that the country in which we work 
consists of rolling hills and valleys, so that the base of the dis¬ 
charge is often obscured; there must, however, be a large num¬ 
ber of cases in which the full length of the discharge was recorded 
by the cameras and we have seen no evidence of any extensive 
l^er discharge from ground. Such leaders as do occur are com¬ 
paratively short, for otherwise we should have detected them." 

Return Stroke —As the leader strikes the ground an 
extremely bright return streamer propagates upward from 
the earth to the cloud following the same path as the main 
channel of the downward leader. The charge distributed 
along the leaders thus is discharged progressively to ground 
giving rise to the very large currents usually associated 
with lightning discharges—currents varying between 1000 
and 200 000 amperes. The rate of propagation, about 10 
per cent of that of light, is determine by the rate at which 
the head of the lightning channel can become sufficiently 
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(a) Charge centers in cloud; pilot 
streamer and stepped leader prop¬ 
agate earthward; outward 
branching of streamers to earth. 
Lowering of charge into space 
beneath cloud 



(c) Heavy return streamer; dis¬ 
charge to earth of negatively 
charged space beneath cloud 


(b) Process of (a) almost com¬ 
pleted; pilot streamer about to 
strike earth 



(d) First charge center com¬ 
pletely discharged; development 
of streamers between charge cen¬ 
ters within cloud 



(e) Discharge between two 
charge centers; dart leader prop¬ 
agates to ground along original 
channel; dart leader about to 
strike earth; negative charge 
lowered and distributed along 
stroke channel 



(f) Heavy return streamer dis¬ 
charge to earth of negatively 
charged space beneath cloud 


Fig. 11—Dlagrain showing charge distribution at various 
stages of lightning discharge. 


conducting to accommodate these large currents. The 
charge that had been lowered from the cloud to the 
antenna-like system of streamers by this means is further 
lowered to ground. The former of these processes is rela¬ 
tively slow, requiring a time of the order of 10 000 micro¬ 
seconds, whereas the latter is relatively fast, requiring only 
about 50 to 100 microseconds. Since the same charge is 
involved in both stages, the difference in time explains the 
large difference in currents involved in the two stages. 



tlTUMM Sltom 


Fig. 12—Mechanism of discharge of component stroke, 
according to Schonland^*. 

Fig. 12 represents the story of a complete discharge of a 
component stroke according to Schonland,^® in which the 
upper figure shows the progress of the stepped leaders and 
the lower figure the return streamer. Note that the time 
scale has different units. 

From the instant of initiation of the leader streamer to 
ground similar leaders progress into the cloud, tapping 
more and more charge. After the completion of the initial 
high-current discharge, a smaller current continues to flow 
for some time, the magnitude and duration being dependent 
upon the propagation of the streamers within the cloud 
body. This point is illustrated very well by the current 
record'® shown in Fig. 13 obtained at the Cathedral of 



Fig. 13—Current record of direct stroke to Cathedral of 
Learning of the University of Pittsburgh, June 10, 1039; 
negtative polarity; four coulombs. 

learning of the University of Pittsburgh. A high-current 
component, which rises very quickly to 20 000 amperes, 
decreases to 1000 amperes in 200 microseconds. From 1000 
amperes the decay is much slower, the current dropping 
to less than 100 amperes in 10 000 microseconds. 

Multiple Strokes —With the development of a high- 
conducting arc path between the charge center and ground, 
the potential of the charge center is lowered considerably. 
This process may develop higher potential differences be¬ 
tween this charge center and another charge center within 
the cloud, resulting in the continued progress of streamers 
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into the cloud and the formation and attraction of stream¬ 
ers from the other charge center. Upon the meeting of two 
such approaching streamers, a relatively low-conducting 
path to ground for the new charge center is formed. The 
resulting discharge traverses the same path blazed by the 
first stroke. The leader streamer of this stroke differs from 
that of the first stroke in that the stepped phenomenon is 
usually not discernible in Boys camera photographs, there 
is no branching, and the velocity of propagation is much 
larger, being of the order of three percent of that of light. 
Because of these characteristics this leader is known as a 
'^dart’^ leader. Upon reaching the earth, a return streamer 
travels back to the cloud just as for the first stroke. This 
mechanism is illustrated in Fig. 11. The stroke current 
at the ground is also similar in character to that of the 
first stroke, rising rapidly from zero to a maximum, filling 
slowly for several hundred microseconds and then more 
slowly for a much longer time. Schonland’s results indicate 
that in the majority of cases the crest magnitude of the 
first stroke is the greatest, probably because the branching 
of the antennae system of streamers permits of a lowering 
of a larger charge before it is released to earth. This is not 
always the case, as the second or subsequent strokes are 
sometimes the greatest. 

As the charge in the second charge center is dissipated 
by being carried to ground, the streamer in the cloud might 
tap a third center and the same process be repeated. In 
general, approximately half the flashes are of this multiple 
character. Flashes having as many as 40 component strokes 
have been observed by Larsen.A conception of the 
relative time involved in these processes is given by 
Fig. 14. 

In general, the rates of propagation of the discharges 
discussed vary in inverse manner to the amount of previous 
ionization of the path. Thus, the initial pilot streamer 
progressing into virgin air with very little ionization was 


the slowest, being about 1/20 of one percent of that of 
light. The stepped leaders that followed in the path blazed 
by the pilot streamer have a velocity of the order of 3 
percent of that of light. The return streamer is also quite 
rapid as it follows the intense ionization of the initial 
streamer and has a velocity about 10 percent of that of 
light. Because of the interval elapsing between component 
strokes and the resultant deionization, the velocity of 
propagation of the dart leaders is about one per cent of 
that of light. The velocity of propagation of the pilot 
streamer into virgin air appears to be associated^® with the 
critical drift velocity of an electron under the influence of 
the breakdown voltage gradient of air. 

Hot and Cold Lightning —It has been known for a 
long time that the explosive and incendiary effects of dif¬ 
ferent strokes vary widely. One stroke might blow a tree 
apart and still have little burning tendency while another 
might have little bursting effect and still result in a fire. 
This difference was recognized as early as 23 A.D. by Pliny 
the Elder who wrote in his ‘‘Natural History^': 

thunderbolts themselves several variations are reported. 
Those that come with a dry flash do not cause fire but an ex¬ 
plosion. The smoky ones do not burn but blacken. There is a 
third sort called ‘bright thunderbolts’ of an extremely remark¬ 
able nature; this kind draws casks dry without damaging their 
lids and without leaving any other trace and melts gold and 
copper and silver in their bags without singeing the seal. Marcia, 
a lady of high station in Rome, was struck by lightning while 
pregnant and though the child was killed, she, herself, survived 
without being otherwise injured. Among the portents in connec¬ 
tion with Catiline, a town councillor of Pompei named Marcus 
Herrenius was struck by lightning on a fine day.” 

Returning from antiquity, fire-tower lookouts have ob¬ 
served similar distinguishing characteristics in strokes that 
do and do not cause fires. Along more scientific lines the 
persistence of the luminosity of the main channel of a 


1000 1000 



Fig. 14—Diagram showing lightning mechanism and ground current. 

AH veloeitiei expressed in percent of the speed of light, which is ^ feet per microsecond or approximately 1000 feet p«r microsecond. 
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lightning stroke was recognised by Schonland and Collens^’ 
in 1934. 

Walter*^ in 1935 discussed a photograph taken by Doctor 
H. H. Hoflfert in 1889 which was obtained by turning the 
camera to and fro by hand about a vertical axis, the period 
of rotation being about three-quarters of a seccmd. Streaks 
of light appeared between component strokes on the 
negative and in explaining their presence he says: 

‘‘Now, as I demonstrated some years ago, they are by no 
means due to an afterglow of the Lightning channel produced by 
thermal or phosphorescent causes, but they are always asso¬ 
ciated with a real after-discharge in the channel, that is, with 
an electric current following the main discharge along the same 
track.^* 

According to his explanation, the duration of these points 
of luminescence must have been at least 0.1 second. 

Stekolnikov and Valeev” m 1936 measured voltages in¬ 
duced on a horisontal antenna by indirect lightning strokes. 
Results they obtained with a rotating klydonograph indi¬ 
cated that the duration of the current was between the 
limits of 2600 and 10 000 microseconds. 

McEachron and McMorris,” also in 1936, refer to an 
unpublished photograph by one of them which shows a 
duration of luminescence of 0.23 second. This stroke how¬ 
ever is described as being to a tall steel-frame building and 
such a stroke has different characteristics from strokes to 
open ground and transmission lines. 

Continuing the work of Schonland and his associates, 
Malan and Collens^* report data on the luminescence in 
the following statement: 

“The most frequent value of the duration as measured on the 
photographs appears to be of the order of 1000 microseconds, 
ranging in extreme cases from a few hundred microseconds to 
half a second.” 

Bellaschi,” by comparing laboratory discharges of differ¬ 
ent magnitudes and durations, showed that long-duration 
currents were essential to ignite excelsior, form fulgurites, 
or produce significant melting of metal. Further evidence 
of the existence of lightning currents of long duration was 
observed by Bergvall and Beck” in the form of markings 
left by discharges upon lightning rods and arrester gaps. 
These markings were correlated in the laboratory with 
markings produced by impulses of known wave shape, from 
which the existence of long-duration waves was demon¬ 
strated. Fig. 15 shows the degree of melting of several 
one-half-inch copper rods tapered for a distance of one 
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Fig. 15—Fusion data on strokes to the Cathedral of Learning, 
University of Pittsburgh. 


inch, which were placed by the authors in the path of 
actual lightning currents. A fulchronograph record for one 
of these is shown in Fig. 13. 

6. Ground Gradients 

As stated previously, the fine-weather electrostatic gra¬ 
dient at the surface of the earth is positive and averages 
about one volt per centimeter. As a charged cloud passes 
over a particular spot this gradient at first rises b^use 
the positive charge in the upper portion of the cloud be¬ 
comes effective first. As the cloud continues to approach, 
the gradient then decreases and finally becomes negative 
as the negative charge in the lower portion becomes effec¬ 
tive. The magnitudes of field gradients directly beneath 
thunder clouds are from about 50 to 100 volts per centi¬ 
meter before a discharge occurs. 

As discharges occur, the nature of the electric field be¬ 
comes more complicated. Appleton and Chapman” have 
obtained cathode-ray oscillograms of the change in gradient 
due to strokes at various distances and correlated them 
with the characteristic portions of the stroke mechanism 
Schonland, Hodges, and Collens*^ have co-ordinated Boys 
camera photographs with similar cathode-ray oscillograms 
of the change in gradient due to strokes at distances of 
several miles. These records were found to be of the two 
principal types illustrated in Fig. 16, 65 percent being of 
the type shown on the left and 35 percent of the type shown 



Fig. 14—RsUtloii between stroke mechanism and ground gradients for the two types of dischaiges obeerred by Schonland. 
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on the right. In this figure the upper portions show the 
gradients and the lower portions the photographic records. 
As may be seen from this figure, the electric field can be 
resolved into three characteristic portions labeled a, b, and 
c. As shown by the photographic record, the ‘‘o*' portion 
is associated with the downward leaders, the portion is 
associated with the return streamer in the period it prop¬ 
agates from ground to cloud, and the portion with the 
lower-magnitude current flowing down the channel after 
the return streamer reaches the cloud. 

For the more predominant type of discharge illustrated 
on the left in Fig. 16, the pilot streamer moves from cloud 
to ground at a more or less uniform speed and the field 
increases as the pilot streamer propagates, having super¬ 
imposed oscillations produced by the stepped leaders. The 
increase in gradient is produced by the lowering of charge 
from the charge center in the cloud to the region between 
cloud and ground. In the second type illustrated at the 
right, the pilot streamer moves at a uniform velocity of 
the same order of magnitude as for the first case over the 
first part of its path. However, at a certain point in the 
path its velocity decreases, and the step length and bright¬ 
ness of the stepped leaders becomes much smaller. Owing 
to the time constant of the amplifier used for measuring 
the field, the recording spot falls to zero during this phase 
of the leader process because of the slow change of field 
strength. 

The ‘‘6*' portion represents a much more rapid rate of 
change of field because of the rapid lowering of the charge 
from the antenna-like system between cloud and ground 
to the ground by the return streamer. Since rapid changes 
of current also are present, they produce part of the electric 
field. As the nature of the field is a function of the distance 
from the stroke, these records should not be taken as 
typical of the gradients very close to strokes. 

7. Strokes to Tall Buildings 

McEachron" has made investigations of lightning to the 
Empire State Building in New York City. Equipment 
installed in the tower can measure the current of strokes 
to the mooring mast, and cameras located in near-by 
buildings can photograph the stroke simultaneously, thus 
permitting co-ordination of the records. Because of the 
high altitude of this building, it acts much as a large needle 
extending up from a plane. The gradients developed at the 
tower become so large that most of the discharges develop 
from the tower mast and propagate upward. These dis¬ 
charges usually begin with small currents and may or may 
not develop into distinct discharges of high current value. 
Of 47 strokes photographed, 34 indicated continuous cur¬ 
rent flow until the end of the stroke and 4 consisted of two 
succeeding continuous discharges in the same path, while 
7 others began as continuing strokes followed by distinct 
discharges. Development of extensive leaders from the 
ground end appears to be characteristic of strokes to tall 
buildings exclusively. Caution must be exercised in apply¬ 
ing data obtained from tall structures to lower structures 
such as transmission lines, for certainly the pilot leader 
and stepped leader of the first component differ from those 
for strokes to essentially flat ground. In addition, the 
mechanism of discharge from tall objects may be such 


as to draw strokes from clouds at a smaller voltage than 
lower objects. 

II. INSTRUMENTS FOR THE MEASUREMENT 
OF LIGHTNING SURGES 

Of primary importance in the lightning protection of 
transmission lines is a knowledge of the magnitude, dura¬ 
tion, and wave shape of the voltage and current surgas 
appearing on utility systems. The characteristics of the 
stroke itself determine the resulting surges which occur on 
the electrical systems. Thus it becomes desirable to have 
instruments capable of measuring not only the system volt- 
agas and currents, but also the properties of the stroke. 

One difficulty encountered in the development of such 
instruments is the wide recording range both in magnitude 
and time that must be covered. Currents vary from a few 
amperes to 200 000 amperes. Portions of the wave change 
so rapidly that time intervals of the order of a microsecond 
need lo be measured, while at the same time the duration 
of the complete stroke may be longer than one second, or 
1 000 000 microseconds. 

The element of chance is also introduced in that the 
point at which lightning may strike is unpredictable. The 
probability of a given point being struck is enhanced by 
height so that in some cases instruments are installed on 
tall objects. However, the available evidence indicates 
that discharges to such objects differ in important aspects 
from those to low objects. In order to obtain data that 
are truly characteristic of strokes to transmission lines and 
other electrical equipment, the observer is faced with the 
prospect of placing a large number of instruments in the 
field with the hope that some will obtain for him the desired 
information. Economic considerations thus place a very 
serious limitation upon the instruments, since to be prac¬ 
ticable for use in large numbers their unit cost must be small. 

Since voltage rather than current is the immediate cause 
of system outages it is natural that field measurements 
were first made of voltages produced on lines by lightning. 
Thus voltage-measuring instruments were developed first. 

8. Spark Gaps 

The first attempts were made with a relatively crude 
device consisting of parallel gaps with different spacings. 
To prevent the first gap to break down from short-circuit¬ 
ing the others and to prevent a system outage, a relatively 
high resistance was placed in series with each gap. The 
maximum gap broken down, which was indicated by mark¬ 
ings on a thin piece of paper, was a measure of the voltage. 
Peek*’ used sphere gaps and needle gaps in parallel to 
obtain a measure of the wave shape. A comparison of the 
length of gap sparked over for the two types of electrodes 
gave some indication of wave shape. 

9. The Klydonograph 

The first successful field instrument developed for surge- 
voltage measurements was the klydonograph, invented by 
J. F. Peters” in 1924. In 1777, Doctor G. C. Lichtenberg 
discovered that figures can be produced in sulphur dust by 
the electrostatic field of a charged electrode placed near by. 
Others found that Lichtenberg figures could also be pro- 
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17—Klydonogrmph. 


duced on photographic plate. These figures are functions 
of the magnitude, polarity, and wave shape of the im¬ 
pressed voltage. The klydonograph (Fig. 17) employs these 
characteristics for the measurement of surge voltages. 

The klydonograph consists of a rounded electrode bear¬ 
ing upon the emuWon side of a photographic film or plate 
resting on the smooth surface of an insulating plate backed 
by a plate electrode. In Fig. 18 are shown typical klydono- 
grams obtained for different types of voltages. The mini¬ 
mum critical voltage necessary to produce a figure is about 
2.0 kv and the maximum voltage that can be recorded is 
about 18 kv, since at higher voltages spark-over occurs 
and fogs the film. 

For unipolarity there are characteristic differences be¬ 
tween the figures for positive and negative voltages. How¬ 
ever, for either polarity the radius of the figure, if it is 
symmetrical, or the greatest distance from the center of the 
figure to its outside edge, if it is unsymmetrical, is a function 
only of the applied voltage. Oscillatory waves produce 
superimposed figures for each part of the wave, enabling 
a distinction to be made between unidirectional and 
oscillatory voltages. 

The klydonograph has been built with multiple elements 
for simultaneously recording several voltages on a trans¬ 
mission line. It has been developed also with a slowly 
moving roll film co-ordinated with a recording clock to 
enable more than one surge to be recorded together with 
its time of occurrence. In addition rapidly moving film 
has been used for measuring power-frequency voltages and 
lightning surges. A better interpretation of the character 
of the surge can be obtained from positive figures since for 
the same voltage they are more than twice the size of the 
negative figure, and the nature of the figure varies more 
with wave shape. Thus negative surges of less than twice 
normal line voltage cannot be recorded as they are obliter¬ 
ated by the positive part of the power-frequency record. 
To overcome this disadvantage, Foust’^ develop^ an in¬ 
strument having two elements in parallel, one connected 
in the opposite polarity to the other so that a positive 
figure is alwa 3 r 8 obtained. In applying the klydonograph 
to the measurement of voltages on transmission lines a 
capacitance potential divider is generally used. 
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The klydonograph has been employed in conjunction 
with a resistance shunt for the measurement of surge cur¬ 
rents and has also been used to measure the maximum rate 
of rise of current in transmission-line conductors” and 
tower legs*' by connecting it across a resistance in series 
with a loop of wire inductively coupled with the main 
current circuit. 

The klydonograph is a relatively simple and inexpensive 
device, which permits its use in large numbers. It has been 
valuable in providing statistical data on the magnitude, 
polarity, and frequency of voltage surges on transmission 
lines. However, its accuracy in measuring magnitude is 
only of the order of 25 or 50 percent and certain inter¬ 
pretations regarding wave shape that have been made with 
it are questionable 

10. The Cathode-Ray Oscillograph 

A cathode beam consisting of a stream of electrons 
emitted from a '^cold” cathode and accelerated in an electric 
field in an evacuated tube was first produced by F. Braun 
in 1897. Wiechect developed the concentrating coil for 
beam focusing and the principle of magnetic and electro¬ 
static deflection. In 1913 Zenneck employed the principle 
of the cathode-ray beam to record electrical phenomena. 
He photographed traces of the beam impinging on a fluo¬ 
rescent screen and deflected by a surge of a few milliseconds 
duration. This method of recording, however, was not 
suitable for surges as fast as those produced by lightning. 
Dufour** developed the first cathode-ray oscillograph cap¬ 
able of recording such transients. He increased the record¬ 
ing speed by permitting the beam to impinge directly upon 
photographic film placed inside the evacuated tube. An 
oscillograph of this type was first used to study the be¬ 
havior of artificial lightning surges on a transmission line 
in the United States by the Westinghouse Electric Corpor¬ 
ation in 1926, on a five-mile line furnished by the Duquesne 
Light Company 

Unless the beam is prevented from striking the film until 
the occurrence of the phenomenon which it is desired to 
record, fogging of the film results. Norinder ** overcame 
this difliculty by means of a special relay, which normally 
prevented the beam from striking the film but which upon 
the occurrence of a surge bent the beam around the block¬ 
ing target. The' Westinghouse company** employing this 
relay developed an oscillograph suitable for both field and 
laboratory work. 

Two other schemes have been used to initiate a Dufour 
type of oscillograph and make it suitable for lightning 
studies. The General Electric Company** developed an 
oscillograph in which the voltage supply to the cathode 
was an impulse, from a small surge generator, initiated 
through a triple gap by the surge to be recorded. George” 
developed a hot-cathode grid-controlled high-vacuum tube. 

Oscillographs of the foregoing type employ cathode volt¬ 
ages of about 30 to 40 kv. Having power supplies of such 
high voltage and being of the pumped type to enable 
removal of film, they are relatively expensive and delicate 
in operation and require the constant attendance of an 
operator. These considerations greatly limit their use in 
the field, especially in numbers sufficient to obtain data of 
a statistical nature. 


The Radio Corporation of America has developed a 
sealed-off cathode-ray oscillograph tube that permits suf¬ 
ficient recording speed by means of external photography 
of the fluorescent screen. Sufficient writing speeds by this 
method were made possible by its great beam intensity 
and the development of more sensitive photographic films 
and faster lenses. A laboratory oscillograph utilizing this 
tube has been described by Kuehni and Ramo.*^ Being 
sealed off, this tube lends itself readily to field work, for 
automatic operation. Wagner and McCann** with the co¬ 
operation of Ackermann developed a circuit and auxiliary 
device for use with this tube that permits its placement in 
the field without the constant attendance of an operator 
It is portable and operates from a 1 10-volt a-c circuit. The 
tube is of the hot-cathode type and requires a potential of 
15 000 volts to accelerate the electron beam which im¬ 
pinges upon a Willamite screen. The image thus produced 
is photographed. An auxiliary grid within the tube pre¬ 
vents the formation of an electron beam under normal 
conditions; hence fogging of the film is prevented. On the 
occurrence of a surge the beam is automatically initiated 
by the control grid and records the phenomenon. 

To measure the voltages on transmission lines a ca¬ 
pacitance divider is generally used, and for surge currents 
a resistance shunt, the voltage across the resistance being 
applied to the oscillograph plates. To cover a wider cur¬ 
rent range a nonlinear shunt can be used. 

11. Paper Gaps 

A thin piece of paper between two electrodes connected 
in the lead carrying the surge current has been used to 
obtain an indication of the magnitude of surge cur¬ 
rents.”*®*' Tests with surge-generator discharges and 
60-cycle currents indicate that the area of the hole pro¬ 
duced in the paper is proportional to crest magnitude of 
current and is independent of wave shape. The effect of a 
multiple stroke, however, is questionable. 

12. Fusible Wires 

By calibrating different-sized wires connected in series 
and noting the largest one that fuses,** it is possible to ob¬ 
tain an approximate indication of the time integral of the 
square of the current. One of the first to employ this 
principle was Professor E. C. Starr of Oregon State Uni¬ 
versity, who used it to measure strokes to masts at light¬ 
ning stations which he established on mountain peaks. 

13. Magnetic Surge-Crest Ammeter 

The magnetic surge-crest ammeter developed by Foust 
and Kuehni** provided a simple and inexpensive instru¬ 
ment capable of measuring the crest magnitude and po¬ 
larity of surge currents. This instrument consists of a 
small bundle of laminated permanent-magnet steel pieces. 
It is placed in an unmagnetized condition in the vicinity of 
a conductor whose current it is desired to measure. The 
remanent magnetism produced in the steel is a function of 
the magnitude of the current producing it for unidirec¬ 
tional surges. A special instrument measures the remanent 
magnetism and is calibrated directly in terms of the orig¬ 
inal magnetizing current. The polarity of the surge is 
indicated by the direction of magnetization. This instru- 
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(a) <b) 

Fill, 19—Surge-crest ammeter links. 

(a) Link. 

(b) Link in position on transmission-line tower. 

ment has been used extensively botli in the United States 
and abroad to measure currents in direct strokes; in trans- 
mission-line tower legs, ground wires, and phase con¬ 
ductors, in counterpoise conductors and in ground leads of 
arresters. 

The magnetic links are usually placed in brackets as 
shown in Fig. 19 (b), fastened to the conductor so that 
their axes coincide with the normal direction of the mag¬ 
netic lines of force. Several links placed at different dis¬ 
tances from the conductor commonly are used to cover 
a wider range of currents and also to distinguish between 
unipolarity and oscillatory surges. These instruments 
being cheap and simple, thousands of them have been used 
throughout the United States and have provided valuable 
information relating to lightning currents. 

14. Crater-Lamp Oscillograph 

A magnetic oscillograph cannot record faithfully fre¬ 
quencies much above 10 000 cycles per second and cannot 
record the wave shape or crest magnitude of the initial 
liigh-current components of lightning surges. However, it 
should be able to record the relatively long low-current 
component and give some information on the total dura¬ 
tion and number of components of strokes. Ordinary 
methods of automatic operation by mechanical relays 
require about one-half cycle to initiate. However, the 
crater-lamp oscillograph^ overcomes this difficulty. It uses 


a light source consisting of a neon creator lamp, which can 
be initiated by the transient in about 20 microseconds. 

15. Fulchronograph 

The cathode-ray oscillograph is the best instrument 
available from the standpoint of determining wave shape 
of transients, such as lightning surges. Its cost and com¬ 
plexity, however, limit its use in the field. Because of the 
variable character of lightning, it is important to obtain 
sufficient data to determine the statistical nature of its 
properties. The klydonograph and surge-crest ammeter 
have provided data of this type on the magnitude and 
polarity of surge voltages and currents. The number of 
components, wave shape, and duration of surges are of 
even more importance, however, and it was with the view 
of gathering data on these properties of surges that the 
Westinghouse Electric Corporation®* developed a number 
of new recording instruments. The most important of 
these is the fulchronograph,* a device capable of measuring 
the wave shape and duration of the tail of current surges, 
but cheap enough, and simple enough in its operation to be 
used in large quantities in the field. 

The essential part of the fulchronograph is a slotted 
aluminum rotating wheel. In a “high-speed’^ fulchrono¬ 
graph, Fig. 20(a), the wheel turns at 3150 rpm, and in the 
“slow-speed,” at approximately 60 rpm. In the rim of 
each are 108 laminations of permanent-magnet steel nine 
mils thick, projecting from each side. The laminations 
pass between narrow coils, Fig. 20(b), through which flows 
the current to be measured. As a particular set of lamina¬ 
tions spans the gap between the coils, they are subjected 
to a radial magnetizing force proportional to the current at 
that instant. By measuring the retentivity or residual flux 
in the laminations it is possible to reconstruct a graph of 
the current as a function of time. The device functions in 
a manner similar to the surge-crest ammeter except that 
time has been introduced by the rotation of the wheel. 

By placing a high-speed and a low-speed fulchronograph 
together in series and running them continuously, greater 
wave detail and a longer period of time can be covered 
than by the use of either one separately. The high-speed 
unit in one revolution divides 17 000 microseconds into 
43-microsccond intervals, the low-speed unit in one revolu¬ 
tion divides one second into 1/400 second intervals. Mul¬ 
tiple-stroke discharges rarely last longer than one second, 
or have time intervals between strokes of more than 0.5 
second. These facts make it possible with the data pro¬ 
vided by the two wheels to resolve a surge into its multiple 
components and to obtain the wave shape and magnitude 
of each. 

16. Magnetic Surge-Front Recorder 

The principal disadvantage of the fulchronograph is its 
inability to measure the high rates of rise of the front of 
the waves. Devices for measuring the maximum rate of 
rise have been available for some time. As mentioned 
previously, the klydonograph can be used to indicate the 
maximum rate of rise on the front of lightning-current 
surges. Probably of greater importance than the maxi- 

*Thia nRrno was obtadnod aa a combination of tho Latin word fultnen, meaning 
lightning, and the Greek word chronoa, meaning time, and graphein^ meaning to 
write. 
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Fl^. 20—Fulchronograph. 

(a) High-spc<nl fulchronograph showing wheel. 

(b) Diagram of fulchronograph showing relation between one 
set of laminations and the coils on one side of the wheel. 

The other side of the wheel is th(? same, except that the mag¬ 
netic circuit is partially completed through iron. 


Fig, 21—Magnetic eurge-front recorder. 

inductors of these three circuits serve to record their 
maximum currents Wx. The introduction ot an appre¬ 
ciable time constant into these circuits prevents the 
currents in them from responding to instantaneous changes 
in the main current, thus substantially eliminating the 
effect of high-frequency oscillations in the front of the 
vvave. If the resistors were not present, the current in 
the auxiliary coils at all times would be proportional to the 
rate of change of the main surge current and the maxi¬ 
mum current in them would be proportional to the maxi¬ 
mum rate of rise of current on the front of the main 
surge. 

When inductance is added to the auxiliary circuits, the 
maximum current in any one of them is proportional to 
the average rate of rise of the main surge current over a 
definite range. Three of these circuits are adequate to 
cover the desired range of time to reach crest. 

17. Magnetic Surge Integrator 


mum rate of rise is the average rate of rise, such as can 
be defined by a straight line drawn through the two points 
which are 10 percent and 90 percent of crest value. 

The magnetic surge-front recorder which, with a sche¬ 
matic diagram, is shown in Fig. 21 is a* device for record¬ 
ing this property of lightning currents. It consists of three 
circuits containing resistance and inductance having dif¬ 
ferent time constants. They are connected across an in¬ 
ductance carrying the main surge current or a loop in¬ 
ductively coupled with the circuit carrying the main surge 
current. Magnetic links placed within the field of the 


The magnetic surge integrator is a relatively simple and 
inexpensive device for recording the total charge or the 
integral of the current in a lightning surge. It consists 
essentially, as shown by the schematic diagram of Fig. 
22 (a), of a noninductive shunt that carries the main surge 
current, and across which an inductor is connected. 
Neglecting the resistance of the inductor, its current at 
any instant is equal to the time integral of the main surge 
current, and, if the surge is nonoscillatory, the final max¬ 
imum value of this current is the total integral of the main 
surge current. To cover a wide range, three magnetic links 
are placed at different points within the magnetic field 
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Fitf. 33—Magnetic aurge Integra tor. 

(a) Soheznatio diagram. 

(b) Reeponse curve. 


produced by the coil. The magnetic field that magnetiiee 
the links is a function of the coil current. Thus from a 
measurement of the remanent magnetism in the links a 
record of the total charge in the surge is obtained. The 
effect of the resistance of the coil is to limit the time for 
which the response is an accurate measure of the integral 
of surge current. If two coils having different time con¬ 
stants are used it is possible, in addition to measuring the 
charge, to form some idea of the wave shape. The two 
time constants are adjusted so that one coil can measure 
accurately up to 10 000 microseconds (Fig. 22 (b)) and the 
other up to 300 microseconds. This type of integrator 
forms with the magnetic surge-front recorder and surge- 
crest ammeter, a good, inexpensive combination, espe¬ 
cially where power is not available. 
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(b) 

Fig. 23—Photographic turgo-curront rocordor. 

(a) Surge-ciirreDt recorder with cover removed. 

(b) Typical record. 


18. Photographic Surge-Current Recorder 

The photographic surge-current recorder* is an instru¬ 
ment which has been developed to record the multiple 
character of strokes and the continuing currents of very 
low magnitude (below the 50-ampere sensitivity limit of 
the fulchronograph). The instrument is shown in Fig. 23 
with a typical record. It employs the principle of photo- 
gi^hing the luminosity produced by flow of fhe surge cur¬ 
rent across a short gap. The film image is produced through 
a special aperture and set of barriers so constructed that 
the light freon the gap spreads in a non-uniform manner 
over the film perpendicular to its direction of motion. The 
barriers cemfine the image to a narrow wedge in the 
direction of film motion to enable high resolving power with 
time. The width and density of the image provide a meas¬ 
ure of current magnitude. As current is increased, the film 
density is saturated at increasing distances from the cen¬ 
ter axis (See Fig. 23). However, at a point just beyond this 
region, the film density can be measured, which together 
with distance from the axis determines the current mag 
nitude. Current can be measured to an accuracy of about 
two to one, but over the very great range of 0.1 to 150 000 
amperes. The resolving power with time for the instru¬ 
ment is 600 microseconds. The film rotates one revolution 
per second, thus, time intervals between separate com¬ 
ponents can be measured for strokes having total dura¬ 
tions up to one second. 

111. FIELD STUDIES 

From the standpoint of the lightning performance of 
electrical systems the frequency of occurrence, as well as 
the magnitude and wave shape of the voltages and cur 
rents produced on systems, is important. 

19. Frequency of Thunderstorms 

Isokeraunic charts have been published showing the 
frequency of occurrence of thunderstorms throughout the 
United States. The total number of storm days (days on 
which thunder could be heard) to be expected each year 
m different parts of the country is shown in Fig. 24. The 
average number of storm days recorded each month over a 
40-year period is given in Fig. 25. The data for these 
charts for storms in the United States were obtained for a 
period from 1904 to 1943 by the United States Weather 
Bureau.” The storm days in Canada (Fig. 24) are based 
on isokeraunic charts published by W. H. Alexander.* 

Examination of the yearly chart shows an average 
number of about 40 storm days per year for all of the 
United States east of the Rocky Mountains. There are 
two pronounced centers of activity, the greatest in Florida, 
with more than 90 storm days, the other in New Mexico 
with a maximum of about 60. The number of storms in 
the Pacific Coast area is considerably lower, averaging 
from 3 to 10. 

The month of least storms in the United States is De¬ 
cember, with the center of thunderstorm activity over 
Louisiana and with some activity in the Gulf and South 
Atlantic states. For each succeeding month the storm 
activity increases throughout the country, spreading rap¬ 
idly in the southeastern states and reaching a peak for 
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mo8t of the country in July, when the number of storms 
per month for all but the Pacific Coast area has reached 
an average of about 9 storm days with a maximum of 
about 90 in South Florida and 18 in New Mexico. By 
August the number of storm days has started to decrease 
and in September it is rapidly decreasing. In the Pacific 
Coast region the activity is more nearly constant, but has 
a slight peak in July. 

Although these charts do not give an indication of the 
intensity, duration, extent, or number of storms occurring, 
they constitute the best data available. Also, a comparison 
of the data obtained by several investigations on the sea¬ 
sonal variation of the number of lightning disturbances 
produced on power systems in a given region with the 
number of storm days indicates fairly close agreement. 
That is, the relative number of system disturbances re¬ 
corded per month varies with the months in practically 
the same manner as the number of storm days per month. 
An example of this is shown in Fig. 26 for data on distri¬ 
bution-arrester discharge currents.^ However, the number 
of such disturbances varies widely from year to year and 
for systems in different regions, even though the isokeraunio 
levels of the regions are nearly the same. There are several 
reasons for this. The number of surges reaching arresters, 



Wg. 36—Comparison bstwss n fariancs of dlsturbancss 
on systsms (solid ciinrs) and monthly isoksraiinic Isvslst 
McBachron and McMorrisn. 


transformers, and the like, of course, should depend to a 
great extent upon their density of installation and on the 
degree of shielding of the lines. 

There are also other important reasons. Both local topo¬ 
graphical and meteorological conditions appear to cause 
large localised variations in storm densities. In mountain¬ 
ous regions thunderstorms are generally of the heat or 
mountain type. Their formation depends on local meteor¬ 
ological and topographical conditions. Thunderstorms of 
the cold-front and warm-front t 3 ^pes depend for their for¬ 
mation on the interaction of adjacent cold and warm air 
masses, which frequently cover hundreds of square miles. 
Their formation thus does not depend wholly on local 
topographical conditions. However, storms of this type, 
which are common to the East and Middle West, appear 
to follow more or less defined paths that do depend upon 
topographical conditions. Storms of this type sometimes 
follow rivers and valleys. 

For such reasons the number of lightning disturbances 
on any one system depends upon its location relative to 
local topographical conditions and prevailing storm paths. 
Thus, it is rather difficult to establish from data obtained 
on a limited number of systems mean figures for the num 
ber of electrical disturbances to be expected. The best 
available method seems to be to base such data on the 
isokeraunio levels and to give as many data as possible 
on the range of variance that these localized conditions 
might introduce. The isokeraunio level of 30 storms per 
year is commonly used for this basis. When considering 
data regarding the number of strokes to transmission lines 
or the number of surges produced on transmission lines, 
one is interested in the number per unit length per unit 
time. The common basis used here is the number per 
hundred miles of transmission line per year. However, for 
considering the lightning performance of such equipment 
as arresters and transformers, the number of disturbances 
should be based upon the number occurring per unit oi 







Fig. 25—Monthly isokeraunic map« showing the average number of thunderstorm days occurring each month over the 

40-year period from 1904 to 1943. 
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apparatus per unit time. In this discussion, surges in 
arresters or transformers are based on the number per 
single-phase unit per year. 

20. Surge-Voltage Measurements on Transmission 
Lines with the Klydonograph 

The first important field studies of surge voltages on 
transmission lines were begun in 1925^^ with 26 three- 
terminal klydonographs installed on 27 systems varying 
in voltage from 6.6 to 220 kv. Subsequently, other studies 
were begun in the United States.^®"®^ Investigations also 
have been made in South Africa and Japan.“ At the time 
these studies were started it was thought that induced volt¬ 
ages resulting from strokes in the vicinity of a transmission 
line were the primary cause of system flashover. 

In Figs. 27 to 30 are shown percentage distribution 
curves of the magnitude of lightning surges obtained from 
these studies. These curves give data on voltages that 
might be expected at a given point on a line caused by 
surges originating at different points along the line. The 
voltage is, of course, a function of the insulation level and 
the wave shape of the surge. The maximum voltage that 
has been recorded was 5 000 000 volts and was obtained by 



CREST VOLTAGE LINE TO GROUND IN KILOVOLTS 
(a) (b) 100-140 KV (C)66KV (d)22-33 KV 

7 LINES 9 LINES 6 LINES 


Fig. 27—Klydonograph records of voltages produced by light- 
ning*^ '’* on transmission lines of various voltage ratings, both 
with and without ground wires. 

Curves A apply to total lightning surges on lines without ground wires. 
Curves B apply to surges not producing outages on lines without 
ground wires. 

Curves C apply to total lightning surges on lines with ground wires. 

Pittman and Torok®^ with a cathode-ray oscillograph from 
a direct stroke to a conductor of a llO-kv wood-pole line 
without ground wires. Examination of Figs. 27(a)“(d) 
shows that the voltage decreases with the voltage rating 
of the line. This probably results primarily from the re¬ 
duction of insulation strength with reduction of operating 
voltage. The klydonograph studies indicated that most 
surges on lines were unidirectional and of positive polarity 
The data in Sec. 27 relating to the currents in lightning 
Strokes indicate that about 90 percent of all strokes to 
ground lower negative charge to earth. Such negative 
strokes produce negative voltages on a transmission line 
if they strike the line directly but induce positive surges 
if they strike in the vicinity of the line. In spite of the 
predominance of the recorded positive voltages, it does 
not follow that the surges produced on the line at the 
point of origin are predominantly positive. The recording 
characteristics of the klydonograph and the attenuation 



(•) (b) LINE WITHOUT (C) LINE WITH GROUND 

GROUND WIRE 1925 WIRE 1926 

Fi^. 28—Klydonograph records of voltages produced by light¬ 
ning on a particular 120-kv 148-mile line^^ before and after 
installation of a ground wire. Ordinates in (b) and (c) give 
numbers at a three-phase station. Curves A, B, and C are 
defined in Fig. 27. 

characteristics of the surges probably affect the conclusions. 
Most of the available data on polarity were obtained with 
th^ normal-type klydonograph having but one element for 
each voltage measurement. For positive polarity the lower 
range of sensitivity is slightly above the normal crest line- 
to-ground operating voltage. But for negative polarity 
the lower range of sensitivity is two or three times this 
magnitude. Thus negative surges of low magnitude were 
not recorded. Most direct strokes to lines without ground 
wires produce flashover resulting in chopped and some¬ 
times oscillatory waves. Short-tail waves are attenuated 
much more rapidly than long-tail waves. Available data 
indicate that negative waves of this type are attenuated 
to voltages below the recording range of the klydonograph 
in 4 or 5 miles. Positive surges of longer duration, however, 
may propagate 15 or 20 miles before decreiising below the 
recording range of the klydonograph. Therefore the dis¬ 
tance from which positive surges can originate and still 
be recorded is three or four times as great as for negative 
surges. ConseqiK'iitly Xhv. number of positive surges re¬ 
corded should be proportional. 



Fig. 29—Amplitude and frequency of surge voltages measured 
by Rokkaku on the Inawashiro lines in Japan^. 
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Fig. 30—Lightning surge voltages recorded by Halperin and McEachron^^ on 4*ky overhead 
circuits of the Commonwealth Edison Company. 


Another factor that may color the results drawn from 
data of this type is that sometimes switching surges resulting 
from the lightning disturbance were recorded instead of the 
actual lightning surge voltage. However, all switching sur¬ 
ges that were known to be such are excluded from the data. 

21. Frequency of Occurrence of Lightning Surge 
Voltages 

The number of lightning surges recorded at any one 
three-phase klydonograph station per year in the studies 
conducted in the eastern part of the United States varied 
from 16 to about 100 for lines rated from 33 to 220 kv 
These lines were situated in regions having annual iso- 
keraunic levels from 25 to 40. The instrument stations 
were located at the ends of lines, and since surges originat¬ 
ing at distances in excess of 20 miles are attenuated below 
the recording range of the klydonograph the foregoing data 
result in estimates of from 75 to 500 surges per 100 miles of 
line per year. As shown in Sec. 28 by studies with magnetic 
links,” the number of direct strokes to be expected to 
lines in this class in regions of this isokeraunic level is from 
50 to 250 per 100 miles of line per year, with an average 
of about 100. Thus the klydonograph data indicate that 
approximately half of the significant surges are produced 
by direct strokes. Since those strokes that induce voltages 
are about equal to those that strike the line, and since 
the line attracts strokes only from within a narrow band 
adjacent to it, then those indirect strokes that produce 
surges must strike the ground close to the line. This has 
been verified” by a stroke observed to have struck ground 
200 feet from a transmission line of the Public Service 
Company of New Jersey and 1600 feet from a lightning¬ 
recording station on the line. No surge voltage was recorded 
in this case, although klydonographs and a cathode-ray 
oscillograph were in operation at the time to record voltages 
on the phase wires. 

In general, induced voltages, since they seldom exceed 
500 kv, rarely produce outages on 66-kv or higher^voltage 
lines. As the operating voltage of the line decreases the 
insulation also decreases and induced voltages may produce 
outages. 

In Fig. 29 are shown data obtained in Japan” on a 
154rkv line. Because of the lower limit of sensitivity of 


the instruments and the variance of this with polarity, 
it is likely that the data below the first peaks for both 
polarities are questionable. 

Fig. 30 shows curves of voltages obtained on both rural 
and urban 4-kv circuits of the Commonwealth Edison 
Company.'^’^ These curves indicate that voltages over about 
200 kv seldom occur on urban circuits which are much 



•Trafford Laboratory Teat. 


Fig. 31—Typical lightning aurgaa racordad with cathoda-ray 
oacUlographa”. 







Chapter 16 


Lightning Phenomena 


661 


better shielded than the rural circuits where the upper 
limit of voltages appears to be about 600 kv. Curves also 
are plotted in this figure showing the probability of surge 
voltages of different magnitudes reaching transformers. 

22. Sur^e-Volta^e Meaeurements on Transmission 
Lines with the Cathode>Ray Oscillo^ph 

Studies with the cathode-ray oscillograph of voltages 
produced on transmission lines were begun in 1928. The 



Ft*. 32—-Cathode-ray oecillogram of higheet voltage recorded 
on a tranemieeion line;** ll#-kv wood-pole line of Arkaneae 
Power and Light Company; no ground wire. 

relatively few oscillograph stations that could be estab¬ 
lished did not permit of obtaining many records. In addi¬ 
tion, interpretation of the records was difficult because 
of the influence of such unknown factors as propagation, 
distortion, and reflection. However, some valuable quali¬ 
tative and quantitative information has been obtained 
from these studies. Some of the more important oscillo¬ 
grams are shown in Figs. 31 to 37. 

In Fig. 31 are seven oscillograms obtained in the West- 
inghouse studies.** All were obtained on steel-pole lines, 
most of which had ground wires, and the surges originated 
at appreciable distances from the recording equipment. 
They indicate fronts of from two to seven microseconds 
and rates of voltage rise as high as 270 kv per microsecond. 
For comparison, an approximate standard 1J^X40 test 
wave is also plotted. The surges of larger magnitude have 
tails conforming closely to that of the standard wave. 

The surge of highest voltage recorded on a transmission 
line is shown in Fig. 32. It occurred on a 110-kv wood-pole 
line without ground wires of the Arkansas Power and Light 



Fig. 33—OtcUlogram of lightning surge voltage measured at 
point of origin**. 



(a) 





Fig. 34—Group of cathode-ray oectllograms of line voltage 
taken on the Wallenpaupack line**. 

(a) First cathode-ray oscillogram of a lightning surge on a trans¬ 
mission line. The oscillations were caused by flashover on an 
adjacent phase. 

(b) Dead-end protective gape flashed over on all three phases^ 
causing a sharp change in voltage from 1260 kv negative to 310 
kv positive in one microsecond. Flashover took place on front 
of wave. 

(c) Record obtained while line was not energised. Voltage was 
still rising at the end of 36 microseconds and was then sud¬ 
denly reduced to zero. Subsequent examination of the line 
indicated a flashover 23 miles away, which appeared to cor¬ 
relate with this oscillogram. 

(d) The slightly oscillatory nature of this oecillogram is typical of 
a large group of waves. A cloud-to-ground stroke, at least ten 
miles distant from the laboratory and some distance from the 
line, was seen at the instant this record was obtained. 

Company.** The oscillograph was located about four miles 
from the point where the line was struck, and flashover 
occurred. This voltage wave has a maximum rate of rise 
of 4000 kv per microsecond. 

In Fig. 33 is shown the only oscillogram obtained from 
a direct stroke close enough to the recording equipment 
that the wave shape before flashover occurred is not dis¬ 
torted by propagation. This oscillogram was obtained by 
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Bell and Price*® on a section of a 220-kv steel-tower line 
without ground wires of the Pennsylvania Power and Light 
Company. Flashover occurred 125 feet from the oscillo¬ 
graph on the phase to which it was connected, an outer 
conductor of a horizontal single-circuit configuration. The 
insulation level of the line is about 1300 kv and the voltage 
reached 2800 kv before flashover took place. The interval 
between the time when the voltage was high enough to 
operate the oscillograph and flashover occurred was about 
six microseconds. 

The front of this surge is interesting. The voltage rose 
relatively gradually for more than three microseconds to ~ 
about 500 kv. It then increased much more rapidly to 
the flashover voltage in about two microseconds, with an 
average rate of rise in this interval of about 1300 kv per 
microsecond. The relatively slow portion of the front is 
probably voltage produced before contact of the stroke 
to the phase wire by the advancing stroke leader. Upon 
contact of the stroke the voltage rose rapidly until flash- 
over took place. The nature of the front of the voltage 
wave produced on phase wires is probably influenced by 
ground wires. For lines with ground wnres the initial slow 
component of the front will not be so marked. 

In Fig. 34 is shown a group of oscillograms obtained by 
the General Electric Company.®® Fig. 34(a) is of interest 
because it is the first cathode-ray oscillogram obtained of 
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Fig. 35—Group of cathodo-ray oocillograms of lightning volt- 
aga on trantmiMion lines obtained by George and Eaton”. 


a natural-lightning transient. Figs. 34(b)-(d) are typical 
of the three groups into which the 16 oscillograms exceed¬ 
ing 300 kv recorded by Smeloff and Price®* may be classified. 
Figure 34(b) is typical of records in which flashover occurs 
close to the recording equipment; Fig. 34(d) of voltages 
too low to cause flashover, but which are distorted by both 
propagation and negative reflections. The reversal of volt¬ 
age is caused by such reflections, and the sloping off of the 
front results from propagation and reflections. 

Fig. 35 shows a group of oscillograms published by 
George and Eaton.®* They all are of relatively low volt^ 



Fig. 36—Gatbode-ray oscillogram of voltage due to natural 
lightning showing effect of propagation and reflections*®. 


age and of surges originating quite a distance from the 
oscillograph station. 

An interesting oscillogram which shows the effect of 
reflections is given in Fig. 36. This record®® is of the 
voltage on a phase wire induced by a stroke to another 
phase wire and three miles from the oscillograph station. 
The wave front increased at a rate of 143 kv per micro¬ 
second to a magnitude considerably beyond the oscillo¬ 
graph range. At approximately 12 microseconds flashover 
occurred to the adjacent conductor reducing the voltage 
on the conductor to which the oscillograph was connected. 
The recorded voltage rose to 1000 kv after which it decayed 
to 600 kv in 55 microseconds. At this time the negative 



Fig. 37—Cathode-ray oecillogram of voltage due to natural 
lightning which ehowe the prolongation of the dUturbance at 
a retult of euccettive reflectiont”. 


reflected wave arrived from the far end of the line, a dis¬ 
tance of eight miles from the oscillograph, where it had 
flashed over a noninductive resistance, thereby modifying 
the original tail of the wave as shown. This illustrates the 
typical effect of reflection on the tail of the wave. 

These cathode-ray oscillograph studies led to the conclu¬ 
sion that the original voltage produced by the lightning 
stroke does not persist longer than 200 microseconds, but 
that successive reflections from different parts of the sys¬ 
tem may spread the disturbance out to as much as several 
thousand microseconds. Fig. 37 shows oscillograms illus¬ 
trating this effect obtained by Bell and Price.*® The long- 
duration low-current components of lightning surges, later 
found to be present, were not recorded. However, they are 
not important from the standpoint of voltage insulation. 

23. Current Measurements 

While the voltage on a transmission line is fundamental 
in determining whether an insulator string, gap, or arrester 
flashes over, it is difficult to determine what the voltages 
would be on the line if the insulation did not fail. However, 
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currents are not influenced to as great an extent by flash- 
overs. In addition, currents are important in their bearing 
on the mechanical stresses and thermal effects set up in 
protective devices and other equipment. For this reason 
most of the investigations during the past 17 years have 
been devoted to the determination of the current char¬ 
acteristics of lightning strokes. These investigations can 
be given three classifications: 

(а) Strokes to Open Ground and Tall Buildings. 

These comprised the following investigations: 

1. Schonland, Malan, Hodges, and Collens^’"^^ in South 
Africa who studied the mechanism of lightning with the Boys 
camera and by measurement with the cathode-ray oscillograph 
of the electric field produced by strokes. 

2. Stekolnikov and Valeev^ in Russia who measured, with 
the cathode-ray oscillograph and high-speed rotating klydono- 
graph, currents in strokes to captive balloons flown to altitudes 
between 600 and 800 meters and voltages induced in a short 
horizontal antenna by strokes to ground. 

3. McEachron"’®* who measured currents in strokes to the 
Empire State Building in New York, N. Y., with the cathode- 
ray and crateV-lamp oscillographs and the surge-crest ammeter. 

4. Norinder®^ in Sweden who measured with the cathode-ray 
oscillograph the magnetic fields produced by lightning-strokes. 

5. Wagner, McCann and Beck*® ®® who measured with the 
fulchronograph, magnetic surge-front recorder, surge-crest am¬ 
meter, and magnetic surge integrator, the currents in tall objects 
of different heights. 

(б) Strokes to Transmission Lines. These include the fol¬ 
lowing investigations made with the surge-crest ammeter: 

6. Lewis and Foust** who measured surge currents in trans¬ 
mission-line towers, ground wires, counterpoises, and tower 
masts. 

7. Waldorf and Hansson**’*^ who measured surge currents in 
tower legs. 

8. Bell*^ ** who metisured currents in tower legs and cross 
braces and in counterpoises. 

9. Grunewald®* in Germany who measured current in towers. 

10. Rokkaku and Katoh®^*^* in Japan who measured currents 
in tower legs and ground wires. 

11. Andrews and McCann** who measured surge currents on 
wood-pole lines. 

In addition to the foregoing are the following investigations 
made with other instruments: 

12. McEachron^* who measured with the crater-lamp oscillo¬ 
graph currents discharged by protector tubes on transmission 
lines. 

13. Berger^* in Switzerland who, besides meiisuring trans¬ 
mission-line tower-leg currents with the surge-crest ammeter, 
recorded their maximum rate of rise with klydonographs induc¬ 
tively coupled with the tower legs. 

(c) Arrester Discharge Currents. The following investi¬ 
gations were made with surge-crest ammeters: 

14. McEachron and McMorris** who measured discharge cur¬ 
rents in distribution arresters on 120- to 20 000-volt systems. 

16. Gross and McMorris^* who measured discharge currents 
in station-type arresters on 11- to 132-kv systems. 

16. Grunewald^* in Germany who measured arrester currents 
on systems from 6 to 100 kv. 

In addition to the foregoing are the following investigations 
made with other instruments: 


17. Collins* who used paper-gap recorders to measure dis¬ 
charge currents in arresters on a 24-kv system. 

18. Wagner, McCann, Bowen, and Beck** ** *® who measured 
the discharge currents in arresters by means of the fulchrono¬ 
graph, magnetic surge-front recorder, magnetic-surge integrator, 
and surge-crest ammeter. 

19. Gross, McCann, and Beck* who measured discharge cur¬ 
rents in arresters by means of the cathode-ray oscillograph, 
fulchronograph, magnetic surge-front recorder, and surge-crest 
ammeter. 

24. Multiple Character of Strokes 

In Figs. 38 to 40 are plotted curves giving statistical data 
on the number of components, the time intervals between 
them and the total duration of strokes. These curves 
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represent data on strokes of three general types: (1) strokes 
to power systems as given by the protector-tube and ar¬ 
rester data; (2) strokes to open country as given by the 
photographic records and the data on induced voltages; 
(3) strokes to tall objects. With regard to number of com¬ 
ponents and total duration, there is a fair check between 
the curves of each type, but there are important differences 
between the types. More components and longer durations 
are recorded for strokes to tsW objects. This is probably 
because tall projections from the earth affect stroke mech- 
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Fig. 39—Percentage distribution curves of time intervals be¬ 
tween the beginnings of successive components of multiple 
lightning strokes. 


anism and cause strokes to them to differ in character 
from those to ground or to lower objects. Tall objects 
should influence a greater region of the thundercloud and 
thus tap more charge centers, causing strokes to have more 
components and longer durations. Of practical importance 
is the indication that the records to power systems have 
fewer components and shorter durations. This results 
probably from the diminution of the surge current by the 
following causes: (1) All of the direct-stroke current is not 
likely to pass through a protective device because more 
than one may operate, thus dividing the current, or flash- 
overs may occur on the lines thereby limiting the discharge 
current; (2) the protective device may be operated by 
attenuated surges from strokes to the system at remote 
points; (3) the protective device may be discharged by 
induced surges. Thus some of the smaller components of 
current may have been reduced to such an extent that they 
are below the recording range of the instruments, or have 
voltages associated with them below the operating voltage 
of the protective device. Arresters and other terminal 
equipment are therefore exposed to less severe duty than 
is indicated by the results from direct strokes or strokes to 
open country. Only about a third of power-system surges 
are multiple and the maximum number of components 



recorded is 10. From one-half to two-thirds of the strokes 
to open country are multiple and as many as 40 components 
have been photographed.®® 

Fig. 39 indicates time intervals as high as 0.5 second 
between components. In Fig. 39(b) the basis of 100 percent 
was taken at a time interval of 0.01 second as the resolving 
power of some of the measuring instruments did not extend 
below this time. Only about a sixth of the intervals are 
less than one-half cycle of 60-cycle frequency. 

25. Crest Magnitude of Currents 

Extensive studies have been made both in the United 
States and abroad with surge-crest ammeter links on trans¬ 
mission lines and in ground leads of lightning arresters. 
Most of the measurements on transmission lines have been 
of currents in the legs of towers, although they have also 
been made of currents in ground wires, phase wires, 
counterpoise wires, and masts mounted on top of towers. 

Transmission-Line-Tower Currents —The curves of 
Fig. 41,8ho^ving the magnitude of currents in transmission- 



CaEST CURRENT IN KILOAMPERES 

Fig. 41—Percentage dUtributton cunree of tower currents for 
strokes to trensmlsston lines. 

line towers, were compiled only from the currents in the 
tower thought to be close to the terminating point of the 
stroke or the tower carrying the most current. The char¬ 
acter of the curves is influenced by the minimum current 
that could be measured due to the sensitivity limit of the 
links and the minimum different investigators thought it 
advisable to include in their data. These minimum values 
affect both the point regarded as 100 percent on the 
ordinate and also the shape of the curve. The minimum 
tower currents included in the data of Hansson and Wal¬ 
dorf*^ were about 24(K) amperes for Bell*® and Grunewald** 
about 5000 amperes, and for Andrews and McCann*® about 
600 amperes. The curves of Lewis and Foust®® comprise 
some of the data of Waldorf and Bell plus data obtain^ on 
other lines in the United States. However, 5000 amperes 
was the minimum considered by them. 
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Before drawing any conclusions from these curves it is 
well to consider their probable accuracy. The majority of 
the magnetic-link measurements of steel-tower currents 
were made on only one leg of the tower, the total current 
being assumed to be this measurement multiplied by the 
number of tower legs. Records obtained with links on all 
tower legs indicate that frequently currents are not equally 
distributed. Data obtained by Waldorf, shown in Fig. 42 



Fig. 42—Deviation from equal division of lightning current In 
tower legs, as obtained by Waldorf“ from 209 records. 

indicate the mean deviation of an individual tower leg from 
the mean of the four supporting legs. This deviation ap¬ 
pears to decrease as the sum of the four tower-leg currents 
increases, being about ten percent above 40 000 amperes. 
Factors that might cause such discrepancies are dissym¬ 
metry in the counterpoise or other type of grounding or 
in the tower itself. These factors might even result in 
differences in wave shape of the component currents. In 
addition, there are the possible errors of the recording 
equipment, particularly at low currents. It is probable, 
however, that some of these effects are minimized by the 
quantity of data making up the statistical averaging of 
several hundred records. 

Data obtained by Bell®^ who also measured the currents 
in the tower cross braces show that appreciable current 
flows in them. His results indicate that a correction factor 
varying from 1.64 to 2.75, with a mean of about 2, should 
be applied to the tower-leg current readings for his records. 
Lewis and Foust^ say that from 30 to 100 percent of the 
main leg currents flowed in the cross braces. 



Fig. 43-Relation between total tower lightning current and 
turn of main tower-leg currents In transmission-line steel 

towers. 


Rokkaku^® and Schahfer and Knutz^* made studies in 
which they measured the main leg currents and the differ¬ 
ence between the ground-wire currents on each side of 
the tower. Assuming this difference to be the total tower 
current gives an indication of the discrepancy between 
the total tower current and the sum of the leg currents. 
Their results are summarized in Fig. 43, which indicates 
that this correction factor should increase with the magni' 
tude of the tower current. The curves of Fig. 41, so far 
as the authors are aware, do not take this correction factor 
into consideration and are plotted simply as the sum of 
the four tower-leg currents. 

Direct-Stroke Currents —Fig. 44 gives percent dis¬ 
tribution curves for direct strokes as a function of the 
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CALCULATIONS FROM MAGNETIC 
FIELD MEASUREMENTS 
NORINDER*^ 204 RECORDS 


40 80 120 160 

CREST CURRENT IN KILOAMPERES 


200 


Fig. 44—Percentage distribution curves of lightning-stroke 
currents. 


crest magnitude. Curves 1 to 3, which are for strokes to 
transmission lines, were obtained by adding the tower-leg 
currents in all the towers thought to be involved in the 
stroke. Errors introduced by this procedure are the follow¬ 
ing: Firet, the sum of the tower-leg currents may be less 
than the total tower current; second, the effects of more 
than one stroke might be involved in summing the currents 
of different towers; and, third, because of distortion .as the 
result of reflection from other towers, the sum of the crest 
currents at the towers will not equal the stroke current. 
The first item tends to indicate a low value of stroke 
current, and the second and third a high value. Rokkaku 
in comparing the results of stroke measurements obtained 
by summing the ground-wire currents on both sides of the 
terminating point of the stroke with the results obtained 
by summing the tower currents found that the two agree 
where the correction factor of Fig. 43 is included. Their 
Curve 4 of Fig. 44 takes this factor into consideration. 
However, Lewis and Foust in data presented in Fig. 45 
showed substantial agreement between stroke currents and 
sum of tower currents without including the correction 
factor of Fig. 43. The effect of this factor may be reflected 
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The direct-stroke curve of Fig. 46 gives the percent 
distribution of the crest magnitude of the individual com¬ 
ponents of direct strokes to objects varying in height from 
300 to 585 feet. A comparison of this curve with Curve 7 
of Fig. 44 shows a larger proportion of small currents for 
the former. This is because only the maximum components 
of the multiple strokes were included in Curve 7 of Fig. 44. 
The curves of Fig. 46 are probably more representative of 
conditions for judging arrester performance. 

Crest currents as high as 220 000 amperes are indicated 
for strokes to lines. However, since these were obtained by 


J- 0 to 40 ttO M lOO Ito 140 too 100 too tto 

S STHOKE CHEST CUHHENT IN KILOAMPERES 

a. 

Fig. 45—Lewis and Fouat^ stroke-current curve compared 
with currents from lightning-rod measurements (circles) and 
overhead ground-wire measurements (triangles). 

in the comparison between Curves 1 and 4 of Fig. 44, in 
that Rokkaku^s is greater than Lewis and Foust^s. 

Fig. 44 also contains data relating to strokes to tall 
objects, that of McEachron being to the 1250-foot Empire 
State Building in New York, N. Y. The curve of McCann 
represents data to objects of varying heights all of which 
are considerably lower. Neither of these curves involves 
the errors discussed previously as the total stroke current 
passed through a single conductor. A comparison of Mc- 
Eachron's curve data with those of strokes to transmission 
lines indicates a much greater proportion of currents of 
low magnitude. This may be caused partly by the higher 
sensitivity of McEachron’s instruments but more likely by 
the difference in mechanism of strokes to tall objects and 
the influence of tall projections from the earth in producing 
premature initiation of discharges. 

Curve 8 of Fig. 44 was calculated by Norinder from a 
knowledge of the magnetic field disturbance produced by 
a stroke to open ground. An evaluation of the accuracy 
of this curve is difficult because it involves an assumption 
as to the stroke mechanism, distance to stroke, and direc¬ 
tion and length of stroke path. 
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Fig. 46—Percentage dletribution curree of crest magnitude of Fig. 47—Percentage distribution curves of discharge currents 
individual components of surge currents. In lightning arresters. 
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adding currents in several towers they may be high. The 
highest current definitely known to have occurred some¬ 
what exceeds 160 000 amperes, recorded at the Westing- 
house recording station on the 585-foot smokestack of the 
Anaconda Copper Mining Company in Anaconda, Mont. 

Arrester Currents —Crest magnitudes of arrester dis¬ 
charge currents, summarized in Fig. 47, are considerably 
smaller than those occurring on transmission lines. Those 
in station arresters, in general, are smaller than those 
occurring in distribution arresters. The maximum crest 
current measured in station arresters is 15 000 amperes and 
in distribution arresters approximately 30 000 to 40 000 
amperes. The latter figure has been estimated since the 
maximum range of the recording instruments was 25 000 
amperes. Other data pertinent to the magnitude of arrester 
discharge currents are discussed later. 

26. Charge 

Wilson® has estimated that the average charge lowered 
by a discharge to open ground is from 10 to 50 coulombs. 
Fig. 48 gives data on charge for strokes to the Empire 



CHARGE IN COULOMBS 

Fig. 48—Frequency of occurrence of stroke charge as meas¬ 
ured by McEachron,^ based largely on low-speed oscillo¬ 
graphic data. 

State Building by McEachron, which indicate values in 
excess of 160 coulombs. In the investigations of Wagner, 
McCann, and Beck®^charges in direct strokes to tall objects 
of lower height ranged from 4 to 60 coulombs. Probably 
on the average the charge lowered increases with the height 
of the object. Charges exceeding one coulomb were found 
to be rare for arrester service. 

27. Polarity 

Direct strokes of a given polarity produce surges of the 
same polarity, but induced surges are of opposite polarity. 
Schonland, Hodges, and Collins‘S state that all their electric 
field measurements indicated negative-polarity strokes; 
that is, they lowered negative charge to ground. All 58 
strokes recorded to the Empire State Building were initially 
negative; only 3 of the 27 recorded with the crater-lamp 
oscillograph reversed their polarity. Of the 12 direct strokes 
recorded by Wagner, McCann, and Beck" all were initiated 
by negative discharges. Only two had subsequent positive 
components. 

Lewis and Foust" state that 7 percent of their records 


of strokes to transmission lines were of positive polarity, 
while Waldorf" found 18 percent and Grunewald,®* 14 per¬ 
cent. Waldorf^s figure may be higher than the others be¬ 
cause his data comprised lower currents. If this is true, a 
higher percentage of the lower-magnitude currents should 
be positive. This is borne out in the curves of Fig. 49 
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Fig. 49—Percentage distribution curves of positive surges as a 
function of current magnitude. 


plotted from Waldorf’s and Grunewald’s data showing the 
percentage of total positive currents as a function of mag¬ 
nitude. At the minimum of 1000 amperes Waldorf’s data 
show that about 35 percent of the records are positive, and 
Grunewald’s, with a minimum of 5000 amperes, show 
al)Out 24 percent. 

Possibly currents as great as 5000 or 10 000 amperes can 
be produced in towers by induced strokes, and they may 
be the cause of the higher percentage of positive records 
in the lower current range. 

The studies of McEachron and McMorris show that 63 
percent of all their records of currents in distribution ar¬ 
resters are negative and 37 percent positive, while Gross 
and McMorris found that for the station arresters 88 per¬ 
cent were negative and 12 percent positive. The curves 
of Fig. 49 plotted from these data show that for station 
arresters, the polarity is mdependent of current magnitude 
while for distribution arresters the number of positive 
discharges decreases with increase in current magni¬ 
tude. 

It is interesting to compare these results with the voltage 
measurements made on 4-kv distribution circuits by Hal- 
perin and McEachron, the results of which are shown in 
Fig. 30. If these voltages had appeared across 4-kv arresters 
with an impulse breakdown voltage of about 40 kv, the 
voltage curves for urban circuits indicate that 22 percent 
of the arrester discharge currents would have been positive, 
and the curves for rural circuits indicate a figure of about 
35 percent. If these voltages had appeared on a 20-kv 
circuit with arresters having an impulse breakdown voltage 
of about 75 kv, no positive discharge currents w^ould have 
l^een produced by the urban circuits and 27 percent would 
have been produced by the rural circuits. The increase in 
positive discharge currents recorded in distribution arrest¬ 
ers probably is due to induced surges. Quite likely they are 
greater on the lower-voltage circuits," and greater the 
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Table 1 — Data on Strokes to Lines op the Pennsylvania 
Water and Power Company* *' 


Line 

Length 

in 

Miles 

Year 

Recorded 

Strokes 

Strokes 

Per 100 Miles* 

In 

Year 

Aver¬ 

age 

In 

Year 

Aver¬ 

age 



[1935 

115 


125 




1936 

108 


118 


Safe Harbor-Westport- 


1937 

87 


95 


Takoiiut, 220 kv_ 

91.8 

1938 

54 


59 




1939 

118 


129 






96 


lOS (95) 

Safe Harbor-Riverside, 


1938 

46 


91 


220 kv. 

50.5 

1939 

45 


89 




. 


46 


90 


31.5 

1935 

27 


86 



31.5 

1936 

69 


219 


Safe Harbor-Perrys- 

31.5 

1937 

44 


140 


ville, 132 kv. 

33.8 

1938 

56 


166 



33.8 

1939 

53 


157 






50 


154(135) 



1936 

31 


136 



1937 

41 


180 


Holtwood-York, 66 kv. 

22 8 

1938 

15 

.... 

66 




1939 

22 


97 






27 


120(119) 



'l936 

30 


102 


Holtwood-Coatesville, 


1937 

25 


85 


66 kv. 

29.4 

1938 

68 


232 




1939 

45 


153 






42 

. 

143(123) 

Holtwood-Baltimore, 

40 






66 kv (2 linee) and 

(of 






Philadelphia Road- 

right- 

1939 

66 

66 

165 

165 

Gunpowder, 110 kv,. 

of- 







Iway) 







Weighted everege for all linea through 1939 is 120 strokes per 100 mile-years 
having maiputudea giving tower currents in excess of 2400 amperes. 

^ngures in parentneaea ara avarages extending through 1942*^ and represent 13<V4 
mile>yaara of experience. 

System average strokes per 100 miles of line per year is 113 for five obaerved 
linea totaling 1617 roile-yaara of experience. 

more exposed the lines, thus permitting higher magnitudes 
of induced surges. 

28. Number of Strokes to Transmission Lines 

Of particular importance in evaluating lightning per¬ 
formance of a transmission line is knowledge of the prob¬ 
able number of strokes to it. Hansson and Waldorf** *^ 
present valuable'data on this subject from surge-crest am¬ 
meter studies on lines of the Pennsylvania Water and 
Power Company with voltage ratings ranging from 66 to 
220 kv, as magnetic links were placed on every tower. 
These data for the first five years are summarised in Table 1 
and show a maximum variance in the number of strokes 
per 100 miles of line per year of from 59 to 232. The max¬ 
imum variance for any line over the eight-year period 
studied*^ was from 48 to 232 and the variance of the aver¬ 
age for each line over the eight-year period was from 95 to 
135 strokes per 100 miles per year. The weighted average 
of the data according to length of line and years considered 
is 113. These lines are located in a region with annual iso- 
keraunic levels from 35 to 40. Converting the figure of 


Table 2—Outages Due to Lightning fob Liness Without 
Ground Wires 


Line 

Kv 

Length 
of Line 

Years 

Cov¬ 

ered 

Total 

Out¬ 

ages 

Outages 
Per 1(X) 
Miles 
Per 
Line- 
Year 

Interstate Power Co., 

1 





Clinton-Dubuque’*_ 

66 

54 

6 

277 

87 

Pa. Water k Power Co., 






Holtwood-York^*. 

66 

23 

11 

213 

84 

Various lines in United 






States and Canada* 






16-A, wood. 

110 

1 79.4 

6 


24 

20-A, steel. 

140 

148.0 

10 


5.6 

23-BB, w'ood. 

132 

39.8 

8 


37.2 

31-B, steel. 

132 

lll.O 

1 


0 

34-K, steel. 

no 

38.3 

10 


61 

34-0, steel. 

110 

104 5 

10 


22 8 

Steel**. 

Above, 

f 673 

1929 


21 


100 

1 560 

1930 


14 

Wood**. 

60-100 

394 

1929 


26.6 

Steel**. 

(iO-100 

f 481 

1929 


23 5 



1 

1930 


25.9 

Wood**. 

30- 60 

13 475 

1929 


34 6 



[1 420 

1930 


30.4 

Steel**. 

30- m 

f 165 

1929 


17.6 



' 128 

1930 


14.2 

Pa. Power A Light Co., 






steel*^. 

220 1 

41 

8 


25 


•’For numbered reference* nee lint a’ end of article. 
•See Table I of the Appendix. 


113 to the conventional standard isokeraunic level of 30 
results in 97, or about 100 strokes per 100 miles per year. 

Additional information is provided by available light¬ 
ning outage records of lines without ground wires. Data 
of this nature are summarized in Table 2. The lines listed 
in this table are in regions with annual isokeraunic levels 
ranging from about 30 to 55, and the data give outages 
varying from 15 to 87 per 100 line-miles per year, with an 
average weighted according to length of from 30 to 35. 

All strokes to lines do not produce flashover, and all 
flashovers do not produce outages. Data published by 
BelP^ indicate a ratio of 1.5 l)etween the number of strokes 
producing flashover and those producing outage on the 
portion of the 220-kv Wallenpaupack-Siegfried line of the 
Pennsylvania Power and Light Company that does not 
have ground wires. Information supplied by I. W. Gross 
on the 132-kv lines of the American Gas and Electric 
Company (which have ground wires) indicates a ratio of 
1.27. This ratio probably varies with the system, being 
higher the longer the flashover path and the low’er the fault 
current. An estimate of the number of strokes producing 
flashover on a given line without ground wires can be 
obtained from, say. Curve 3 of Fig. 44, together with a 
knowledge of the surge impedance of the line and its in¬ 
sulation level. The voltage produced by a stroke to a phase 
conductor should be equal to the product of one-half the 
stroke current and the surge impedance of the conductor. 
Estimates of the probable mean ratio between outages and 
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Fig. 5#—Probable variation of strokes to line as a function of 

height.^ 

strokes to lines without ground wires for the lines listed in 
Table 2 indicate a mean value for stiokes to lines of about 
60 per 100 line-miles per year. This is, of course, only an 
estimate, and probably the figure of 100 based on Waldorf's 
data should be used in a region of isokeraunic level of 30. 

Lightning-performance studies of lines made in the lab¬ 
oratory with models by Wagner, McCann, and MacLane’® 
indicate that the number of strokes to the line is a function 
of tower height as shown in Fig, 50. However, no such 
trend is shown in Waldorf’s data. This is probably because 



Fig. SI—Probability curves of creet currente In lightning 
•trokee to trantmiMlon lines. 

^Baaed on 100 strokes to line per 100 miles of line per year. 


other factors such as line locations cause a greater variance. 
Thus the average value of 100 should applv to all practical 
values of tower height. 

It is then possible to plot Waldorf’s percentage distri¬ 
bution curve in Fig. 44 as a probability curve giving the 
number of strokes of a given magnitude to be expected. 
This is shown in Fig. 51 with the corresponding curve of 
Lewis and Foust which is Curve 1 of Fig. 44. The prob¬ 
ability curve used by Harder and Clayton*' for estimating 
line performance is also given in Fig. 51. This curve is 
essentially based on the data published by Waldorf®® except 
that it has been modified slightly in the high-current re¬ 
gion. The data of this figure are on a line basis and not a 
circuit basis; the number of strokes to a line is independent 
of the number of circuits comprising,it. 

29. Number of Surges Discharged by Lightning Ar¬ 
resters 

Fig. 52 shows curves compiled from the data of Gross 
and McMorris^* and McEachron and McMorris®* on the 



Fig. 52—Curves showing number of surges of given magni¬ 
tudes that arresters discharge per year. 
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Fig. 53—Distribution of duty on station arresters; data from 
Gross and McMorris^ on 85 three-phase banks for four-year 

period. 
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Fig. 54—Duty on individual arresters from data obtained by 
McCann and Beck.“ 


expected number of surges of a given magnitude to be 
discharged per single-phase arrester per year. The curves 
indicate an average of 0.8 surge exceeding 300 amperes for 
station arresters, but only 0.4 for all distribution arresters. 
Rural distribution arresters experience more than urban 
arresters, because of the greater density and better shielding 
of urban arresters. Rural distribution arresters, although 
having fewer surges than station arresters, are required to 
discharge higher currents. 

Figs. 53 and 54 show the distribution of duty among 
individual arresters. Fig. 53, drawn from the data reported 
by Gross and McMorris, shows that for a group of station 
arresters 32 percent discharged no surges in four years, 
only 25 percent discharged two, and the maximum number 
discharged was 3.84 per single-pha.se arrester per year. The 



Fig. 55—Effect of line conetructlonjon number and magnitude 
of station-arreeter discharge currents; Gross end McMorris.’* 


curve of Fig. 54 indicates more discharges. This may not 
be typical of duty on an average group of arresters, as the 
locations were chosen because experience indicated that 
they were subject to severe lightning conditions. 

The effect of line insulation on arrester duty is shown in 
Fig. 55. Wood-pole lines with no ground wires, as would 
be expected, produce more severe duty. 

30. Wave Shape of Lightning Currents 

An inherent difficulty in measuring the total current in 
direct strokes is the necessity of obtaining a point at which 
the current is totalized. This has led to collecting the 
current in a single mast. If, however, these masts are on 
low objects such as transmission towers, the chance of a 
particular point being stnick is small. On the other hand, 
if tall objects such as buildings and smoke stacks are uti¬ 
lized, more records for a single installation can be obtained 
but it is always uncertain how much such strokes differ 
from those to lower objects, as dealt with in the power- 
transmission problem. It is knowm, for example, that the 
initial streamers, the direction of propagation, and other 
vital characteristics differ in the measured discharges at 
the Empire State Building from those elsewhere. In spite 
of these uncertainties, most direct-stroke data have been 
obtained on tall objects. 

Stekolnikov and Valeev^ in Russia in 1936 obtained the 
first oscillograms of the current in direct strokes. These 
studies were made with a balloon attached to a metal cable 
and flown at altitudes between 500 and 800 meters during a 
thunderstorm. Resistance shunts were connected directly 
in the cable circuit for a cathode-ray ascillograph and a 
high-speed rotating klydonograph. In addition, a short 
horizontal antenna about 20 meters above the ground was 
used with a^cathode-ray oscillograph and a rotating kly¬ 
donograph. During the lightning season only two storms 
occurred near the lightning station, but six strokes to the 
vertical antenna were recorded, five in one storm. The 
cathode-ray oscillogram of one of these is shown in Fig. 56, 



Fig. 56—Cathode-ray oscillogram of current In lightning 
stroke to captive balloon.** 


and data on the five strokes that could be analyzed are 
given in Table 3. These records indicate fronts of from l}/^ 
to 10 microseconds and rates of rise of from 1.8 to 9 kilo- 
amperes per microsecond. The maximum duration as 
recorded by the oscillograph was not over 50 microseconds, 
but the instrument was not very sensitive. Some of the 
rotating klydonograph records of the individual compo¬ 
nents of the induced surges on the horizontal antenna, 
however, indicate durations from 2600 to 10 000 micro¬ 
seconds. 
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Several cathode-ray oscillograms obtained by McEach- 
ron^^ show the wave shape of the initial high-current por¬ 
tion of successive components of multiple strokes. Oscillo¬ 
grams for two of these strokes are shown in Fig. 57. The 
first (a) is of a single stroke having a crest current of about 
15 000 amperes, a front of about 4 microseconds, and a 
time to half value of about 75 microseconds. The second 
two oscillograms (5, c) are of two components of a multiple 
stroke. Each has crest values of about 20 000 amperes, 
fronts of about 10 microseconds, and times to half value 
of about 70 microseconds. 

McEachron concludes that the current between com- 


it may be only a few amperes. An example of a crater-lamp 
oscillogram showing the presence of such currents between 
successive peaks is given in Fig. 58. This oscillogram is 
also interesting in that it confirms an essential difference 
between the types of discharge to high and low objects. 
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Fl^. 57—Cathode-ray oscillograms of the currents In two 
strokes to the Empire State Building.” 
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Fig. 58—Crater-lamp oscillogram of stroke to the Empire 
State Building by McEachron,” showing successive peaks and 
continuing current. 
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Fig. 59 —Fulchronograms of currents In direct strokes.* 
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Table 8—Tabulated Data on Five Stroke-Current Oscillo¬ 
grams Obtained by Stekolnikov and Valeev** 


Oscillogram number. 

Crest value of current in kilo- 

1 

2 

3 

4 

5 

amperes. 

Front of wave in microsec- 

30 

18 

31 

17 

30 

onds. 

Maximum rate of rise of cur¬ 
rent in kilo-amperes per 

8 

10 

3.5 

10 

1 5-2.0 

microsecond. 

Mean rate of rise in kiloam- 

6.G 

7 6 

25 

4 0 


peres per microsecond.... 
Measurable duration in mi¬ 

3 8 

1.8 

9.0 

17 


croseconds . 

35 

45 

30 

23 



Polarity—all negative but last one, which was oscillatory. 
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Fig. 6#—Fulchronograma of lightning-arrester discharge 
currents.* 


The vast majority of the discharges to the Empire State 
Building were initiated by upward streamers from the 
building, and until this streamer tapped a concentration 
of charge in the cloud the record indicated a low magnitude 
of current as shown in Fig. 58 for the first few tenths 
of a second. 

Wagner, McCann, and Beck** have presented data ob¬ 
tained with the fulchronograph on subjects varying be¬ 
tween 300 and 600 feet in height. Of twelve records ob¬ 
tained only one shows evidence that the discharge was 
initiated by an upward streamer. This record was obtained 
at the Cathedral of Learning of the University of 
Pittsburgh, Pa., and is No. 21 shown in Fig. 59. This figure 
also shows fulchronograms of direct strokes of the more 
conventional type. The Anaconda No. 29 represents the 
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Fig. 61—Record of arrester discharge currents obtained at the 
33 kv Stone Greek Substation of the Ohio Power Company.* 

(a) Cathode-ray oscillogram of current in the common ground. 

(b) Replot of cathode>ray oscillogram in linear coordinates. 

(c) Fulchronograms of current in the individual arrester phase 
legs. 


maximum measured lightning current for which the meas¬ 
ured current flowed through a single conductor. Record 
No. 34 has the largest number of components of the fub 
chronograms obtained in this investigation, and shows, 
furthermore, that the maximum component does not al- 
w^ays occur near the beginning of the stroke. A similar 
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phenomenon was observed with photographic studies “ 
Several fulchronograms of current discharged by arresters 
are shown in Fig. 60. A cathode-ray oscillogram of the 
neutral current and fulchronograms of phase currents for 
a lightning discharge of a three-phase arrester bank are 
shown in Fig. 61. 

31. Wave Shape of Initial High-Current Portion of 
Surge 

Time to Half Value —Fulchronograms** ®® giving the 
current wave shape and duration have been obtained of 
46 direct strokes having 118 components, and of station 
arrester discharges having 223 components, and of dis¬ 
tribution arrester discharges having 83 components. Ex¬ 
cluding four low-magnitude components of strokes that 
were initiated by upward streamers, the times to half value 
of the direct-stroke records of the initial high-current por¬ 
tions varied from approximately 15 to 90 microseconds, 
with 50 percent of the components ha^dng a time to half 
value of 43 microseconds. The times to half value of the 
station arrester surges varied from 10 to 120 microseconds, 
with 50 percent of the surges having a time to half value 
of 27 microseconds. The times to half value of the dis¬ 
tribution arrester surges varied from 10 to 350 micro¬ 
seconds. The character of the tail of the high-current 
components is the same in both direct-strokes and dis¬ 
tribution-arrester discharge records. The times to half 
value for arresters in stations are shorter than for distri¬ 
bution arresters or direct strokes. These data are sum¬ 
marised in Fig. 62. 



TUC TO HALF VALUE IN MICNOSECONOS 

Fig. 62—Percentage distribution curves of duration of in¬ 
dividual components of lightning-surge currents. 

Similar data obtained by McEachron** by means of the 
cathode-ray oscillograph are summarized in Fig. 63. 

Wave Fronts —The results of Stekolnikov and Valeev 
on direct strokes as summarized in Table 3 indicate wave 
fronts of from 1.5 to 10 microseconds. Fig. 64 summarizes 
data obtained on the Empire State Building.** 

Table 4 gives the results of measurements made with the 
magnetic surge-front recorder on direct-stroke currents, 
arrester discharge currents, and a transmission-line tower 
current.** These data indicate a lower limit of 0.5 and an 



Fig. 63—Duration of current peaks measured to half-value, as 
a function of frequency of occurrence;** based on 11 strokes 
measured with cathode-ray oscillograph. 



MICSOSICONOS 

Fig. 64—Time to first crest of current peaks, as a function of 
frequency of occurrence;** based on cathode-ray oscillograms 
of 13 strokes. 
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Fig. 65—Percentage distribution curves of rate of current rise 
on fronts of lightning surges. 
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Table 4—Records Obtained With Magnetic Surge-Front 
Recorders by Wagner, McCann, and Beck“ 


Record 

Number 

I 

Polarity 

Crest 

Current, 

Amperes 

Surge Front, 
Microseconds 

Average Rate 
of Rise, Am- 
1 pores Per 
Microsecond 

Currents in ‘direct strokes 



24 

Neg. 

19 000 

2.5 

7600 

34 

Neg. 

3 000-12 500 

0.5- 9.6’ 

1 300- 6 000* 

59 

Neg. 

1 000- 3 300 

0.5-19 0* 

174- 2 000* 

60 

Neg. 

325- 6 800 

0.5- 6.0* 

1 140- 2 000* 

Currents 

in common grounds of throe-phase arrester banks 

5 

Neg. 

1 100 

More 10 

Less 10 

55 

Neg. 

1 600 

2 

800 

30 

Pos. 

500 

1 

500 

41 

Neg. 

500 

1.1 

450 

31 

Pos. 

600 

More 6 

Less 100 

42 

Pos. 

825 

More 20 

Less 40 

38 

Pos. 

1 100 

3.9 

280 

47 

Neg. 

2 300 

6 

380 

45 

Neg. 

200 

More 10 

Less 20 

58 

Neg. 

5 100 

1.6 

3 200 

48 

Neg. 

400- 4 300 

(0 5-20)* 

500- 2 600* 

Transmission-line tower current 



66 

1 Neg. 

1 50 400 

1 1.16 

1 43 600 


♦These values indicate the limits within which the true values lie due to inaccu¬ 
racies introduced by multiple strokes. 


upper limit of 20 microseconds. The lower limit, however, 
is quite doubtful because the presence of multiple strokes 
impaired the indication. The highest average rate of cur¬ 
rent rise measured in a direct stroke in these studies is 
7600 amperes per microsecond for a stroke with a crest of 
19 000 amperes. However, the transmission line tower 
current, which had a crest of 50 400 amperes, indicated an 
average rate of rise of 43 600 amperes per microsecond. 
The highest average rate of rise measured in an arrester 
discharge was 3200 amperes per microsecond for a surge 
with a crest current of 5100 amperes. 

Fig. 65 gives percentage distribution curves on the rate 
of rise occurring on the front of the wave. Berger's meas¬ 
urements are of currents in transmission-line towers. The 
highest rate of rise that he recorded was between 30 000 
and 40 000 amperes per microsecond. However, the crest 
currents associated with the records did not exceed 40 000 
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Fig. 66—Percentage distribution curves of duration of indi¬ 
vidual components of lightning-surge currents. 


amperes. Norinder's values are questionable, as they were 
estimated from measurements made of the magnetic fields 
produced by lightning strokes. McEachron's data repre¬ 
sent the effective rate of rise of strokes measured with the 
cathode-ray oscillograph. McCann measured with the 
cathode-ray oscillograph and magnetic surge-front recorder 
the effective rate of rise of direct strokes to tall objects. 

32. Characteristics of the Lonft-Duration Tails 

The records obtained on the long-duration portion of 
direct strokes indicate that their character varies over wide 
limits. Aside from the strokes of continuing character 
recorded to tall objects,*® the fulchronograms*® of direct 
strokes indicate component durations of between 50 and 
300 000 microseconds. The curves of Fig. 66 show the 
measurable duration of individual components of direct 
strokes as measured with the fulchronograph and also the 
photographic-recqrder. The fulchronograph and photo¬ 
graphic-recorder have recording sensitivities of 50 amperes 
and 0.2 ampere, respectively. It is of interest that for any 
percentage occurrence value on this figure, the duration as 
recorded by the fulchronograph is only a small fraction of 
that shown by the photographic-recorder curve. This 
shows that on the average the duration of current above 
50 amperes in a component is only a small fraction of its 
total duration. 

It is shown in Fig. 66 that arrester-current records have 
considerably less evidence of long-duration tails. Of the 
268 discharge records obtained from arresters in stations, 
only 8 percent of the surges lasted longer than 300 micro¬ 
seconds. Of the 97 discharge records obtained from dis¬ 
tribution arresters, 54 percent of the surges had durations 
exceeding 300 microseconds. The 137 records obtained by 
photographic-recorder on arresters in stations show that 
50 percent of the surges lasted longer than 3000 micro¬ 
seconds. As shown by Bergvall and Beck*® power trans¬ 
formers on grounded-neutral systems should be able to 
absorb the long-tail portion of the wave to an appreciable 
degree, if a sufficiently low impedance path to ground is 
provided. Distribution transformers should perform this 
function to a lesser degree. Thus, under these conditions, 
the arresters and transformers tend to protect each other. 
The arrester takes the high-current portion of the surge, 
which is injurious to the transformer; and the transformer 
the long-duration portion, which is injurious to the arrester. 
This is verified by the fact*® that the 14 long-duration 
records were obtained on systems in which the protective 
value of the transformer ground connection is absent, 
although only about 30 percent of the arrester records 
were obtained on this type of circuit. 

Further evidence of the influence of the system ground 
on surge duration is found in the field experience that has 
been gained in the past with a new type distribution 
arrester.*® Of 27 000 arrester years of operation on four- 
wire systems in which the neutrals of the source trans¬ 
formers are grounded with the neutral brought out to the 
distribution transformers being protected, no failures have 
occurred. For systems with the source grounded but with 
the neutral not brought out and the primary of the pro¬ 
tected transformer not grounded, the record shows 7 fail¬ 
ures caused by lightning out of 8500 arrester years, or 
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0.082 percent. On delta systems 11 lightning failures have 
occurred in 4500 arrester years, giving a performance of 
0.24 percent. This result can be explained only by the 
presence of long-duration surges. 

A further significant fact is that 16 of the 18 failures 
occurred on four systems having only 1078 arrester years' 
experience. These systems, in addition to being either 
delta- or wye-connected with the protected transformer 
ungrounded, were in regions of very high soil resistivity. 
This indicates that strokes in regions of high soil resistivity 
may have longer-duration components than those in 
regions of low soil resistivity. 

33. Conclusion 

As a result of the investigations described, certain char¬ 
acteristics of lightning may be said to be quite definitely 
known. Among these are: 

1. Mechanism of the discharge. 

2. Polarity. 

3. General wave shape. 

4. Niiiuber of components in the discharge. 

5. Time intervals between components of discharges. 

(>. Total stroke durations. 

7. Crest magnitude of stroke current at ground, of tower 
currents, and of currents discharged by lightning arresters. 

On the other hand, many questions are still only par¬ 
tially answered. Thus, 

1. Thunderstorms appear to follow more or less definite i)aths 
as influenced by local terrain, which produces great localized 
variations in storm and lightning-stroke density. The only in¬ 
formation available as to the density of strokes is that distributed 
by the Weather Bureau, which pertains only to the number of 
storm days, and is based upon aural indications. The Bureau 
data do not take these local conditions and line locations witii 
regard to them into consideration. 

2. Of the half-dozen proposed theories of charge formation, 
none explains completely all the factors involved. 

3. The length of the stroke channel, that is, the height of the 
charge centers above earth, and the distribution of charge and 
current in the channels are still insufficiently known. 

4. Earth resistivity and geological structure appear to in¬ 
fluence the duration and possibly the crest magnitude of sti oke 
discharges, but insufiicient information is available to determine 
the extent. 

5. Tall objects unquestionably affect the initial streamers 
and it is likely that the subsequent discharge is also affected. 

6. The extent to which current at the ground flows between tlie 
individual components is still somewhat questionable, 

7. The initial rates of rise of stroke currents and voltages 
encountered on systems are still worthy subjects of research. 

8. More direct evidence is required to determine whether .some 
of the recorded tower currents are due to induced effects. 

It is apparent, therefore, that although considerable 
progress has been made in lightning research, many ques¬ 
tions still remain for further investigation. 

REFERENCES 

1. Some Thundercloud Problems, C. T. R. Wilson, JoumaZ Frank¬ 
lin Institute, Vol. 208, 1929, Page 1. 

2. Some Investigations in the Deformation and Breaking of Water 
Drops in Strong Electric Fields, W. A. Macky, Proceedings 
Royal Society, Series A, Vol. 133, 1931, Page 565. 


3. On the Electrical Charge C’ollecled by Water Drops. J. P. 
Gott. Proceedings Royal Society, Series A, Vol. 151, 1935, 
page 605. 

4. The Mechanism of a Thunderstorm, Sir George Simpson, Pro¬ 
ceedings Royal Society, Series A, Vol. 114, 1927, page 376. 

5. The Distribution of Electricity in Thunderclouds, Sir George 
Simpson and F. J. Scrase, Proceedings Royal Society, Series A, 
Number 906, Vol. 161, 1937, page 309. 

6. The Distribution of Electricity in Thunderclouds—II, Sir 
George Simpson and O. D. Robinson, Proceedings Royal So¬ 
ciety, Series A, Vol. 177, 1941, page 281. 

7. On the Origin and Distribution of Thunderstorm Electricity, 
W. J. Humphreys, Monthly Weather Hcvieu\ September 1939, 
67:321. 

8. Aircraft Lightning Discharges, E. J. MinstT, Journal of the Aero¬ 
nautical Sciences, V< .lume 7, Number 2, December 1939. 

9. Investigations on Lightning Discharges and on the Electrical 
Field of Thunderstorms, C. T. R. Wilson, Philosophical Trans¬ 
actions, Royal So4'iety, Series A, Vol. 221, 1920, page 73. 

10. Atmospheric Electricity (book), B, F. J. Sehonland, Methuen 
and Company, Ixindon. 

11. Lightning to the Empire State Building, K. B. McEachron, 

Franklin Institute, Vol. 227, Xunibi^r 2, February 1939. 

12. Lightning Investigation on Transmission Lines—VII, W. W. 
Ixiwis, C. M. Foust, A.I.K.E, Transactions, Vol. 59, 1940 (April 
section), page 232. 

13. Progressive Lightning, B. F. J. Sehonland, II. Colleas, Proceed¬ 
ings Royal Society, Series A, Vol. 143, 1934, page 654. 

14. Progressive Lightning—II, H. F. J. Sehonland, D. J. Malari, 
H. Collens, Proceedings Roval Society, Series A, V'ol. 152, 1935, 
pag(‘ 595. 

15. Progrcs.'-^ive Lightning, 111—The Line Structure of Return 
Lightning Strok(‘8, 1). J. .Malan, H. Collens, Proceedings Royal 
Society, Series A, Vol. 102, 1937, page 175. 

10. Progre.s.siv(* Lightning, IV—The I)i.scharge Mechanism, B. F. J. 
Sehonland, Proceedings Royal Society, Series A, Vol. 164, 1938, 
page 132. 

17. Progressive Lightning, V—A Comparison of Photographic and 
Electrical Studies of the Discharge Process, B. F. J. Sehonland, 
D. B. llodge.s, H. ('ollens, Proceedings Royal Society, Series A, 
Vol. 100, 1938, page 50. 

18. The Lightning Discharge, B. F. J. Sehonland, Clarendon Press, 
Oxford, England, 1938. 

19. Direct Stroke Proves l^ength of Lightning Tail, C. F. Wagner 
and Edward Beck, Electrical World, July 29, 1939, page 37. 

20. Photographing Lightning With a Moving Camera, Alex Larsen, 
Annual Report Smithsonian Institute, 1905, page 119. 

21. Intermittent Lightning Discharges, B. Walter, Philosophical 
Magazine, Section 7, Vol. 20, Number 137, December 1935, 
pages 1144-55 and 1150-1. 

22. L’Etude de la Foudre dans uii Laboratorie de Campagne, 1. 
Stekolnikov and Ch. Valeev, CIGRE, 1937, Bulletin 330. 

23. The Lightning Stroke; Mechanism of Discharge, K. B. Mc- 
lOachron and W, A. Me Morris, General Electric Review, October 
1936, page 487. 

24. Lightning Strokes in Field and Laboratory, P. L. Bellaschi, 
Electrical Engineering, Vol. 58, November 1939, page 466. 

25. Lightning and Lightning Protection of Distribution Systems, 
R. C. Bergvall and Edward Beck, AJ.E.E. Transactions, Vol. 
59, 1940 (August section), page 442. 

26. On the Nature of Atmospherics—IV, E. V. Appleton and F. W. 
Chapman, Proceedings Royal Society, Series A, Vol. 158, 1937, 
page 1. 

27. Lightning and Other Transients on Transmission Lines, F. W. 
Peek, Jr., AJ.E.E. Transactions, Vol. 43, 1924, page 1205. 

28. The Klydonograph, J. F. Peters, Electrical World, April 19, 
1924, page 3. 



576 


Lightning Phenomena 


Chapter 16 


29. The Klydonograph and Its Application to Surge Invostiga* 
tions, J. H. Cox and J. W. Legg, AJ.E,E. Transactions^ Vol. 44, 
1925, page 857. 

30. The Measurement of Surge Voltages on Transmission Lines 
Due to Lightning, E. S. Lee and C. M. Foust, AJ^,E, Trans- 
acHcnSf Vol. 46, 1927, page 339. 

31. Resultats des M^sures Effectuees an Cours Orages de 1934- 
1935, K. Berger, Association Suisse des Electriciens BaUetin, 
Vol. 27, Number 6, March 20, 1936, page 145. 

32. Cathode-Ray Oscillograph, A. Dufour, Comples Rendus, Vol. 
158, 1914, page 1139. 

XI. The Cathode-Ray Oscillograph, H. Norinder, AJ.EJS, Trans¬ 
actions, Vol 47, 1928, page 446. 

34 A Cathode-Ray Oscillograph with Norinder Relay, O. Acker- 
mann, A.IJE.E. Transactions, Vol. 49, 1930, page 285. 

35. Cathode-Ray Oscillographs and Their Uses, E. S. Lee, General 
Electric Review, Vol. 31, 1928, page 404. 

36. A New Type of Hot-Cathode Oscillograph and Its Application 
to the Automatic Recording of Lightning and Switching Surges, 
R. H. George, A.l.E.E. Transactions, Vol. 48, 1929, page 884. 

37. New High-Speed Cathode-Ray Oscillograph, H. P. Kuehni and 
8. Ramo, A.I,E,E. Transactions, Vol. 56, 1937 (June Section), 
page 721. 

38. New Instruments for Recording Lightning Currents, C. F. 
Wagner and G. D. McCann, AJJl.E, Transactions, Vol. 59, 
1940, page 1061. 

39. Lightning Currents Measured, H. W. Collins, Electrical World, 
May 12, 1934. 

40. Gewittermessungen der Jahr 1932 and 1933 in der Schweis, H. 
Berger, Association Suisse des Electriciens Bulletin, April 27, 
1934. 

41. Die Messung von Blitzstromstaerken, H. Grunewald, Elektro- 
technische Zeitschrift, 1934, page 505. 

42. Symposium on Operation of Boulder Dam Transmission Line 
—Insulation and Lightning Protection, Bradley Cozzens, AJ, 
E,E, Transactions, Vol. 58, 1939 (April Section), page 140. 

43. The Surge-Crest Ammeter, C. M. Foust and H. P. Kuehni, 
General Electric Review, Vol. 35, 1932, page 644. 

44. The Crater-Lamp Oscillograph, W. A. McMorris, M. A. Rush¬ 
er, and J. H. Hagenguth, General Electric Review, Vol. 37, 1934, 
page 514. 

45. The Distribution of Thunderstorms in the United States 1904- 
33, W. H. Alexander, Monthly Weather Review, Vol. 63, 1935, 
page 157. 

46. Discharge Currents in Distribution Arresters—II, K. B. Mc- 
Eachron and W. A. McMorris, A.I.E.E, Transactions, Vol. 57, 
1938 (June Section), page 307. 

47. Klydonograph Surge Investigations, J. H. Cox, P. H. McAuley, 
and L. G. Huggins, A.I.E.E, Transactions, Vol. 46, 1927, page 
315. 

48. Surge-Voltage Investigation on Transmission Lines, W. W. 
Lewis, AJ.E.E, Transactions, Vol. 47, 1928, page 1111. 

49. Surge^Voltage Investigations on the 140-Kv System of the Con¬ 
sumers Power Co. During 1927, J. G. Hemstreet and J. R. 
Eaton, A.LE,E. Transactions, Volume 47, 1928, page 1125. 

50. Surge-Voltage Investigation on the 132-Kv Transmission Lines 
of the American Gas and Electric Company, Philip Spom, 
A.I,E,E, Transactions, Vol. 47, 1928, page 1132. 

51. Surge-Voltage Investigation on 220-Kv System of Pennsylvania 
Power and Light Company, N. N. Smeloff, A.LR.E, Transac¬ 
tions, Vol. 47, 1928, page 1140. 

52. Lightning Investigation on New England Power Ck)mpany sys¬ 
tem, E. W. Dillard, A.I.E,E. Transactions, Vol. 47, 1928, 
page 1122. 

53. Lightning on Transmission Lines, Vis. H. Rokkaku, CIGRE, 
1939, Bulletin No. 321. 

54. Lightning Investigation on a Wood-Pole Transmission Line, R. 


R. Pittman and J. J. Torok, AJ.E.E, Transactions, Vol. 50, 
1931, page 568. 

55. Experience With Preventive Lightning Protection on Trans¬ 
mission Lines, S. K. Waldorf, AJ.E.E. Transactions, Vol. 60, 
1941 (June Section), page 249. 

56. Direct Strokes, Not Induced Strokes, Chief Cause of High- 
Voltage-Line Flashover, C. L. Fortescue, Electric Journal, Aug¬ 
ust 1930, page 459. 

57. Lightning Measured on 4-Kv Overhead Circuits, Herman Hal- 
perin and K. B. McEachron, A.I.E.E. Transactions, Vol. 53, 

1934, page 33. 

58. Lightning on Transmission Lines, J. H. Cox and E. Beck, 
AJ.E.E. Transactions, Vol. 49, 1930, page 944. 

59. Lightning Investigations of the 220-Kv System of the Pennsyl¬ 
vania Power and Light Company (1930), E. Bell and A. L. Price, 
A.I.E.E. Transactions, Vol. 50, 1931, page 1101. 

60 Lightning Surges on Transmission Lines—Natural Lightning, 
W. W. Lewis and C. M. Foust, General Electric Review, Novem¬ 
ber 1936, page 543. 

61. Lightning Investigation on 220-Kv System of the Pennsylvania 
Power and Light Company (1928 and 1929), N. N. Smeloff and 
A. L. Price, A.I.E.E. Transactions, Vol. 49, 1930, page 895. 

62. Lightning Voltages on Transmission Lines, R. H. George and 
J. R. Eaton, A.I.E.E. Transactions, Vol. 49, 1930, page 877. 

63. Lightning to the Empire State Building, K. B. McEachron, 
A.I.E.E. Transactions, Vol. 60, 1941 (September Section), 
page 885. 

64. Lightning Ci|rrents and Their Variation, H. Norinder, Journal 
of the Franklin Institute, Vol. 220, 1933, page 69. 

65. Field Investigations on Lightning, C. F. Wagner, G. D. McCann, 
and E. Beck, AJ.E.E. Transactions, Vol. 60, 1941. 

66. Lightning Investigations on Transmission Lines—VII, W. W. 
Lewis and C. M. Foust, A.I.E.E. Transactions, Vol. 59, 1940 
(April Section), page 227. 

67. Lightning Investigations on a 220-Kv System, Edgar Bell, A.I. 
E.E. Transactions, Vol. 53, 1934 (August Section), page 1184. 

68. Lightning Investigations on a 220-Kv System—III, Edgar Bell, 
A.I.E.E. Transactions, Vol. 59, 1940, page 822. 

69. Recherches sur les Perturbations Provoquees par les Orages et 
Bur la Protection des Lignes Aeriennes Centre les Orages, 
Grunewald, CIGRE 1939, Bulletin No. 323. 

70. Direct-Stroke Currents Investigation on a 154-Kv Line, Rok¬ 
kaku and Katoh, Electrotechnical Journal (Japan), 1938, Vol. 2, 
page 175. 

71. Multiple Lightning Strokes—II, K. B. McEaclux)n, A.I.E.E. 
Transactions, Vol. 57, 1938 (Septemlxjr Section), page 510. 

72. Resultats des Mesures Effectuees au Cours des Orages de 1934- 

1935, Berger, Association Suisse des Electriciens Bullelin, Vol. 
27, March 20, 1936, page 145. 

73. Lightning Currents in Arresters at Stations, I. W. Gross and 
W. A. McMorris, A.I.E.E. Transactions, Vol. 59, 1940 (August 
section), page 417. 

74. Resultats de Quatre Annees de Recherches Faites sur les Lignes 
Aeriennes au Sujet des Emplacements de Chutes de la Foudre et 
de rintensite des (Ik>urants dus a la Foudre, Grunewald, CIGRE 
1937, Bulletin No. 316. 

75. Discussion of paper listed in reference 66, R. M. Schahfer and 
W. H. Knutz, A.I.E.E. Transactions, Vol. 59, 1940 (April 
Section), page 233. 

76. Shielding of Transmission Lines, C. F. Wagner, G. D. McCann, 
and G. L. MacLane, Jr., A.I.E.E. Transactions, Vol. 60, 1941, 
page 313. 

77. Wave Shapes of Successive Lightning Current Peaks, K. B. 
McEachron, Electrical World, February 10, 1940. 

78. Experience With Protector Tubes, E. Wisco and A. C. Mon- 
teith. Electric Journal, Vol. 35, 1938, pages 299-300. 

79. Design, Construction, and Operation of a Lightning-Proof 



Chapter 16 Lightning Phenomena 677 


Transmission Line, E. Hansson, Edison Electric Institute Pub- 
lication No. F-6. 

80. Lightning Performance of 110- to 165-Kv Transmission Lines, 
A.LE,E. Transacliom, Vol. 68, 1939 (June Section), pages 
294-304. 

81. Great Lakes Division of NELA 1920-^30 Report of Overhead 
Systems Committee. 

82. 1930-31 Report of Engineering Section of NELA—^Transmis¬ 
sion Line Operating Records, 1930. 

83. Field Investigation of the Characteristics of Lightning Currents 
Discharged by Arresters, I. W. Gross, G. D. McCann and 
Edward Beck, A.I.E.E. Paper 42-17. 

84. Photographic Study of Lightning, J. H. Hagenguth, A.I.E.E. 
Transactions, Vol. 66, 1947, pages 577-83. 

85. The Measurement of Lightning Currents in Direct Strokes, G. 
D. McCann, A.I.E.E. Transactions, Vol. 63,1944, pages 1157-64. 

86. Field Research on Lightning Arrester Discharges, G. D. 
McCann, Edward Beck, A.I.E.E. Transactions, Vol. 66, 1947, 
pages 625-29. 


87. An Eight-Year Investigation of Lightning Currents and Pre¬ 
ventive Lightning Protection on a Transmission System, E. 
Hansson, S. K. Waldorf, A.I.E.E, Transactions, Vol. 63, 1944, 
pages 251-58. 

88. Lightning Investigations on 33-Kv Wood Pole Lines, F. E. 
Andrews, G. D. McCann, A.I.E.E. Transactions, Vol. 64, 1945. 
pages 768-77. 

89. Lightning Investigation on Transmission Lines—VIII, W, W. 
Lewis, C. M. Foust, A.I.E.E. Transactions, Vol. 64, 1945, pages 
107-16. 

90. Lightning Investigation on the 25-Kv System of the West Penn 
System, William C» Bowen, Edward Beck, A.I.E.E. Transac¬ 
tions, Vol. 66, 1947, pages 831-36. 

91. Transmission Line Design and Performance Based on Direct 
Lightning Strokes, E. L. Harder, J. M. Clayton, A.I.E.E. 
Technical paper 49-1 ll, 1949. 

92. Hydrometeorological Report No. 5—Part II, Hydrometeorology 
ical Section Office of Hydrologic Director, U.S. Weather Bureau, 
August 1945. 



CHAPTER 17 


LINE DESIGN BASED UPON DIRECT STROKES 


Original Author: 

A. C. Monteith 


Revised by: 

E. L. Harder and J. M. Clayton 


T he insulation requirements of transmission lines are 
determined by lightning and switching transients 
and not by the normal frequency voltage. For lines 
up to the highest voltages now in use, lightning disturb¬ 
ances resulting from direct strokes are usually a principal 
factor. The direct-stroke theory attributes the severe 
lightning disturbances on any transmission line to direct 
contact of the discharge with the line. Lines built in 
accord with this theory are shown in Fig. 1. Prior to the 
acceptance of the direct-stroke theory designers did not 
attempt to protect lines for direct strokes. They thought 
it higUy improbable that lines would be struck directly, 
and, with the limited knowledge available, believed it 
practically impossible to cope with direct strokes. Lines 
were designed on the basis of induced strokes, which as¬ 
sumed that the charged cloud (covering the vicinity of 
the line) with its accompanying gradient of voltage to 
ground, bound a charge on the line. The discharge of the 
cloud to a location other than the line itself released this 
bound charge, which was then free to travel along the 
line. Tests have shown that actual gradients appearing 
on the line during near-by discharges are too low to ac¬ 
count for the damage frequently done. 



Fig. 1—These two lines were designed in accordance with the 
direct stroke theory of protection. 



Fig, 2 —Proof of the direct stroke theory—in this case the 
lightning struck close to the line and IbOO feet from a record¬ 
ing station yet no abnormal voltages were recorded. 


An instance of lightning (Fig. 2) that struck earth with¬ 
in 1600 feet of a field measuring station and within 250 
feet of a 220-kv line, without establishing any above¬ 
normal voltage on the line itself, did much to start the 
investigators actively to consider direct strokes as the 
actual menace. 

Consideration was given to the effect of direct stokes 
and methods of combating them as early as 1929. ‘ The 
early exponent of the theory was Dr. C. L. Fortescue. 
In 1930 Dr. Fortescue was sufficiently satisfied with the 
theory to publish an article^ “Direct Strokes, Not In¬ 
duced Surges Chief Cause of High-Voltage Line Flash- 
over,” and in 1931 Fortescue and ConwelP gave a com¬ 
plete discussion on the application of the direct-stroke 
theory to actual line design. 
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The direct stroke theory is now completely accepted for 
high-voltage lines (See App. Tables 1 and 2). Much evi¬ 
dence is being collected on the low-voltage rural lines to 
indicate that even here it is the direct stroke for which 
protection must be provided. More evidence must be 
secured for medium- and low-voltage lines to evaluate 
properly the possible effects of induced strokes. However, 
if the protection is based on the direct-stroke viewpoint, 
then induced strokes sink to insignificance on lines of any 
voltage. 

Protection against direct strokes requires a shield to 
prevent lightning from striking the electrical conductors, 
together with adequate drainage facilities and adequate 
insulation structures so that the discharge can drain to 
ground without affecting the conductors. As an alterna¬ 
tive the line can be built without shielding but rather 
auxiliary discharge paths provided so that any discharge 
tending to interfere with the flow of normal-freciuency 
current will be interrupted. The shielding method does 
not allow an arc path to form from the line conductor to 
ground, thereby giving inherent protection in the design 
itself. Ground wires is one form of this type of protec¬ 
tion. The non-shielding method or protection by auxil¬ 
iary devices does allow an arc to form between the ground 
structure and conductors but means are provided to 
quench it without line interruption. De-ion protector 
tubes are a form of the latter type of protection. 

This discussion is confined to the electrical character¬ 
istics of transmission-line design, and does not deal with 
the mechanical characteristics, which are adequately 
covered elsewhere.^ The discussion of the general factors 
to be considered in designing the two types of lightning- 
proof lines is intended only to give a general idea of how 
these factors affect the line performance. The results 
should not be taken as rigorous but rather should be used 
for considering preliminary designs on a comparative 
basis. The chief value of the general curves lies in the 
facility provided for considering alternative designs on a 
comparative basis; however, a check of the curves against 
a large amount of actual line experience does indicate 
good agreement. 

L LINE DESIGN-INHERENT PROTECTION 
1. Design Factors 

The design of a transmission line against lightning for 
a desired performance, is practically independent of oper¬ 
ating voltage. The main consideration is how to obtain 
a protection level for the desired performance. 

The basic principles underlying the design of a line 
based on the direct-stroke theory are: 

(1) Ground Avires with sufficient meciianical strength 
must be located to shield the line conductors ade¬ 
quately from direct strokes. 

(2) Adequate clearance from the line conductor to the 
tower or to ground must be maintained so that the 
full effectiveness of the insulating structure can be 
obtained. (Sleet might influence this selection.'^) 

(3) Adequate clearances from ground wires to con¬ 
ductors must be maintained, especially at the 
midspan, to prevent flashover to the conductors 


up to the protective voltage level used for the line 
design. 

(4) Last, but equally as important, toAver-footing re¬ 
sistances as low as are economically justified must 
be secured. 



The above points can be better visualized from Fig. 3 
Avhich shows a sketch of the ground Avire arrangement for 
a single-circuit. The ground Avires are shown placed high 
above the line conductors and are well out on the toAvers. 
With this type of construction the ground wires are not 
placed directly over the conductors. This eliminates the 
possibility of contact in case of dancing conductors with 
sleet loading and also reduces the tower-top cost. Expe¬ 
rience with lines and also tests® have shoAvn that when 
the protective angle (the angle formed by a line through 
the ground Avire and the outer phase Avire and the vertical) 
does not exceed 30 degrees, good shielding of the line con¬ 
ductors is obtained, and the probability of side stroke to 
the conductor is slight. Data taken from many lines 
shoAv that as this angle increases, the probability of flash 
to the conductor increases. This factor will be discussed 
in greater detail later. 

Where the ground Avires are directly connected to the 
supporting structures, such as to the toAver top in the 
case of steel lines, or to the pole top Avith ground wires 
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down the poles in case of wood-pole construction^ the 
correct location of ground wires placed high above the 
phase wires is a compromise with the effe(itive utility of 
the insulating structure. However, unless ground wires 
are placed to intercept the strokes their purpose is de¬ 
feat^. Thus the first requisite is to correctly place the 
ground wires well above the conductors to prevent side 
flashes to the conductors. Structures on which the ground 
wires are not directly connected to the steel pole have 
been considered. For example, wood has been used to 
insulate the ground wires from the steel supporting struc¬ 
ture, the ground connection to the ground wires being 
taken entirely free of the supporting structure. Also the 
erection of poles entirely separate from the conductor 
supporting structures and elevated high enough to shield 
the conductors have also been proposed. Since the design 
factors for arrangements of this sort are different they 
will be considered later. This discussion is confined en¬ 
tirely to lines having the ground wires directly connected 
to the supporting structure. 

The second and third factors, the maintenance of ade¬ 
quate clearance from conductors to towers and from 
ground wires to conductors are naturally of importance 
in obtaining a balanced design and are discussed at length 
later. 

The degree to which the fourth requirement—low foot¬ 
ing resistance—can be met depends on local soil condi¬ 
tions. The method used to reduce the equivalent footing 
resistance and the degree to which this is carried is surely 
a matter of economics as the problem is one of balancing 
the cost of lowering the resistance against the cost of in¬ 
creased insulation and tower structure to secure the de¬ 
sired performance. Experience indicates that some means 
of reducing the footing resistance to an equivalent of ten 
ohms, as measured with the ground wires removed, is 
more economical than adding insulation. The resistivities 
of the principle earth materials, listed in Table 1, vary 


Table 1—Earth Resistivity 



Meter 

Ohms 

Foot Ohms 

Centimeter 

Ohma 

General Average. 

100 

328 

10,000 

Sea Water. 

0.01-1.0 

0.0328-3.28 

1-100 

Swampy Ground. 

10-100 

32 8-328 

1000-10 000 

Dry Earth. 

1000 

3280 

10» 

Pure Slate. 

10’ 

3.28X10’ 

10* 

Sandatone. 

10* 

3.28X10* 

10‘® 


over a considerable range so that the selection of the 
method of securing low tower footing resistance, will de¬ 
pend on local soil conditions. A more complete discussion 
of the use of ground rods and counterpoise will be given 
later. 

Considerable work has been done on establishing meth¬ 
ods^ for predetermining the design requirements of lines 
to provide a desired immunity against lightning tripouts. 
The curves of Fig. 4 present an estimating method’ which 
is based on the stroke current probability curve. This 
curve is essentially based on the data published by Wal¬ 
dorf’ except that it has been modified dightly in the high 


current region to allow for strokes up to 200 000 amperes, 
which are known to occur from other field data. These 
data have been obtained through field research on a large 
number of lines. This estimating method treats the light¬ 
ning stroke as a constant fixed current; that is, the current 
magnitude is assumed to be independent of the stroke 
terminating impedance. 

The curves have been calculated on the basis that the 
stroke is intercepted by a shield wire. The lightning 
current is then expected to take the path along the shield 


Table 2—Summary op Anacom Study 


Span. 

Feet 

Tower 

Footing 

Resist¬ 

ance, 

Ohms 

Tower-Top 

Voltage 

Per Ampere 
of Stroke 
Current 

Mid-Span 

Voltage 

Per Ampere 
of Stroke 
Current 

Time Lag to 
Insulate 
(Microseconds) 

Tower 

Mid^>an 

200 

5 

11.6 

27.5 

2.0 

2.0 


10 

12.5 

27.5 

2.0 

2.0 


20 

16.3 

28.5 

2.0 

2.0 


50 

28.8 

30.5 

2.0 

2.0 


100 

45.0 

40.5 

2.0 

2.0 

400 

5 

13.2 

45.0 

2.0 

2.0 


10 

15.0 

45.0 

2.0 

2.0 


20 

21.0 

46.5 

2.0 

2.0 


50 

36.0 

48.8 

2.0 

2.0 


100 

57.5 

56.3 

2.0 

2.0 

600 

5 

14.0 

65.0 

2.0 

2.0 


10 

15.4 

65.0 

2.0 

2.0 


20 

21.5 

67.5 

2.0 

2.0 


50 

38.8 

68.0 

2.0 

2.0 


100 

64.0 

72.0 

20 

2.0 

800 

5 

14.0 

86.0 

2.0 

2.0 


10 

16.0 

86.0 

2.0 

2.0 


20 

22.0 

87.5 

2.0 

2.0 


50 

42.0 

90.0 

2.0 

2.0 


100 

72.0 

92.5 

2.0 

2.0 

1000 

5 

14.0 

110.0 

2.0 

2.0 


10 

17.0 

110.0 

2.0 

2.0 

1 

20 

24.5 1 

110.0 

2.0 

2.0 


50 

45.0 

110.0 

2.0 

2.0 


100 

75.0 

113.0 

2.0 

2.0 

1200 

5 

14.0 

125.0 

2.0 

2.0 


10 

17.0 

125.0 

2.0 

2.0 


20 

24.5 

125.0 

2.0 

2.0 


50 

45.0 

125.0 

2.0 

2.0 


100 

75.0 

130.0 

2.4 

2.0 

1600 

5 

14.0 

158.0 

2.0 

2.0 


10 

17.0 

158.0 

2.0 

2.0 


20 

24.5 

158.0 

2.0 

2.0 


50 

45.0 

158.0 

3.2 

2.0 


100 

75.0 

158.0 

3.2 

2.0 

2000 

5 

14.0 

167.0 

2.0 

2.0 


10 

17.0 

167.0 

2.0 

2.0 


20 

24.5 

167.0 

2.0 

2.0 


50 

45.0 

167.0 

4.0 

2.0 


100 

75.0 

167.0 

4.0 

2.0 
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Tower Flashovers 



Figure 4— Continued on Next Page 
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Midspan Flashovers 


200, 400. 600, 800 6 1000 FT. SPANS 
0 TO too OHMS TOWER FOOTING RESISTANCE 



(I) 



Fig. 4—Curves for estimating line insulation and performance, based on 10-inch, 53^-inch spaced suspension insulators, or 

equivalent, and an isokeraunic level of 30 storm days per year. 

The numerals on curves (a) to (h) indicate tower footing resLstan(!e, (i) and (j) length of span. 


wire, down the tower or towers, and through the tower¬ 
footing resistance to ground. As the current follows this 
path to ground, a transient voltage appears across the 
line insulation. Neglecting normal-frequency voltage, the 
magnitude of this voltage depends chiefly on the stroke 
current magnitude and wave shapci tower-footing resist¬ 
ance, tower inductance, span length, and coupling factor. 
Assuming the voltage across the insulation has been de¬ 
termined for a particular set of parameters, the insulation 
requirements can be determined from the characteristic 
curves of Fig, 5. 

The curves of Fig. 4 are based on tower-top and mid¬ 
span potentials, which were determined from a study on 
the Anacom.^® A typical line was set up on the Anatom 
and using a typical current wave, stroke currents were 
applied at tower-top and midspan and the corresponding 


potentials measured. A 2X40 microsecond current wave 
was used throughout the study as representative of light¬ 
ning strokes to transmission lines. I'ower-top and midspan 
potentials were determined for the range of span lengths 
and footing resistances covered by the curves of Fig. 4. 
Some typical voltage solutions are shown in Fig. 6 and 
the complete results of the study are summarized in 
Table 2. Using these solutions and taking coupling into 
account the insulation requirement for any particular 
value of stroke current to tow^er can be determined from 
the following relationship. 

Insulation strength = stroke current X tower-top voltage 
per ampere of stroke current X (one— 
coupling). 

For this insulation strength the required number of insu- 
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Flft. 5— Characteristics of insulators and gaps, all values are based on lViX4a positive waves and corrected to standard 

atmospheric conditions. 


lators was determined from the characteristic curves of 
Fig. 5. Note that the time lag curve to use is determined 
from the Anacom solutions. For example, the 3.2-micro- 
second time-lag curve is used in determining the tower 
insulation requirements for a line with 1600-foot spans 
and 100 ohms tower-footing resistance, Fig. 6(d). This is 
the time at which the tower-top potential is reduced ap¬ 
preciably by reflected waves from adjacent towers. 

Midspan insulation requirements for strokes to midspan 
were determined from the results of the Anacom study in 
a similar manner. The Anacom study and basis of the 
parameters used in the study are described in detail in 
reference 8. 

Thus, using the method outlined above, the tower and 
midspan insulation requirements were determined for 
various span lengths and tower-footing resistances and 
plotted as the permissible stroke current curves of Fig. 4. 
The probability of flashover can be determined by com¬ 
bining these curves with the stroke current probability 
curve. The magnitude of the stroke current is recognized 
as a matter of probability. Thus, the probability of flash- 
over for a given case is simply the probability of stroke 
current in excess of that required to cause flashover. The 
stroke current probability curve is given in Fig. 7. The 


combination of the permissible stroke current curves of 
Fig. 4 and the probability curve of Fig. 7 results in the 
general probability curves of Fig. 4. 

The probability curves give line performance on the 
basis that all strokes are to tower, or all to midspan, re¬ 
spectively. Thus, line performance is determined by aver¬ 
aging the two outage probabilities obtained from the 
tower and midspan curves, respectively. For a co-ordi¬ 
nated line, having equal outage probabilities at tower and 
at midspan, either curve gives the total outages per 100 
miles of line per year. 

The result of reducing the tower-footing resistance is 
shown in Fig. 4. For example, a line designed for 10 insu¬ 
lators with 400-foot span and lOO ohm footing resistance, 
would have a protection level of 28 000 amperes stroke- 
current maximum. Further, the same line with 20-ohm 
footing resistance would have a protection level of 80 000 
amperes and with 5 ohms, a level of 126 000 amperes 
maximum. Thus, lowering the footing resistance increases 
the utility of a given string of insulators. The protection 
level can further be increased by the addition of insulators 
with corresponding increase in clearances. A line designed 
with two insulators and a footing resistance of 10 ohms 
would have a protection level of approximately 28 000 
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2 X 40 CURRENT WAVE 



■ ■ > ; t , -..-I_> I 

0 4 8 12 0 4 8 12 


TIME IN MICROSECONDS 

Fig. 6—Typical current wave and tower-top and mldapan 
potentials fr6m Anacom study. 

(a) 2X40 microsecond current wave; 

(b) 400-foot span, 50 ohm tower footing resistance; 

(c) 1000-foot span, 10 ohm tower footing resistance; 

(d) 1600-foot span. 100 ohm tower footing resistance 

amperes while 7 and 11 insulators would have protection 
levels of 80 000* and 122 000 amperes maximum, respec¬ 
tively, according to Fig. 4(b). These curves for different 
span lengths provide a method of making estimates for 
different numbers of insulators and different footing re¬ 
sistances, facilitating the selection of the most economical 
design of a transmission line to meet the service require¬ 
ments. 

The second factor—adequate clearance from conductor 
to the tower can readily be obtained by providing an air- 
gap distance equivalent to the number of insulators. Al¬ 
though flashover curves of gaps and insulators have been 
published they are given in Fig. 6 for convenience in arriv¬ 
ing at equivalents between insulators and gaps in air. 
This air distance plus the distance allowed for the swing 


of the conductor by the wind will then determine the 
clearance from the conductor to the tower for the con¬ 
ductor in the normal position. The spacing between 
conductors can be determined by the method given above, 
the proper allowance being made for the supporting struc¬ 
tures. The only insulation requirement from an operating 
point of view is that the 60-eycle flashover of the insula¬ 
tion or clearances must be of the order of four times the 
operating voltage to neutral. If this requirement is sat¬ 
isfied the probability of outage from switching surges 
will be negligible and then the lightning consideration will 
prevail. Table 3 shows the number of insulators neces¬ 
sary to satisfy this requirement for various operating 
voltages. 


Table 3—Minimum Suspension Insulators to Prevent 
Outages From Switching Surges 


Voltage 

Class 

Kv. 

Maximum Expected 
Switching Surge — Kv 

Voltage Class X^/2 

Number 

of 

Insulators 

- V3 

69 

226 

4 

116 

.^76 

5 

138 

446 

6 

161 

520 ! 

7 

230 

745 

10 

287 

930 

13 

346 

1120 

15 


The third requirement, midspan clearance, requires 
more consideration. On modem lines midspan clearances 
normally required for icing and shielding considerations 
and for mechanical reasons provide a high level of protec¬ 
tion. For example, the midspan clearances required to 
provide the relatively high protection level of 100 (KX) 
amperes for 400-, 600-, 800- and 1000-foot spans are 9.7, 
13.8, 19.8, and 26 feet, respectively, according to Fig. 4(i). 
These clearances closely approximate the average values 
usually encountered on modem lines. 

In general, midspan protection levels are higher than 
tower protection levels, and in some cases midspan pro¬ 
tection levels are extremely high with the results that 
midspan flashovers become negligible. In the previous 
example of a line designed with 400-foot span, 10 insu¬ 
lators, and with 100-, 20-, and 5-ohm footing resistances, 
the minimum midspan clearances should be at least 2.3, 
7.0 and 12.5 feet, r^pectively, to be insulated for the 
same stroke current at midspan as at tower. However, a 
line with 400-foot spans normally has a midspan clear¬ 
ance of approximately 10 feet irrespective of footing re¬ 
sistance. This clearance provides a protection level of 
102 000 amperes; a comparable protection level at tower 
requires 12A)hm footing resistance. For higher values of 
footing resistance, it is desirable to maintain the high 
midspan protection level since this results in better line 
performance. In some cases it may be desirable to raise 
the midspan protection level. This can be accomplished 
by increasing the midspan clearance by allowing the 
ground wires to sag less than the conductors. 
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Fig. 7—Lightning stroke current probability curve. Strokes 
per 100 miles of line per year based on Isokeraunic level of 30. 


2. Design for Given Performance 

This discussion has been based entirely on securing 
estimates for a given protection level. The question arises 
as to the level that should be secured for a given standard 
of service. The probability of fliishover for a given pro¬ 
tection level can be determined from the stroke current 
probability curve of P^ig. 7, which is based on an isoker¬ 
aunic level of 30 storm days per year. 

For example, a transmission line with a protection 
level for 100 000 amperes stroke current maximum has 
an expected probability factor of 0.7 outage per 100 miles 
per year for an isokeraunic level of 30, and twice that, or 
1.4 for an isokeraunic level of 60. Also a transmission 


line designed for a protection level of 20 000 amperes 
stroke current maximum has a probability of 30 outages 
per 100 miles per year for an isokeraunic level of 30. In 
other words, the probability of having outages on a line 
decreases as the protection level increases, because the 
probability of experiencing strokes in excess of the higher 
level is not so great. 

Adding insulators or reducing tower-footing resistances 
result in an increased protection level. There is an eco¬ 
nomic limit to which this increase in protection level can 
be carried. Little is gained in performance of the line by 
raising the protection level beyond a certain limit. For 
example, on a line designed with S insulators and 50, 20, 
or 5 ohms footing resistance the expected probability of 
outage is 15.6, 4.1, and 0.8 outages per 100 miles per year, 
respectively. With 12 insulators the expected performance 
is 7.8 1.0, and 0.2 outages per 100 miles per year. These 
values assume equal protection levels at tower and mid¬ 
span. Therefore, for the higher footing resistances con¬ 
siderably better performance can be expected from in¬ 
creased insulation, up to a certain limit. However, for 
the lower footing resistance not much is gained from in¬ 
creased insulation. If 5 ohms can be obtained, little re¬ 
turn can be expected from any increase over 11 insulators, 
but for 20 ohms the desirable number of insulators is in¬ 
creased to 17 to obtain the same outage probability. 

The probability curves of Figs. 4 and 7 are based on an 
isokeraunic level of 30 storm days per year. An isokeraunic 
map“’^^ for the United States is shown in Fig. 8. The 
probability of outage is assumed to vary directly with 
the number of storm days so that if an area has 45 storm 
days per year from the map, the outage probability 
should be multiplied by 1.5. 

The curves of Fig. 4 for estimating outages due to 
strokes to tower are based on coupling factors correspond¬ 
ing to a ground wire 100 feet above the ground plane 
and a 30-foot separation between ground wire and con¬ 
ductor. For other values of ground wire height and sepa¬ 
ration, the number of insulators 
should be corrected to allow for the 
corresponding change in coupling 
factor; the correction factors are 
given in Fig. 9. The equivalent 
number of insulators to use with the 
curves of Fig. 4 is obtained by 
multiplying the actual number of 
insulators by the correction factor 
corresponding to the actual ground 
wire height and spacing. The spac¬ 
ing between ground wire and con¬ 
ductor refers to the distance to the 
conductor with the greatest tran¬ 
sient voltage across its insulator 
string. This is the conductor most 
distant from the ground wire, since 
the coupling betw^een this conductor 
and ground wire is less than the 
coupling for the closer conductors. 

On some lines the midspan pro¬ 
tection level may be more than 
twice the tower protection level with 
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SPACINC AT TOWER PROM GROUND WIRE TO CONOUCTOR-FEET 

Fig. 9—Correction factors for ground wire height and ground 
wlre-to-conductor spacing at tower. 

the result that strokes to midspan may cause flashover at 
tower rather than at midspan. If the permissible stroke 
current to midspan is more than twice the permissible 
stroke current to tower, the outage probability is the aver¬ 
age of that corresponding to the permissible stroke current 
to tower and that corresponding to twice this stroke cur¬ 
rent. If the permissible stroke current curves of Fig. 4 in¬ 
dicate the midspan protection level is more than twice the 
tower protection level, the outage probability should be 
determined from the curve of Fig. 10. 

On wood-pole lines where the insulating medium may 
be a combination of porcelain, wood, and air, the insula¬ 
tion strength of the flashover path must be determined 
and converted to an equivalent number of standard insu¬ 
lators. The insulation strengths of .standard insulators 
and air can be determined from Fig. 5, and the insulation 



TO TOWER IN AMPERES X 10^ 

Fig. 10—Curve for determining the outage probability if the 
midspan protection level is more than twice the tower pro¬ 
tection level. 


strength of wood in series with the insulator string can be 
determined from Fig. 11.'* For estimating purposes the 
flashover voltages of the different insulating media can 
be added and the equivalent number of insulators for the 
total flashover voltage can be determined from Fig. 5. In 
making these calculations all flashover voltages should be 
based on the two microsecond time lag curves. 

The general curves are based on all flashovers causing 
power follow and consequently outages; however, all 



Fig. 11—Impulse insulation added to suspension-insulator 
strings by wood crossarms. 

flashovers do not result in outages depending on the line 
imsulation characteristics and other factors. The ratio of 
outage to flashover is discussed in section III, 

3. Application of Curves 

The use of the curves of Fig. 4 in estimating line per¬ 
formance is illustrated hy a few examples. 

Example 1, A proposed 138-kv line is to have not more 
than 2 outages per 100 miles per year based on an iso- 
keraunic level of 30. Shielding the line is recognized as 
desirable. Soil conditions are such that the footing re¬ 
sistance is 100 ohms. Tests show that four 30-foot ground 
rods reduce the resistance to 50 ohms; that a partial 
counterpoise reduces this to 20 ohms equivalent, and that 
an adequate counterpoise reduces it to 10 ohms equivalent. 
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The first question is span length. The topography of 
the country, conductor size, etc., must be considered. 
However, assume that all factors have been considered 
and 1000-foot spans have been selected and that ground 
wires and conductors will be sagged to permit a midspan 
separation of 24 feet. The outage probability for this 
midspan separation is 1.0, Fig. 4(i). Therefore, the outage 


Table 4—Minimum Clearance from Conductor to Tower 


Tower Footing 
Resistance Ohnis 

Number of 
Insulators 

Clearance 

1nches 

100 

27 

155 

50 

18 

105 

20 

10 

59 

10 

7 

43 


probability for strokes to tower must be 3.0 so that the 
average of the tower and midspan outages will be 2.0. 
For three outages per 100 miles per year and 100-ohms 
footing resistance, 27 insulators are required. Fig. 4(e). 
The number of insulators becomes 18 for 50 ohms, 10 for 
20 ohms, and 7 for 10 ohms footing resistance. The mini¬ 
mum conductor-to-tower clearance, balanced against the 
insulator flashover, is given in Table 4. These dimensions 
allow a layout of the towers; and the added cost of towers, 
insulators, etc., can be balanced against the cost of re¬ 
ducing the footing resistance. 

Example 2. Determine the outage probability of a 69-kv 
steel-tower line, shielded by overhead ground wire, lo¬ 
cated in an area where the isokeraunic level is 50, which 
has eight 554-inch spaced suspension insulators per string. 
The average span is 600 feet with a midspan separation 
of 16 feet. The average tower-footing resistance is 50 
ohms. 

From the probability curves, Fig. 4(c), the outage 
probability for strokes to tower corresponding to eight 
insulators and 50 ohms tower-footing resistance is 13.7 
per 100 miles per year and the permissible stroke current 
is 35 000 amperes. From Fig. 4(i) the outage probability 
for strokes to midspan corresponding to the given span 
length and separation is 0.5 per 100 miles per year, and 
the permissible stroke current is 110 000 amperes. Since 
the permissible stroke current to midspan is more than 
twice the permissible stroke current to tower, strokes to 
midspan can cause flashovers and consequently outages 
at the tower. For this case the outage probability is de¬ 
termined from Fig. 10. The outage probability for a 
permissible stroke current to tower of 35 000 amperes is 
8.5 per 100 miles per year for an isokeraunic level of 30. 
The corresponding outage probability for an isokeraunic 
level of 50 is 50/30X8.5=14.2 per 100 miles per year. 
Example 3. Determine the outage probability based on 
an isokeraunic level of 30 of a 69-kv wood-pole line having 
six standard insulators and an average pole-grounding 
resistance of 50 ohms. The average span is 600 feet with 
a 14-foot midspan separation. The line insulation con¬ 
sists of six feet of wood in the electrical circuit in addition 
to the six insulators. The spacing between ground wire 
and conductors is 12 feet at the poles and the ground wire 
is 50 feet above the ground plane. 


The equivalent insulation of the wood and porcelain 
based on the two microsecond time-lag curves can be 
determined from Figs. 5 and 11. The flashover voltages 
for six insulators and six feet of wood are 8(X) kv and 700 
kv, respectively. From Fig. 5 the sum of these values, 
1500 kv, is equivalent to 12 standard insulators. 

The increased coupling due to spacing and ground wire 
height can be taken into account by the correction factors 
of Fig. 9; a correction factor of 1.1 corresponds to a 12- 
foot separation and ground wire height of 50 feet. Correct¬ 
ing for coupling the equivalent insulation becomes 
1.1X12 = 13.2 insulators. 

From Figs. 4(c) and 4(i) the outage probabilities corre¬ 
sponding to 13.2 iiisulators, 50 ohms pole-grounding re¬ 
sistance, and 14 foot midspan separation are 5.0 and 0.7 
per 100 miles per year for strokes to tower and midspan, 
respectively. The average of these, (5.0-f0.7)/2 = 2.85, 
is the outage probability for the line assuming all flash¬ 
overs result in sustained power follow and trip-out. Since 
part of the insulating medium is wood, approximately 
50 percent of the flashovers will result in outages. Thus 
the outage probability is 0.50X2.85 = 1.42 per 100 miles 
per year. 

11. PERFORMANCE OF TYPICAL LINES 

The general curves of Fig. 4 express line performance in 
terms of four main parameters; namely, footing resistance, 
line insulation, midspan clearance, and span length. Tower 
footing resistance and line insulation requirements are 
usually determined by the standard of service that is 
required of the line. Midspan clearance and span length 
affect line performance but are determined largely by 
other factors. Midspan clearances normally required for 
mechanical reasons provide adequate protection against 
midspan flashovers. The length of span is determined 
primarily by the conductor size and tower construction. 
The selection of towers and conductors depends primarily 
on the voltage class of the line; thus, average values of 
midspan clearance and span length are representative of a 
large percentage of the lines in a particular voltage class. 
Using average values for these parameters, line perform¬ 
ance of a typical line in a particular voltage class can be 
expressed in terms of two parameters—footing resistance 
and line insulation. On this basis the curves of Figs. 12 
and 13 present a method for estimating the performance 
of typical lines of voltage classes ranging from 34.5 to 
287.5 kv. Three curves are given for each voltage class 
which cover the range of insulators normally encountered, 
the center curve being based on the number of insulators 
most common for the voltage class. 

The curves are calculated on the basis that probability 
of flashover is independent of the normal frequency volt¬ 
age. Therefore, the application of the curves is not re¬ 
stricted to the indicated voltage class. For example, a 
69-kv line may be under consideration with span length 
and midspan separation which are approximately equal 
to the values on which the 115-kv estimating curves are 
based. In this case the 115-kv curves are used in esti¬ 
mating performance of a 69-kv line, provided the desired 
line insulation level is also covered by the curves. 



FLASMOVtRS PCR »00 MILES OF LINE PEN 



POLE GROUNDING RESISTANCE IN OHMS AVERAGE SPAN*300 FT. 


POLE GROUNDING RESISTANCE IN OHMS 


AVERAGE SPAN-600 FT. 


MIOSRAN SEPARATION-14 FT 


MIOSPAN SEPARATlON-16 FT 




12—Typical confliturations of wood-pole lines and curves for estimating line performance t>ased on standard insulators 

and an isokeraunic ievel of 30 storm days per year. 
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The average values of span lengths and midspan sepa¬ 
rations used in calculating the curves are shown in Figs. 
12 and 13. In general, small variations in these factors 
do not affect the number of flashovers appreciably. For 
example, a 115-kv line with eight insulators, 800-foot 
spans, 18-foot midspan separation, and 10 ohms tower¬ 
footing resistance has a flashover probability of 1.2 per 
100 miles per year. As the span length is increased to 
1000 feet or decreased to 600 feet, the corresponding flash- 
over probability becomes 1.35 or l.l per 100 miles per 
year. Assuming the midspan separation is increased to 
22 feet or decreased to 14 feet the corresponding flash- 
over probability becomes 1.0 or 1.65 per 100 miles per 
year. Thus, small variations in the midspan clearance 
and span length do not affect the outage probability appre¬ 
ciably. If the span length and midspan separation of a 
particular line under consideration are appreciably dif¬ 
ferent from the values on which the curves are based, the 
line performance should be determined from the curves 
of Fig. 4. 

The curves of Figs. 12 and 13 give the number of light¬ 
ning flashovers rather than the number of line outages; 
all flashovers do not result in line outages. The ratio of 
outage to flashover wliich is discussed in section III de¬ 
pends on the line and line insulation characteristics of the 
particular line being considered. 

4. Performance of Wood-Pole Lines 

The curves of Fig. 12 for estimating the performance 
of wood-pole lines are i)ased on the typical conductor and 
ground wire configurations shown in the same figure; 
these configurations are averages of several lines. In 
calculating the number of flashovers at poles, the path of 


Table 6—General Data on Wood-Pole Lines 


Nominal 

V'oltage 

(KV) 

Number 

of 

In.sulators^ 

Impulse Insu¬ 
lation Level** 
(1HX40 Po.si- 
tive Waves) 

60-Cycle Dry 
Fhishover^ 
(KV-RM8) 

Times 

Normal 

Line-Ground 

VollaK(» 



500 

120 

6.0 

31.5 

Fintype 

600 

180 

9.0 



700 

! 



4 

970 

270 

6.8 

69 

5 

1020 

330 

8.3 


6 

1070 

380 

9.5 


6 

1130 

3S0 

5.7 

115 

8 

1220 

500 

7.5 


10 

1330 

600 

9.0 


8 

1330 

500 

6.3 

138 

9 

1380 

550 

6.9 


11 

1490 

660 

8.3 


9 

1450 

550 

5.9 

]()1 

10 

1490 

(>00 

6 5 


12 

1()00 

710 

7.6 


♦Middle vahie shows the most conunon number; upper and low values show 
the ranKC for njodern lines of ihi.s voltaRC tduss. 

♦♦Based on TiUmber of insulators shown in previous column p’us the length of 
wood in electrical circuit shown in Fig. 12. 

^ Based on porcelain insulation only. 


minimum impulse insulation is assumed to be the porce¬ 
lain plus the wood in the electrical circuit. The length 
of wood in the electrical circuit is assumed to be half the 
distance between phase conductors, the distance between 
conductors being shown in Fig. 12. The ground wire 
down-lead is assumed to be fastened directly to the pole. 
In some cases the line insulation is increased by mounting 
the down-lead away from the pole so that an air gap is 
included in the flashover path in addition to the porcelain 
and wood. General data on wood-pole lines are summar¬ 
ized in Table 5. 

5. Performance of Steel-Tower Lines 

Curves for e.stimating the performance of typical steel- 
tower lines are presented in Fig. 13; typical conductor and 
ground wire configurations for single-circuit and double¬ 
circuit lines are included in this figure. General data on 
steel-tower lines are summarized in Table 6. Spans for 


Table 6—General Data on Steel-Tower Lines 


Nominal 

Voltage 

(KV) 

No. of 
Insulators* 

Impulse Insu¬ 
lation Level 
(U^X40 Posi¬ 
tive Waves) 

60-Cycle Dry 
Flashover 
(KV-RMS) 

Times 

Normal 

Line-Ground 

Voltage 


4 

430 

270 

6.8 

69 

6 

600 

380 

9.5 


8 

760 

600 

12.5 


6 

600 

380 

5.7 

115 

8 

760 

500 

7.5 


10 

930 

600 

9.0 


8 

760 

500 

6.3 

138 

10 

930 

600 

7.5 


12 

1100 

710 

8.9 


9 

8,50 

550 

5.9 

161 

11 

1020 

660 

7.1 


14 

1270 

820 

8.8 


14 

1270 

820 

6.2 

230 

16 

1440 

930 

7.0 


<>0 

1780 

1140 

8.6 


16 

1440 

030 

5.G 

287.5 

IS 

1610 

1030 

6.2 


22 

1950 

1250 

7.5 


18 

lOlO 

1030 

5.2 

345** 

20 

1780 

1140 

5.7 


24 

2110 

1.350 

6.8 


■'Middlo value shown the moat common number; upper and lower values show 
the range for modern liiie.H of this voltage class. 

♦♦No »•xi^ting bnes of tins voltage class today. 


single-circuit lines arc generally about 100 feet longer than 
double-circuit lines in the same voltage class. Other fac¬ 
tors remaining equal, the outage probability is slightly 
greater for the line with longer spans. However, coupling 
factors are usually less on double-circuit lines due to the 
greater separation between ground wires and conductors, 
and this increases the outage probability slightly, other 
fa(‘tors remaining equal. Thus, the performance of single- 
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circuit and double-circuit lines can be expressed without 
appreciable error in a single set of estimating curves. 

The curves for estimating flashovers on 287.5-kv lines 
are not based on the actual number of insulators used on 
the only existing line of this voltage class. The curves are 
based on a range of insulator values so that line perform¬ 
ance can be determined for various insulation levels. Also, 
the curves covering the upper insulation levels can be 
used for estimating line performance of higher voltage 
lines that may be constructed in the future. 

III. DETAILED DISCUSSION OF FACTORS 

6. Ground Wires 

The selection of the size, arrangement, and mechanical 
strength of ground wires is of paramount importance in 
the design of a line. Some of the earlier troubles with 
ground wires (sometimes called ^'static” wire.s) have been 
traced to mechanical difficulties or incorrect selection of 
the material. SJe^ sometimes causes ground wires to 
come in contact with the conductors, producing line out¬ 
age. This is minimized as ground wires with characteris¬ 
tics practically the same as the conductors are used. The 
proper location and tension is discussed at length in a 
published paper.® 

When a ground wire is selected with the above thoughts 
in mind the size is more or less fixed. A small increase of 
diameter affects the protection slightly but the increased 
cost does not warrant carrying this very far. Usually 
more improvement is obtained by spending this same 
money to improve other factors. The material should be 
non-corrosive. Practically all wire manufacturers now 
have available a suitable high-strength, non-corrosive wire. 
Calculations indicate a .small improvement in coupling by 
increasing the ground wire size. A reduction of tower¬ 
footing resistance gives the same effect in the final design 
and is much cheaper. It is therefore .seen that the selec¬ 
tion of the ground wires should be based on mechanical 
rather than electrical considerations. 

The experience with properly selected and arranged 
ground wires has been satisfactory, some lines now being 
practically lightning-proof. 

7. Protective Angle 

I'he neccs.sary protective angle between a line through 
the vertical of the tower and a line through the ground 
wire and outermost line conductor has been a much di.s- 
cussed subject. Experience with various lines indicated 
that 20 degrees was giving entire satisfaction but how 
much higher this angle could be made was open to que.s- 
tion. Some lines with 45 degrees were giving poor re¬ 
sults. 

Laboratory tests,coordinated with field results on 
existing lines indicate that a good average for this angle 
is 30 degrees. In arriving at this conclusion models were 
erected in the laboratory and by using different scales 
with different locations of ground wire and electrode sim¬ 
ulating the cloud it was concluded that 45 degrees for this 
angle should be satisfactory when the line was on the level. 
However, it is found that when the tower is erected on a 
hillside the angle should be decreased by the angle of the 


slope of the hill. A study of actual lines'^ shows this to 
be the case. 

Tests and experience show that 30 degrees is a good 
average; however, the shielding angle can be worked o'lit 
in detail with the curves of Fig. 14. These curves show 


X IN FEET 



Fig. 14---Ground wire and conductor configurations for O.l 
percent exposure of conductors. 


ground wire and conductor configurations that permit 
0.1-percent expo.sure of the conductors. The general 
curves of Fig. 4 assume that all strokes arc intercepted 
by the shield wire. If the pha.se conductors are not com¬ 
pletely shielded, the outage probability is determined by 
adding directly the e.stimated number of .strokes termi¬ 
nating on the conductors to the outage probability given 
by the curves. 

8. Coupling 

The entire ground wire or tower-top voltage does not 
appear across the line insulation since a voltage of the 
same polarity as the ground wire voltage is induced on 
the conductors. The ratio of this induced voltage on the 
conductor to the ground wire voltage is the coupling fac¬ 
tor. Thus, the voltage across the line insulation is the 
ground wire voltages times (one —coupling factor), neglect¬ 
ing normal frequency voltage. 

The electromagnetic and electrostatic coupling factors 
arc equal unless the effective radius of the ground wire is 
iricrea.sed by corona, then the electrostatic coupling in- 
crcase.s and the electromagnetic coupling is believed to be 
unaffected. The coupling factor with corona considered 
is calculated by the equation, coupling 

= \/electrostatic couplingXelectromagnetic coupling. 
Coupling is calculated by the equation, 

^.^log b/a 
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where 

C* coupling factor. 

a ~ distance from conductor to ground wire. 

ft**distance from conductor to image’*' of ground wire. 

A « height of ground wire above ground, 
radius of ground wire. 

The electromagnetic coupling factor is calculated using 
the actual radius of the ground wire, and the electrostatic 
coupling factor is calculated by the same equation using 
the effective radius of the ground wire due to corona. 

9. Lightning Flashover and Power Follow 

All lightning flashovers do not result in sustained power 
follow. The percentage of flashovers that result in power 
follow depends principally upon the type and length of the 
insulation path, the magnitude of the power follow cur¬ 
rent, and the magnitude and duration of the lightning 
flashover current. Performance records on various types 
of lines have yielded some data on the ratio of sustained 
power follow to flashover. 

For the higher voltage, steel-tower lines where the prin¬ 
cipal flashover path is in air or over porcelain, about 85 
percent of all lightning flashovers result in sustained 
power follow if the line length is less than 100 miles. The 
ratio is reduced to about 0.50 for such lines over 200 miles 
in length. For wood-pole lines where part of the flashover 
path is over wood, the ratio of power follow to flashover 
ranges from 0.35 to 0.50. For 13- and 33-kv wood-pole 
lines EkvalP^ shows the sustained power follow to be a 
function of the length of flashover path over wood divided 
by the normal frequency voltage. 

If the characteristics of the line and line insulation re¬ 
sult in a considerable reduction of the ratio of power fol¬ 
low to flashover, this should be considered in estimating 
the outage probability. To determine the outage proba¬ 
bility taking this factor into account, multiply the ratio 
of power follow to flashover by the outage probability 
from the general curves. If the ratio is near unity, it can 
be neglected and the general curves will indicate a slightly 
pessimistic outage probability. 

10. Tower-Footing Resistance 

Tower-footing resistance is usually expressed as the 
measured 60-cycle value; however, line performance de¬ 
pends on the impulse value of the footing resistance. The 
value of the impulse resistance depends* on a number of 
factors such as soil resistivity, critical breakdown grEwiient 
of the soil, magnitude of the surge current, and length 
and type of driven grounds or counterpoises. If long or 
continuous counterpoises are used because the soil re¬ 
sistivity is high, the initial impulse resistance is the surge 
impedance of the counterpoise, which is usually greater 
than the 60-cycle resistance. Counterpoises are discussed 
in the following section. 

In soils of low or medium resistivity, adequate ground¬ 
ing can usually be obtained by driven ground rods. For 
these grounds the impulse resistance is usually less than 
the 60-cycle value. The ratio of impulse to 60-cycle re- 

*The image of a wire ts the same diatanoe below the ground surface 
that the wire is above the ground surface. 


sistance depends on the characteristics of the driven 
grounds, which are determined largely by soil resistivity 
and the critical gradient at which the soil breaks down. A 
number of laboratory tests^** have been made on driven 
grounds to determine the impulse characteristics under 
various conditions. The impulse resistances of various 
grounds for impulse currents ranging up to 12 000 am¬ 
peres are shown in Fig. 15. For grounding resistances in 



Fig. 15—Variation of impulse resistance with impulse cur¬ 
rent for various values of 60-cycle resistance. 

the order of 10 ohms or less, the impulse resistance is only 
slightly less than the 60-cycle value; however, for high 
ground resistances the impulse resistance is considerably 
less than the 60-cycle value. Thus, in estimating line 
performance footing resistances of ten ohms or less can 
be taken as the impulse value; however, if the footing 
resistance is high, the impulse resistance should be de¬ 
termined and used in the general curves of Fig. 4. Values 
of impulse resistance can be worked out in detail with 
references 18 and 19. 

11. Lowering Tower-Footing Impedance (Rods and 
Counterpoise) 

The discussion on the design factors indicates the de¬ 
sirability of reducing the tower-footing impedance as 
much as economically possible. The steel tower naturally 
has a large surface in contact with the soil, particularly 
that type of tower with the grillage type footing or earth 
anchor. The methods of calculating the tower-footing 
resistance and the effect of surface have been worked out.*° 
This work shows the effectiveness of contact of the tower 
and counterpoise with the soil. If the tower inherent 
construction does not naturally give a resistance to ground 
low enough for an economical design the grounds can be 
improved by driving rods in and around the tower footing 
either during or following erection of the line. A practical 
example of this is shown in Table 7. 




594 


Line Design Based Upon Direct Strokes 


Chapter 17 


Table 7—Tower Ground Resistances, Ohms 


Tower 

Test of 
Ground Res. 

30 ft. Driven Ground Rod 
Res. of Rod Ground at 

Test of Tower 
Ground Res. 
30 ft. Rod 
Connected 

March 

4 

April 

18 

15 ft. 

20 ft. 

25 ft. 

30 ft. 

513 

24.16 

13.7 

48 

35 

25 

20 

9.83 

520 

27.0 

17.2 

84 

37.5 

25 

21 

9.8 

521 

24.0 

13.9 

108 

67 

38 

31.8 

11.33 

550 

22.26 

16.5 

69 

39 

27 

27 

11.1 

,551 

20.96 

16.0 

80 

45 

32 

31 

11.5 


Chemical treatment of ground has been considered, but 
this has not been a satisfactory method for actual line 
design, it being used more for substation grounds. The 
curves of Fig. 16 show that the size of ground rod does not 
influence the resistance materially whereas the length is 
most influential. For this reason 4t is better either to use 
small but long rods or many small rods. The curves of 
Fig. 16 provide a method of estimating the number of 
rods necessary to reduce the tower-footing resistance to a 



DRIVEN DEPTH-FEET 

Fig. 16—Resistance to earth of driven rods for three different 
diameters and a specific resistance p »1000 foot ohms. 

Curves taken from H. B. Dwight ^‘Calculation of Resistances to 
Ground,” A.I.E.E, Transactions, December, 1936. 

^ ^ P f Iff __ where L - length in cm. and a - radius of rod 

2irL\ a / in cm. 

specific magnitude provided the resistivity of the soil is 
known. These are based on resistivity of 1000 foot ohms. 
For other resistivities the curve can be varied directly in 
proportion to the changed resistivity. The curves of Fig. 17 
show the effect of increased number of rods for different 
spacings. 

The counterpoise is a practical means of reducing the 
resistance by increased area of earth in contact with the 
grounding system. This is nothing more than a conduc¬ 
tor buried in the ground, it being run parallel to or at 
some angle to the line conductors themselves. The paral¬ 
lel counterpoise as compared to one at right angles gives 
a little more coupling with the line conductor. This in¬ 
crease in itself is so small that it need not be considered 
in the calculation but rather taken as an additional factor 
of safety. At the most this could be ten percent but usu¬ 
ally it is less than five percent. If possible a parallel 



Fig. 17—Ratio of resistance of ground rods in parallel to that 
of isolated rods. 

A—two rods, B —three rods, C —four rods. 

Ground rods are inch diameter, 10 feet deep; 3 rods on equi¬ 
lateral triangle, 4 rods on square. 

Taken from H. B. Dwight paper “Calculation of Resistance to 
Ground.” 

counterpoise should be used and advantage taken of it. 
This should not, however, be allowed to dictate, as leak¬ 
age resistance and initial surge impedance are more im¬ 
portant factors in selecting a successful counterpoise. 

A wire or counterpoise buried has an initial surge im¬ 
pedance depending somewhat on soil conditions but this 



Fig. 16 -Effect of number of wires on the counterpoise 
impedance. 
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is about 150 to 200 ohms. As the surge current travels 
along the counterpoise this initial surge impedance is re¬ 
duced to the leakage resistance in a time depending upon 
the length of the counterpoise and the speed of propaga¬ 
tion of the surge. In general, the surge travels at approxi¬ 
mately one-third the speed of light so that a 1000-foot 
counterpoise has an initial surge impedance of approxi¬ 
mately 150 ohms and at the end of six microseconds an 
effective resistance equal to the leakage resistance. Like¬ 
wise, a 250-foot counterpoise has an initial surge im¬ 
pedance of 150 ohms but reduces to the leakage resistance 
in 1.5 microseconds. This indicates the desirability of 
using many short counterpoises instead of one long coun¬ 
terpoise as the leakage resistance is dependent largely 
upon surface area so that this is the same whether one 
1000-foot counterpoise or four 250-foot counterpoises are 
used. On the other hand, the counterpoise of four 250- 
foot sections has an initial surge impedance of 37.5 ohms 
and reaches the final leakage resistance in 1.5 microseconds 
as compared to 150 ohms and 6 microseconds for the 
1000-foot counterpoise. The one important point in 
applying this rule is to be sure that the leakage resistance 
of the counterpoise is lower than the initial surge imped¬ 
ance, otherwise positive reflections result and the tower 
footing is raised rather than lowered. The curves of 
Fig. 18’^ illustrate the above discussion. Some of the 
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Fig. 19—Arrangements of counterpoises* 



Fig. 20—Resistance to earth of H-inch single counterpoise for 
two depths (p «1000 foot ohms). 

Calculated from H. B. Dwight paper ^^Calculation of Resistance 
to Ground.” 

2L*length in centimeters, 5-distance wire to image in centi¬ 
meters, and 

a - radius of wire in centimeters. 


25 ohms. Driving four 32.0 foot long ^-inch diameter 
rods on the corners of a 30-foot square would give a re¬ 
sistance of 25 ohms (Figs. 16 and 17). The resultant re¬ 
sistance of this combination is 12.5 ohms. Or with 200 
feet of wire buried 3 feet deep the resistance is also 12)^ 
ohms (Fig. 20). Omitting the time factor for going from 
the initial to the final or steady-state impedance of the 
counterpoise is not serious where the counterpoise is short 


arrangements of counterpoises that have been used in 
actual tower construction are shown in Fig. 19. 

The steps necessary to apply counterpoises properly are 
given in the E.E.I. report F6 by Merril DeMerit.*® This 
takes into account all surface factors. A close estimate 
can be obtained by driving say an eight-foot rod and from 
the proper resistance curves arrive at an average specific 
resistance for the soil. Reference to counterpoise curves 
for this specific resistance shows the leakage resistance of 
counterpoise of different lengths or reference to the resist¬ 
ance curves for driven rods gives the effectiveness of rods 
in reducing the ground resistance. Mr. DeMerit's curves 
indicate 10 ohms tower-footing resistance for a specific re¬ 
sistance of 1000 ohms and proportionately higher for 
higher earth resistances. Thus knowing the resistance of 
the elements of the circuit a prediction of the results can 
be made. 

For example, assume by driving an eight-foot ground 
rod the specific resistance at a tower location is calculated 
to be 2500 ohms. The expected resistance of the tower is 



Fig. 21—Resistance to earth of two parallel %-inch counter¬ 
poises plotted for two separations at a depth of 2 feet (p -1000 
foot ohms). 

Calculated from H. B. Dwight '^Calculation of Resistance to 
Ground.” 
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ajj the average rate of rise of potential in the stroke is 
such that the effect of this time element is negligible. 

The question arises as to the proper depth to bury the 
wire. As .shown in Fig. 20 the depth does not materially 
affect the resi.stance of the counterpoise. It is necessary 
to bury only deep enough to prevent theft. 

Where it is necessary to bury more than one counter¬ 
poise in each direction from a tower and when the width 
of right-of-way dictates parallel counterpoise there is the 
question of the proper distance between the wires. The 
curves of Fig. 21 indicate that the 150-foot spacing lowers 
the resistance a small amount below that of the 10-foot 
spacing. Therefore the spacing should be as large as pos- 
.sible. Usually it is possible to space the counterpoise 
wires at least as far apart as the two outside conductors. 
In general it is possible to space them 40 feet apart, which 
gives approximately the results of the 150-foot curve. 

The fact thnt depth is not a great factor in securing low 



Fig. 22—Resistance toearthof %-inch four-point star counter¬ 
poise plotted for two depths (p ~ 1000 foot ohms). 

Calculated from H. B. Dwight “Calculation of Resistance to 
Ground.” 

Where Z/* length of arm in centimeters. 

*S’-distance wire to image in centimeters. 
a == radius of wire in centimeters. 

leakage resistance for the counterpoise is again illustrated 
in the curves of Fig. 22, calculated for a four-point star 
counterpoise. 

12. Clearances 

Air clearances must be large enough to have as great 
an impulse breakdown as that over the insulation itself. 
That is, in calculating the protection or probability of 
outage of a line it is essential to use the lowest figure of 
impulse-breakdown strength whether it be over the insu¬ 
lator string or whether it be from the conductor to ground 
point. An easy method of checking this for air clearances 
as compared to that of the standard insulator unit is shown 
in Fig. 5. 

13. Arcing Rings 

Arcing rings or arcing horns were once quite popular. 
It was reasoned that if properly designed the 60-cycle arc 
would be kept clear from the porcelain, and also there was 


some belief that the impulse characteristics of the insulator 
string were improved. The use of high-speed clearing of 
faults and improved porcelain have practically eliminated 
the first reason. It is now found that any device that tends 
to prevent cascading of the arc over the insulator reduces 
the impulse strength of the insulator. 

14. Size and Spacing of Insulators 

The standard porcelain insulator is one having a shell 
10 inches in diameter and a spacing of 5^ inches from 
center to center. It is not difficult to increase this spacing 
between discs, and consideration has been given to 
changing the diameter of the porcelain. The impulse char¬ 
acteristics of three different diameters with three different 
spacings are presented in Fig. 23.^^ They show, for instance, 
that 16 insulators, 45<4-inch spacing have a somewhat lower 
impulse strength than 16 insulators with fij'^inch spacing. 
The cost of a power line is, however, determined more by 
the steel than by the number of insulators in the string. 
The 16, 63^^inch spaced units require more steel and great¬ 
er spacings to maintain proper clearances than the shorter 
spaced units. Or, in other words, for a given length of 
insulator string fixed by tower construction the closer 
spaced units will give a higher overall impulse strength. 
Likewise, as the diameter of the insulator is increased the 
impulse strength is slightly increased. Increasing the 
diameter and shortening the spacing naturally increases 
the cost of a given string length. The correct selection 
therefore is a compromise between cost and performance. 
The 10-inch 5^4-spaced units is a satisfactory compromise. 

The flashovcr characteristic curves of Fig. 23 for standard 
insulators do not agree with the standard insulator curves 
of Fig. 5. The curves of Fig. 5 are the accepted curves for 
determining flashover characteristics of standard insulators 
since they are based on more recent laboratory tests made 
since the standardization of laboratory techniques. The 
curves of Fig. 23 should be used only for comparing the 
impulse flashover characteristics of insulators of various 
diameters and spacings. 

15. Wood Construction 

Many forms of wood construction are available. One 
consists of a steel tower, wood crossarms and suspension 
insulators. The wood insulation plus the insulators in¬ 
creases the overall impulse strength. The design factors 
are the same as above except the advantage of wood insu¬ 
lation can be utilized up to the point of the next weakest 
path, which is probably from the conductor to the steel 
tower with conductor swing. In order to arrive at the 
design constants it is necessary only to determine the 
weakest point in the design, convert this into equivalent 
insulators and apply the curves directly. 

The data are equally applicable to all wood construction. 
For example assume a 115-kv H-frame line with the 
dimensions shown in Fig. 24. As in the case of the steel 
design the ground wires must be placed to form an angle 
of 30 degrees or less on the level. If the line is to be on a 
hillside the slope of the hill must be subtracted from the 
30 degrees. The use of a second crossarm to support the 
ground wires as shown in Fig. 24 (a) may save in cost, as it 
allows the use of shorter poles in securing the protective 
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angle. This will act also as a brace and may reduce the 
necessity for elaborate X-braces below the conductors. 
Many combinations are given in the article by Mr. 
Naney.** This fixes the height of ground wire. Seven 
insulators +7 feet of wood is equivalent to 695-H 700 kv 
or a total of 1395 kv where a good average value of wood 
is taken as 100 kv per foot for the long times to flashover. 
For detailed and close designs reference should be made to 
the published data^-'**^. The value B is 7 feet minus 
2 feet or 5 feet in air, which has a minimum impulse level 
of 950 kv when the insulator string is at an angle of 30 
degrees. The total impulse strength for 7 feet of air is 1310 
kv for the insulator in the vertical position. The line 
strength is therefore 950 kv with high wind or 1310 kv 
with no wind and not the strength developed by the wood- 
arm plus the insulators shown above to be 1395 kv. The 
figures, 950 kv and 1310 kv, are the equivalent of 10 in¬ 
sulators or 14}^ insulators respectively. All the design 
features can now be determined. For example, assume the 
line is designed for the full swing of the insulator or an 
equivalent of ten insulators. The clearance from the con¬ 
ductor to ground wire must exceed five feet. Satisfying the 
protective angle assures this clearance. In the example 
discussed above the midspan clearance is 14 feet, under 
normal conditions. Referring to Figs. 4(c and i) and 
assuming that 10 ohm tower-footing resistance is possible. 



(a) Alternate plan using two croesarms permitting use of shorter 
poles to secure 30 degree angle. 



Fig. 25—Design of single pole structures based on direct 
stroke theory. 

the line should be good for 110 000 and 100 000 amperes 
stroke current to tower and midspan, respectively with a 
probability of outage of 0.6 per 100 miles per year for a 
30-storm level. If the construction of Fig. 24 (a) is used 
it might be necessary to use differential sagging, i.e., allow 
the ground wire to sag less than the phase wires to obtain 
adequate clearance at the midspan. Where sleet is a prob¬ 
lem, this construction might not be permissible. In this 
manner a design of wood-pole line can be developed from 
the same curves. The procedure in arriving at dimensions 
for other wood-pole constructions is the same as outlined 
for the H-frame line. 

In considering wood design the splitting of the wood is 
quite serious. The ground wire and down lead protect the 
pole but quite often the crossarms are shattered by the 
stroke. The double croesann, one on either side of the 
pole, eliminates possible dropping of the line but does not 
remove the shattering problem. Well-seasoned wood ap¬ 
parently is not as susceptible to shattering as green wood. 
This is true for poles as well as crossarms. 

The manner of grounding a wood-pole line depends on 
soil conditions and may range from a butt wrap on the 
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pole, to the driving of ground rods, or to some form of 
counterpoise as for a steel line. Wood poles must be guyed 
at comers or angle points. Care must be exercised in the 
location of these as on improperly designed lines an undue 
proportion of outages will be concentrated at these points. 
If it is not possible to locate the guy to give adequate 
clearance, then w^ood strain insulation in the guy should be 
considered with horns used around this wood to eliminate 
splintering. 

The ground wire is effective for lines with operating volt¬ 
ages above 34.5 kv where low ground resistances are se¬ 
cured. The clearances commensurate with the construc¬ 
tion for voltages lower than 34.5 kv are such that the use of 
ground wires are questionable. Here reclosing breakers, 
deion protector tubes and other forms of protection are 
more practical. 


In this type of construction, sometimes called the diverter 
scheme, because up to the point of insulation flashover no 
current flows through the tower, the only stress on the 
insulators is the induced potential up to the point of flash- 
over of the wood pole. Although the construction is very 
effective it does not lend itself to economical line design. 

Another scheme used in connection with substations and 
suggested for lines, is to erect separate steel masts tall 
enough to shield the phase wires from the stroke. This is 
practical only for shielding existing substations or very 
special line cases. It is effective where high ground resist¬ 
ance is encountered. Usually low ground resistance can be 
obtained, which allows the direct connection of the ground 
wires to the steel supporting structures. In this scheme 
no surge current passes through the tower and therefore 
there is no tendency to flash over an insulator string. 


16. Other Forms of Construction 

A short section of line was built with wood separating 
the steel structure from the ground wire. Here the ground¬ 
ing was accomplished by separate guy wires as in Fig. 26. 


IV. PROTECTION BY AUXILIARY DEVICES 

The second method of protection, making use of auxil¬ 
iary devices or non-shielding has been extensively used in 
improving the performance of lines against lightning. Here 
the path of the discharge is controlled and some device 


used to extinguish the power follow arc. 

Several devices have been used, such as lightning ar¬ 
resters, fuse arcing links, and protector tubes. The light¬ 
ning arrester is too expensive for general application and 



Fla. Wallenpaupack-Sieafrled 220-kv line with ground Fig. 27—Protector tubes on steal tower, gg-kv line of the Inter- 

wires d^anina based on diverter principle. state Power Ck>inpany and cross eectloti of a typical tube. 
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Fig. 28—ElemetiU of recovefy voltage. 

Bg —generated voltage, Ig —generated current. 

Br —protector tube voltage, 
natural frequency voltage. 

has not been extensively used. The maintenance of the 
fuses on the arcing rings made their application limited. 
The most popular device at present is the protector tube. 
This device is simple both in construction and in opera¬ 
tion. Basically it consists of a fiber tube with an electrode 
in each ^d and is applied so that the impulse breakdown 
through it is lower than that of the insulation to be pro¬ 
tected. On a transmission tower one tube is often mounted 
bdow each conductor so that the upper electrode is con¬ 
nected to an arc-8hi4>ed horn located the proper distance 
below the conductor, thus forming a series gap with the 
conductor. The lower electrode is solidly grounded. When 
a surge appears on the conductor, the series gap is spanned 
and an arc is formed in the tube between the electrodes. 
The heat of the arc vaporises some of the fiber of the tube 
walls, the resulting neutral gas being expelled violently into 
the arc stream sufficiently deionizing it to prevent the arc 
restriking after the first zero point of the 60 -cycle power 
current. Since the protector tube is the most practical 
auxiliary device available at present, to improve the per¬ 
formance of lines against lightning, this discussion is con¬ 
fined to it. 

17. Theory of Tube Operation” 

Since the protector tubes are to prevent flashover of line 
insulation their discharge voltage must be lower than the 
flashover voltage of that insulation. They must also be 
capable of interrupting the generated follow current. Op¬ 
eration of protector tubes can be more readily understo^ 
by first considering the phenomena involv^ in current 
interruption. After the surge currents are discharged to 
ground, the normal frequency or generated current may 


follow; 80 for satisfactory operation, the protector tube 
must recover its insulation strength after generated-cur¬ 
rent zero faster than the system voltage rises. This can 
best be explained by considering the recovery voltage on a 
simple circuit. 

The circuit shown in Fig. 28 possesses the basic elements 
required to illustrate the transient recovery voltage, fol¬ 
lowing interruption of fault current. This circuit contains 
lumped constants of L, /?, and C in such proportion that it 
will have a natural frequency of oscillation. When a fault 
is placed at F and later removed at a normal-current zero, 
an oscillating voltage appears across the condenser. It is 
composed of the normal-frequency voltage and a voltage 
whose frequency corresponds to the circuit's natural fre¬ 
quency. The simplest method of developing the oscillating 
voltage is to consider the generated voltage and oscillating 
voltage separately. At the instant the fault is removed, the 
voltage across the fault must be zero. This condition of 
zero voltage is satisfied if it is assumed that there is a nat¬ 
ural frequency voltage that appears instantly equal and 
opposite in magnitude to that of the generated voltage. 
The sum of these two voltages Er is therefore the recovery 
voltage of the circuit. The time to crest of the oscillation is 
approximately proportional to y/TC. Therefore if either 
L or C is increased, the time to the recovery voltage crest 
of the natural-frequency oscillation increases. This con¬ 
ception is important as the L of the source and C of the 
line differ for different line conditions. Theoretically, the 
natural-frequency voltage starts equal to tbe generated 
voltage at the instant the fault is removed assuming no 
losses, and oscillates about this voltage as an axis. How¬ 
ever, losses produce damping and this natural-frequency 
component decays at a rate depending upon the losses in 
the circuit. 

When a protector tube discharges lightning and power 
current follows through the tube, it must have the prop- 
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Fig. 29—Elementz of protector tube opeintton. 

A—recovery voltage of complex system. 

B, C, D—protector tube insulation recovery ciuves* 
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erties of changing from a good conductor to a good insu¬ 
lator for satisfactory operation. In any interrupting device 
it takes time to establish the insulating characteristics, 
which are commonly called the insulation recovery char¬ 
acteristics of the device. The interruption therefore starts 
a race between the insulation recovery strength of the 
device and the voltage recovery on the system. Curve A of 
Fig. 29 is the recovery voltage for a more complicated sys¬ 
tem. Instead of having simple oscillations as in Fig. 28 the 
recovery voltage is now a more complicated function of 
time as the result of a succession of traveling waves on the 
line. 

Curves C, and D of Fig. 29 are hypothetical insula¬ 
tion-recovery curves for a protective device. If the pro¬ 
tective device has the characteristics shown in Curve B 
and the system recovery characteristics are as shown in 
Curve A, then the interruption will be satisfactory, as the 
insulation recovery of the device is fa.ster than the voltage 
recovery on the system. On the other hand, if the pro¬ 
tective-device insulation recovery strength is as shown in 
Curve C or Curve/), then the system recovery voltage over¬ 
takes the insulation recovery strength at second or first 
crest, respectively, restriking will take place, and if this 
occurs at more than two consecutive current zeros, the 
operation is in general not considered satisfactory. It is 
therefore possible to predetermine the operation of tubes on 
a system by comparing the insulation recovery strength of 
the tube and the system recovery voltage. 

The protector-tube insulation recovery curves and the 
voltage recovery curves will differ for each current. For 
a given short-circuit current the protector-tube insulation 
recovery curves also are lower with increased bore. Thus, 
if the protector tube, when new, starts with a character¬ 
istic such as shown in Curve By Fig. 30, as it erodes the bore 
will increase and the curve will drop until at Curve C it 
will fail to give satisfactory interrupting characteristics. 



TiMM 

Fig. 30—Effect of eroeion on protector tube operation. 

A —recoveiy voltage of complex system. 

B, C — protector tube insulation recovery. 


For this reason the rate of erosion must be considered in 
protector-tube design. Likewise, the same tube will have 
different insulation recovery curves for different current 
magnitudes. Curve A, Fig. 31, may be insulation recovery 



Fig. 31—Effect of current on recovery voltage of protector tube. 

^—characteristic curve for maximum current—1500 amperes 

B —characteristic curve for minimum current—500 amperes. 

C —characteristic curve for 1000 amperes. 

strength for maximum current, and the insulation recovery 
strength for minimum current might be of the order of 
Curve By of this figure. 

It is important that the system recovery voltage curves 
be compared with the insulation recovery strengths of the 
protective device to see that operation will be correct. The 
following discussion will therefore deal with system char¬ 
acteristics and protector-tube characteristics showing how 
this has been done to arrive at a standard line of protector 
tubes. 

18. Protector-Tube Characteristics 

The requirement that the breakdown voltage of a tube 
must be lower than that of the line insulation naturally 
limits the length of air between the inner electrodes as 
well as limits the length of gap external to the tube, as the 
sum of these two gaps determines the breakdown voltage 
of the device. The external series gap is provided for the 
purpose of withstanding normal impressed voltage to avoid 
possible corona or leakage currents across the protector 
tube itself under normal operating conditions. The im¬ 
pulse breakdown voltage level of protector tubes is best 
shown in the form of volt-time curves. The characteristics 
of a large number of different voltage ratings for the posi¬ 
tive 1^2X40 wave are given in Fig. 32. The volt-time 
characteristic of the protector tube is flatter than practic¬ 
ally all forms of insulators. Thus it can be applied by 
simply comparing the critical voltage of the tube with the 
critical voltage of the insulators to be protected. 

To simplify the application of protector tube, Table 8 
not only shows the discharge level of protector tubes, but 
also includes the minimum string metal-to-metal arcing 
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Pig. 11—Volt-time cuiret of De-ion protector tubee (Poeitive 
lViX4f microeecond wave). 

distance that the tube is expected to protect. These figures 
include a factor of ten percent between the actual discharge 
voltage of the protector tube and the impulse flashover 
voltage corresponding to the dry arcing distance. Suffi¬ 
cient clearance should be provided between the protector 
tube and the structure to which it is attached to be sure 
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oiActual Values wUl vary somewhat, depending on the design and 
mounting of the tube. 

<’>These are recommended minimum series gaps. Under no con¬ 
ditions of operation should the series gap be less than 80% of the 
recommended minimum . 


that lightning flashover will be confined within the pro¬ 
tector tube itself. 

The ability of a protector tube to operate properly is a 
function of the insulation recovery characteristics of the 
protector tube for a fixed short-circuit current. This in¬ 
sulation recovery characteristic varies with the magnitude 
of short-circuit current through the protector tube. These 
properties are illustrated in Fig. 31. Likewise, the insula¬ 
tion recovery for a given current is dependent upon the 
bore. As the bore of the tube increases in diameter the 
clearing characteristics of the tube undergo a change, the 
effect being to lower the insulation recovery characteristics 
of the tube with increased diameter. Likewise, the opera¬ 
tion of the protector tube volatilizes fiber from the tube 
wall with the result that the bore increases with each 
operation. This characteristic necessitates the selection of 
a bore such that after a given number of operations the 
insulation recovery strength of the tube is still high enough 
to permit satisfactory performance. These characteristics 
are illustrated in Fig. 33. 

Actual measurements of the bores of protector tubes 
after years of service show plainly that erosion of the bore 
by rep)eated operation does not seriously affect tube life. 
On one line of one thousand tubes with ratings of 600 to 
2000 amperes none were found** after five years of service 
to have reached the end of their useful life. A similar 
study** on tubes rated at 1000 to 4000 amperes on a 132-kv 
system showed a total of 63 operations in four years but 
measurements of the erosion of the tubes indicated that the 
bore was still within the manufacturing tolerance used at 
the time of assembly of the device. The rate of erosion 
might be considerably increased if used for the protection 
of disconnecting switches or the like where the tube pro¬ 
vides the only path for a long length of line. 



Fig. 83—Effect of eroston on minimum current required for 
Interruption. 

Time to recovery voltage crest 160 percent normal line to neutral 
A —200 microseconds. 

B —600 microseconds. 

C—1000 microseconds. 

D —2000 microseconds. 
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In general, the protector tube can withstand lightning 
stroke currents of 50 000 to 100 000 amperes on the basis 
of a current wave that rises to crest in 10 microseconds and 
decays to half value in 20 microseconds. Experience to 
^te with a large number of tubes shows that the probabil¬ 
ity of failure from lightning is small, allowing the conclu¬ 
sion that the impulse discharge capabilities of protector 
tubes are sufficient to withstand all but the most severe 
direct strokes. 

Experience with modem finishes indicates that the tube 
has good weathering characteristics. The exact perform¬ 
ance will depend on local atmospheric conditions. Period¬ 
ically applying a good paint to the protector tubes in¬ 
creases their weather resistance as well as improves the 
electrical characteristics of the exterior. 

The operation of the protector tube results in the ex¬ 
pelling of ionized gases that must be properly directed to 
avoid flashover from live conductors to ground. Experi¬ 
ence with the application of a large number of protector 
tubes indicate that this is not a serious requirement, and 
can readily be satisfied with the available mechanical set¬ 
tings, and arrangements of tubes. When arranging the 
mounting of the protector tube, care must be taken to 
direct the discharged ionized gases so as to avoid fiashover 
to another phase or to ground. The length of visible flame 
path as a function of the power current and voltage is 
shown in Fig. 34. Obviously, the circuit voltage and the 



Fig. 34—Visible flame patb as a function of power current and 

voltage. 

A —1600 amperes. 

B —2000 amperes. 

C—5000-6000 amperes. 

protector-tube dimensions should be considered when 
establishing the safe strike distance from the gas envelope 
to the object of different potential. Recoil forces must be 
considered when designing the mounting hardware. It is of 
importance that the mounting hardware be designed to 
facilitate ease of installation. 

The normal rating of the protector tube is based on a 
solidly grounded neutral system and any deviation from 
this should be taken into account in the application of the 


device. Likewise, since current is an important factor in 
the correct operation of this device, the maximum and 
minimum current must be calculated for the range of 
system operating conditions. Such calculations should be 
made for the single, double, and three line-to-ground fault 
currents and naturally the corresponding recovery volt¬ 
ages must be evaluated. A number of factors will deter¬ 
mine the magnitude of the currents and the associated 
recovery voltages. For example, the method of grounding 
the neutrals (solid grounding, resistance or reactance 
grounding, or any combination of these), maximum and 
minimum connected capacity (variation in operating con¬ 
ditions), length of connected circuit or lines in miles, rela¬ 
tive location of short-circuit current sources, line configura¬ 
tion and presence of overhead ground wires, tower-footing 
resistance, and protector-tube location. The method of 
making short-circuit calculations will be found in reference 
28 The method of determining recovery-voltage char¬ 
acteristics of systems has also been defined in the printed 
matter*®'For this reason these methods will not be 
reviewed at this time. 

19. Selection of Tube Rating 

In order to facilitate the selection of tubes. Table 9 has 
been prepared. This table shows that if all factors are 
checked for a given application, the selection of the proper 
protector tube is not complicated. The table is prepared 
on the basis of a solidly-grounded neutral system which has 
all sources of short-circuit current solidly grounded. This 
is representative of the type of system found particularly 
at the higher operating voltages. The effect of tower¬ 
footing resistance is to reduce the current and to reduce the 
magnitude of recovery voltages across the tube. This 
resistance reduces the recovery voltage because of the 
improvement of the power-factor in the circuit, which 
means that at current zero or time of interruption, the 
instantaneous fundamental frequency voltage is of lower 
magnitude than for a pure reactive circuit. However, there 
is a lower limit to which the current can be reduced and 
still have successful operation. 

For practical purposes the effect of system neutral re¬ 
sistance is similar to the effect of tower-footing resistance 
discussed above. In cases where both neutral grounding 
resistance and tower footing resistance are encountered, 
they should be considered as being in series. Thus the 
same limits apply as pointed out for solidly grounded sys¬ 
tems with tower-footing resistance alone. If the sum of 
those resistances is such that a single protector tube does 
not have the current range to interrupt both the phase 
currents not limited by resistance and the single line-to- 
ground currents limited by resistance, then the use of four 
protector tubes can be considered where three protector 
tubes of a high current rating are connected in star, and 
the star point connected to ground through a protector 
tube of lower current rating. 

When the system neutral (or neutrals) is grounded 
through reactance, standard protector tubes for solidly 
grounded service can be applied under conditions such 
that the zero-sequence reactance Xo viewed from the 
protector tube locations is not more than three times as 
great as the positive-sequence reactance Xi, When the 
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Table 9—Rbcovbey Voltage Charactmistics for Which 
Tubbb are Designed 


System Kv. 

Min. Miles of Line 

Tube 

Current 

Rating^*^ 

Minimum 

Current 

Maximum Current 

Max. Sig¬ 
nificant 
Crest 

Ist Crest 

Max. Sig- 
nihcant 
Crest 


Max. 

Per¬ 

cent 

Volt¬ 

age 

Time 

Micro- 

Per¬ 

cent 

Volt¬ 

age 

Time 

Per¬ 

cent 

Volt¬ 

age 

Time 

13.8 

10 

300 

1500 

160 

230 

90 

55 

165 

130 



400 

3000 

160 

230 

90 

35 

160 

120 



600 

6000 

160 

200 

90 

25 

160 

120 

23 

15 

300 

1500 

165 

400 

73 

65 

165 

250 



400 

3000 

165 

400 

86 

45 

160 

190 



600 

6000 

165 

400 

94 

30 

158 

190 

34.5 

22.5 

300 

1500 

170 

600 

65 

80 

165 

390 



400 

3000 

170 

600 

85 

60 

159 

270 



600 

6000 

170 

600 

100 

50 

156 

270 

46 

30 

300 

1500 

165 

800 

70 

115 

165 

530 



400 

3000 

165 

800 

90 

80 

159 

370 



900 

6000 

165 

750 

105 

70 

153 

330 

69 

45 

400 

1500 

165 

1100 

85 

180 

165 

800 



600 

3000 

165 

1100 

105 

140 

158 

590 



900 

5000 

165 

900 

115 

100 

149 

490 

92 

60 

400 

1500 

160 

1300 

88 

240 

165 

1070 



600 

3000 

160 

1300 

104 

220 

157 

930 



1000 

5000 

160 

1100 

115 

180 

145 

760 

115 

75 

500 

1500 

160 

1450 

90 

300 

165 

1350 



600 

3000 

160 

1450 

98 ‘ 

300 

156 

1270 



1000 

5000 

160 

1350 

105 

300 

140 

1100 

138 

90 

500 

1500 

160 

1600 

90 

350 

165 

1440 



600 

3000 

160 

1600 

90 

350 

155 

1320 



1000 

5000 

160 

1500 

90 

390 

136 

1250 


(1) Miles listed are the minimum circuit miles of overhead line con> 
nected or equivalent where the line has a single source of short 
circuit current at one end. Cable should be reduced to the equiva¬ 
lent miles of overhead line as indicated in Fig. 35. 

(2) When two sources of short circuit current are available, the 
miles of line in Column 2 should be increased by a factor K, deter¬ 
mined from Fig. 36. If less miles of line between sources arc available 
than required by the use of Fig. 36 but more than shown in Column 2, 
then a detailed calculation is necessary for the application. 

(3) Guide for application when minimum current is limited by 
resistance. 

The minimum current rating which is assigned to standard pro¬ 
tector tubes is based on the short, circuit current through the tube 
being limited predominantly by inductive reactance. The protector 
tubes will actually interrupt currents as low as 85 per cent of their 
m i nim u m nameplate rating for circuits 69 kv and above or 70 per 
cent of their minimum current rating for circuits 46 kv and below, 
where circuit resistance (tube grounding resistance) is included, 
provided the calculated minimum current neglecting all resistance 
is equal to or greater than the tube’s minimum nameplate rating. 

(4) Standard Tubes Operating at Reduced Voltage. 

Where the minimum line-to-ground current of the circuit is below 
the minimum current rating assigned to standard tubes, and the 
insulation of the circuit is high enough to permit the use of a tube 


ratio of JiTo to is greater than this, special consideration 
must be given to the protector tube. However, in many 
cases the protector tube for the next higher voltage rating 
will be applicable. When the protector tubes are used on 
a system using a tuned reactance or using a ground-fault 
neutraliser, the line-to-ground currents should not have 
to be cleared by the tube. Thus protector tubes built for 
line-to-ground voltage can be applied on the basis of the 
line-to-line fault currents only. 

Protector tubes applied on an isolated-neutral system 
must be given special consideration, as the single line-to- 
ground current (charging current) will usually be below 
the minimum current rating for the suggested standard 
tube. In connection with the application of protector 
tubes to isolated-neutral systems consideration should be 
given to the four-tube scheme as such a scheme should ease 
the problem of interrupting charging current. 

To facilitate the selection from a recovery-voltage view¬ 
point the reactance of the various ratings, in combination 
with a given length of line was set down. Column 2, Table 
9, gives the lower limit of line that should be considered 
without making a detailed calculation. Actually however 
the recovery-voltage characteristics given in the last six 
columns should be taken as the limits for the standard 
protector tube and the recovery voltage for a given applica¬ 
tion should be less severe than herewith listed. The four 







Fig. 35—Overhead line equivalent of cable. 

-Single conductor 

-Three conductor 

For paper insulated cable assumed dielectric constant 3.8 (For 
varnished cambric or rubber insulation multiply by 1.35). 
Overhead line equivalent based on positive sequence capacity, 
susceptance of 6.0 micromhos per mile. 


having the next higher voltage rating, this higher voltage protector 
tube will interrupt lower than the listed minimum current. 

To determine the minimum current which the protector tube will 
interrupt when used on a circuit below its voltage rating, multiply 
the normal minimum current rating of the protector tube by the 
ratio of the lower operating voltage on which the device is to be 
used to the normal voltage rating of the protector tube. This lower 
value of current can be considered as Mng limited by reactance 
only and applied in the same way standard tubes are applied. 
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RIGHT ANOue VENT 


CURRENT FROM LARGEST SOURCE IN PERCENT 
OF TOTAL THREE-PHASE FAULT CURRENT 

Fi^. 36—“K” factor for line with two sources. 




DESIGN USING 
TWO PROTECTOR 
TUBES ON WISH¬ 
BONE CONSTRUC¬ 
TION WITH 3 DISC 
INSULATORS. 


( 0 ) 


DESIGN USING 
THREE PROTEC¬ 
TOR TUBES ON 
WISHBONE CON¬ 
STRUCTION WITH 
3 DISC INSULATORS) 


GROUND WIRE 


(b) 



DESIGN USING 
ONE GROUND 
WIRE ON WISH¬ 
BONE CONSTRUC 
TION S 3 DISC 
INSULATORS. 


Fig. 38—^T 3 i>es of protection for wishbone constructed lines. 




Fig. 37—Protection methods for some typical lines. 

notes on the bottom of Table 9 give some rules for applica¬ 
tions for other than standard condition. 

20. Correct Operation 

Protector tubes are designed to withstand one operation 
for tubes rated at 6000 and 6000 amperes, two operations 


for tubes rated at 3000 amperes, and three operations for 
tubes rated at 1500 amperes, at maximum rated current 
with fully offset current wave after which the protector 
tube will be required to clear two operations at minimum 
rated current and with the associated recovery voltage. 
The tube performance is based on interruption of the cur¬ 
rent actually obtained during the one test at maximum 
rated current in less than 1/60 second and the minimum 
rated current in less than 1/40 second. 

The maximum symmetrical nameplate rating in Table 9 
is based on the maximum crest current that the tube will 
stand divided by a factor of not less than 2.5 to take into 
account the effect of asymmetry. The minimum sym¬ 
metrical rms current rating is based on the minimum crest 
current divided by 1.41 to convert to rms amperes. 

Service experience shows that systems using protector 
tubes should not have relay settings less than two cycles. 
Where relays have a shorter operating time, it will be 
necessary to introduce a delay to prevent unnecessary 
circuit outages. The best possible protection is secured 
when all insulation structures on the line are protected. 
When some are not protected, the degree of lightning pro¬ 
tection will be decreased, the degree of protection depend¬ 
ing on span length, insulation strength, ground resistance 
and tube breakdown. 
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Fig. 39—Design of single- and double-circuit pole tops. 


In applying tubes it is necessary simply to observe the 
limits as far as 60-cycle currents are concerned and see 
that the breakdown of the tube is lower than the insulator 
to be protected. Clearances, of course, should be adequate 
to assume that the surge will flow through the tube rather 
than over the insulator structure. A large number of 
arrangements have been used. 

2L The Conductor—A Ground Wire 

On many miles of line now in operation improved per¬ 
formance would be desirable. The construction of Fig. 37 
(d) has been used extensively and the outages will be high. 
In some cases a ground wire is used on the spare space on 
the upper crossarm. Fig. 37 (a), but even with low ground 
resistance there is an even chance that lightning will strike 


the upper conductor instead of the ground wire. The sim¬ 
plest method of correcting this difficulty, if a ground wire 
is present, is to install a protector tube on the insulator on 
the upper crossarm, Fig. 37 (a). The lower arm is now 
shielded and fair performance will be obtained depending 
on the length of crossarm and value of ground resistance. 

If no ground wire is present the cheapest and most ef¬ 
fective method of reconstruction would be to remove the 
upper crossarm, install an insulator on the top of the pole 
with a protector tube as shown in Fig. 37 (b). Again, an 
extension to the pole can be considered as in Fig. 37 (c) 
but usually this is difficult and expensive. Suggestions for 
reconstructing a line built of the wishbone type of con¬ 
struction are given in Fig. 38. 

In building a new low-voltage line where low ground re- 
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Fig. 4 %—Curvet thowing required iocation of protector tubet. 

A —single-circuit pole line. B —double-circuit pole line. 


sistances are expected the construction of Fig. 37 (b) will 
no doubt be the most economical. If high resistances are 
present it will be necessary to use three tubes per pole. 
The spacing of the tubes will be dependent on span length 
and ground resistance. A large amount of line has been 
built in accordance with the construction of Fig. 37 (b). 
The details of construction and the factors used by Public 
Service of New Jersey were covered in a paper Lightning 
Protection of Wood Pole Lines 40-22” by Sels and Goth- 
berg presented at the A.I.E.E. Midwinter Convention, 
1940. Figs. 39 and 40 show the data presented and.are 
given here as they represent practice with which there has 
been experience. Although the curves are applicable for 
the 26-kv circuits they can be used to approximate the de¬ 
sign proportions for lines up to 66-kv as the only difference 
would be in the pin-type insulation used. As the curves 
show, the lower the ground resistance, the more effective 
the scheme. The curves in Fig. 4 can also be used for esti¬ 
mating the possible performance on the basis that the 


upper wire is a ground wire. Fig. 41 illustrates a number 
of methods of mounting protector tubes. 
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I NSULATION coordination is the correlation of the in¬ 
sulation of electrical equipment and circuits with the 
characteristics of protective devices such that the in¬ 
sulation is protected from excessive overvoltages. Thus in 
a substation the insulation of transformers, circuit break¬ 
ers, bus supports, etc. should have insulation strength in 
excess of the voltage levels that can be provided by pro¬ 
tective equipment such as lightning arresters and gaps. 
The determination of the economic relationship between 
the impulse strength of equipment insulation and pro¬ 
tective voltage level provided by protective devices has 
received and continues to receive a great amount of study. 

The basic concept of insulation coordination is illustrated 
in Fig. 1. Curve A is the demonstrated impulse strength 
of the insulation on a piece of electrical equipment which 
in operation is exposed to the hazards of lightning surges. 
Curve B is a protective level afforded by a valve type 
lightning arrester. Thus any insulation having a withstand 
voltage strength in excess of the insulation strength of 



Fig. 1 —Protection of insulation with characteristic of **A*’ by 
protective device with characteristic of “B.” 

Curve A is protected by the protective device of Curve B. 
To protect insulation from excessive voltages the pro¬ 
tective device must have a lower breakdown voltage. 

The insulation of electrical equipment in a station or 
substation is subject from time to time to momentary over¬ 
voltages that may be causecl by system faults, switching 
surges or lightning surges. Except for special ca8ses, over¬ 
voltages caused by system faults or switching do not cause 
damage to equipment insulation although they may be 
detrimental to protective devices. Overvoltages caused by 
lightning are of sufficient magnitude to flashover or break¬ 
down equipment insulation and are therefore the most 
troublesome and of greatest concern to the manufacturers 
and operators of electrical equipment. Great strides have 


been made during the past 20 years in improving the de¬ 
sign of power systems and equipment with the result that 
failure of major electrical equipment insulation is rare. 

The problem of- providing insulation properly coordi¬ 
nated with protective devices involves not only guarding 
the equipment insulation, but also the protection of the 
devices themselves. To prevent damage to an arrester or a 
protector tube, each should be applied on a system in such 
a way that it will discharge the excessive voltage safely to 
ground after w^hich it will cease to carry current to ground. 
Thus the arrester or tube must protect the equipment 
insulation and be capable of restoring itself as an insulator 
against whatever system voltages might exist across it to 
ground. The voltage to ground is determined for a system 
of given voltage largely by the method used for system 
grounding, the maximum voltage to ground usually being 
during the existence of a phase-to-ground fault. Rod gaps 
do not seal off after being flashed over and therefore the 
circuit must be disconnected from the system to clear gap 
breakdowns. 

L HISTORY 

Coordination of insulation was not given serious con¬ 
sideration until after the first World War, mainly because 
of lack of information on the nature of lightning surges and 
the surge strength of apparatus insulation. Since concrete 
data were lacking on the actual surge strength of insulation 
or the discharge characteristics of protective equipment, 
early attempts at coordination were rule-of-thumb methods 
based on experience and individual ideas. The result was 
that some parts of the station were over-insulated while 
others were under-insulated. Also, the gradual increasing 
of line insulation in an attempt to prevent line flashovers 
subjected the station equipment to more severe surges; 
and in many cases line flashovers were eliminated at the ex- 
pen.se of apparatus failures. Growth of power systems, de¬ 
mands for improved power service, and more economical 
system operation focused more and more attention on the 
problems of surge voltages, adequate insulation, and its 
protection. 

Thus during the period from about 1918 to 1930 con¬ 
siderable work was done by individual investigators and 
laboratories in collecting data on natural lightning and in 
developing insulation testing methods and technique. 
Although progress was seemingly slow, it resulted in a fair 
knowledge of the nature of lightning surges and the estab¬ 
lishment of universal surge producing and measuring de¬ 
vices. Very little correlation between laboratories was 
attempted during that period. 

In 1930, the NEMA-NELA Joint Committee on Insu- 
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lation Coordination was formed to consider laboratory 
testing technique and data, to determine the insulation 
levels in common use, to establish the insulation strength 
of all classes of equipment, and to establish insulation 
levels for various voltage classifications. After ten years 
of study and collection of data this schedule was fairly well 
completed. Numerous articles in trade magazines show 
the results. In a report dated January 194P, the com¬ 
mittee, now known as the Joint AIEE-EEI-NEMA Com¬ 
mittee on Insulation Coordination, rounded out the pro¬ 
gram by specifying basic impulse insulation levels for the 
different voltage classifications. 

Test specifications for apparatus are prepared on the 
basis of demonstrating that the insulation strength of the 
equipment will be equal to or greater than the selected 
basic level and the protective equipment for the station 
should be chosen to give the insulation meeting these 
levels as good protection as economically justified. 

11. BASIC INSULATION LEVELS 

Several methods of providing coordination between in¬ 
sulation levels in the station and on the line leading into 
the station have been offered. The best method is to 
establish a definite common level for all the insulation in 
the station and bring all insulation to or above this level. 
This limits the problem to three fundamental requirements, 
namely, the selection of a suitable insulation level, the 
assurance that the breakdown or flashover strength of all 
insulation in the station will equal or exceed the selected 
level, and the application of protective devices that will 
give the apparatus as good protection as can be justified 
economically. 

Data collected from utility systems during the early 
work on insulation coordination provided existing insula¬ 
tion levels. The data collected (60-cycle wet flashover 
characteristics measured in terms of equivalent gap spac¬ 
ing) fell within well defined limits. The upper limit cor¬ 
responded to about ten times at the upper end of the 
curve and to about six times Eq at the lower end of the 
curve, En being the system voltage-to-neutral. The lower 
limit lay on a curve about four times En for systems 46 kv 
and below and about three times for systems 69 kv and 
above. These data together with impulse characteristics 
of insulation obtained in the field and laboratory provided a 
basis for establishing insulation levels. Impulse test lev¬ 
els, in terms of inches of gap, were therefore, selected that 
represented a medium between the upper and lower limits 
defined above and that fell within the scope of available 
protective devices. As laboratory technique improved so 
that different laboratories were in close agreement on test 
results, the test levels were expressed in kilovolts corre¬ 
sponding to the test gaps, based on a 1J4X40 microsecond 
positive wave, which is illustrated in Fig. 5(a). The basic 
levels were expressed on a 50-50 flashover basis, that is, 
values in kv crest corresponding to gap spacings giving 
50 percent flashover and 50 percent full wave when sub¬ 
jected to 1HX40 positive impulse. Recognizing that it 
was not practical to subject most types of apparatus to 
a series of flashover tests to demonstrate their insulation 
levels, a minus tolerance of five percent was allowed in 
the definition of basic levels to permit a practical test 


Table 1—Basic Impulse Insulation Levels 


Column 1 

Column 2 

Column 3 

Reference 

Standard Basic 

Reduced 

Class 

Impulse Level 

Insulation Levels 

Kv 

Kv 

In Use-Kv 

1.2 

30* 45t 


2 5 

45* 60t 

... 

6 0 

60* 75t 


8.7 

75* 95t 


15 

95* not 


23 

150 


34 6 

200 


46 

250 


69 

350 


92 

450 


115 

550 

450 

138 

650 

550 

161 

750 

650 

196 

900 


230 

1050 

900 

287 

1300 


345 

1550 



♦For diatribution class etiuipment. 
tFor power class equipment. 


demonstration of acceptability of equipment. Finally, 
in January, 1941^ the Joint AIEE-EEI-NEMA Com¬ 
mittee adopted basic insulation levels (Table 1) in terms 
of withstand voltages according to the following definition: 

^‘Basic impulse insulation levels are reference levels expressed 
in impulse crest voltage with a standard wave not longer than 
13^^X40 microsecond wave. Apparatus insulation as demon¬ 
strated by suitable tests shall equal to or greater than the 
basic insulation level.^^ 

This requires that apparatus conforming to these levels 
shall have a withstand test value not less than the kv 
magnitude given in the second column of Table 1. It was 
also understood that apparatus conforming to these re¬ 
quirements should be capable of withstanding the specified 
voltage whether the impulse is positive or negative in 
polarity. Atmospheric conditions at time of test should 
be taken into consideration. 

The values in Table 1, column 2 were selected initially 
as the standard basic impulse insulation levels (BILs) to 
be applied regardless of how the system was grounded. 
Systems ungrounded or grounded so as to allow full dis¬ 
placement of the neutral during line-to-ground faults re¬ 
quire lightning arresters based on the full line-to-line volt¬ 
age of the system. If the system is grounded solidly or so 
as to limit the line-to-ground voltage during ground faults 
iXo/Xi^3) the so called 80-percent arrester can and has 
been used. Thus in some of the voltage classes of 115 kv 
and above a number of systems have used, with solid 
grounding, equipment having insulation with BILs one 
class lower, as shown in Table 1, column 3. 

On some solidly-grounded systems where the ratio X^/Xx 
is equal to about one or less, the one class lower BIL has 
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been used with 75 percent arresters with satisfactory expe¬ 
rience. As a result of this experience, better overall under¬ 
standing of the problem, and the economy of reducing 
BIL in the higher voltage classes, particularly on trans¬ 
formers, the Joint AIEE-EEI-NEMA Committee on In¬ 
sulation Coordination is studying the possibility of re¬ 
ducing the BIL figures (for AV-Vi^l.O) to lower values 
than those showm in Table 1, column 3. Another reason 
for giving serious consideration to reducing the BIL for 
solidly-grounded systems is that there are many old trans¬ 
formers in service with insulation levels below that given 
in Table 1, column 3 which have given twenty or more 
years of service without failure. Thus, since the first group 
of BILs was adopted in 1941, the manner in which the 
system is grounded has been brought into the picture with 
the result that lower BIL equipment can be protected, 
thereby enabling systems to be built to do the same job 
at less cost. 

1. Selection of Basic Impulse Insulation Level 

The basic impulse insulation level should bo selected 
which can be protected with a suitable lightning protective 
device. The best protection is provided by modern type 
lightning arresters. The spread or margin between the 
BIL and the protective device, allowing for manufacturing 
tolerances, is an economic consideration that must balance 
the chances of insulation failure against the cost of greater 
insulation strength. When using lightning arresters the 
economic factor may be one of greater risk to the arrester 
than to the equipment insulation. The arrester can be 
applied so that it will protect the insulation but may under 
certain extreme conditions, usually unlikely, be subjected 
to sustained rms overvoltages against which it cannot re¬ 
cover. Practice has been to apply arresters so that they 
have an rms voltage rating of at least five [Percent above 
the maximum possible rms line-to-neutral voltage under 
any normal or expected fault condition. The BIL of the 
equipment insulation must therefore be higher than the 
maximum expected surge voltage across the selected 
arrester. 

To illustrate one method for selecting the BIL of a trans¬ 
former to be operated on a 138-kv system, assume the 
transformer is of large capacity and wye connected on the 
138-kv side. The transformer is solidly grounded and the 
impedance ratios at the transformer terminals are such 
that Xo/Xi=:2.0; «o/Ai=1.0, iei/A,-0.1, and 

X\^X%. For these conditions the maximum voltage to 
groimd at the transformer terminals during any type of 
system fault for any fault resistance is 74 percent of nor¬ 
mal phase-to-phase voltage as obtained from Fig. 29 (b). 
Allowing five percent for system overvoltage, the arrester 
rms voltage rating should be (1.05) (74) or 77.7 percent 
which is (77.7) (138) or 107.2 kv. Thus an arrester of 
109 kv, which is the closest standard rating, would be rej- 
quired. Curve A in Fig. 2 is the characteristic of a 109-kv 
station valve-type arrester for an assumed 10X20 micro¬ 
second wave of 5000 amperes and a plus tolerance of 15 
percent on the average impulse sparkovor and a plus tol¬ 
erance of 10 percent above the average drop across the 
arrester. Assuming a 15 percent margin plus 35 kv between 
the 400 kv and the required BIL of the transformer insu- 



FiiJ. 2—Coordination of transformer insulation with arrester 
characteristic. 

Curve A—10‘J-kv station-type SV arrester—maximum voltage 
for 5000-ampere 10 x 20 current wave. 

Curve B—Transformer insulation withstand characteristic. 

lation gives 495 kv. Since this value is under the standard 
of 550 kv, this value can be applied shown on Curve B 
of Fig. 2. Btised on the recommended application values 
for voltage drop across the 109-kv arrester for a 5000- 
ampere surge 388 kv instead of 400 kv can be used, which 
gives additional margin of protection in 95 percent of 
the cases. 

Direct lightning strokes in general have a high rate of 
voltage rise (1000 to 10 000 kv per microsecond) and high 
current values (5000 to 200 000 amperes). Such strokes 
may occur at any point on exposed structures whether 
they are lines or stations. The severity of the surges on 
station insulation and protective devices largely depends 
on whether or not adequate shield wires are placed above 
the structures to intercept the lightning and conduct it to 
ground. Without overhead ground wires at stations, direct 
strokes may damage protective devices, thus heaving equip¬ 
ment insulation without adequate protection. Surges that 
originate as direct strok(?« on the lino and propagate into 
a station are by far the most common, but are generally 
easily by-passed to ground by the lightning-protective de¬ 
vice. Overhead ground wires above open-wire circuits re¬ 
duce the number of strokes that reach the phiise conduc¬ 
tors as discussed in Chapter 17. 

The nature of lightning strokes and the propagation of 
surges are explained in detail in Chaps. 15 and 16. The 
characteristics of traveling surges at the station depend 
upon the nature of the direct stroke as it originates on 
the phase conductors, the distance between origin and 
station, the insulation and electrical characteristics of the 
line, and the capacitance of the equipment in the station. 
The surge is attenuated as it travels by corona loss and 
skin effect, and is distorted by reflection at the station. 
The capacitance of the station equipment charged through 
the inductance of the line from the point where the surge 
originates to the station has the effect of sloping off the 
front of the surge wave. 

The magnitude of the surge voltage that can be im¬ 
pressed on electrical equipment is not determined by the 
system operating voltage so there is some argument against 
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associating impulse levels directly with operating voltages. 
However, low-voltage lines are not as highly insulated as 
higher voltage lines so that lightning surges coming into 
the station would normally be much less than in a higher 
voltage station because the high-voltage surges will flash 
over the line insulation and not reach the station. Also, 
the lower operating voltage permits the use of protective 
devices with lower discharge characteristics. The insula¬ 
tion necessary for high operating voltages inherently 
provides high impulse strength. The impulse levels shown 
in Table 1, therefore, can be obtained with the correspond¬ 
ing operating voltage class without exceeding reasonable 
design proportions. 

III. SURGE TESTING 

The determination of the impulse strength of the various 
insulations is generally done by an adaptation of the surge 
generator devised by Dr. Emil Marx in Germany. It con¬ 
sists essentially of a group of condensers, spark gaps, and 
resistors so connected that the condensers are charged in 
parallel from a relatively low-voltage source and dis¬ 
charged in series to give a high voltage across the test 
piece. 

The only oscillograph available until quite recently for 
measuring waves of as short duration as lightning surges 
was the cathode-ray oscillograph devised by Dufour. This 
oscillograph was improved by Norinder through the addi¬ 
tion of a simple cathode-ray beam control, and today this 
oscillograph is widely used in this country and others. In 


the Norinder device, the wave shape is recorded on the 
film in its entirety. 

A typical diagram of impulse-testing equipment is shown 
in Fig. 3- The capacitors, usually rated 100 kv each, 
making up the surge generator are charged in parallel 
through resistors. When the charge on each condenser 
reaches the predetermined breakdown voltage of the sphere 
gaps separating the condensers, the sphere gaps flash ovei 
thereby connecting all the condensers in series. One ter¬ 
minal of the capacitor bank is normally grounded. The 
other terminal must be insulated from ground to with¬ 
stand the full magnitude of the discharge voltage. A volt¬ 
age impulse of either positive or negative polarity can be 
obtained by connecting the charging circuit to give the 
desired polarity. The potential divider shown supplies a 
reduced voltage to the oscillograph proportional to the 
test voltage. 

The shape of the impulse wave applied to the test speci¬ 
men is determined by the constants (resistance, induct¬ 
ance, and capacitance) of the discharge circuit, some of 
which are inherent in the capacitors and leads and some 
of which are added externally. A typical laboratory in¬ 
stallation of impulse-testing equipment is shown in Fig. 4. 

2. Wave Shape 

It became evident in the early stages of surge testing 
that it would be necessary to standardize on test wave 
forms in order to establish insulation levels on a common 
basis. The accepted designation of defining the impulse 





Fig. 3—Typical diagram of impulse testing equipment. 
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Fig. 4—Typical Impulse laboratoiy. Sharon Works o^ West- 
in^ouse Electric Corporation. 

wave shape is to give the time in microseconds for the 
impulse to reach crest followed by the time in microseconds 
for the wave to reach half magnitude. Fig, 5 (a)^ 

For practical reasons a virtual zero time point is estab¬ 
lished at 0i and determined by a line drawn through the 
0,ZE and 0.9^ points in the wave front. For example, 
a 1§X40 microsecond wave would have an OiXi value of 
1J microseconds and an 0ia:4 value of 40 microseconds. In 
transformer testing where the time to crest is not easily 
determined, it is taken as two times the interval between 
the 0.3E and 0.9E points on the wave front, that is 2 x 2 X 3 . 

The 1X5 and 1X10 microsecond waves, and other wave 
shapes, have been used occasionally in testing insulation. 


However, the 1}X40 microsecond wave, either pooIvIvO 
or negative, has now been accepted as standard because 
it simulates the more severe full wave lightning surges and 
because it can be obtained rea,dily with the surge genera¬ 
tor. The effect of lightning surges of shorter duration can 
be simulated with this wave by chopping at short times. 

3. Volt-Time Curve 

The breakdown voltage of insulation or the flashover 
voltage of a gap, particularly the latter, will vary with 
the length of time voltage is applied. The so-called volt¬ 
time curve is a graph of crest flashover voltages plotted 
against time to flashover for a series of impulse applica¬ 
tions of a given wave shape. The construction of the 
volt-time curve and the terminology associated with im¬ 
pulse testing are shown in Fig. 5 (b)^ The critical or 
minimum flashover voltage is the crest voltage of the wave 
that will just cause flashover on the tail of the wave, that 
is, it will cause flashover for 50 percent of the applications, 
and for the other 50 percent of the applications there will 
be a full wave (no flashover). 

The figure also show^s the relation of the critical with¬ 
stand voltage. To obtain the magnitude of the voltage, 
the applied voltage is reduced to just below the disruptive 
discharge of the test specimen. The rated withstand volt¬ 
age is the crest value of the impulse wave that the appa¬ 
ratus will ‘stand w ithout disruptive discharge. 

4. Effect of Atmospheric Conditions 

The flashover characteristics of insulation in air varies 
with atmospheric conditions. In general, flashover volt¬ 
ages vary inversely with temperature, directly with baro¬ 
metric pressure, and directly w ith absolute humidity. Test 
data obtained under various actual weather conditions are 
usually corrected to the American standard conditions 
which are: 

Temperature, 77®F. 

Barometric pressure, 29.92 inches of mercury 

Humidity, 0.G085 inches of mercury 



(a) An impulse testing wave illustrating methods of designating significant cliaracteristics of the wave, (b) Series of impulse waves 
illustrating the terminology and definitions associated with impulse voltage testing. 
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Fi^. 6--Huinidlty correction factors for flashover voltages of 
gaps, insulators and bushings, based on data from several 
laboratories. 

Temperature and barometric pressure are usually com¬ 
bined into a single factor known as relative air density 
according to the following relation which is unity for 
standard atmospheric conditions: 

_ , . . _ . 17.95 X Bar. Pressure (inches) 

Relative Air Density =- . r.. -- 

4G0+dcmp. F. 

The chart shown in Fig. 6^ has been accepted, based 
on an accumulation of test data, as giving correction fac¬ 
tors for humidity conditions. The measured test voltage 
is then corrected by dividing by the relative air density 
defined above and multiplying by the humidity factor 
obtained from these curves. 

Table 2 —Tentative AIEE Standard on Insulation Tests 
FOR Indoor Air Switches, Insulator Units and Bus Supports 
Withstand Voltage—Kv 


Fig. 7—Impulse flashover characteristics of standard rod gaps. 
Long spacings for x 40 wave at 77°F., 30-inch barometric 
and 0.6085-inch vapor pressure. 

(a) Positive waves. 

(b) Negative waves. 

The AIEE-EEI-NEMA Subcommittee on Correlation 
of Laboratory Data have published a paper giving a sum¬ 
mary of recommended standard definitions and methods 
applying to high-voltage testing^. These recommendations 
are now generally followed by the industry. 

5. Flashover Characteristics of Rod Gaps and In¬ 
sulators 

Because of laboratory differences in test results on ap¬ 
paratus insulation in the early days of impulse testing, the 
rod gap was selected as a yard stick of insulation strength. 
Because different types of gaps gave different results, a 




_iSiaAOUJ-- 



*The 16 L ratiiiK intended to match other apparatus on which the 86-95 test 
level is specified. 


SPACING-INCHES SPACING-INCHES 

(0) lb) 

Fig. 8—Impulse flashover characteristics of standard rod gaps. 
Short spacings for IVi x 40 wave at 77'’F., 30-inch barometric 
and 0.6085-inch vapor pressure. 

(a) Positive waves. 

(b) Negative waves. 
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Table 8—Tentative AIEE Standard on Insulation Tests for 
Outdoor Air Switches, Insulator Units and Bus Supports 
Withstand Voltage—Kv 


Impulse 

1 5X40 Full Wave 
(Pos. or Neg.) 


Low Freq. 

1 Min. 
(Dry) 

Low Freq. 

10 Sec. 

(Wet) 

36 

30 

50 

45 

70 

60 

95 

80 

120 

100 

175 

145 

225 

190 

280 

230 

335 

275 



imnnH 

BBBB 


HBBB 

IHHHH 

lIBBB 

I1BBB 

« 

BIBB 


■i^amnw 

Bt™ 


81 ^ 



BBBBI 

■■■nsssHBHni 





10 ZO 30 40 50 60 70 80 90 

SPACING-INCHES 

Fig. 10—Silty-cycle and critical impulse flashover voltages of 
standard rod gaps, averaged by the AIEE, EEI, NEMA Sub¬ 
committee from results of tests from several laboratories. 




standard gap was established. The following defines the 
standard rod gap‘. 

‘^The rod gap shall consist of two, 0.5 inch square-cornered 
square-cut rods spaced co-axially and overhanging their sup¬ 
ports at least one-half the gap spacing. The rods shall he 
mounted on standard apparatus insulators giving a height of 
gap above the ground plane of 1.3 times the gap spacing plus 
four inches, with a tolerance of ± 10 percent.’’ 

Laboratory technique is now developed to the point that 
apparatus insulation levels can be expressed in terms of 
voltage. However, the rod gap is still sometimes used 



Fig. 11—Impulse flashover characteristics of suspension insu¬ 
lators for 1^^ z 40 waves at 77^F., 30-inch barometric and 
0.6085-inch vapor pressure. Relative air density »1.0. 

(a) Positive waves. 

(b) Negative waves. 
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SO 4 e 12 16 

MICROSECONDS TO FLASHOVER 
(0) (b) 

Fig. 9—Impulse flashover characteristics of 40-inch standard 
and vertical rod gaps, wet and dry, for IVi z 40 waves, water 
0.2 in. per min., 1350 ohms per cubic inch. 

(a) Positive waves. 

(b) Negative waves. 

A—Average curve for standard rod gaps. 

B—^Test curve for 40-inch standard gap. 

C—Standard gap, wet test. 

D—Vertical gap. 

E—Vertical gap, wet test. 



^ 4 6 8 10 12 14 16 18 20 

UNITS 

Fig. 12—Sixty-cycle flashover of suspension insulators shown 

in Fig. 11. 

Dry: relative air density ■■ 1.0. humidity •0.6085. 

Wet: precipitation-0.2 in. per min. 

resistance of water-7000 ohms per cubic inch. 
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Fig. 13—Impulse flashover characteristics of particular types of apparatus insulators on positive and neaative iVi z 44 waves 

at standard air conditions. 

(a) 7.5 kv class. (c) 23 kv class. (e) 46 kv class. 

(b) 15 kv class. (d) 34.5 kv class. (f) 69 kv class. 


so that information on its flashover characteristics is 
useful. 

Suspension and apparatus insulators play an important 
part in the coordination of station equipment, not only in 
establishing the insulation level but also in determining 
the magnitude of surges entering the station. Suspension 
insulators are generally made up of at least three ten- 
inch units in a string, spaced 5} inches apart. Apparatus 
insulators can be either the pedestal type or the so-called 
post type. 

A complete resume of impulse and 60-cycle flashover 
characteristics of rod gaps and insulators was published 
by P. H. McAuley®. For convenience some of these data 
are reproduced in Figs. 7 to 17. Figure 9 is of particular 
interest in that it shows the effect of mounting and at¬ 
mospheric conditions on the flashover characteristics of 
rod gaps. 

The voltage distribution across strings of standard sus- 



14—Impulse flashover characteristics for 88 kv class, 
3-unlt column for positive and negative 1% z 40 waves at 
standard air conditions. 


pension insulators of various lengths is given in Fig. 18. 
The data for 10 to 18 insulators were obtained by labora¬ 
tory tests by Sorensen** **. 

Table 2 gives data from a Tentative AIEE standard 
on the 60-cycle and impulse withstand characteristic for 
indoor air switches, insulator units and bus supports. 
Table 3 gives similar data for corresponding outdoor in¬ 
sulation. 



Fig. 15—Impulse flashover characteristics of two to seven 
units, apparatus insulators, for 1^^ z 40 waves at standard 
air conditions. 


(a) Positive waves, 
(h) Neastivo wavu^. 
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Pig. 16 —Impulse flashover characteristics of particular sizes of pin type insulators for positive and negative IVi > 40 waves at 

standard air conditions. 


Since the voltagc'-lime curves for various types of insu¬ 
lators arc not available from the standards, the curves in 
Figs. 1.3, 11, l.j, 10, and 17 arc given even though some 



MICROSECONDS TO FLASHOVER 

Fig. 17—Impulse flashover characteristics of line-post insula¬ 
tors for positive and negative z 40 waves at standard air 
conditions. 


of the insulators shown do not meet the re<|uired impulse 
withstand voltage. 

6. Impulse Characteristics of Transformer Insu¬ 
lation 

Because a power transformer is usually the most expen¬ 
sive equipment in a station and because its failure may 
mean a lengthy and costly outage, it is investigated most 
critically from an insulation standpoint. 

The impulse level of a transformer can bo determined 
by the breakdo^vn voltage of the major internal insulation 
(insulation to ground), the breakdown voltage of the minor 
insulation (insulation between turns and windings), and 
the flashover voltage of the bushings, or a combination 
of these. The impulse characteristic of the internal insu¬ 
lation in a transformer differs from flashover in air in two 
main respects. First of all, the impulse ratio (the ratio 
of minimum breakdown on impulse to breakdo>\m on 00- 
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Fig. 18—Power-frequency voltage across each unit in an insu¬ 
lator string starting with insulator No. 1 on the grounded end 
of the string. Insulator No. 5 in a string of 10 has 7 percent 
of the total string voltage. (Without grading rings except 
where noted.) 


cycle peak) is higher, being from 2.1 to 2.2 for trans¬ 
former insulation, whereas, it is 1.5 or less for rod gaps, 
insulators, bushings, etc. Secondly, the impulse break¬ 
down of transformer insulation does not vary as much 
with time as seen from a typical volt-time curve, shown 
in Fig. W. After three microseconds the breakdown volt¬ 
age is substantially constant. 

The insulation stress between turns or between coils 
in a transformer is dependent largely upon the steepness 
of the surge wave front. It may be further aggravated by 
oscillations within the transformer or by a ‘'piling up'' of 
the surge voltage in a small portion of the winding. (See 
Fig. 20^.) Modem transformers are designed, however, so 



^ig* If—Volt-time curve of typical major ineulation in trane> 

formers. 


that the minor insulation meets all the requirements of 
applied impulse tests. To demonstrate this, modem trans¬ 
formers usually must be capable of passing a chopped wave 
test of a higher voltage crest than the full wave test. This 
chopped wave is produced by flashover of a gap or bushing 
in parallel with the transformer insulation. The standard 
impulse tests for transformers, regulators, and reactors for 
the different voltage classifications as standardized by the 
American Standards Association C 57 are as follow's: 

Standard impulse tests consist of two applications 
of a chopped wave followed by one application of a 
full wave. Either positive or negative waves may be 
used. 

(a) Chopped-Wave Test 

(1) For this test, the applied voltage wave shall 
have a crest voltage and time to flashover in 
accordance with Table 4. 

(2) The chopped wave shall be obtained by flash- 
over of a suitable air gap. 



MICROSECONDS 


Fig. 21—Typical volt-time curve of transformer winding and 
bushing (heavy soiid line represents the overall volt-time 
curve of transformer, to be used when protecting against 
lightning surges). 
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Table 4—Standard Impulse Tests for Transformers. Regu¬ 
lators, AND Rea<'tors 

Impulse Tests 

Oil-Type Transformers 500 Oil-Type Transformers over 
Kvaor 1^88—Oil-Type In- 500 Kva — Oil-Type Reg- 

strument Transformers— ulating Transformers — 

Oil-Type Constant-Cur- Oil-Type Current Limit- 

rent Transformers—Step ing Reactors—Step and 

and Induction Voltage Induction Voltage Hegu- 


Insula¬ 
tion 
('la.88— 

Regulators 250 
1^88 Single-Phase 

Kva or 
and 750 

lators Over 250 Kva Sin¬ 
gle-Phase and Over 750 

Kva 01 

r Less Thrc 

c-Phase 

Kva Three-Phase 


Kv 

Chopped Wave 

Full 

Wave 

Chopped Wave 

Full 

Wave 



Min 



Min 




Time 



Time 



Kv 

to Flash- 

Kv 

Kv 

to Flash- 

Kv 


Crest 

over in 

Crest 

Crest 

over in 

Crest 



Micro- 



Micro- 




seconds 



seconds 


1 2 

36 

1 0 

30 

54 

1 5 

45 

2 5 

54 

1 25 

45 

^ 69 

1 5 

60 

5 0 

69 

1 5 

60 

88 

1 6 

75 

8 (i6 

88 

1 6 

75 

1 no 

I 8 

j 95 

15 

no 

1 8 

95 

130 

2 0 

' no 

25 0 

175 

3 0 

150 

175 

3 0 

150 

34 5 

230 

3 0 

200 

230 

3 0 

200 

4() 0 

2fK) 

3 0 

250 

290 

3 0 

250 

f)J) 0 

400 

3 0 

350 

400 

3 0 

350 

U2 

520 

3 0 

450 

520 

3 0 1 

450 

115 

630 

3 0 

550 

630 

3 0 

550 

138 

750 

3 0 

650 

750 

3 0 

660 

161 

865 

3 0 

750 

865 

3 0 

750 

196 

1035 

3 0 

900 

1035 

3 0 

900 

230 

1210 

3 0 

1050 

1210 

3 0 

1050 

287 

15(X) 

3 0 

1300 

1500 

3 0 

1300 

345 

1785 

3 0 

1550 

1785 

3 0 

1550 


(b) Full-Wave Test 

For this test, the applied voltage wave shall 
have a crest value in accordance with Table d. 

(c) Excitation During Impulse 

During the impulse test if the transformer is 
excited at normal voltage and frequency, the 
impulse shall be timed within 30 electrical de¬ 
grees of the crest of the normal frequency volt¬ 
age of opposite polarity. 

The test values for the different voltage classifications are 
shown in Table 4. 

Since the bushing represents a vital portion of the trans¬ 
former insulation, its impulse flashover must be carefully 
considered in establishing the transformer insulation lev¬ 
els. The standard withstand voltage tests for apparatus 
bushings as given in ASA C 76 Standard 1943 are listed 
in Table 5. 


Table 5—Standard Withstand Test Voltages for Apparatus 
Bushings 


Insula- 

Low Frequency Test 

RMS Kv (2) 

Impulse Test 

1 6X40 Micro¬ 
second Full Wave 
Crest Kv (2, 4) 

Outdoor Bushings 

In¬ 

door 

(7) 

Bush- 

Outdoor 

Bushings 

door 

(7) 

tion 

Classifi¬ 

cation 

a) 

KV 

Large Small 

Apparatus Apparatus 
(5) (6) 


1 Min 10 Sec 1 Min 10 Sec 
Dry Wet Dry Wot 

ings 

1 Min 
(3) 
Dry 

Bush- 

Large Small ings 
(5) (6) 

Ap- Ap- 
para- para- 

tus tus 

1 2 

10 6 


30 

2 5 

21 20 15 13 

20 

60 45 45 

5 0 

27 24 21 20 

24 

75 60 60 

8 7 

35 30 27 24 

30 

95 75 76 

15 

60 45 35 30 

50(8) 

no 95 110(8) 

23 

70 60 70 60 

60 

150 150 150 

34 5 

95 80 95 80 

80 

200 200 200 

46 

120 100 120 100 


250 250 

69 

175 145 175 145 


350 350 

92 

225 190 225 190 


450 450 

115 

280 230 280 230 


550 550 

138 

335 275 335 275 


650 650 

161 

385 315 385 315 


750 750 

196 

465 385 465 385 


900 900 

230 

545 445 545 445 


1050 1050 

287 5 

680 555 680 555 


1300 1300 

345 

810 665 810 665 


1550 1550 


(1) Bunhings of a given insulation chiMsifiration arr in general recommended for ap>- 
parutua having a rating up to and iiu-Iuding the maulation claaaification of the 
buahing and may be uaed for appiiratu» of a higher voltage rating when ade- 
(luatc for the particular application. 

(2) All values are withstand lest values without negative tolerance. 

(3) Wet teat values are not assigned to indoor hu.shmgs. 

(4) Kither positive or negative waves may la? used whiehev'or gives the lower value. 
'.•V) Bushings for use in large apparatus are those intended for use in transformers 

rated above 500 kva, outdoor circuit breakers, and other apparatus of corre¬ 
sponding importance. 

(ti) Bushings for use in small apparatus arc those interuled for use in transformers 
rated 500 kva and less and other apparatus of I'oriesponding importance. 

(7) Bushings for use in indoor apparatus are those iiiteiuled for use in indoor type 
eircuit breakers, instrument transformers, and other indoor apparatus except 
<lry-type instrument transformers, air-cooled transformers, air-cooled regula¬ 
tors. and bushings used primarily for meeluinn al protection of insulated cable 
leads. 

(8) Bushings for smalt indoor apparatus may be supplied to withstand a low fre- 
tpiency Ujst of 38 kv and an impulse test of IK") kv. 

The volt-time characteristics of the bushings on a trans¬ 
former differ from the volt-time characteristics of the 
transformer internal insulation. In general, the bushing 
will have a higher fiashover at short time lags than the 
transformer internal insulation. At long time lags its flash- 
over may be slightly more or slightly less than the winding 
brcakdowTi. The impulse strength of the winding is ess^- 
tially the same for positive or negative waves; whereas 
the bushing critical flashover may be higher for one polar¬ 
ity than for the other. The manufacturer takes the overall 
impulse characteristics of a transformer into account when 
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Fig. 22—Power transformer undergoing impulse^test. Surge 
generator is in building in background. 


rod gap, the protector tube, and the conventional valve- 
type lightning arrestor. 

Rod Gap —Although the rod gap has the advantage of 
being extremely simple and rugged, it has two important 
disadvantages from a protective standpoint. First, it does 
not fulfill one of the requirements of a true protective 
device in that it will not valve ofT power voltage after it 
has once flashed over by a surge. The circuit must 
be deenergized to clear the fljxshover arc each time the 
gap operates. iSecond, its breakdown voltage rises more 
at .short time lags than most in.sulation, which means that 
a relatively short gap is required to provide protection 
against surges having steep wave fronts. It would thus 
hav(‘ a low flasho\a*r at long time lags that would result 
in numerous flashovers with consequent outages resulting 
from minor lightning surges or severe switching surges. 
'The rod gap is, therefore, generally used only for back-up 
protection or on circuits where the outages with short 
gaps can be tolerated or compensated for by high-speed 
reclosing of the circuit energizing breaker. 

Modificati(>ns of the rod gap, such as the fused gap and 
control gap, have been used occasionally. The fuse gap 
is simply a rod gap with a fuse in series with it to inter¬ 
rupt the power follow current caused by the flashover. 
It, therefore, has the same surge protective characteristic 


giving its withstand voltage characteristic. A transformer 
undergoing an impulse test is illustrated in Fig. 22. 

7. Impulse Characteristics of Other Station Appa¬ 
ratus 

In addition to power transformers, the outdoor station 
generally has instrument transformers, circuit breakers, 
disconnect switches, and bus insulators exposed to light¬ 
ning surges. Some stations will also include reactors and 
regulating equipment. All of this equipment now meets 
the basic impulse insulation levels listed in Table 1. 

The standard withstand impulse tests for instrument 
transformers, regulators, and reactors are shown in Table 
4, referred to above for transformers. The withstand 
impulse tests for outdoor circuit breakers, disconnect 
switches, and bus insulators are the same as those listed 
in Table 5 for outdoor bushings. 

IV. CHARACTERISTICS OF PROTECTIVE 
DEVICES 

The purpose of a protective device is to limit the surge 
voltage that may be applied to the apparatus it protects 
and by-pass the surge to ground. It must withstand con¬ 
tinuously the rated power voltage for which it is designed. 
The ratio of the maximum surge voltage it will permit on 
discharge to the maximum crest power voltage it will 
withstand following discharge, called the protective ratio, 
is, therefore, a measure of its protective ability. Of great 
importance also is its ability to discharge severe surge 
currents, either of high magnitude or long duration, with¬ 
out injury. 

There are three general types of lightning-protective 
devices, each having its field of application; namely, the 



Pig. 23—Impulse characteristics of transmission type pro¬ 
tector tubes for grounded-neutral circuits. 
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Table 6—Industky Performance Characteristics of 
Distribution Expulsion-Type Lightning Arresters 


Rated 
Voltage of 
Arrester 
Kv 

Front of Wave 

Impulse Sparkover 

Average Critical 
Impulse Sparkover 
1 5X40 Microsec. 
Wave 

Kv** 

Rate of Rise* 
Kv per 
Microsec. 

Kv** 

Min 

Avg 

Max 

3 

25 

23 

33 

45 

29 

6 

50 

32 

50 

70 

41 

9 

75 

48 

71 

97 

53 

12 

100 

63 j 

84 

94 

61 

15 

125 

77 

101 

114 

70 


*100 kv per microeecood per 12 kv of arrester rating. 
**ImDulae of polarity giving higher sparkover voltage. 


as the plain rod gap and, although it prevents a circuit 
outage upon flashover, it requires the replacement and 
maintenance of fuses. Also, to be effective it requires 
proper coordination between the fuse blowing time and 
adjacent relay timing. 

The control gap®, consisting of a double gap arrange¬ 
ment to approach a sphere gap characteristic, has a some¬ 
what better volt-time characteristic than the rod gap. It 
can be used with or without fuses, and although it is ap¬ 
plicable for back-up or secondary protection, it is usually 
considered in the same class as the rod gaps, as far as 
major protection is concerned. 

Protector Tube —^The transmission type protector tube 
has a volt-time characteristic. Fig. 23, somewhat better 
than the rod gap and has the ability to interrupt power 
voltage after flashover. It is, therefore, used extensively 
to prevent flashover of transmission line insulators, dia- 


water-tignt joint. 


WET PROCESS 
PORCELAIN HOUSING 


SOLOCR-StALCD 
(METAL TO POR8ELAIN) 
WET PROCESS PORCE¬ 
LAIN TUBE 


POROUS BLOCKS 
MARIMO UP 
VALVE ELEMENT 


GROUND TERMINAL 
CONNECTIOR (IN BACK 
NOT VlSli|.C) 



connkotor fee 

LINE CONDUOTOR 


COVER 


SERIES GAPS 
MAKING UP 
(SAP CLCMINT 


roUNDATIOR BAtf 


Fig. 24—Sectional view of station-type lightning arrester 



( 0 ) 




Fig. 25—Typical oscillograms of current discharge tests In 
lightning arresters. 

(a) Standard 10X20 microflC(X)nd current surge applied to 12 
kv station type arrester. 

(b) Arrester voltage during discharge of current surge shown 
in (a). 

(c) Current and voltage of 3 kv station type arrester disoharg* 
ing a 5X10 microsecond current surge having a crest in 
excess of 1(X) 000 amperes. 
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Table 7—Performance Characteristics of Valve-Type Lightning Arresters 


Arrester 

Front of Wave Impulse Sparkover 

Discharge Voltage-Kv on 10x20 Microsecond Current Wave** 

Type and 
Rated 

Voltage—Kv 

Rate of Rise* 


Kv** 


5,000 Amperes 

10,000 Amperes 

20,000 A inperes 

Kv per u sec. 

Avg. 

Max. 

t 

Avg. 

Max. 

t 

Avg. 

Max. 

t 

Avr. 

n- 

Max. 

t 

Distribution 

3 

25 

18 

23 

23 

14 

17 

17 

16 

20 

20 

18 

23 

23 

6 

50 

34 

45 

45 

26 

34 

34 

30 

38 

38 

34 

44 

44 

9 

75 

48 

62 

62 

39 

51 

51 

44 

57 

57 

51 

66 

66 

12 

100 

61 

77 

77 

49 

62 

62 

55 

69 

69 

62 

78 

78 

15 

125 

73 

91 

91 

61 

77 

77 

69 

87 

87 

79 

99 

99 

Lins 














20 

167 

75 

90 

85 

83 

96 

91 

92 

106 

102 

101 

116 

111 

25 

208 

93 

111 

105 

101 

116 

111 

111 

128 

122 

121 

139 

133 

30 

250 

110 

132 

125 

121 

139 

133 

1.35 

155 

149 

149 

172 

164 

37 

308 

136 

163 

154 

149 

172 

164 

164 

189 

181 

181 

208 

199 

40 

333 

147 

176 

167 

161 

185 

177 

177 

204 

195 

196 

225 

216 

50 

417 

183 

220 

208 

202 

232 

225 

222 

255 

245 

243 

280 

268 

60 

r>oo 

220 

264 

250 

242 

278 

267 

271 

312 

300 

298 

344 

328 

73 

608 

267 

320 

302 

297 

342 

328 

328 

378 

361 

360 

414 

396 

StalioJi 














3 

25 

13 

15 

15 

10 

11 

11 

11 

13 

12 

12 

14 

13 

6 

50 

23 

26 

26 

20 

22 

22 

22 

1 25 

23 

24 

27 

2(i 

9 

75 

35 

39 

39 

30 

33 

32 

33 

37 

35 

35 

39 

38 

12 

100 

43 

50 

48 

40 

44 

43 

44 

48 

47 

47 

52 

51 

15 

125 

53 

61 

59 

50 

55 

54 

54 

60 

58 

59 

65 

63 

20 

167 

72 

83 

80 

67 

74 

72 

72 

80 

77 

78 

8() 

84 

25 

208 

89 

102 

98 

83 

92 

89 

00 

90 

96 

100 

no 

107 

30 

250 

106 

122 

117 

100 

110 

107 

108 

119 

115 

118 

130 

126 

37 

308 

131 

151 

144 

124 

137 

133 

132 

146 

141 

145 

160 

1,55 

40 

333 

136 

157 

150 

134 

148 

143 

144 

159 

154 

153 

169 

1 

164 

50 

417 

178 

205 

196 

167 

184 

179 

179 

197 

191 

191 

. 211 

205 

60 

500 

214 

246 

236 

200 

220 

214 

217 

239 

231 

234 

1 258 

, 250 

73 

608 

261 

300 

288 

245 

270 

262 

262 

28S 

279 

283 

313 

' 303 

97 

808 

345 

397 

380 

323 

356 

345 

349 

384 

372 

377 

415 

i 403 

109 

908 

388 

446 

427 

363 

400 

388 

394 

434 

420 

424 

^ 467 

1 453 

1 

121 

1008 

430 

495 

474 

403 

444 

430 

i 

438 

482 

467 

470 

1 

517 

1 

,502 

145 

1208 

515 

592 

566 

487 

536 

520 

523 

575 

558 

561 

622 

1 602 

169 

1408 

602 

693 

663 

566 

624 

605 

610 

672 

G50 

C»5S 

725 

702 

196 

1633 

691 

796 

760 

647 

713 

691 

69S 

768 

744 

7.55 

832 

803 

242 

2017 

860 

988 

945 

1 806 

887 

860 

872 

960 

931 

940 

J_ 

1035 

1004 


•100 kv p«r microe«cond per 12 kv of arroflter rating. of the arrcsU'rs inanufm tun d ^^Ill have rt\HrH( t<TiHti(\s not (‘xrooduii; tlir 

••Impulie of polarity giving higher «parkovor voltage. \alue in tliis column. For di.'-lnlMition arresters use tlie maxitiium values. 


connect switches, and bus insulators. It is also used on 
transmission-line towers adjacent to a station to reduce 
the magnitude of surges coming in on the line and thus 
relieve the duty on the station arresters. The tube is not 
at the present time considered adequate protection for 
transformer insulation, except for distribution type ratings 
16 kv and below. Its application on circuits above 15 kv 
requires certain limitations in system short-circuit currents 
and recovery voltage rates. 

The protector-tube principle is used extensively for ex¬ 
pulsion type arresters in the distribution classifications 


15 kv and below. Industry performance characteristics 
of distribution expulsion-type lightning arresters are given 
in Table 6. 

Valve-Type Arresters —The conventional valve- 
type lightning arrester, a typical example of which is shown 
in Fig. 24, provides the highest degree of protection of all 
protective devices. Its essentially flat volt-time charac¬ 
teristic makes it ideally suited for the protection of trans¬ 
former insulation in the higher voltage classes where the 
margin between operating voltage and surge strength is 
relatively low. If properly applied, its discharge voltages 
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Tabus 8—Inbuustion Tbsts for Lightning Arresters 
(Withstand Test Voltages) 


Insu¬ 

lation 

Classi¬ 

fica¬ 

tion 

Kv 

Ar¬ 

rester 

Volt¬ 

age 

Rat¬ 

ing 

Kv 

(1) 

j 

Station-type Arresters— 
All ratings 

Line and Distribution- 
type Arresters rated 

20 Kv and above 

Line and Distribution- 
type Arresters rated 
l>elow 20 Kv 

60-Cycle 
Test Voltage 
Rms Kv (2) 

Impulse 

Test 

1.5X40 /is 
Full Wave 
Crest Kv 
(2, 3) 

60-Cycle 
Test Voltage 
Rms Kv (2) 

Impulse 

Test 

1.5X40 pis 
Full Wave 
Crest Kv 
(2. 3) 

1 Min 
Dry 

10 Sec 
Wet 

1 Min 
Dry 

10 Sec 
Wet 

-n 

2 6 

3 

21 

20 

60 

15 

13 

45 

5 

6 

27 

24 

75 

21 

20 

60 

8 7 

9 

35 

30 

95 

27 

21 

75 

15 

15 

50 

45 

no 

35 

30 

95 

23 

25 

70 

(50 

150 




34 5 

37 

95 

80 

200 




46 

50 

120 

100 

250 




G9 

73 

175 

145 

350 




92 

97 

225 

190 

450 




115 

121 

280 

230 

550 




138 

145 

335 

275 

650 




161 

169 

385 

315 

750 




196 

196 

465 

385 

900 




230 

242 

545 

445 

1050 





(1) Where application is to be made of an arrester having a lower voltunc raiinn 
than the rated voltage of the circuit on which it is to lie used such as on grounded 
neutral circuits, the insulation test shall be that specified fur the insulation 
class one step lower than the rated circuit voltage. 

(2) All values are withstand test voltages without negative tolerance. 

(3) Either positive or negative polarity waves may be used—whichever gives the 
lower value. 

remainb below the breakdouTi strength of the transformer 
insulation, even at short time lags. Experience with actual 
lightning discharges and laboratory tests have demon¬ 
strated the ability of the modern lightning arrester to 
discharge surges commensurate with direct strokes of 
lightning. 

Lightning arresters for a-c power circuits are rated ac¬ 
cording to the maximum line-to-ground circuit voltage 
they will withstand. There are three clas.scs available; 
namely, the station type with voltage ratings ranging from 
3 to 242 kv, the line type, for 20 to 73 kv, and distribu¬ 
tion type, 3 to 15 kv. The characteristics of these arresters 
are given in Table.7. 

Station-type arresters, as distinguished by their heavier 
construction, better protective characteristics, and higher 
discharge-current capacity are used for the protection of 
substation and power transformers. Line-type arresters 
are used for the protection of distribution transformers, 
small power transformers, and sometimes small substa¬ 
tions. Distribution type arresters are intended primarily 
for pole mounting in distribution circuits for the protec¬ 
tion of distribution transformers up to and including the 
15.0-kv classification. 

Modem station-type arresters are designed to discharge 
not less than 100 000 amperes; line and distribution types 
not less than 0.5 000 amperes, each with a 5X10 micro 


second test wave. In addition, they are given an insula¬ 
tion test in accordance with Table 8, which is from ASA 
C 62 Standard dated April 1944. 

The valve-type lightning arrester is usually made up 
of two elements, a gap element capable of withstanding 
power voltage and a valve element capable of suppressing 
the current following the discharge of the surge. The 
breakdown of the gap, which is affected somewhat by 
the rate of voltage rise, determines the initial discharge 
voltage of the arrester. The voltage drop across the valve 
element, which depends upon the rate of rise and magni¬ 
tude of surge current discharged determines the arrester 
voltage during discharge. 

Typical oscillograms of arrester current discharge tests 
are shown in Fig. 25. 

The protective ratio of a modern lightning arrester is 
substantially constant through its range of voltage ratings 
which means that the gap break-down voltage and the 
maximum surge discharge voltage for a given surge con¬ 
dition are approximately proportional to the voltage rating 
of the arrester. The curves of Fig. 2(3 show how the gap 
breakdown varies with rate of voltage rise, and the curves 
of Fig. 27 show how the discharge voltage varies with the 
magnitude and rate of rise of surge current for typical 
line type and station type arresters. From these curvets, 
expressing the gap breakdown and discharge voltage, each 
in terms of kv per kv of arrester rating, it is possible to 
determine readily the protective characteristics of any 
rating arrester for an expected surge condition. 



Fig. 26 —Average impulse gap breakdown of station- and line- 
type arresters. 

(a) Represents rate of rise of 5 kv per microsecond per kv of 
arrester rating. 

(b) Represents rate of rise of 10 kv per microsecond per kv of 
arrester rating. 

(c) Represents rate of rise of 20 kv per microsecond per kv of 
arrester rating. 
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Fig. 27—Average discharge voltage characteristics of typical 
lightning arresters. (Numbers on curves represent rate of 
rise of current in amperes per microsecond.) 

(a) Line type. (b) Station ty|x\ 


For example, suppose it is desired to determine the gap 
breakdown voltage and maximum discharge voltage of a 
73 kv, station-type arrester for a surge wave front rising 
at a rate of 500 kv per microsecond, and a discharge cur¬ 
rent of 2000 amperes with a maximum rate of rise of 2500 
amperes per microsecond. A voltage rise of 500 kv per 
microsecond with a 73 kv arrester, represents a voltage rise 

500 

;^^ = 6.85 kv per microsecond per kv of arrester rating. 

From Fig. 26, the gap breakdown voltage would be 
3.6 X 73 = 263 kv, at 0.5 microseconds. The maximum dis¬ 
charge voltage from Fig. 27 (b) would be 3.2X73 =234 kv. 

V. APPLICATION OF PROTECTIVE DEVICES 

8. Selection of Arrester Rating 

A valve type lightning arrester begins to discharge at 
a definite value of overvoltage in accordance with the 
curve of Fig. 26, and valves off at a lower voltage, corre¬ 
sponding to the maximum permissible voltage rating of 
the arrester. If the power voltage is above the valve-off 
voltage, the arrester may continue to discharge power 
current until it is destroyed. 

Although modern lightning arresters w ill discharge with¬ 



Fig. 28—Maximum line-to-ground voltage at fault location 
for isolated-neutral systems during fault. 

Values shown are maximum values for .single line-to-ground fault. 
For double line-to-ground fault the voltages are less for ratios of 
Xo/X\ between —00 and —2, 

Xo** zero-sequence capacitive reactance and 
Xi — po8itive-8(iquence subtransient reactance. 

out injury any lightning surge except the most severe 
direct strokes originating close to the arrester, it is not 
practical or economical to design them to discharge powder 
current for any appreciable time. A lightning discharge 
may reach thousands of amperes, but the time is short, 
being measured in microseconds, so that the energy that 
is absorbed by the arrester is small compared to the energy 
that would have to be absorbed wdth a few amperes power 
flow' for even a few cycles. The first consideration in 
applying an arrester should, therefore, be the maximum 
line-to-ground dynamic voltage to which the arrester may 
be subjected for any condition of system operation or 
fault. 

High operating voltage may exist on the far end of long, 
high voltage, unloaded transmission lines because of charg¬ 
ing current flowing through the line reactance. It can 
also be caused by the sudden loss of load on w ater-w^heel 
generators It is sometimes possible to rearrange the 
switching scheme to eliminate or at least minimize the 
possibility of overvoltages from these sources. These fac¬ 
tors, however, must l:>e taken into account in the appli¬ 
cation of lightning arresters. 

The maximum rms line-to-ground voltage during a sys¬ 
tem fault can be calculated by the methods of Chap 14, 
taking into account the constants of the system, the type 
of fault, and the fault resistance. The selection of the 
arrester rating should, where possible, be based on such 
calculation. Where the fault voltages are not determined 
more accurately by calculation. Fig. 28** and Fig. 29**, 
can be used as guides in selecting the arrester rating. 

The curves of Fig. 28 show the maximum line-to-ground 
voltage during fault for isolated-neutral systems as a func¬ 
tion of the ratio of zero-sequence capacitive reactance, 
Xo, to positive-sequence inductive reactance, Xi. In Fig, 
29, applying to grounded neutral systems, the ratio of 
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Xq/X, 


(a) VultAgr conditions neglecting positive- and negative* 
sequence resistance —Rx * —O. 



I 

(c) Voltage conditions for X\. 

Fig. 29—Maximum line-to-ground voltage at fault location 
for grounded-neutral system under any fault condition. 



Xo/X, 

(b) Voltage conditions for Xi, 


Note: Numbers on curves indicate maximum line-to-ground fault 
voltage of any phase for any tyjie of fault in percent of unfaulted 
line-to-line voltage for area bounded by curve and axes. When using 
the curves ail impedance values must be on the same kva base or in 
ohms on same voltage base. For all curves 

—zero-sequence resistance, 

ATo**zero-sequence inductive reactance, 

AT I-positive-sequence subtransient reactance, 

A'a —negative-sequence* reactance, 

The effect of fault resistance was taken into account. The fault re¬ 
sistance which gives the maximum voltage to ground on any phase 
was the value used. The discontinuity of the curves is caused mainly 
by the effect of fault resistance. 


zero-sequence resistance, /?o to ATj, is plotted against 
Xo/Xi, for several different values of maximum line-to- 
ground fault voltages, ranging from 65 to 100 percent of 
line voltage and for three values of ffi/Xi, namely 0, O.l 
and 0.2. The area below each curve represents the region 
in which the maximum fault voltage is below the value 
indicated on the curve. The curves represent the maxi¬ 
mum voltage at the fault location. A fault at the arrester 
will generally subject the arrester to a higher voltage than 
a fault at some other point in the system. However, this 
condition does not always exist, and should be checked. 
For example a fault near the source of a radial feeder 


circuit grounded at the source only through a neutral 

R X 

resistor or reactor might have a larger value of or *=—, 

Xi Xi 
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and therefore produce a higher voltage on an arrester 
located at the end of the feeder than a fault at the ar¬ 
rester location. 

In applying arresters, it is customary to make an allow¬ 
ance for operation at a voltage in excess of that usually 
considered as normal. This is usually five percent. For 
example, an arrester rated at 105 percent of normal line- 
to-!ine voltage is used where the line-to-ground voltage 
is expected to reach normal line-to-line voltage during 
fault. Likewise, on a solidly grounded neutral system 
where the maximum line-to-ground voltage during fault 
is expected not to exceed 80 percent of line voltage, an 
arrester rated at about 84 percent of normal line-to-line 
voltage has been used generally. The line-to-ground volt¬ 
age for fault conditions where Xq/Xi ratio is near 1.0 or 
less may allow the use of arresters with less than 84 percent 
of line-to-line voltage. 

There are a number of isolated-neutral systems on which 
arresters rated at 105 percent of nominal line-to-line volt¬ 
age have proven satisfactory over a period of years. How¬ 
ever, there are also systems of this type where it has been 
necessary to use arresters of a higher rating to prevent 
excessive failures. This is indicated in Fig. 28, which 
shows that if fault resistance is included, the fault voltage 
may exceed 105 percent of normal line-to-line voltage. 
Calculation should be made to determine the maximum 
fault voltages. 

The overvoltages encountered on systems grounded 
through ground-fault neutralizers are less than on isolated 
neutral systems, provided the ground-fault neutralizer is 
properly tuned. Arresters rated to.withstand maximum 
line voltage, usually 105 percent of normal circuit voltage, 
are, therefore, considered safe for application on these 
systems. There is some risk of damage to the arrester if 
the ground-fault neutralizer is not properly tuned. Switch¬ 
ing operations on these systems may also produce high 
voltages to ground. However, it is generally not feasible 
to select arresters of sufficiently high rating to eliminate 
all risk of arrester damage from these causes. 

It has been common practice to apply arresters rated at 
105 percent of circuit voltage to systems grounded through 
impedance, and arresters rated at 84 percent of circuit 
voltage (80 percent of 105 percent rating) to systems con¬ 
sidered solidly grounded. Experience has shown that such 
applications are generally safe against over-voltage at time 
of fault. However, as indicated by Fig. 29, the possible 
line-to-ground voltages during faults on systems vary 
through a wide range, depending upon the ratio of system 
constants. Arresters rated at some voltage between 75 
and 105 percent of circuit voltage may, therefore, be better 
suited from an overall standpoint. 

As indicated by Fig. 29 (a, b, c), the maximum voltage 
to ground varies with the ratios of Ro/Xi^ Xo/Xi and 
jRi/Xi. Thus the voltage to ground can be determined 
for a given system if the impedance constants are accu¬ 
rately known. In some cases, particularly foi the higher 
voltage systems, where the Xo/Xi and Ro/Xi ratios are 
1.0 or less, arresters less than 84 percent of line-to-line 
voltage can be used, thus allowing the application of trans¬ 
former insulation with a minimum acceptable impulse 
insulation level. 


The 84-percent arrester can be applied safely on systems 
whose constants are within the range indicated by the 
80-percent curve of Fig. 29 provided the impulse insulation 
level of the equipment is protected. As a general guide 
to arrester application, with full insulation on the pro¬ 
tected equipment, the 84 percent arrester rating is satis¬ 
factory if the following conditions exist. 

1. The ratio of the zero-sequence resistance, fto, to 
the positive-sequence subtransient reactance, Xi, as 
viewed from the point of arrester location is one or 
less. 

2. The ratio of zero-sequence reactance, Xo, to positive- 
sequence reactance, Xi, as viewed from the point 
of arrester locatipn does not exceed three under any 
condition of operation. 

3. The arrester cannot remain energized from un¬ 
grounded sources of power after the grounded neu¬ 
tral sources of power have been disconnected to 
clear a fault. 

4. The system neutral is grounded at every source of 
supply of short-circuit current. 

If the fault is to the arrester ground, then the resistance 
ot the arrester ground should be included as part of the 
zero-sequence resistance of the system. When this is 
done, the curves of Fig. 29 also apply to the arrester at 
that fault location. 

In addition to high arrester voltages resulting from 
system faults, high momentary or peak voltages may also 
be caused by any of the following: 

1. Switching surges may reach several times normal 
line-to-ground voltage with certain combinations of 
system constants. 

2. High harmonic voltages to ground may exist during 
fault conditions on lightly loaded lines energized 
from generators with damper windings for which 
Xq'/Xd^ is too great. See Chap. 6. 

3. Arcing grounds or the accumulation of static charges 
from dust particles in the air on ungrounded sys¬ 
tems may cause repetitive discharges through the 
arrester that exceed its thermal capacity. 

It is not considered feasible to apply arresters rated 
sufficiently high to w ithstand the overvoltages that might 
be produced by any of the above. However, the possi¬ 
bility of damage to the arrester from these causes should 
be considered in making the application. It is sometimes 
possible to make minor modifications to the system equip¬ 
ment or operation that will greatly alleviate these sources 
of trouble. 

Where there is doubt as to the arrester rating, the 
maximum line-to-ground voltages should be calculated by 
the methods of Chap. 14. 

9. Coordination of Protective Devices with Appa¬ 
ratus Insulation 

The margin that should exist between the BIL of the 
insulation to be protected and the maximum voltage that 
can appear across a lightning arrester is a much-discussed 
question. The answ^er is difficult because it depends on 
many factors. The breakdown voltage of the arrester is 
affected by the rate of voltage rise and the discharge voltage 
by the rate of rise of the surge current and the magnitude 
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d the lurge current. The distance between the arrester 
location and the protected insulation affects the voltage 
imposed oa insulation due to reflections. The severity of 
the surge depends upon how well the station is shielded, 
the insulation level of the station structure, and the in¬ 
coming line insulation. A typical problem is reviewed 
later to give one way of applying a suitable margin. 

Direct strokes to an arrester should be eliminated, where 
possible, by proper shielding because the current in a direct 
strdee may be in excess of that for which the, arrester is 
designed. Where shielding is impractical, the arrester 
should protect the insulation within the range of direct- 
stroke surge currents within the capability of the arrester. 
Currents in excess of the arrester rating may damage or 
ruin the arrester. 

For a traveling wave coming into a dead-end station, 
the discharge current in the arrester is determined by the 
maximum voltage that the line insulation can pass, by 
the surge impedance of the line, and the voltage character¬ 
istic of the arrester, according to the following relation: 

, 2E-E. 

'■- T- 

where /, —arrester current 

E —magnitude of incoming surge voltage 
A’,—arrester terminal voltage 
Z - surge impe<lance of the lin<> 



Fig. M—CkMidlnatlon of insulation In a 138-kv substation for 
1^x4# microsecond positive wave. 

(1) Transformer with SCO kv BIL. 

(2) Line insulation of 9 suspension unite. 

(8) Disconnect switches on 4 apparatus insulators. 

(4) Bus insulation of 10 suspension units. 

(6) Maximum l^x AO wave permitted by line insulatiou. 

(6) Diseharte of 131-kv arrester for maximum x 40 full 
wave. 


Suppose H is desired to protect the 188^ substatioD 
shown schematically in Fig. 30 against traveling waves. 
The system at this point is ground^ so as to allow a basic 
impulse insulation level of 650 kv. The major equipment 
consists of a power transformer, circuit breakers, discon¬ 
nect switches mounted on four apparatus insulator units, 
and bus insulation consisting of 12 suspension insulators. 
The line insulation consists of nine suspension insulators. 
The arrester is located close to the tranrformer. Adequate 
shielding is provided over the substation and the incoming 
transmission lines. 

The line insulation of nine insulators permits a traveling 
wave of 860-kv crest (1JX40) and rate of rise of 1000 kv 
per microsecond to enter the station. Thb rate of rise 
represents 8.26 kv per kv per microsecond per kv of ar¬ 
rester rating for the required 121-kv arrester. From Fig. 
26 the average arrester-gap breakdown is 3.6X121 or 435 
kv at 0.5 microsecond, which, with a 15 percent plus toler¬ 
ance, becomes 500 kv. Assuming a line surge impedance 
of 400 ohms, the magnitude of the arrester current is 
about 3200 amperes determined as follows: 


, 2 (860 000)-435 000 

f am - 

400 


32(X) amperes. 


The rate of rise of current would be approximately 


2 (1 000000) 
400 


5000 amps/microsecond. 


From Fig. 27(b) the discharge voltage for a current 
of 3200 amperes and a rate of rise of 50(X) amperes is 
3.45X 121 or 418 kv. Adding the manufacturing tolerance 
of plus 10 percent gives 460 kv as the discharge voltage 
provided by the 121-kv arrester for the assumed condi¬ 
tions. Since the rate of rise has been taken into consid¬ 
eration in establishing this protective level of 460 kv, no 
additional margin ne^ be added. There is, however, a 
difference of 550 minus 460 or 90 kv between the pro¬ 
tective level and the BIL of 550 kv of the transformer 
insulation. 

Suppose a direct stroke at the station discharges through 
the arrester a current of 50 (X)0 amperes, rising to crest in 
three microseconds, with a nominal rate of rise of 20 OCX) 
amperes per microsecond. The discharge voltage from 
Fig. 27 (b) is 4.65X121^550 kv for a 121-kv arrester 
which with plus 10 percent is 605 kv or 55 kv in excess 
of the insulation BIL. 


10. Location and Cionnection of Protective Devices 

The protective device should be placed as close as pos¬ 
sible to the apparatus it is to protect, particularly if an 
overhead line dead ends in a station or terminates at a 
transformer. A traveling wave coming into the station is 
limited in magnitude at the arrester location to the dis¬ 
charge voltage of the arrester. However, a wave with the 
same rate of voltage rise as the original wave and with 
a magnitude equal to the arrester discharge voltage travels 
on to the station terminus where it reflects to twice its 
value if the line dead ends or to almost twice its value 
if the line terminates in a transformer. The voltage at 
the transformer builds up at a rate twice that of the 
original wave until it reaches a maximum value of twice 
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the magnitude of the arrester voltage or to whatever volt¬ 
age magnitude can build up during the time the reflected 
wave travels back to the lightning arrester and a negative 
reflected wave travels from the lightning arrester back to 
the transformer. 

Likewise, apparatus, such as a disconnect switch, Icy- 
cated ahead of the arrester is subject to the incoming 
surge until the arrester discharges and its negative re¬ 
flected wave returns to the switch. 

To illustrate the effect of arrester location consider the 
138-kv station shown schematically in Fig. 31 with the 
arrester located 100 circuit feet beyond the disconnect 
switch and 100 circuit feet ahead of the transformer. Con¬ 
sider a traveling wave having a rate of voltage rise of 
1000 kv per microsecond entering the station and an ar¬ 
rester which limits the voltage to 400 kv. In 0.1 micro¬ 
second after the wave reaches the switch it reaches the 
lightning arrester and 0.1 microsecond later, or at the end 
of 0.2 microsecond, it reaches the transformer where it re- 
fleets and builds up at a rate of 2000 kv per microsecond. 
At the end of 0.4 microsecond after the wave first reached 
the switch, the incoming wave and the reflected wave 
from the transformer would total to 400 kv at the arrester. 
As shown in Fig. 31, the voltages at the switch and at 
the transformer would also be 400 kv. The reflected wave 
from the transformer has just reached the switch. The 
voltage at the arrester remains at 400 kv until the crest 
of the incoming wave is reached but the voltages at the 
switch and transformer continue to rise at 2000 kv per 
microsecond until the reflected negative waves from the 
arrester reaches the switch and transformer at the end of 
0.6 microsecond. Successive reflections occur until the 
wave spends itself by discharging through the arrester. 
As shown in Fig. 31, the voltages at the switch and trans¬ 
former resulting from the first reflection reaches 600 kv, 
or 50 percent more than the arrester discharge voltage. 

The maximum voltage at the terminus of a line or at a 
transformer at the end of a line beyond an arrester as a 
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Fig. 32—Mailmum voltage due to first refiection of traveling 
wave as function of distance from arrester and steepness of 
wave front. 


^Voltage at P may reach crest of incoming surge as maximum. 
Voltage at T may reach twice arrester voltage as maximum. 
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Fig. 31—Voltages at 138 kv substation resulting from first re¬ 
flection of traveling surge having 1060 kv per microsecond 
wave front. 

(a) At disconnect switch located 100 feet ahead of arrester. 

(b) At arrester. 

(o) At trarisformor located 100 feet l)eyond arrester. 


result of the first reflection of a traveling wave, may be 
expressed mathematically, as follows'*: 


Et 


..+2^X 


L 

1000 


up to a maximum of 2 e., 

where arrester discharge voltage 
dc 

—«rate of rise of wave front in kv per ms. 
dl 

L « distance between arrester and line terminus in 
feet. 

The same expression can also be used to determine the 
voltage at a point on a line ahead of an arrester due to a 
traveling wave. In this case, the voltage can reach as a 
maximum the crest of the traveling wave if the distance 
to the arrester is great enough or if the rate of rise of the 
wave front is sufficiently high. 

The curves of Fig. 32 show the voltage in excess of the 
arrester voltage as a function of distance from the arrester 
for rates of rise of wave front of 100, 500, and 1000 kv per 
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microsecond. The curves can be used to determine the 
actual voltage at a point ahead of an arrester or at a line 
terminus beyond an arrester by adaing to the curve value 
the discharge voltage of the particular arrester involved. 
For example, the maximum voltages obtained at the 
switch and transformer in Fig. 31, by plotting the volt¬ 
time curves, could be taken from the 1000 kv per micro¬ 
second curve of Fig. 32. For a distance of 100 feet, and a 
wave front that rises at the rate of 1000 kv per micro¬ 
second, the voltage in excess of the arrester voltage is 200 
kv. This added to the arrester discharge voltage, assumed 
to be 400 kv, gives 600 kv as the maximum voltage after 
the first reflection. 

In addition to the reflected wave phenomena, it is quite 
possible that still higher peak voltages would exist at the 
apparatus as a result of oscillations caused by the induct- 



Fig. 33—Installation Tiew of CSP power transformer with 
protective devices, secondary circuit breaker, and metering 
equipment built integral with transformer. 

ance of the line between the arrester and the apparatus, 
and the capacitance of the apparatus. Furthermore, the 
voltage drops in the lead from the line to the arrester and 
in the lead from the arrester to ground, which are affected 
by rate of rise of surge current, add to the drop across the 
arrester. Any difference in ground potential between the 
apparatus ground and the arrester ground also adds to the 
voltage impressed across the apparatus insulation. In 
view of the above factors, it is important, particularly in 
stations where direct strokes may originate close to the 
station, that the protective devices be located close to the 
apparatus they are to protect, that the leads to the devices 
be kept as short and direct as possible, and that the ar¬ 
rester and apparatus grounds be interconnected and as low 
in resistance as possible, preferably one ohm or less. 

The ultimate in this respect is reached when the protec¬ 


tive device is mounted directly on the transformer. This 
is illustrated in the installation view, Fig. 33, of a CSP 
transformer which has the protective devices, secondary 
circuit breaker, and metering equipment built integral 
with the transformer‘s. With the line side of the arresters 
connected directly to the transformer terminals and the 
arrester ground connected directly to the transformer tank, 
the voltage between the winding and core is definitely lim¬ 
ited to the discharge voltage of the arrester. To provide 
protection to an extended station an arrester should be 
located directly ahead of the disconnect switch where the 
line enters the station and another arrester located directly 
adjacent to or on the transformer. A modification of this 
scheme, which is sometimes used, is to locate protector 
tubes at the entrance to the station and conventional sta¬ 
tion type arresters at the transformer terminals. The pro¬ 
tector tubes will generally protect the switch and will limit 
the magnitude of surges entering the station. 


11, Direct Stroke Protection 

Wherever it is possible for direct strokes of lightning to 
strike the line at or near the station, there is a possibility 
of exceedingly high rates of surge-voltage rise and large 
magnitude of surge-current discharge. If the stroke is 
severe enough, the margin of protection provided by the 
protective device may be inadequate. The installation 
may, therefore, justify shielding the station and the incom¬ 
ing lines far enough out to limit the severity of surges that 
can come into the station, particularly in the higher volt¬ 
age classifications, 69 kv and above. This can be done by 
properly placed masts or overhead ground wires. 

The number of direct strokes per year to an unshielded 
substation, based on accumulated records of direct strokes 
to tall objects, can be approximated by the expression^* 
(W+700)(L+700) 

(5280)2 
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Fig. 34—Typical tchemet of station protection. 

(a) Arrester at station with no direct stroke shieldiqg. 

(b) Arrester at station with shielding against direct strokes. 

(c) Arrester at station with protector tubes extending out H 
mile. 
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where W and L are the width and length, respectively, in 
feet, of the substation. From this estimate of strokes to 
an exposed substation, which is about one stroke every 
four and one-half years to a 100 feet square substation, it 
can be reasoned that reducing the exposure to 0.1 percent 
would practically eliminate the possibility of a stroke to a 
station. The curves of Fig. 35^* were, therefore, con¬ 
structed from extensive laboratory test data to show the 
configurations of masts or overhead ground wires necessary 
to reduce the exposure of an object to 0.1 percent. The 
curves are plotted to show the height (L) of the shielding 

X IN FCCT 



X IN FEET 




Fig. 35—Configuration of shlalding object with respect to 
protected object for 0.1 percent exposure. 

(a) One shielding mast. Dotted lines for one exposed object of 
height (d). Full lines for ring of exposed objects of height 
(d). 

(b) One horisontal ground wire. 

(c) Two masts or two ground wires. Dotted lines for masts. 
Full lines for horisontal wires. 



Fig. 36—Areas protected by multiple masts for point expo¬ 
sures of 0.1 percent. 

(a) Two masts with values of z and « taken from Fig. 35 (a) 
and (c). 

(b) Two masts separated by half the distance of those in (a). 

(c) Three masts with ^b) points obtained from Fig. 36 (c) for 
mid-point between two masts. 

(d) Four masts with (b) points obtained from Fig. 35 (c) for 
mid-point between two masts. 


masts or ground wires above the protected object as a func¬ 
tion of the horizontal separation (X) and the height (d) of 
the protected object. 

The dotted-line curves, Fig. 35 (a), showing the neces¬ 
sary configuration of a single mast protecting a single ob¬ 
ject, apply to an exposed structure having a single prom¬ 
inent projection or several projections in a limited region, 
such as a set of disconnects. The full-line curves, applying 
to a ring of objects, should be used if the live parts to be 
shielded are generally distributed at a given height. The 
configuration of the mast should be based on the most 
remote object. 

The required configurations of a single horizontal ground 
wire are given in Fig. 35 (b). The dotted-line and the 
full-line curves of Fig. 35 (c) apply, respectively, to two 
masts and to two horizontal ground wires. 

The diagrams of Fig. 36^‘ illustrate the area that can be 
protected by two or more shielding masts. The cross^ 
hatched area of Fig. 36 (a) is the area protected by two 
masts for given values of d and y, where the radii x of the 
semi-circles are taken directly from Fig. 35 (a), and the 
separation distance <S from Fig. 35 (c). If the distance 
between masts is decreased, the protected area is at least 
equal to the area obtained by superposing the areas of 
Fig. 36 (a). For example, if the distance between masts is 
halved, the resultant protected area is somewhat as shown 
in Fig. 36 (b). 

On this basis, to form an approximate idea of the width 
of the overlap between masts, first obtain a value of y from 
Fig. 35 (c), corresponding to twice the actual distance be¬ 
tween the masts. The width of overlap is then equal to the 
value of X, obtained from Fig. 35 (a), that correspond to 
this y. This undoubtedly gives a conservative width of 
substation that can be protected by two masts. 

For three masts located at the points of an equilateral 
triangle or for four masts located at the points of a square, 
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tho protected areas are as shown in 30 (c) and (d). 
'I'he height of the shielding mast should bo so chosen that 
the b points provide 0.1 percent exposure as obtained from 
Fig. 35 (c) for the midpoint between two masts. The x 
radii are obtained from the data for a single mast. 

The curves of Fig. 35 apply to stations located in regions 
of relatively flat terrain and low resistivity, where the 
eiTective ground plane's essentially at the earth's surface. 
High values of earth resistivity lowers the ground plane, 
which results in less cfTective shielding for a given config¬ 
uration. However, most stations are, or if not, should be, 
provided with low-resistance grounding systems for light¬ 
ning-arrester grounds, which can also serve as shielding 
grounds. Where the soil resistivity is high the effective 
ground plane can be raised to the earth’s, surface by laying 
counterpoise wires from the shielding masts to distances of 
two or three times their height. However, in most cases, 
it is probably more economical to increase the height of 
the masts. 

For application of the curves to hillside locations, the 
dimensions (/i) (the shielding mast height) and (d) (tlie 
height of the protected object) should be measured per¬ 
pendicular to the earth’s surface. The distance (x) be¬ 
tween the object and shielding mast should be measured 
along the earth’s surface. 

The lines coming into the station can be effectively 
shielded against direct strokes by overhead ground wires 
as outlined in Chap. 17. A direct stroke on a line more 
than \ mile out from the station is limited in severity at 
the station by the surge impedance and insulation of the 
line and to some extent by the shunt capacity of the station 
equipment. Shielding of the station and the lines approx¬ 
imately J mile out from the station, as illustrated in Fig. 
34 (b), is, therefore, a desirable supplement to the lightning 
arrester located at the station. 

Where overhead ground wires on the incoming lines are 
not practical due to existing construction, additional pro¬ 
tection of the station equipment against direct strokes on 
the lines near the station can be obtained by equipping 
each line with protector tubes at the. entrance structure of 
the station and at each tower for a distance of approxi¬ 
mately J mile out from the station, see Fig. 34 (c). How¬ 
ever, shielding the station is the only way to eliminate 
direct strokes to the station it.self. 

12. Summary of Considerations Applying to Pro¬ 
tection of High-Voltage Equipment 

The following points can be generally concluded in the 
application of protective devices to high-voltage systems, 
22 kv and above. 

1. Rod-gaps do not protect apparatus insulation against 
surges of steep wave front unless the spacing is so 
low that the gap is subject to numerous flashovers 
from minor surges. 

2. Protector tubes are not considered suitable for the 
protection of apparatus insulation although they are 
effective in preventing transmission-line flashovers 
and in decreasing the severity of surges from direct 
strokes near the station. The application of protector 
tubes involves certain limitations in system short- 
circuit and recovery voltage characteristics. 


3. Modern ty|>e lightning arresters applied properly 
protect station apparatus conforming to basic insu¬ 
lation levels against traveling surges. On systems 
having a solidly grounded neutral reduced rating ar¬ 
resters can be applied. Full-rated arresters are re¬ 
quired generally on ungrounded neutral systems or 
systems grounded through impedance. The possibil¬ 
ities of system overvoltages should be investigated 
carefully in determining the minimum rating arrester 
that can be applied economically. 

4. For effectively grounded systems insulation levels 
one class below the standard have given satisfactory 
service using reduced rated arresters particularly at 
voltages 115 kv and above. 

5. Consideration should be given to shielding stations 
against direct lightning strokes. Where shielding is 
not practical, additional protection can be provided 
by installing protector tubes at the entrance to the 
station and at each transmission-line tower for a dis¬ 
tance of i mile from the station. 

VI. PROTECTION OF DISTRIBUTION 
TRANSFORMERS 

The distribution transformer with its protective devices 
is in effect a miniature substation constituting the final 
voltage transformation between the generating station and 
the individual customer’s premises, liecause the distribu¬ 
tion transformer is small in size and comparative cost, and 
because it is usually pole mounted, often in out-of-the-way 
locations, its protective devices must be inexpensive, small 
in size and weight, simple, and reliable. The failures of 
early type distribution arresters and the large amount of 
lightning data obtained on distribution circuits furnish 
proof that the protective devices must also have the ability 
to withstand severe lightning discharges. 

13. General Considerations 

Distribution circuits are generally overhead construction 
and are, therefore, subject to lightning disturbances, the 
nature of which are discussed in detail in Chap. 16. Data 
collected over a period of years with surge-crest devices 
indicate that the majority of surge-current discharges on 
distribution circuits are relatively low in magnitude, less 
than 5000 amperes, but occasionally a discharge may ex¬ 
ceed 100 000 amperes. More recent data collected with the 
fulchronograph show that some of the surge-current dis¬ 
charges that are moderate in magriitude may be long in 
duration, of the order of several thousand microseconds. 
See Chap. 16. 

Experience has shown that lightning disturbances are 
more severe on rural circuits than on urban circuits, prob¬ 
ably for two reasons. First, rural circuits are generally 
more exposed to lightning and, therefore, receive many 
more direct strokes. Second, because distribution trans¬ 
formers are less frequent on rural circuits—the drainage of 
long-duration surges through grounded transformer wind¬ 
ings is less'*. 

These general conclusions have been borne out by oper¬ 
ating experience with distribution lightning arresters. The 
failure rate of early arresters, attributed to lightning, that 



Chapter 18 


InsiUation CoordiruUion 


638 


were denigned before high surge-current testing facilities 
were avaiial)le was comparatively high. Later arresters, 
designed and tested to withstand high surge currents of 
about 100 microseconds duration have a good operating 
record on urban circuits. However, when these arresters 
were applied more extensively to rural circuits with sparse¬ 
ly located transformers, the failure rate increased. Modem 
arresters, designed with more emphasis on ability to dis¬ 
charge surges of long duration, have acquitted themselves 
well on rural circuits. 

Most distribution transformers are pole mounted, one at 
a location, and are used to step the voltage down from a 
single-phase primary circuit (2300 to 13 200 volts) to a 
single-phase, three-wire, secondary circuit at utilization 
voltage, usually 120/240 volts. Occasionally they are used 
in three-phase banks to supply three-phase, low-voltage 
power. The primary circuits, whether single or three- 
phase, may be from a source having either a grounded or 
ungrounded neutral. If the neutral is ungrounded the 
single-phase primary consists of two of the ungrounded 
phase conductors, which means that the two primary ter¬ 
minals of the distribution transformer must be equally 
protected. If the neutral is grounded, the single-phase pri¬ 
mary circuit will usually consist of one phase wire and the 
neutral conductor. The neutral conductor is usually 
grounded, so that only one high voltage terminal of the 
distribution transformer need be provided with protective 
equipment. The secondary will usually be three-wire, with 
the mid-point grounded. 

A three-phase bank of distribution transformers may be 
connected delta delta, star delta, or delta star. With the 
delta delta connection, the secondary can have no common 
neutral. Sometimes, either one phase or the mid-point of 
one of the phases of the secondary is grounded. The star 
delta and delta delta connection are alike as far as the 
secondary delta connection is concerned. The primary 
neutral might or might not be grounded. The delta star 
connection usually has the common neutral of the star 
connected secondary grounded. 

In addition to surge protection, the distribution trans¬ 
former usually includes protection against internal short- 
circuit and secondary short-circuit or overloads consisting 
either of high-voltage fuses mounted external to the trans¬ 
former, or high-voltage fuse links and a secondary circuit 
breaker mounted inside of and included as a part of the 
transformer. 

The distribution transformer, like larger power trans¬ 
formers contains three groups of insulation subject to volt¬ 
age stre.s8, which should be considered in the protective 
scheme, namely: 

1. The insulation between the high-voltage winding and 
the core or tank. 

2. The insulation between the low-voltage winding and 
the core or tank. 

3. The insulation between the high- and low-voltage 
windings. 

There are, however, two conditions that make the pro¬ 
tection of distribution transformers and high-voltage power 
transformers differ. These are the difference in the ratios 
of surge strength to operating voltage and the relative 
effects of locating and connecting the protective devices. 


The distribution transformer (2400 to 13 200 volts) has 
a much higher ratio of surge strength to operating voltage, 
as Table 1 shows. As an example, the ratio of the basic 
insulation level to the peak of the 60-cycle voltage classi¬ 


fication is 


45 


^ = 12.75, for 2500 volt equipment, as 


2.5 XV2 
650 

against ^- = 3.33, for 138-kv equipment. For this 

reason, it is permissible for the protective device in the 
low-voltage ratings to have a higher protective ratio than 
that required at higher voltages. 

The effect of the location and connection of the protec¬ 
tive devices is more pronounced with distribution trans¬ 
formers. Because lightning discharges on distribution cir¬ 
cuits and on high-voltage transmission circuits are about 
equal in magnitude, the actual surge-voltage drops in the 
leads to the protective devices and through the ground 
connections of the two circuits are about equal. While 
these yoltage drops may be only a portion of the discharge 
voltage of the protective device in the higher voltages, they 
may be several times the discharge voltage of the low- 
voltage protective device. It is extremely important, 
therefore, that protective devices on distribution circuits 
be located and connected properly with respect to the 
apparatus they are to protect. 


14. Methods of Connecting Protective Devices 

Three schemes of connecting protective devices to pro¬ 
tect distribution transformers against lightning surges are 
commonly known: 

1. Separate connection method. 

2. Interconnection method. 

3. Three-point protection method. 

Separate Connection Method —This method of pro¬ 
tection, universally used until about 1932, is illustrated in 
Fig. 37. Protective devices are connected between the pri- 



Fig. 37—Separate connection method of protecting single- 
phase transformers. 

mary conductors near the transformer and a driven ground 
at the pole. The secondary neutral is usually grounded 
separately. With this connection, the protective devices 
are connected in series with a relatively long ground lead 
which has considerable inductance and is usually connect¬ 
ed to a driven ground, the resistance of which may be high. 
The voltage, therefore, between the primary winding and 
ground is not only the discharge voltage of the arrester but 
also the impedance drop of the ground lead and ground 
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Fig. 38—Interconnection method of protecting single-phase transformers. 

(a) Straight intcrconnectiou. (c) Interconnection with protective ground at transformer and 

(b) Interconnection with protective ground at transformer. insulating gap in interconnection. 


connection, which may be several times the discharge volt¬ 
age of the arrester. Failure or flashover of the transformer 
insulation may occur even though the actual surge voltage 
across the arrester is only a fraction of the transformer 
breakdown voltage. When this happens, the surge'gener- 
ally passes through to the secondary ground connection. 
The surge is usually followed by a flow of dynamic current 
until the primary fuse blows. 

Interconnection Method—-The straight interconnec¬ 
tion consists of connecting the protective devices from the 
primary lines directly to the secondary neutral as illus¬ 
trated in Fig. 38 (a). The surge voltage that can exist 
between the primary winding and the secondary is defi¬ 
nitely limited to the discharge voltage of the protective 
devices. The potential of the core and tank, because of 
their electrostatic coupling to the secondary winding, nor¬ 
mally rises along with the primary and secondary windings 
during a surge discharge and thus limits the voltage be¬ 
tween the windings and core. This connection is an im¬ 
provement over the conventional connection because it 
eliminates the factor of voltage drop in the arrester ground 
lead. Operating experience supports this conclusion*^ 

Two decided disadvantages prevent universal applica¬ 
tion of this scheme of connection. First, the protection 
between windings and core or tank depends upon the tank 
rising in potential with the windings. Actually, practical 
conditions might keep this from happening. The resistance 
to ground of the wood pole on which the transformer is 
mounted may be low enough to supply the small charging 
current required to keep the tank at ground potential. 
Also, as it rises in potential, the tank may flashover to a 
nearby guy wire or other grounded object. Either condi¬ 
tion results in the application of the full potential of the 
surge between the windings and tank until the insulation 
breaks dowm or the secondary flashes over to the tank. 

The second disadvantage of this connection is that it 
directs the entire primary surge voltage into the second¬ 
aries, w’hich is undesirable, particularly if the resistance of 
the secondary grounds is not low\ This restriction makes 
the straight interconnection in general unapplicable to 
rural circuits or other circuits that might not have the 
secondaries effectively grounded. 

A modification of the straight interconnection is showm 
in Fig. 38 (b). Here, a ground is made at the arrester lo¬ 
cation also. The protection provided the transformer in¬ 
sulation depends upon the tank being insulated from 


ground, or, if not, upon the magnitude of voltage drop 
in the arrester ground lead and connection. The arrester 
ground is in parallel with the secondary ground so that 
the complete surge is not directed to the secondary. The 
direct tie between the arrester ground and secondary is 
undesirable unless the secondary is effectively grounded, 
again making the connection generally unapplicable to 
rural circuits. 

Another modification that eliminates the permanent 
tie betw een the arrester ground and secondary neutral is 
show'n in Fig. 38 (c). An isolating gap, having low flash- 
over, breaks the direct tie. A rise in potential between 
windings during a surge discharge breaks down the gap 
and limits the voltage between windings to the arrester 
discharge voltage. The protection of the transformer 
insulation to the core or tank still depends upon the tank 
being insulated from ground, or, if not, upon the voltage 
drop in the arrester ground lead and connection being 
low. 

Three-Point Protection Method —This scheme, il¬ 
lustrated in Fig. 39 (a), definitely limits the voltage across 
the three groups of insulation in the transformer inde¬ 
pendently of ground connections or resistances. The pro¬ 
tective devices connected between the high-voltage lines 
and tank definitely limit the voltage betw’een those parts 
to the discharge voltage of the protective device. Like¬ 
wise, the protective device betw^een the secondary and 
tank (usually a gap for 480 volts and below) limits the 
voltage betw een those parts to the breakdown voltage of 
the device. With the voltage between the high-voltage 
w'inding and core or tank and the voltage betw'een the low- 
voltage winding and core or tank definitely limited, the 
voltage between the two windings is also limited. 

Referring to Fig. 39 (a), a surge coming in over a pri¬ 
mary lead raises the potential of the primary winding to 
the breakdown of the protective device that discharges 
to ground. If the arrester-ground impedance is high or if 
there is no ground at that point, the potential of the high- 
voltage winding rises above that of the core and tank until 
the gap TG breaks down and limits the voltage between 
the winding and tank to the discharge voltage of the 
arrester plus the gap. If the voltage between the tank and 
secondary exceeds the breakdown of the gap TAT, the gap 
operates and discharges to the secondary ground. The 
gaps, TO and TN^ while they definitely isolate the tank 
from the primary and secondary ground connection dur- 
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Fig. 39—Three-point protection method. 

(a) Thiv)e-poict protection with insulating gaps. 

(b) Three-point protection simplified circuit. 

(o) Three-point protection with single insulating gap. 

(d) Three-point protection of single-phase transformer on four- 
wire, grounded-neutral circuit. 

(e) Three-point protection with insulated tank, 

ing normal operation, do not greatly add to the surge 
voltage impressed across the winding insulation. The 
three-point scheme of protection thus provides definite 


protection to the three groups of insulation in the trans¬ 
former independently of the arrester or secondary ground¬ 
ing conditions, whether the tank is insulated or not, or 
whether the surge originates on the primary or secondary. 

Variations in the methods of connecting the protective 
devices to obtain three-point protection are shown in (b). 
(c), (d), and (e) of Fig. 39. 

15. Protection of Three-Phase Transformer Banks 

The shortcomings of the separate connection method of 
protection apply equally well to the protection of three- 
phase transformers or three-phase transfonner banks on 
distribution circuits. The interconnection method is gen¬ 
erally not applicable because there is no secondary neutral 
unless the secondary is connected in star. Sometimes one 
phase of the secondary or the midpoint of one of the phases 
is grounded as shown by the broken lines of Fig. 40. 

The three-point scheme of protection, illustrated in 
Fig. 40, is applicable to any winding connection. A pro- 



Fig. 46—Three-point protection applied to three-phase dis¬ 
tribution transformers. 

tective device is connected between each primary phase 
winding and tank either directly or through an isolating 
gap. Likewise, a protective device (air gap or coordinated 
secondary bushing for 480 volts and below) is connected 
between each secondary phase lead and the tank. The 
tanks of all transformers in the bank are tied together. 
With this connection, the windings of all transformers are 
protected irrespective of grounding conditions or whether 
the surge originates on the primary or secondary circuit. 

16. Surge Voltages in Secondary Circuits 

Overhead secondary circuits are, to some extent, sub¬ 
ject to lightning surges originating on the secondary. 
They can also experience surges passing from the primary 
into the secondary. The separate connection. Fig. 37, 
isolates the primary from the secondary. However, when 
the transformer fails or flashes over as a result of a pri¬ 
mary surge, the surge passes directly on to a phase wire 
or neutral of the secondary circuit. The primary-system 
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voltage is also impressed on the secondary until the pri¬ 
mary fuse blows. The straight interconnection directs all 
the primary surge on to the secondary neutral. With the 
modified interconnection shown in Fig. 38 (b) or with the 
three-point scheme of protection^ some of the surge may 
pass on to the secondary neutral, depending upon how 
effectively the primary protective devices are grounded. 

Experience has shown that damage caused by surges on 
secondary house circuits is negligible. Where long expo¬ 
sures and relatively high secondary insulation may result 
in damage, protection should be provided by low-voltage 
protective devices located at the house entrance, and con¬ 
nected between the phase wires and neutral, which is 
usually grounded. All grounds on the customer’s premises 
should be connected together. In case the secondary is 
not grounded in the customer’s premises, such as may be 
the case with a three-phase, four-wire delta circuit, the 
danger of damage is greater than with the usual house 
circuit. Where the hazard is considered serious, it can be 
eliminated by connecting a protector between each phase 
wire and ground at the house entrance, or preferably right 
at the apparatus to be protected. 

Three-phase, 440-volt circuits sometimes extend a con¬ 
siderable distance overhead to motor circuits, thus con¬ 
stituting a hazard to the motors and associated starting 
equipment. They can be protected by connecting a low- 
voltage protective device between each phase wire and 
the frame of the apparatus, which should be grounded. 
Protectors connected to the secondary at the transformer 
will generally not provide adequate protection to the load 
apparatus. 

17. Protective Devices for Distribution Trans¬ 
formers 

Three general classes of devices are used for the protec¬ 
tion of distribution transformers just as for the protection 
of high-voltage substations, namely, the plain air gap, the 
protector tube, and the conventional valve-type lightning 
arrester. However, the lower operating voltages, the 
higher ratio between insulation breakdown voltage and 
operating voltage, and the requirement that the device be 
small in size and cost, make the design and application of 
protective devices somewhat different for distribution 
transformers than for higher voltage equipment. 

Plain Air Gap —Plain air gaps or fused gaps are some¬ 
times used to protect distribution transformers. The 
relatively high insulation strength of the transformer 
makes it possible to provide a fair degree of protection to 
the transformer against lightning surges without having 
to decrease the gap spacing to a value where numerous 
flashovers occur as a result of minor surges. However, 
the device will not restore power voltage (above 480 volts) 
after a discharge without momentarily deenergizing the 
circuit, which usually results in the blowing of a fuse, 
either at the transformer, or at a sectionalizing point on 
the line. The gap spacings associated with low operating 
voltages are necessarily low so that unless the gap is 
enclosed or protected, numerous flashovers can occur as 
a result, of birds or foreign objects bridging the gap. 
Double gaps of various constructions are sometimes us^ 
to minimize this trouble. Since distribution transformers 


are often located in remote locations, it is important to 
avoid as many fuse replacements as possible. For that 
reason and because of the somewhat questionable pro¬ 
tection obtained for surges of steep wave front, plain air 
gaps or fused gaps are not extensively used to protect 
distribution transformers. 

Protector Tubes —The distribution-type protector 
tube, introduced about 1931, consists essentially of a small 
air gap, a diffuser tube, and sometimes a resistor, all con¬ 
nected in series. The series gap is just enough to insulate 
the tube from normal power voltage, thus eliminating a 
continuous voltage stress across the diffuser tube. The 
purpose of the series resistor when used is to limit to 
approximately 500 amperes the one-half cycle of power 



Fig. 41—Volt-time breakdown characterletlce of one type of 
dUtiibution type protector tubee. 


current that may follow the surge discharge, thus making 
the application of the tube independent of the system 
short-circuit current. 

The gap breakdown characteristics of the different volt¬ 
age ratings of a typical type of protector tube are shown 
in Fig. 41. After the gap breaks down, the discharge 
voltage is equal to the arc drop in the tube plus the drop 
across the series resistor, if one is used. The series resistor 
is generally provided with a shunt gap that limits the 
voltage across the resistor to about 30 kv. If the lightning 
surge is of sufficient current magnitude to build up a 
resistance drop of 30 kv across the resistor the shunt gap 
flashes over and takes the resistor out of the discharge cir¬ 
cuit in which case the discharge voltage is the arc drop 
through the tube. Surge currents high enough to cause 
the shunt gap to flash over, produce sufficient deionizing 
action in the diffuser tube to cut off after the discharge 
without the one-half cycle of power-follow current. 

Although the gap breakdown voltage of the protector 
tube is higher than that of a corresponding valve-type 
lightning arrester, particularly at short time lags, the tube 
adequately protects modem distribution transformers 
rated 13 800 volts and below if connected properly. 
Laboratory tests and operating experience have demon¬ 
strated the ability of a tube to discharge severe strokes of 
lightning. This characteristic together with its ability tu 
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Pig. 42~^Gap breakdown characteristice of typical distribu¬ 
tion typo arrastars for 1^4 x 4# microsecond roltaga ware. 


withstand high momentary system voltage makes it 
especially well suited for application on rural circuits. 

Conventional Valve-Type Lightning Arresters — 
The valve-type lightning arrester is the device most gen¬ 
erally used for the protection of conventional distribution 
tran^ormers, that is, transformers requiring separately 
mounted protective devices. The curves of Fig. 42 and 
Fig. 43, show respectively the gap breakdown charac¬ 
teristics and the discharge characteristics of t 3 rpical mod¬ 
ern distribution-type arresters. 

Operating experience of several years has demonstrated 
the ability of conventional valve-type arresters to provide 
a high degree of protection to distribution transformers. 
Modem construction has eliminated the mechanical diffi¬ 
culties experienced with early designs, which resulted in a 
relatively high failure rate and occasional radio-inter¬ 
ference complaints. Field measurements of surge-crest 
magnitudes together with laboratory tests led to later 
designs having the ability to discharge surge currents of 



Fig. 43—Dltcharg^ voltage chafactorUtlcs of typical dUtribu- 
tlofi typo arrootoro for It x 34 mlcrooocond cuironr wave. 


high creat magnitude. More recent data obtained with 
the fulchronograph have shown that the distribution-type 
arrester should also be capable of discharging surge cur¬ 
rents of long duration. 

Valve-t 3 rpe lightning arresters are now available that 
will handle either surges of high crest magnitude or long 
duration. 

Surge-Proof and CSP Transformers—The surge- 
proof distribution transformer, containing, as a part of 
the transformer, devices for complete surge protection, 
was introduced in 1932. An expulsion tube arrester, known 
as the De-ion arrester was connected between each pri¬ 
mary terminal and tank. These arresters and the coordi¬ 
nated low-voltage bushings of these transformers together 
provided the three-point method of surge protection which 
for the first time gave the means for completely protecting 
all three major insulations. 

These surge-proof transformers still required external 
fuse cutouts to disconnect the transformer from the line in 
case, of secondary overload or short circuit or internal 
failure. Blowing of these fuses and sometimes failure of 



Fig. 44—Circuit diagram of CSP transformer. 

If practice is to ground tanks, remove tank discharge gap and con¬ 
nect tank directly to ground. 

the cutout constituted a large share of the trouble expe¬ 
rienced with distribution transformers caused by lightning 
surges. Fuses cannot always be depended on to give ad<^ 
quate overload and short-circuit protection. Also, the 
mounting of cutouts necessarily adds to the cost and com¬ 
plication of installation of the transformer. 

The completely self-protecting (CSP) distribution trans¬ 
former, introduced in 1933, overcame these difficulties. 
Like its predecessor, it contained complete lightning pro¬ 
tection, provided by high-voltage De-ion arresters and low- 
voltage coordinated bushings arranged to give three-point 
protection, as shown in the circuit diagram of Fig. 44. 
In addition, an internal circuit breaker connected bt^- 
tween the low-voltage windings and low-voltage terminals 
protected the transformer against overload or secondary 
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Fig. 45—Sectional view of CSP trantformer for operation on 
grounded-neutral circuit. 


breakers instead of one. These are intercon¬ 
nected within the transformer so as to section- 
alise the* low-voltage circuits in case of faults 
or overloads. 

The CSP transformer is completely assem¬ 
bled in the factory thus making it possible to 
surge test the combined transformer and pro¬ 
tective equipment. Proof of coordination of the 
insulation of each CSP transformer is now 
given by applying to each assembled unit a 
surge test equivalent to a direct stroke of 
lightning^. 

VII. SURGE PROTECTION FOR 
ROTATING MACHINES 

The insulation on the windings of rotating 
machines, such as large or small motors, a-c 
generators, and synchronous condensers, is held 
to a minimum because of limited space. Also, 
since the insulation is not immersed in oil, its 
surge strength is not much greater than the 
peak of the 60-cycle voltage breakdown. Special 
measures are, therefore, necessary to protect 
such equipment when it is connected to a sys¬ 
tem subject to the hazards of lightning-surge 
voltages. Likewise, the method of grounding 
effects the overvoltages, during fault con- 


short circuits. Finally, protection to the high-voltage 
feeders from internal transformer failures was given by 
internal protective links connected between the high- 
voltage winding and bushing. The internal breaker and 
protective links perform all of the functions of the fuse, so 
that with these transformers no external protective de¬ 
vices are required. Those transformers have now almost 
entirely superseded the surge-proof design. 

The bimetallic tripping element of the breaker, which 
is actuated by both load current and oil temperature, is 
calibrated to follow closely the permissible thermal load¬ 
time characteristics of the transformer windings and pro¬ 
vides loading on the basis of copper temperature. 

A sectional view of a CSP transformer with two cover 


ditions and switching, which may be impressed on rotat¬ 
ing machines; these phenomena are discussed in Chapters 
14^ and 19. 

The stress on the major insulation of any machine, that 
is, the insulation between the winding and frame, is de¬ 
termined mainly by the magnitude of the surge voltage 
to ground, whereas the stress on the turn insulation is 
more a function of the rate of rise of surge voltage as the 
surge penetrates the winding^* Protection of a rotat¬ 
ing machine, therefore, requires limiting the surge voltage 
magnitude at the machine terminals and sloping the wave 
front of the incoming surge. 

The effect of sloping the wave front is illustrated in 
Fig. 46. The curves of Fig. 46 (a) show the relative volt- 


bushings and De-ion arresters is illustrated in Fig. 45. Of 


special interest is the emergency control now supplied on 
these transformers. This device takes care of the occa¬ 
sional situation where the breaker cannot be kept closed 
after having been tripped by overload, because the over¬ 
load persists or motor starting currents are high. If it is 
imperative that service be restored, even at the risk of 
some loss of transformer life, the breaker setting may be 
elevated by means of the external emergency control 
handle to permit additional overloads. The necessity for 
the use of this device usually indicates that the load growth 
has exceeded the capacity of the transformer so that the 
unit should be repla^ as soon as possible by a larger one. 

Recent developments include the extension of the CSP 



036 GROUND 
TAPS 



principle to include three-phase distribution transformers (o> microseconds (b) 

and both single- and three-phase completely self-protect- 

ing transformers for banked secondary operation (CSPB’s). W«ri»>utlon of surge voltage In generator winding. 


The latter contain all of the protective features of the CSP (al Without rotating machine protection. 


transformers, and, in addition, they are supplied with two (b) With rotating machine protection. 
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ages to ground of the line terminal and two intermediate 
points in a phase winding of a machine without protec¬ 
tion for an incoming surge rising to crest in one-half micro¬ 
second. The differences in voltages at the various points 
in the winding result in high stresses between turns. 
The curves of Fig. 46 (b) show how the stresses between 
turns are decreased by sloping the wave front so that the 
surge at the machine terminals reaches crest in twelve 
microseconds. 

Limiting the surge voltage to ground sufficiently to 
protect the major insulation usually requires a special 
lightning arrester, having a low protective ratio, con¬ 
nected between each machine terminal and grounded 
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Fig. 47--Llne surge Impedance and capacitor method of pro¬ 
tecting rotating machines. 

(a) Single machine connected to overhead line. 

(b) Two or more machines connc*cted to common bus. 

(c) Machine connecti^d through short cable to overhead lines. 
For simplicity, protective devices are shown on one phase only. 

Each phase however must have the same protective apparatus in¬ 
stalled. 

•For circuits below 2300 volts. 

•*For circuits 2300 volts and above. 

•**Cable lengths up to 1000 feet are considered short cables in this 
type of application. If the cable is over 2500 feet long and the ma¬ 
chine is connected directly to it, it is satisfactory to omit the capaci¬ 
tor at machine terminals. In this case the capacity effect of the cable 
is approximately equivalent to the capacitor. 


frame. Where more than one machine is connected to a 
common bus, one arrester connected between each phase 
of the bus and ground generally is adequate if the machine 
frames are connected to a low-resistance ground common 
with the arrester ground. 

Sloping of the surge wave front is accomplished by let¬ 
ting the surge, after passing through a series impedance, 
charge a shunt capacitor connected to the machine ter¬ 
minals. 

18. Line Surge Impedance and Capacitor Method 

In this scheme of protection, a special arrester is in¬ 
stalled at the machine terminal to limit the magnitude 
of the voltage impressed on its windings. The sloping of 
the surge is accomplished by a capacitor charged through 
the surge impedance and reactance of the line. See Fig. 
47. To limit the voltage that determines the charging 
rate of the capacitor, a lightning arrester or protector tube 
is placed on each overhead line far enough ahead of the 
machine so that the arrester will discharge before the 
voltage impressed on it is modified by reflections from the 
capacitor. This distance will depend upon the slope of 
the incoming surge. The farther out the arrester is located, 
the less will be the stress on the machine winding for 
surges originating beyond the arrester, but the greater will 
be the possibility of a surge originating between the line 
arrester and the station. A distance of 1500 to 2000 feet 
is a good compromise between the possibilities of a stroke 
within this area and the effect of distance on the charging 
rate of the capacitor. 

The rate of rise of the surge reaching the machine is 
also a function of the amount of capacitance used. The 
maximum permissible rate of rise depends upon the ve¬ 
locity of propagation of the surge in the machine winding, 
the number of turns per coil, the turn length and the turn 
insulation. A study of many case.s has indicated that the 
maximum rate of rise should be limited to a value such 
that, if the terminal voltage continues to rise, it will not 
equal the test voltage of the machine in less than 10 micro¬ 
seconds. Considering a minimum practical line surge 
impedance and a practical machine surge impedance, this 
requires at least J microfarad of capacitance. It is inde¬ 
pendent of rated circuit voltage because the machine test 
voltage and the voltage limited by the line arrester are 
proportional to rated circuit voltage. However, in the 
construction of capacitors there is a limit to the minimum 
capacitance that can be obtained economically on a 
standard unit. For example, the standard 6900-volt unit 
contains ^ microfarad, whereas the 13 800-volt unit con¬ 
tains only J microfarad. 

In an ungrounded machine, because of the possibility of 
reflections from the neutral point, the voltage may double 
at the neutral. To limit the voltage at the neutral as 
recommended, it is necessary to hold the rate of rise of the 
surge entering the machines to § the recommended value, 
by using at least J, instead of J microfarad. In Table 9 
are given the recommended capacitances for various volt¬ 
age classes from 650 to 13 800 volts. For 11 500 and 
13 800-volt classes, two standard J-microfarad units are 
recommended for ungrounded machines, whereas } micro¬ 
farad is sufficient for a grounded machine. Below 11 500 
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Tabuc 9—Rboommbndbd CAPAaTANCs Values poe Line 
SUROB lUPBOANCB METHOD OF PROTSCTINQ ROTATIHQ MACHINES 


Circuit 

Voltage 

Machine* 

Neutral 

Connection 

Number of 
Standard Units 
per Phase 

Microfarads 
in Each 
Standard Unit 

650 

any 

1 

2 

2400 

any 

1 

0 5 

4160 

any 

1 

0 5 

4800 

any 

1 

0 5 

6900 

any 

1 

0 5 

11 500 

Grounded 

1 

0 25 

11 500 

Ungrounded 

2 

0 25 

13 800 

Grounded 

1 

0 26 

13 800 

Ungrounded 

2 

0 25 


*MAchine neutral considered grounded if grounded through « reeistor of 50 ohma 
or leee. Reactance grounded machines should be considered ungrounded. 


volts, the standard unit contains § microfarad so no in¬ 
crease is required for ungrounded machines. In some 
applications it may be expedient to use an arrester from 
the neutral point of the machine to ground. 

For all machines larger than 1000 kva, special station 
type arresters should be used at the generator terminals. 
For machines of less than 1000 kva station type arresters 
may not be justified economically. Special line-type ar¬ 
resters can be used. 

In all cases, standard line-type arresters or protector 
tubes are placed out on every overhead line entering the 
station at generator voltage. For 2300-volt circuits and 
above, these arresters should be located approximately 
1500 feet from the station. For voltages below 600 volts, 
these arresters can be located within 500 feet of the station. 

The possibility of a lightning stroke to the line near the 
station can be minimized by overhead ground wires placed 
over this part of the line as indicated in Fig. 47 (b). Their 
spacing and location, with respect to the phase wires, is 
important and the application requires special study. 
There is a limit, however, to what can be done with ground 
wires. It should be stressed that the lightning strokes 
terminating on low-voltage circuits are just as severe as 
those terminating on high-voltage circuits. Therefore, to 
get good protection with overhead ground wires, the 
equivalent of a high-voltage line, with large spacing and 
increased surge insulation from line wires to ground con¬ 
ductors should be used for the first 1500 or 2000 feet from 
the station. Properly applied ground wires then are ex¬ 
pensive on low-voltage circuits, especially if considerable 
money has to be spent to decrease the ground resistance. 
In many cases, it is more economical to use the choke-coil 
scheme of surge protection. 

If the machine is connected to the overhead line through 
a short cable, Fig. 47 (c), the protection at the machine 
should be the same as discussed above. In addition there 
should be a set of line-type arresters on the line 1500 to 
2000 feet from the cable pothead and another set at the 
cable pothead. If several cables are connected to the bus 
or machine and their total length exceeds 2500 feet the 
cable capacity acts to slope the wave front, and the capac¬ 
itor can be omitted at the machine. 


19. Choke Coll and Capacitor Method 

The most complete protection of rotating machines 
connected directly to overhead lines is obtained when 
lightning arresters are used to limit the magnitude of the 
incoming surge, and lumped inductance and capacitance 
are used to limit the slope of the incoming surge. With 
this scheme of protection, the machine is given full pro¬ 
tection for all surges, even for direct strokes to the over¬ 
head line close to the station. 

Special lightning arresters are paralleled with the re¬ 
quired amount of capacitance and tied to the generator 
terminals or station bus. See Fig. 48. A standard arrester 
is applied on the line side of the choke coil to limit the 


OVERHEAD GROUND WIRES (IF 

MACHINE 

CHOKE COIL 
—I- 


STANDARD * 
ARRESTERt 




SPECIAL 
ARRESTER I ^ClTOR 




_J 


Fig. 48—Choke coil and capacitor method of protecting rotat¬ 
ing machines. 


voltage that determines the charging rate of the capacitor. 
The rate of rise of the terminal voltage depends upon both 
the amount of inductance and amount of capacitance 
used. The values that should be used to limit the rate of 
rise to the maximum permissible value are given in Table 
10. A study has shown that the minimum capacitance 
to use in conjunction with a 175-microhenry choke is i 


Table 10—Recombeendbd Capacitance Values for Choke 
Coil and Capacitor Method of Protecting Rotating 
Machines 


Circuit 

Voltage 

Machine* 

Neutral 

Connection 

Number of Standard Capacitors 
per Phase 

175 nh Choke 

350 /Lth Choke 

650 

any 

1 


2400 

Grounded 

1 


2400 

Ungrounded 

2 

1 

4160 

Grounded 

1 


4160 

Ungrounded 

2 

1 

4800 

Grounded 

1 


4800 

Ungrounded 

2 

2 

6900 

Grounded 

1 1 


6900 

Ungrounded 

2 

1 

11 500 

Grounded 

2 

1 

11 500 

Ungrounded 

4 

2 

13 800 

Grounded 

2 

1 

13 800 

Ungrounded 

4 

2 


^Machine neutral conaidorod grounded if grounded through a reaiator of 60 ohms 
or leM. Reactance grounded maehinee should be considered ungrounded. 
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microfarad for grounded machines. If the inductance is 
increased to 350 microhenries, } microfarad would be 
sufficient. 

For all machines above 1000 kva, special station-type 
arresters should be used at the generator terminals— 
whereas below 1000 kva special line type arresters can be 
used. In all cases, standard line or station-type arresters 
are located on the line side of the choke coil. Station-type 
arresters are recommended, but, where it is not felt that 
they can be justified, line-type arresters can be used; the 
degree of protection expected will dictate the arrester 
to use. 

This scheme is more expensive, but gives decidedly 
more reliable protection because the area close to the sta¬ 
tion is fully protected. 

20. Machines Connected to Overhead Lines 
Through Transformers 

Experience with machines connected to overhead lines 
through transformers has indicated that damage to the 
machines from lightning surges on the overhead lines is 
rare if adequate arrester protection is provided on the 
high-voltage side of the transformer. However, surges 
coming in over an overhead line may produce high volt¬ 
ages on the low-voltage side of the transformer, even if 

“T o7ERHEAb “ground" 

POWER TRANSFORMER MACHINE 

— 

trVPE ARRESTER I_ ARRESTER | ^CITOR J 

Fig. 49—Protection of rotating machines connected through 
power transformers to overhead lines. 


minal of the machine. A standard lightning arrester is, 
of course, required on the line side of the transformer to 
protect the transformer. See Fig. 49. 

When the machine is connected to an overhead line 
both direct and through transformers, the special arrest¬ 
ers and capacitors should be applied at each machine 
terminal the same as when the machine is connected to 
the overhead line only. Standard line-type arresters 
should be located from 1500 to 2000 feet out on the direct- 
connected line. Standard station type arresters should 
be installed on the high side of the transformer. See Fig. 
50. 


21* Machines Connected to Overhead Lines 
Through Feeder Regulators or Current Limit¬ 
ing Reactors 

If the machine is connected to the overhead line through 
a feeder regulator or current limiting reactor, the protec¬ 
tion should be the same as for a machine directly con¬ 
nected to the overhead line. In addition, a standard line- 
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Fig. 51—Protection of rotating machines connected through 
current limiting reactor or feeder voltage regulator to over¬ 
head lines. 


(A reactor, when present, is equivalent approximately to the effect 
of using a choke coil. Arrester A may be omittc*d if the current 
limiting reactor has an inductance of over 350 microhenries.) 


the high side is adequately protected with arresters. The 
surge is transmitted through the transformer by both 
electrostatic and electromagnetic coupling. The electro¬ 
static coupling depends upon the transformer capacitances 
between windings and to ground, and is independent of 
reactance and turns ratio. The electromagnetic coupling 
depends upon the turns ratio, reactance and size of the 
transformer, as well as the bank connection, that is, 
whether star-delta, star-star, etc. 

Where additional protection to the rotating equipment 
is desired, it can be obtained by connecting a special ar¬ 
rester and one standard capacitor unit to each phase ter- 


OVERHEAD GROUND WIRE (IF USED) 
POWER TRANSFORMER 


1 STD. STATION- I 
hvPE ARRESTER T 




-1500 FT ■ 


ROTATING 

MACHINE 


, STANDARD 

I_I LINE TYPE 

^ARRESTER 


Ti 

/LI 


CAPA¬ 

CITOR 


SPECIAL 

ARRESTER 


J 


Fig. 50—Protection of rotating machines connected direct to 
and through transformers to overhead lines. 


type arrester should be added on the line side of the regu¬ 
lator or reactor. See Fig 51. 

If the inductance of the current limiting reactor is 
greater than 350 microhenries, the arrester on the line 
can be omitted. 

22. Characteristics of Special Lightning Arresters 

Special low-breakdown lightning arresters for connec¬ 
tion in parallel with capacitors at the machine terminals 
(or at the bus if two or more machines arc connected to a 
common bus) arc available in either the station type or 
line type. The characteristics of typical arresters of both 
types arc shown in Table 11. The station type arresters 
have a somewhat lower breakdown voltage, a low^er dis¬ 
charge voltage at high surge currents, and a higher surge- 
current discharge capacity. 

For the best protection, station-type arresters should 
be applied to machines of all ratings. However, it is 
recognized that applications involving small sized ma¬ 
chines may not economically justify the most expensive 
protection. For that reason, line-type arresters are gen¬ 
erally applied on machines 1000 kva and below, and 
station-type arresters on machines larger than 1000 kva. 

Either arrester must be applied on the basis that the 
power voltage from line to ground across the arresUu* 
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Table 11—Performance Characteristics of Special Light¬ 
ning Arresters for Surge Protection of Rotating 
Machines 




Gap Breakdown 


Type 

Voltage 
Rating 
Kv Rms 

60 Cycle 

Front of 
Wave 

Breakdown 
of Stand- 

Wave 
Front of 
10 Micro- 

Discharge 
Voltages 
on 10X20 
^8 Wave 


Kv Rms 

ard AIEE 

seconds to 

1500 Amp 




Rate of 

Breakdown 




Rise, 

Kv Crest 

Kv Crest* 



3 

8 

12 

9 

9 

Special 

6 

13 

22 

17 

18 

Station 

9 

21 

30 

26 

27 

Type 

12 

25 

40 

34 

36 


15 

30 

50 

42 

45 


0 5 

1 0 

2 5 

2 1 

2 5 


0 75 

1 6 

3 4 

3 0 

3 4 

S|:>ecial 

3 

7 

14 

9 

9 

Line 

6 

14 

25 

18 

18 

Type 

9 

21 

33 

27 

27 


12 

27 

44 

36 

36 


15 

34 

55 

45 

45 


*Breakdown wh«n UAed with capacitor. 


under any normal or fault condition does not exceed the 
arrester phase-leg rating. 

VIIL SUMMARY 

The problem of coordinating the insulation of electrical 
equipment has progressed through years of rei^earch from 
a subject only vaguely understood to a sound engineering 
practice based on well defined principles and known facts. 
Basic insulation levels have now been established that fix 
the lovvxr limits of insulation surge strength to definite 
values that can be demonstrated by standardized test 
methods. Protective devices are available that will pro¬ 
vide a high degree of protection to insulation meeting the 
basic levels. Effective schemes have been devised for pro¬ 
tecting insulation that requires special consideration. 

This progress was made possible only by cooperation 
between the manufacturers and users of electrical equip¬ 
ment in obtaining invaluable information on the nature 
of lightning and its effects on equipment in service. Con¬ 
tinued cooperation will undoubtedly produce additional 
information that will make possible further improve¬ 
ments to the methods of coordinating insulation. 
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T he method of power-system grounding is perhaps 
more difficult to select than any other feature of 
its design. The large number of factors that must 
be considered is partly responsible, but primarily it is 
because most of these factors cannot individually be set 
up in terms of dollars and cents, and thus weighed, one 
against the other, to get the best compromise between 
conflicting influences. 

Historically, there has been a gradual trend in Ameri¬ 
can practice from ungrounded, to resistance grounded, to 
solid or effective grounded. The main reasons for these 
trends can readily be traced. Most systems were initially 
operated with their neutrals free, that is, not connected to 
ground. This was the natural thing to do as the ground 
connection was not useful for the actual transfer of power. 
The method had a strong argument in its favor, since an 
insulator failure on one of the phases could be tolerated 
for some little time until the fault could be located and 
repaired. Also most lines then were single circuit, and the 
free-neutral feature permitted loads to be carried with 
fewer interruptions than had the neutral been grounded 
and considerable fault current flowed. Another important 
consideration was that relaying had not come into general 
use, so that many prolonged outages were avoided by the 
ungrounded operation. 

Limitations to ungrounded operation began to develop 
with the growth of systems, both as to mileage and volt¬ 
age. This increased the currents when a ground occurred, 
so that an increasing proportion of transient grounds 
(from lightning, or momentary contacts) were no longer 
self-clearing. Furthermore, the phenomena of '^arcing 
grounds’^ ^came prominent in the eyes of utility engi¬ 
neers. By arcing grounds was meant a process by which 
alternate clearing and restriking of the arc caused recur¬ 
ring high surge voltages. This phenomena proved quite 
elusive and long defied conclusive confirmation, but the 
theory gained many adherents, so that by 1920 the ma¬ 
jority of systems were grounded either solidly or through 
resistance. Subsequently progress has been made in ana¬ 
lyzing this phenomena, and recently an accumulation has 
been made of operating records of isolated-neutral systems. 
More recent transient-overvoltage comparisons between 
isolated and grounded systems have shown the former to 
give higher overvoltages, both during faults and switching 
operations, although not as high in magnitude as formerly 
suspected. Furthermore the operating records of un¬ 
grounded systems in recent years with proper surge pro¬ 
tection and coordination of insulation do not show pro¬ 
nouncedly greater equipment failure rates than on the 
grounded systems. It therefore appears logical to conclude 


that, while ungrounded operation is more hazardous to 
equipment than grounded, the degree of difference was 
somewhat masked by in^iprovement in the apparatus itself 
while changeovers to grounded operation were taking place. 

The first tendency in grounding was to limit the maxi¬ 
mum amount of fault current by means of neutral re¬ 
sistances. A number of empirical formulas were advanced 
in an attempt to rationalize the procedure of determining 
the maximum value of resistance that could be used. 
These formulas were variously expressed in terms of line 
or cable lengths, charging current to ground, and some 
involved the connected generating kva of the system. 
More recent investigations seem to confirm that the maxi¬ 
mum permissible neutral-grounding resistance is inversely 
proportioned to the total line-to-ground charging kva. 
However, it appears that other practical considerations, 
such as relaying, will dictate a lower maximum limit to 
grounding resistance than the arcing phenomena would 
require. 

On systems whose voltage is higher than generated volt¬ 
age, particularly 115 kv and above, a saving in system 
cost became available by the use of transformers having 
the insulation graded from the line terminal to the neutral, 
if the neutral was solidly grounded. The cost of the ground¬ 
ing resistor and the space required by it were also saved. 
Consequently, the next major trend, particularly in the 
transmission field, was toward solid or effective grounding. 
For the higher voltages, this is now the most prevalent 
grounding procedure in the United States. 

In individual locations on some systems, particularly 
in the vicinity of 69-kv nominal system voltage, instances 
have occurred where high concentrations of power have 
led to ground-fault currents so high as to be deemed ob¬ 
jectionable from the standpoint of conductor burning and 
inductive influence on communication circuits. In several 
of these instances, neutral-grounding reactors of moderate 
ohmic size have been used in the grounding of certain 
transformer banks. 

In Europe, the last thirty years have seen considerable 
use of ground-fault neutralizers (Petersen coils). In many 
instances they have materially reduced outages caused 
by ground faults. There are about 50 installations in this 
country, most of which were made in the last 15 years, 
indicating an increasing interest. 

1. FUNDAMENTAL PRINCIPLES OF 
SYSTEM GROUNDING 

1. Ungrounded Systems 

A simple ungrounded-neutral system is shown in Fig. 
1 (a). The line conductors have capacitances between one 
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1—Simple ungrounded«neutral system. 

another and to ground, as represented by the delta- and 
star-connected sets of capacitances. The delta set of ca¬ 
pacitances has little influence on the grounding charac¬ 
teristic of the system and will therefore thenceforth be dis¬ 
regarded. 

In a perfectly transposed line, each phase conductor will 
have the same capacitance to ground. With balanced 
three-phase voltage applied to the line, the current in each 
of the equivalent capacitances will be equal and displaced 
120 degrees from one another. The voltages across each 
branch are therefore equal and also displaced 120 degrees 
from one another. Consequently, there will be no potential 
difference between the neutral points of the supply trans¬ 
former bank and that of the capacitances. These vector 
relations are shown by Fig. 1 (b). Since the neutral of the 
capacitances is at earth potential, it follows that the neu¬ 




Flg. 2—Ground fault on simple ungrounded-neutral system. 


tral of the transformer bank is also at ground potential, 
being held there by the balanced electrostatic capacitance 
to ground. In a sense, the system is therefore capacitance 
grounded. 

If one conductor, phase a for example, becomes faulted 
to ground, there will no longer be any current flowing in 
the capacity branch between that phase and ground, be¬ 
cause the difference of potential no longer exists. How¬ 
ever, the voltage across the other two capacity branches 
will increase because the voltage across them rises to 
phiise-to-phase voltage. Moreover, as shown by Fig. 2 (b), 
the voltages to ground are no longer 120 degrees out of 
phase, but 60 degrees. Hence the sum of the currents is 
no longer zero, but is three times the original current to 
neutral. In phase position the current 1( flowing from the 
faulted conductor to ground, which is the usual conven¬ 
tion, leads the original phase-to-neutral voltage by ap¬ 
proximately 90 degrees. 

The actual solution for voltages and currents is most 
conveniently carried out by means of the method of sym¬ 
metrical components as given in Chap. 2. The current in 
the faulted phase is then 

Zi + ^2 + ^0 

In this connection, two points are of interest. Zo, the 
zero-sequence impedance at the point of fault will, for an 
ungrounded neutral system, be predominantly capacitive, 
whereas Zi and Zt are predominantly inductive. Conse¬ 
quently, the two tend somewhat to neutralize one another. 
On long lines, this is particularly so, as Z\ and Z 2 increase 
with length, whereas Zo decreases. A further effect noted 
on long lines is that the zero-sequence charging currents 
for remote sections must be drawn through the series 
reactance of intervening sections, causing a zero-sequence 
voltage rise toward the far end. This can result in the 
ground or '‘neutrar' point lying outside of the triangle of 
line voltages as shown by Fig. 3. This situation is rarely 


c 



Fig. 3—Neutral displacement outside triangle of voltage on 
long lines. 

of importance unless the line lengths exceed about 200 
miles. If the generating capacity is small, the additional 
charging current caused by a ground fault may materially 
increase the phase-to-phase voltages. 

The electrostatic capacitances of each line to ground 
were assumed in the discussion above to be the same. This 
will be substantially the case for a transposed line. With 
untransposed lines this will not be true, particularly if the 
configuration of the conductors is flat or vertical. The 
exact amount of unbalance can be calculated by determin¬ 
ing the capacity coefficients of the conductors.* In ex¬ 
treme cases, the unbalance with either configuration may 
*See Chapter 3. 



Chapter 19 


Grounding of Power System Neutrals 


645 


give as much as five percent zero-sequence voltage. There¬ 
fore, in practice, the system neutral on an ungrounded- 
neutral system may be displaced from ground as much as 
five percent of the normal line-to-neutral voltage under 
unfaulted conditions. This may not be objectionable, al¬ 
though sometimes interference may be caused with com¬ 
munication circuits. 

2. Resistance-Grounded Systems 

A typical resistance-grounded neutral system is shown 
in Fig. 4. As commonly installed, the resistance has a 



Fig. 4“ Simple resistance-grounded system. 


considerably higher ohmic magnitude than the system 
reactance at the resistor location. Consequently, the line- 
to-ground fault current is primarily limited by the resistor 
itself. Other than in exceptional cases, such as long lines 
at high voltage, or extensive cable systems, the capacitive 
current is small compared to the resistive current, and 
can be neglected. 

An important consideration in resistance-grounded sys¬ 
tems is the power loss in the resistor during line-to-ground 
faults. The power loss is shown in Fig. o Jis a percentage 



NEUTRAL RESISTANCE-PERCENT ON SYSTEM KVA 

Fig. 5—Power loss in neutral resistor during line-to-ground 

faults. 

of the kva rating of the entire connected generating ca¬ 
pacity on the system, and as a function of the value of the 
neutral resistance. The latter is expressed in percent on 
the system kva. A generator reactance of IG percent and 
a transformer reactance of 8 percent were used in the 
preparation of the curve. 


For this example, Zo^^SR+jS; Zi■■0+^24; Zj — 0-f’j24. 
The per unit fault current is given by the expression 
/f = 300/(3/2+j56).The voltagedevelopedacrossthe ground¬ 
ing resistor is ItR. The power loss in the grounding resistor 
is IfEii or /f*/2. If and E^, are both in terms of normal 
values per phase. The power loss obtained by their prod¬ 
uct is therefore in terms of normal value per phase. Con¬ 
sequently, if the power loss in the resistor is to be expressed 
in terms of total three-phase system kva rating, it must 
be divided by three. Thus resistor power loss in percent 
is /f^/2/3, when It is in per unit and R in percent. 

The maximum power loss for this case is 89.3 percent 
of the system rated capacity if three times the resistance 
in the neutral has the same ohmic magnitude as the react¬ 
ances determining the ground-fault current. If the gen¬ 
erator reactances are lower, still higher power will occur 
during grounds and may cause violent swinging of gen¬ 
erator phase position or instability. Resktances in this 
region are to be avoided, and since there is always some 
additional resistance in the fault, it is preferable that the 
grounding resistors alone be sufficient to carry well beyond 
the peak. 



Fig. 6—Effect of system size and operating voltage on size of 
neutral resistor to limit ground fault current to one-quarter 
full-load system current. 
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The actual ohmic value of the grounding resistor re¬ 
quired will vary widely depending upon the circuit volt¬ 
age and system capacity. This effect is 8ho^vn in Fig. 6, 
which assumes arbitrarily that the ground-fault current 
is to be limited to of full-load system current. By ‘‘full¬ 
load system current’’ is meant the summation of the rated 
currents of all generating capacity, converted to the volt¬ 
age base of the line. In terms of the rated line currents, 
the fault currents may still be several times full load, de¬ 
pending upon the number of lines. Fig. 6 is principally 
for illustrative purposes, and quite wide variations from 
the resistor ohms shown are satisfactory in practice. It 
should be understood that the resistance value indicated 
by Fig. 6 is the paralleled value of all resistors, if multiple 
grounding is used. 

3. Effectively Grounded Systems 

The term “effectively grounded’’ has replaced the older 
term “solidly grounded,” for reasons of definition. A 
transformer neutral may be “solidly grounded” in that 
there may be no impedance between the neutral and earth. 
However, the transformer capacity thus “solidly ground¬ 
ed” may be too small in comparison with the size of the 
system to be effective in stabilizing the voltages from 
phases to ground, when ground faults occur. This is par¬ 
ticularly the case when small grounding transformers are 
used to provide a source of ground current for relaying. 

The effect of different degrees of grounding is illustrated 
in considerable detail in Chap. 14. From Fig. 5, Chap. 14, 
the range of ground-fault currents is from 0 to 3.0 times 
the three-phase short-circuit current. As shown in Fig. 6, 
the line-to-ground voltage on an unfaulted phase ranges 
from about 0,6 to 2.0 times the normal line-to-neutral 
voltage during a line-to-ground fault. These figures are 
the rms dynamic quantities, as distinguished from transi¬ 
ent voltages or currents. 

These curves make it apparent that the term “solidly 
grounded” is too indefinite to describe a grounding pro¬ 
cedure that varies over such a wide range. A designation 
in terms of the ratio of zero sequence to positive sequence 
reactance Xo/Xi^ is much more logical and definite. 

Section 32-1.05 of AIEE Standard No. 32, May 1947, 
defines effective grounding as follows: 

system or portion of a system can be said to be effectively 
grounded when for all points on the system or specified portion 
thereof the ratio of zero-sequence reactance to positive-sequence 
reactance is not greater than three and the ratio of zero-sequence 
resistance to positive-sequence reactance is not greater than one 
for any condition of operation and for any amount of generator 
capacity.” 

An example of an effectively grounded system is shown 
by Fig. 7. On the basis of generating capacity at station A 
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Fig. 7—Typical solidly grounded system. 


only, the positive- and negative-sequence reactances for 
faults at station A are each 25-1-7 * 32 percent, this being 
the sum of the generator and transformer reactances. The 

100 

three-phase fault current is therefore *3.12 times full¬ 


load current. The fault current for a single line-to-groimd 
300 

fault is * 4.23 times full-load current. The ratio 

32-h32+7 

Xo/Xi is ^=0.219. 


For a fault at station B, 80 miles away, the positive- 
and negative-sequence reactances are increased by 34 per¬ 
cent and the zero-sequence reactance by 120 percent, by 
the transmission lines. The three-phase fault current is 
100 

——=1.51 times full load. The single-phase fault current 


18 


300 


66+66+127 
127 


66 


= 1.92. 


= 1.16 times full load. 


The ratio Xo/Xi is 


The voltage of the sound or unfaulted phases can be 
conveniently read from Chap. 14, Fig. 6. For a fault 
at station A, where the ratio Xo/Xi is 0.219, Fig. 6 
shows that the line-to-ground voltage is approximately 
0.9 of normal line-to-neutral voltage {Ro/Xi is about 
0.1 if there is no fault resistance). For a fault at station 
B, the corresponding ratio Xo/Xi is 1.92 and the line-to- 
ground voltage on an unfaulted phase is about M5 
times normal. 


4. Reactance-Grounded Systems 

AIEE Standard No. 32-1.08 states: 

“Reactance Grounded—Reactance grounded means 
grounded through impedance, the principal element of 
which is reactance. (Modified from 35.15.215.) 

.Note: The reactance may be inserted either directly, in the 
connection to ground, or indirectly by increasing the reaetanee 
of the ground return circuit. The latter may be done by in¬ 
tentionally increasing the zero-sequence reactance of apparatus 
connected to ground, or by omitting some of the possible connec¬ 
tions from apparatus neutrals to ground.” 

As thus defined, “reactance grounded” implies the in¬ 
sertion of a reactance in the ground connection. Within 
this meaning a reactance-grounded system is not solidly 
grounded; it may or may not be effectively grounded, and 
it may or may not be resonant grounded. For the discus¬ 
sions in this chapter, “reactance grounded” is defined in 
terms of Xo/Xi ratio, a system being reactance grounded 
if Xo/Xi exceeds 3.0, but is less than the value necessary 
for resonant grounding. Thus defined, putting a low re¬ 
actance between a generator or transformer neutral and 
ground such that Xo/Xi remains less than 3.0 does not 
constitute reactance grounding. Similarly, if a grounding 
transformer has its neutral solidly grounded, but Xt/Xi 
exceeds 3.0, the system is presumed to be reactance 
grounded. 

The system of Fig. 7 can be converted to a reactance- 
grounded system if a reactor of sufficiently high reactance 
is connected between the transformer neutral and ground 
at station A, If a reactor having a 60-cycle re^tanoe of 
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16 ohms is used, this will be the equivalent of 8.4 percent 
on 25 000 kva. When multiplied by 3 (See Chap. 2) and 
added to the transformer reactance of seven percent the 
zero-sequence reactance becomes equal to the positive- 
and negative-sequence reactances. The current for a line- 
to-ground fault at station A then becomes equal to that 
for a three-phase fault. If therefore, the high ground-fault 
current with transformers solidly grounded had necessi¬ 
tated circuit breakers with greater interriipting ability 
than required for three-phase faults, the addition of the 
reactor would make the larger breakers unnecessary. 

_300_ 

At station B, the ground fault current is 66+66+152 

152 

= 1.06 times full load. The ratio X^/Xi is -— = 2.30. 

66 

From Chap. 14, Fig. 6, the maximum line-to-ground volt¬ 
age on an unfaulted phase is about 1.18 times normal. 

Thus, the addition of a neutral reactor at a generating 
station may equalize the three-phase and single-phase 
short-circuit currents without greatly (hanging the mini¬ 
mum line-to-ground fault current, or the voltage from 
maximum phase to ground. 

The installation of such a nominal amount of reactance 
is not sufficient to change the classification of the system 
from effectivelv grounded to reactance grounded, inasmuch 
as excessive neutral displacements do not occur with 
ground faults. This applies particularly in the vicinity of 
station A , but to a lesser extent in the vicinity of station H. 

If a 50-ohm neutral reactor is installed at station A, the 
effective zero-se(iuence reactance at that point becomes 

86%. The ratio Xq/X\ at station A is then ^ = 2.7. At 

oZ) 

station B the ratio Xq/X\ is —- = 3.1. Therefore on the 

66 

basis of the AIEE definition cited above, the system would 
be regarded as effectively grounded at station A but not 
at station B, On the basis of the treatment in this chapter 
the system of Fig. 7, with the 50-ohm grounding reactor 
is considered reactance grounded. 

5. Resonant-Grounded Systems 

A resonant-grounded system is one in which the capaci¬ 
tance current is tuned or neutralized by a neutral reactor 
or similar device. The principle of operation of the ground- 
fault neutralizer is quite simple. As commonly used, the 
neutralizer is simply a tapped reactor connected between 
a transformer neutral and ground. When one phase of the 
system is grounded, a lagging reactive current flows from 
the neutralizer through the transformer to the fault and 
thence to ground. At the same time the capacitance cur¬ 
rent will be flowing from line to ground (See Sec. 1). The 
lagging current from the reactor and the leading current 
from line capacitance are practically 180 degrees out of 
phase and therefore the actual current to ground at the 
fault is equal to the difference between them. By properly 
tuning the reactor (selecting the right tap) the two currents 
can be made almost exactly equal, so that their difference 
is substantially zero. Under this condition the current in 
the fault is so small that in general the arc will not main- 



(0) SYSTEM WITH NEUTRAL REACTOR 
AND NO CAPACITANCE TO GROUND 



SYSTEM (o) SYSTEM (b) COMBINATION OF(o)a(b) 

(d) VECTOR RELATIONS 


Fig. 8—Illustration of operation of ground fault neutralizer 
by principle of superposition. 

tain itself, and the fault is extinguished or ''quenched.” 
This condition is shown in Fig. 8. 

When extinguishing a ground fault, the combination of 
neutralizer reactance and line capacitance constitutes a 
parallel resonant circuit. This is brought out clearly by 
the zero-sequence diagram as shown by Fig. 9. In this 
diagram Xl is the neutralizer inductive reactance and Xc 
the line capacitive reactance. "G” is an equivalent gen¬ 
erator of zero-sequence voltage numerically equal to the 
system linc-to-neutral voltage and X the fault. With X 
closed, there will be a current circulating between A'c and 
Xl but no current through the fault X. If X be assumed 
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Fig. 9—Zero-sequence reactance diagram of system with 
ground fault neutralizer showing parallel resonant circuit 
where zero-sequence voltage is created by fault to ground. 


to open, as by the extinguishment of the arc, the resonant 
combination of Xl and Xc will continue to produce an 
alternating voltage of about the same frequency and mag¬ 
nitude as the original applied voltage from G. Conse¬ 
quently, the actual voltage across the arc is small when it 
first extinguishes. This is a condition favorable to pre¬ 
venting restriking. In other words, the successful extin¬ 
guishing of ground faults by neutralizers results in part 
from the low current and in part from the low voltage 
appearing across the arc when it goes through a “current 
zero.” 

It is of interest to note that the ground-fault neutralizer 
also constitutes a series resonant circuit in case there are 
any zero-sequence voltages on the system. In Sec. 1 on 
Ungrounded Systems, reference was made to the fact that 
with uns 3 anmetrical line configurations a difference of 
several percent may exist in the charging current to ground 
of the three phases, resulting in a residual voltage. A zero- 
.sequence voltage created by line or transformer unbalances 
is the equivalent of an actual source of voltage between 
the system neutral and ground, as shown in Fig. 10. Here 





V® 
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Fig. 10—Zero-sequence reactance diagram of system with 
ground fault neutralizer showing series resonant circuit 
where a zero-sequence voltage is created by unbalanced 
capacitances to ground. 


Xc and Xl are the same as in Fig. 9, but the generator O 
equivalent to the zero-sequence voltage is now in series 
with the combination. The result of this connection is 
that a relatively small zero-sequence voltage is capable of 
producing a fairly high voltage across the reactor and ca¬ 
pacitor. This, of course, causes the neutral to be con¬ 
siderably displaced, perhaps 10 or 15 times the amount of 
the original zero-sequence voltage. This situation must be 
watched in the application of ground-fault neutralizers, 
and if the fundamental frequency zero sequence voltage is 
in excess of about V/i percent, transposition of this line 
will probably be necessary. 

Except for extremely long lines, the zero-sequence ca¬ 
pacitive reactance alone can be used to calculate the cur¬ 
rent rating of the ground-fault neutralizer from the rela- 
3A’ 

tion where U is the fault-to-ground current when 

A 0 

operated with neutral isolated, E, is the phase to neutral 


voltage, and X^o is the zero-sequence capacitive reactance 
per phase. 

The ground-fault neutralizer current rating is made 
equal to or greater than the total system charging current 
in a ground fault. A standard reference on methods of 
calculating these currents is the Joint EEl Bell Telephone 
systems report Vol. IV, Reports 26-38 dated January, 
1937. However, it has been found that all the methods 
available for calculating this current invariably give lower 
than the corresponding measured ones. For results that 
are estimates, the data of Table 1 can be used: 


Table 1—Ground Fault Neutralizer Current Per 
Mile op Single Circuit Overhead Line 


Voltage-Kv 

Amperes 

23 

0.145 

34.5 

0.20 

46 

0.26 

69 

0.39 


For double-circuit lines on the same tower or poles, re¬ 
duce the particular line sections to equivalent single-circuit 
miles of overhead line by increasing the mileage by 1.3 for 
34.5 kv and 1.6 for 69 kv lines. 

For overhead ground wires, convert the particular line 
sections to equivalent single-circuit miles of overhead line 
by increasing the line mileage by 1.08 for one ground wire 
and 1.15 for two ground wires. 

For cables, reduce sections to equivalent sections of 
overhead lines by the following factors: 

1 mile of three-conductor cable = 25 miles of overhead 
line. 

1 mile of single-conductor cable = 50 miles of overhead 
line. 

The neutralizer selected should have a current rating 
at least 20 percent in excess of the maximum total current 
obtained by using the above figures. 

On lines shorter than 200 miles calculations made in the 
above manner will be well within the engineering accuracy 
required. For longer lines, the zero-sequence inductive 
reactance of the line should be considered, as it may have 
some influence on the size of reactor required. 

II. PRACTICAL CONSIDERATIONS IN 
SYSTEM GROUNDING 

The broad objective in selecting a type of system ground¬ 
ing is to secure the best compromise of the conflicting ad¬ 
vantages and disadvantages of the various methods. The 
first column of Table 2 lists items affected by the method 
of grounding. The subsequent columns give in abbreviated 
form the attributes of the particular type of grounding. 
The following sections discuss the features of the different 
methods of grounding in more detail. 

6. Unbounded Systems 

The principal virtue of an ungrounded-neutral system 
is its ability, in some cases, to clear ground faults without 
interruption. The self-clearing feature disappears when 
the length becomes appreciable. This effect is one of 
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A 

Ungrounded 

B 

Effectively Grounded 

C 

Reactance Grounded 

D 

Resistance Grounded 

E 

Resonant Grounded 

(1) Apparatus 
Insulation 

(2) Fault to 
Ground 
Current 

Fully Insulated 

Usually Low 

Lowest 

Maximum value 
rarely higher than 
three-phase short 
circuit current 

Partially Graded 

Cannot satisfactorily 
be reduced below 
one-half or one- 
third of values for 
solid grounding 

Partially Graded 

Low 

Partially Graded 

Negligible except when 
Petersen coil is short 
circuited for relay pur¬ 
poses when it may 
compare with solidly- 
grounded systems 

(8) Safety from 
voltage 
gradient 
considera¬ 
tions 

Usually good, but not 
fully dependable be¬ 
cause of possibility of 
simultaneous fault on 
another phase 

Gives greatest gradi¬ 
ents, but not usual¬ 
ly a problem where 
continuous ground 
wires are used. 

Slightly better than 
effective grounding. 

Better than effective 
or reactance 
grounded. 

Least gradient normally, 
but may approach 
effective grounding 
values when necessary 
to shunt ground fault 
neutralizer to isolate 
faulty circuit by re¬ 
laying. 

(4) Stability 

1 

Usually unimportant 

Lower than with 
other methods but 
can be made satis¬ 
factory by use of 
high speed relays 
and circuit breakers 

Improved over solid 
grounding particu¬ 
larly if used at re¬ 
ceiving end of sys¬ 
tem 

Improved over ef¬ 
fective grounding 
particularly if used 
at sending end of 
system 

Is eliminated from con¬ 
sideration during sin¬ 
gle line-to-ground 
faults unless neu¬ 
tralizer is short cir¬ 
cuited to isolate fault 
by relays 

1 

(5) Relaying 

1 

Difficult 

Satisfactory 

Satisfactory 

Satisfactory 

Requires special provi¬ 
sions but can be made 
satisfactory 

(6) Arcing 
Grounds 

Likely 

Unlikely 

Possible if reactance 
is excessive 

Unlikely 

Unlikely 

(7) Localising 
Faults 

Effect of fault trans¬ 
mitted as excess volt¬ 
age on sound phases 
to all parts of conduc- 
tively connected net¬ 
work 

Effect of faults local¬ 
ized to system or 
part of system 
where they occur 

Effect of faults local¬ 
ized to system or 
part of system 
where they occur 
unless reactance is 
quite high 

Effect of faults trans¬ 
mitted as excess 
voltage on sound 
phases to all parts 
of conductively con¬ 
nected network 

Effect of faults trans¬ 
mitted as excess volt¬ 
age on sound phases 
to all parts of conduc¬ 
tively connected net¬ 
work 

(8) Double 
Faults 

(9) Lightning 
Protection 

Likely 

Ungrounded neutral 
service arresters must 
be applied at sacrifice 
in cost and efficiency 

Unlikely 

Highest efficiency and 
lowest cost 

Unlikely unless 
actance is quite 
high and insulation 
weak 

If reactance is very 
high arresters for 
ungrounded neutral 
service must be ap¬ 
plied at sacrifice in 
cost and efficiency 

Unlikely unless re¬ 
sistance is quite 
high and insulation 
weak 

Arresters for un¬ 
grounded, neutral 
service usually must 
be applied at sacri¬ 
fice in cost and 
efficiency 

Seem to be more likely 
but conclusive infor¬ 
mation not available 

Ungrounded neutral 
service arresters must 
be applied at sacrifice 
in cost and efficiency 

(10) Inductive 
Coordina¬ 
tion 

Will usually be low ex- 
oept in oases of double 
faults or deetrostatio 
induction with neutral 
displaced but duration 
may be great 

Will be greatest in 
magnitude due to 
higher fault cur¬ 
rents but can be 
quickly cleared par¬ 
ticularly with high 
speed breakers 

Will be reduced from 
solidly grounded 
values 

Will be reduced from 
solidly grounded 
values 

Will be low in magni¬ 
tude except in cases of 
double faults or series 
resonance at harmonic 
frequencies, but dura¬ 
tion may be great 

(11) Radio In- 
fluenoB 

May be quite high dur¬ 
ing faults or when 
neutral is displaced 

Minimum 

Greater than for 
solidly grounded, 
when faults occur 

Greater than for 
solidly grounded, 
when faults occur 

May be high during 
faults 


Table 2— Continued on Next p»r 
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A 

Ungrounded 

B 

Effectively Grounded 

C 

Reactance Grounded 

D 

Resistance Grounded 

E 

Resonant Grounded 

(12) Line Avail¬ 
ability 

Will inherently clear 
themselves if total 
length of intercon¬ 
nected line is low and 
require isolation from 
system in increasing 
percentages as length 
j becomes greater 

Must be isolated for 
each fault 

Must be isolated for 
each fault 

I 

Must be isolated for 
each fault 

Need not be isolated 
but will inherently 
clear itself in about 

60 to 80 percent of 
faults 

(13) Adapta¬ 
bility to 
Intercon¬ 
nection 

Cannot be intercon¬ 
nected unless inter- 
1 connecting system is 
* ungrounded or isolat¬ 
ing transformers are 
used 

Satisfactory indefi¬ 
nitely with react¬ 
ance-grounded sys¬ 
tems 

Satisfactory indefi¬ 
nitely with solidly- 
grounded systems 

l 

1 

Satisfactory with 
solidly- or reactance- 
grounded systems 
with proper atten¬ 
tion to relaying 

Cannot be intercon¬ 
nected unless inter¬ 
connected system is 
resonant grounded or 
isolating transformers 
are used. Requires 
coordination between 
interconnected sys¬ 
tems in neutraliser 
settings 

(14) Circuit 
Breakers 

Interrupting capacity 
determined by three- 
phase fault conditions 

Same interrupting 
capacity as required 
for three-phase short 
circuit will prac¬ 
tically always be 
satisfactory 

Interrupting capacity 
determined by three- 
phase fault condi¬ 
tions 

Interrupting capacity 
determined by three- 
phase fault condi¬ 
tions 

Interrupting capacity 
determined by three- 
phase fault conditions 

(15) Operating 
Procedure 

Ordinarily simple but 
possibility of double 
faults introduces oom- 
plfcation in times of 
trouble 

Simple 

i 

Simple 

Simple 

Tape on neutralisers 
must be changed when 
major system switch¬ 
ing is performed and 
difficulty may arise in 
interconnected sys¬ 
tems. Difficult to tell 
where faults are 
located 

(16) Total Cost 

High, unless conditions 
are such that arc tends 
to extinguish itself, 
when duplicate cir- 
ctiits may be elimi¬ 
nated, reducing total 
cost 1 

Lowest 

Intermediate 

Intermediate 

Highest unless the arc 
suppressing character¬ 
istic is relied on to 
eliminate duplicate 
circuits when it may 
be lowest for the par¬ 
ticular type of service 


probability, but completely satisfactory results probably 
cannot be secured above 100 miles of 11-kv circuits or 25 
miles of GO-kv circuits. On total circuit lengths of this 
order or lower the ungrounded-neutral systems will prob¬ 
ably have fewer tripouts than any form erf grounded sys¬ 
tem, and, where fe^ are essentially single-circuit radial, 
better service to customers can be rendered. 

Lightning arresters must be applied on the basis of full 
line-to-line voltage, which increases the expense of protec¬ 
tion and somewhat reduces their efTectiveness. Selective 
relaying on ground faults is practically impossible for these 
short line lengths so that the detection and isolation of 
faulty lines is likely to be quite long. In some instances, 
for example with a line down, this circumstance may 
present a hazard to life. If the circuits are long enough to 


give sufficient fault current for relaying, then the self¬ 
clearing advantage is lost and the system might as well be 
grounded in some manner. 

The ungrounded-neutral system is not likely to cause 
high voltages to be induced in neighboring communication 
circuits because the ground-fault currents are ordinarily 
low. However, on early designs or lines in a poor state of 
maintenance, this is not necessarily so, as the full displace¬ 
ment of neutral accompanying a ground fault on one phase 
is conducive to producing a fault on one of the other 
phases, thus producing a double fault with earth currents 
comparable with systems of solidly grounded neutral. 
Furthermore, the influence on communication qrstems is 
not alone a matter of current mi^nitude; it also involves 
duration and wave form of the earth current. Because of 
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the absence of or ineffectiveness of ground relaying on un¬ 
grounded systems, such faults will persist for some time. 
Also, the arcing condition with the capacitance current is 
productive of badly distorted wave forms, throwing a good 
part of the energy into the higher frequencies where the 
influence is greater. Im several instances it has actually 
been found true in practice that inductive influence has 
been decreased following adoption of some form of ground¬ 
ing. As a general statement therefore, ungrounded opera¬ 
tion cannot be considered superior to grounded operation 
from the inductive influence point of view. 

While it is likely that the destructive effects of “arcing 
grounds^’ has been exaggerated in the past, all of the ac¬ 
cumulated opinion in this regard cannot be discarded. 
More recent studies (See Chap. 14) also bear out the 
higher “switching surges^’ existent on ungrounded-neutral 
systems. It therefore seems necessary to assume that an 
ungrounded-neutral system will result in more equipment 
damages and “unaccounted for” interruptions than some 
form of grounded system. Transformers must be designed 
on the basis of full neutral displacement and in the higher 
voltage classes this will result in a somewhat higher cost. 

7. Resistance-Grounded Systems 

Grounding through resistance immediately disposes of 
two defects of the ungrounded system: it permits ready 
relaying of ground faults and it minimizes the hazard of 
arcing grounds. 

In general the grounding resistances used have limited 
the ground-fault current to a magnitude much less than 
the three-phase short-circuit current. This is almost im¬ 
perative in order to limit the power loss in the grounding 
resistor to a reasonable figure as discussed in Sec. 2. How¬ 
ever, the result is that the system neutral will almost in¬ 
variably be fully displaced in case of a ground fault, there¬ 
by necessitating the use of full-rated lightning arresters at 
an increase in cost and sacrifice in protective performance. 
The latter is not particularly a handicap ^vith modern ar¬ 
resters and modem transformers, but it may be important 
with older transformers having materially lower impulse 
strength. 

In certain instances, the use of grounding resistances 
may improve the stability of a power system during ground 
faults by replacing the power dropped, as a result of low 
voltage, with an approximately equal power loss in the 
resistor, thus reducing the advance in phase of the gen¬ 
erators. This scheme was used on the 15-Mile Falls de¬ 
velopment of the New England Power Company. 

In general, a resistance-grounded system will have ma¬ 
terially lower ground-fault current than a solidly grounded 
system and hence will have less inductive influence on 
paralleling communication circuits. In some instances this 
may be of considerable practical importance. 

On systems of lower voltage, say up to and including 46 
kv, ground relaying may play an important part in the 
selection of a grounding procedure. Consider, for example, 
the 22-kv system of Fig. 11 where the three-phase short- 
circuit current at station A is 12 500 amperes and the line- 
to-ground fault current with zero-fault resistance is 9700 
amperes. The zero-sequence voltage at station A, if cal¬ 
culated will be found to be about 48% of normal phase to 



Fig. 11—Low- or medium-voltage looped transmission system 
with single grounding point presents difficulties in relaying 
ground faults unless a neutral grounding resistor Is employed. 


neutral voltage. If a ground fault having a resistance of 
10 ohms occurs, the fault current will be reduced to 1320 
amperes, and the zero-sequence voltage to about 6.5 per¬ 
cent of the normal phase-to-neutral value. This voltage is 
insufficient for dependable directional ground relaying if 
fault resistances of 10 ohms and upward are encountered, 
as they ordinarily will be unless the lines are on steel 
towers, and connecting ground wires are used. In cases 
like this, impedance, preferably resistance, in the neutral 
is necessary for satisfactory relaying. On a smaller system, 
where the maximum short-circuit current is much less than 
the example given, there may always be sufficient residual 
voltage without the necessity of a neutral-impedance de¬ 
vice. Furthermore, on simple radial systems where zero- 
sequence voltage is not required for polarizing of direc¬ 
tional relays, this factor need not be considered. 

A typical stainless steel grounding resistor is showm in 
Fig. 12. 



Fig. 12—30-ohm stainless steel grounding resistor. 
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8. Effectively Grounded System* 

In all voltage classes, effectively grounded qrstems are 
less expensive than any other t}npe of grounding. This is 
because “arresters for solidly grounded neutral service” 
can be applied, and because no auxiliary grounding devices 
in the form of resistors, reactors, neutralizers, etc., are 
ordinarily required. This statement implies either a new 
system, or an addition to a system. It may also apply to an 
existing system if sufficient star-connected apparatus is avail¬ 
able. On a system where only delta-connect^ transformers 
are available, any form of grounding of the existing system 
will involve extra expense. On systems 115 kv and above, 
additional savings are available because transformers for 
solidly grounded neutral service c.an be purchased, with 
the insula tion graded toward the neutral end, at less cost. 

On an effectively grounded system all faults including 
grounds must be cleared by opening the line. (This is also 
true of resistance- and reactance-grounded systems, and 
partly on ungrounded- and neutralized-grounded systems.) 
Close to the grounding points, the ground-fault currents 
are high, in some cases exceeding the three-phase short- 
circuit currents. In a few instances higher interrupting 
capacity breakers may be required over that necessary for 
three-phase short-circuit interruption. The higher cur¬ 
rents also produce more conductor burning. The greater 
currents result in lower positive-sequence voltages with a 
tendency toward a lower stability limit for line-to-ground 
faults. The higher earth currents may in some cases inter¬ 
fere with communication circuits. 

Most unfavorable influences from the above high-cur¬ 
rent phenomena have largely been removed, so far as sys¬ 
tem extensions are concerned, by the availability of the 
newer high-speed relays and circuit breakers. These com¬ 
ments apply particularly to such items as stability, con¬ 
ductor burning and communication circuit influence. The 
interrupting requirements of circuit breakers can be 
brought to equality with that for the three-phase fault con¬ 
dition by the addition of a moderate-sized grounding reac¬ 
tor where necessary. When the reduction in current is no 
more than this, the system will still retain the classification 
of “effeqtively grounded,” although the transformers 
grounded through reactance will require greater neutral 
insulation, but will not necessarily be fully insulated. 

On grounded neutral systems, it is usual for the trans¬ 
formers in generating stations to be connected delta on the 
generator side and grounded star on the high voltage side. 
Practice varies with regard to step-down transformers, 
some being connected star and others delta on the high 
voltage side. The latter is perhaps the more usual, par¬ 
ticularly if the secondary transmission or distribution cir¬ 
cuits are also grounded neutral. Systems liud out in this 
manner are in some instances subject to abnormally high 
voltages in the event of single conductor breaks in the line. 
The same comment may be made with regard to fusing 
and single pole switching. The circumstances required to 
produce these abnormal voltages rarely occur, but the 
phenomena warrants consideration. See reference 10. 

9. Reactance-Grounded System* 

Reactance-grounding falls somewhere between effective 
grounding and resonant grounding. In the lack of an ac¬ 


cepted standard, the criterion will here be taken in terms 

of the ratio, A ratio of more than three requires the use 

of full-rated arresters, so the range between this point and 
the reactance for ground-fault neutralizers should logically 
be considered as reactance grounded. 

At points on the system where Xo/Xi = 3 or less, the 
ground-fault currents will be of the same order as those on 
effectively grounded systems, and the same comments as 
for effective grounding will apply except that the trans¬ 
former insulation may need to be graded at the neutral 
end, if a neutral reactor is used. 

For neutral reactances, the ground-fault currents de¬ 
crease and the neutral displacements increase. The tran¬ 
sient overvoltages resulting from arcing increase as the 
reactance is increased, up to a reactance of about H that 
required for ground-fault neutralizing, beyond which point 
they again decrease, reaching another minimum at the 
tuned reactance. Further increases in reactance again re¬ 
sult in higher voltages. During switching operations the 
indications are that the higher the reactance, the higher 
the surge voltage to be expected. See Fig. 36 in Chap. 14, 

The general indication is that there is no merit in pur¬ 
posely increasing the grounding reactance of a system 
beyond that required to keep currents within nondestruc¬ 
tive range, except of course, for the special case of ground- 
fault neutralizers. Systems grounded through high-react¬ 
ance ai*e uncommon except where delta-connected un¬ 
grounded systems have been grounded by means of ground- 



Flg. IS—TypIcal grounding transformer. 
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ing tranaformers. Here, the element of expense has fre¬ 
quently caused small grounding transformers to be used, 
the principal object usually being to secure enough ground 
current for relaying. 

Grounding transformers are usually wound ‘'zig-zag’' 
for economy. For temporary jobs, or where idle trans¬ 
formers are available, conventional star-delta transformers 
are sometimes used. When this is done, care must be ex¬ 
ercised that the transformers are not burned out by exces¬ 
sive fault duratiori, as the current t hrough the transformers 
during ground faults will usually be nearly the full short- 
circuit value. A typical grounding transformer is shown 
in Fig. 13. 

10. Resonant-Grounded Systems 

When a system is equipped with ground-fault neutral¬ 
izers, the neutral is displaced over all parts conductively 
tied together when a ground fault occurs. This means that 
two phases are at full line-to-line voltage above ground. 
Full-rated lightning arresters are therefore required. All 
line switching must be coordinated centrally in order to 
determine the proper neutralizer taps. Interconnected 
systems must be includes! in this coordination, or else iso¬ 
lated by two-winding transformer banks. An alternative 
zero-sequence isolating device is shown in Fig. 14. The 
principle of operation is that for three-phase currents 
whose sum total is zero, the device presents only the leak¬ 
age reactance of the windings whereas for zero-sequence 
currents flowing in the same direction in each winding, 
only the high magnetizing impedance is effective. 

In general, the use of ground-fault rieutmiiers will de¬ 
crease the number of line interruptions from ground faults 
to 20 or 30 percent of those obtainable with some form of 


reactance device. A typical connection diagram is shown 
in Fig. 15. 

The value of ground fault neutralizers to a system de¬ 
pends upon its type and construction. If the system is 
predominantly of multi-circuit or loop-feed construction, 
the principal advantages are those resulting from small 


TO NEUTRAL OF GROUNDING TRANSFORMER 



AUXILIARY SWITCH o "CLOSED WHEN BREAKER IS CLOSED. 
• • t>OPEN WHEN BREAKER IS CLOSED. 


CONTACTS OPEN WHEN IN DE-ENERGIZED POSITION. 

CONTACTS CLOSED WHEN IN DE-ENERGIZED POSITION. 

Fig. 15—Method of short-circuiting ground fault neutralizer 
after predetermined duration of ground-fault current. 



Fig. 14—Zero-sequence isolator. The positive- and negative- 
sequence reactance between a, h, c and a\ b\ and c* are low, 
but the zero-sequence reactance is high. 

grounded operation. Complete effectiveness cannot be at¬ 
tained, because some faults will be caused by physical line 
damage and a proportion will fail to clear as a result of 
other causes, such as improper tuning. Interruptions 
caused by initial involvement of more than one phase are 
practically unchanged but the tendency of a single-phase 
ground fault developing into a two- or three-phase fault 
will be decreased. Ground relays must be retained to clear 
those ground faults not extinguished by neutralizer action. 
They are brought into play after a predetermined duration 
of ground-fault current by short-circuiting the neutral- 


ground currents—less likelihood of communication-circuit 
interference, conductor burning and light flicker. In in¬ 
dividual cases these favorable influences may be of value. 
If the lines are predominantly of wood-pole construction 
with high Insulation to ground, a greater proportion of the 
faults will be line-to-line and the neutralizer will therefore 
not be so effective. 

On systems having a large proportion of single-circuit 
radial lines the value of neutralizers may be (‘onsiderabl(\ 
In addition to the items mentioned above is the fact that 
a large proportion of ground faults will be cleared without 
line interruption. With radial feeds this is important, a.s 
it may avoid construction of paralleling lines for service 
continuity alone, and thus be productive of considerable 
capital savings. 

Ground-fault neutralizers cannot be used on systems 
where fully graded insulation transformers are in serv'ice, 
as these neutrals are not sufficiently well insulated. If line 
sectionalizing switches are used, they should be gang op¬ 
erated. Fuses should not be used in series with any ap¬ 
preciable length of line. Ground-fault neutralizers should 
not be used on systems employing auto-transformers hav¬ 
ing a greater ratio than 0.95 to 1.00. 

Ten-minute time-rated ground-fault neutralizers are 
used on systems on which permanent ground faults can 
be located and removed promptly either by ground relays 
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or other suitable means. Continuous time-rated ground- 
fault neutralizers are used on all other systems. 

No general rule on the number of neutralizers to use in 
a given application can be stated. A neutralizer in each 
section of the system that may become sectionalized during 
disturbances will give the utmost in protection and sim¬ 
plicity of operation. The increased flexibility of operation 
must be weighed, against the increased cost for the larger 
number of neutralizers in making the final decision on 
what is to be undertaken. 

Occasionally a situation arises wherein it is desired to 
uee a ground-fault neutralizer in conjunction with a three- 
winding star-delta-star transformer bank. If the neutral¬ 
izer is connected between one neutral point and ground, 
and the other neutral point is solidly grounded, serious 
overvoltages on the neutralizer grounded system may en¬ 
sue, when a ground fault occurs on the solidly-grounded 
side of the transformer bank. 

Figure 16 illustrates in fa) the system connection, and 
in (b) the equivalent zero-sequence impedance diagram. 



19.8 KV 
( 0 ) 


GROUND FAULT 
NEUTRALIZER 



Fig. 1^(8) Hypothetical eyetem uaitig ground fault neutral¬ 
izer with three-winding transformer. 

(b) Zero sequence impedance diagram applying to (a). 

In the latter, it will be noted that branch n of the trans¬ 
former equivalent circuit is common to both star connected 
circuits. A ground fault on the grounded neutral side 
therefore causes a zero-sequence voltage to be applied to 
the neutralized system. The neutralizer inductive react¬ 
ance and system aero sequence capacitance are in series 
relationship to this ventage. Series resonance therefore oc¬ 
curs, and due to the high X/R ratio of neutralizers, the 
applied voltage may be amplified ten or more times. 

When it is known that such usage is contemplated at the 
time of purchase of the transformer bank, it may be possi¬ 
ble to design it so that branch n has zero impedance. Gen¬ 


erally, this is quite expensive. An alternative procedure 
is to induce an equal and opposite voltage in the neutralized 
system by means of reactors fed from current transformers 
in the delta windings. This entails much engineering 
study and adjustments when placing in operation. Gen¬ 
erally, the best procedure is to avoid the condition by not 
grounding the other neutral point, and seeking other loca¬ 
tions for grounding the system. 

11. General Summary on Transmission System 
Grounding 

The preceding discussion brings out that the various 
methods of grounding have their peculiar advantages and 
disadvantages so that individual circumstances can be ex¬ 
pected to decide the issue. Nevertheless, a few combina¬ 
tions of conditions cover the great majority of systems, 
and some generalization is possible for these combinations. 

In the vicinity of our larger cities and in industrialized 
areas, continuity of service is regarded as of such impor¬ 
tance that multiple circuit lines and two direction feeds 
are the rule. On such systems a momentary line tripout 
does not interrupt service, because additional circuits are 
available for the worse eventuality of physical damage to 
a line. These lines are usually relayed to clear a fault in 
from 0.15 to 0.5 seconds. They are usually tied in con- 
ductively with lines of the same voltage operated by con¬ 
tiguous companies. There is a large amount of equipment 
tied to these lines, and lightning protection and confine¬ 
ment of trouble to a small area is desirable. For systems 
of this character, effective grounding appears to be the 
best practice. At some locations, ground fault current 
limitation may be necessary from the standpoint of circuit 
breaker interrupting duty or inductive effects, but this can 
probably be accomplished without exceeding a zero se¬ 
quence ratio of three, thus permitting application of ‘‘light¬ 
ning arresters for grounded neutral service.” 

In less densely populated regions, the relation between 
loads and transmission distances is frequently such that 
only single-circuit lines are justified. Systems of this type 
are good fields for the application of ground-fault neutral¬ 
izers. The number of interruptions can be greatly reduced 
at moderate cost by such means. While full-rated light¬ 
ning arresters and transformers are required, the spacing 
of substations will usually be large enough that this does 
not unduly increase the cost. Where only a few lines are 
single-circuit radial, improvement of these lines by “light¬ 
ning proofing” or the application of lightning protector 
tubes may be the mast economical solution. 

In some instances of long-distance power transmission, 
the overall cost can be decreased by using one transmission 
circuit at a high voltage rather than two or more circuits 
at a lower voltage. Where other power sources are avail¬ 
able when the line is out for maintenance or repair, the use 
of the single-circuit line with ground-fault neutralizers 
becomes a feasible way of limiting the total investment. 
This method should be compared in cost and other features 
with the use of high-speed reclosing breakers. 

The question of the number of grounding points is fre> 
quently asked. On systems in the effectively grounded 
class, there is no reason why all available neutrals should 
not be grounded, so long as the ground-fault current does 
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not require the application of breakers having larger inter¬ 
rupting capacity. On resistance- or reactance-grounded 
systems, or with ground-fault neutralizers, each additional 
grounding point increases the total cost. In these cases, 
the number of grounding points will largely be dictated 
by the ability to secure satisfactory ground relaying. On 
other than radial systems, at least two and preferably 
more groundiqg points are desirable to get most satisfac¬ 
tory directional ground relaying. 

Grounding practice should be considered in the light of 
improvement in other branches of central-station work. 
Relays and breakers have been improved so that they will 
clear both phase and ground faults with a reliability and 
speed greatly exceeding those obtainable a few years ago. 
Complaints from flicker, and unnecessary operation of 
low-voltage releases are correspondingly fewer. Automatic 
high-speed reclosing is available for transmission service 
and affords a means of avoiding outages from momentary 
causes from both phase and ground faults. Lightning 
proofing of transmission lines is markedly effective in re¬ 
ducing the total number of flashovers. In most instances 
these factors will indicate a preference for the effectively 
grounded system. A chart showing a comparison between 
the various ground procedures is given in Table 2. 

12. Trends and Practices in Transmission System 
Grounding 

Figures 17 and 18 are plotted from data obtained from 
the Third AIEE Report on System Grounding.'^ The data 
used in that report was collected by questionnaires, and 
according to the definitions used, '^solid*' means that no 
extra impedance is inserted between apparatus neutral 
points and ground. '‘Reactance” grounded means that in 
some instance, neutral reactors are used on an otherwise 
solidly-grounded system; in other instances, it means the 



Fig, 17—Relative United States use of grounding methods on 
transmission and distribution systems In the voltage range of 
22 to 70 kv. 


71 KV AND UP SYSTEMS 



(1) UNGROUNDED 

(2) 6ROUND-FAULT NEUTRALIZER 

(3) RESISTANCE 

(4) REACTANCE 


Fig. 18—Relative United States use of grounding methods on 
transmission systems from 71 kv up. 


use of grounding transformer. In the majority of cases, 
"solid” grounding means that the systems are effectively 
grounded (Xo/Xi is three or less). Likewise, many of the 
"reactance” grounded systems are effectively grounded. 
For purpose of classification, a system is still considered 
"ungrounded”, if the only ground is through potential 
transformers. 

Figure 17 shows the relative use of grounding methods 
on transmission and distribution systems in the voltage 
range of 22 to 70 kv. There has been a steady decrease in 
the ungrounded category, and an approximately like in¬ 
crease in solid grounding. Ground-fault neutralizers are 
being used to an increasing extent, although still a small 
portion of the total. Their use in the United States is still 
largely confined to single-circuit lines serving large areas. 

Figure 18 is for systems 71 kv and up. These curves 
show the dominant use of effective or solid grounding 
in the United States. The majority of "reactance ground¬ 
ed” systems are effectively grounded. 

III. FUNDAMENTAL PRINCIPLES OF 
GENERATOR GROUNDING 

There are even more ramifications of generator ground¬ 
ing than for transmission-system grounding. The many 
possible combinations of connections between generators 
and outgoing lines is responsible for this. The more com¬ 
mon connections in use in generating stations are shown 
in Figs. 19 to 23. 

The so-called unit system. Fig. 19 is one in which each 
generator is directly connected to its individual trans¬ 
former bank, the low-voltage side being delta, and the 
high-voltage side, star. So far as ground currents are 
concerned the machines are isolated from one another 
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and t)ie high-voltage system. A variation of this arrange¬ 
ment is sometimes used where two generators supply a 
common transformer bank. An arrangement using both 
high- and low-voltage buses is given in Fig. 20. The in¬ 
dividual machines are therefore tied, insofar as the flow 
of ground current is concerned. Fig. 21 is for power 



Fig. 19—Unit system—power transmitted at high voltage. 



Fig. 20—High- and low-voltage bus system—power trans¬ 
mitted at high voltage. 



Fig. 21—Power transmitted at generator voltage—three-wire 

system. 


distribution over a three-wire system at generator volt¬ 
age. Fig. 22 is the same as Fig. 21 except the distribution 
system is four-wire. A system where the generator voltage 
is doubled or increased by \/S by auto-transformers for 
distribution is shown in Fig. 23. 

In general the unit scheme of Fig. 10 gives the greatest 
freedom in the selection of a grounding procedure, while 
the other schemes place various restrictions on the choice. 






Fig. 22—Power transmitted at generator voltage—four-wire 

system. 



(d) (•) 

Fig. 2a—Power transmitted at double generator voltage by 
auto-transformere. 
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13. Ground Currents 

The ground-fault current for one phase of a three-phase 
system is given by the expression 


(^o+/i + /2) = ; 




Zq-^Z\-\-Z2 

If a generator is operating as an isolated machine, the 
current so calculated will be the current through the 
faulted phase. If Zo is less than Zi or Z 2 as is commonly 
the case, the ground-fault current will be greater than 


the three-phase fault current 


Zi 


If several machines 


are operated in parallel, and only one machine grounded, 
this effect is accentuated in the grounded machine. 

For example, consider four generators operating in 
parallel as shown in Fig. 24 (a). The reactances shown 
are in percent based on the individual machine ratings. 
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Fig. 24—Single line-to-ground fault on four generators op¬ 
erating in parallel with only one machine grounded. 


The phases sequence-reactance diagram is shown by Fig. 
24 (b) from which Zo = 2.2; Zi = 2.2 and Z 2 = 2.2. 

The sequence components for a line-to-ground fault 
are 


/o = /i = /2 = 


100 

2 ." 2 + 2.2 + 2.2 


15.2 


times full-load current of one generator. The total fault 
current =/o+/i +72 = 45.G times full load of one generator. 


The components of fault current through the grounded 
generator are: 

= =15.2 times full load. 

7ai = i7i*= 3.8 times full load. 

3.8 times full load. 

The fault current through the faulted phase of the 
grounded generator = /uo+7»i+/ii2 = 22.8 times full load. 


'fhe three-phase fault current of an individual generator 
E 100 

is ^ = — “11-4 times full load. Consequently, in the 

A 1 8.8 

case illustrated, grounding only one generator will cause 
22 8 

that generator to carry —^ or twice the current it would 
11.4 

have on a three-phase fault. Since mechanical stresses 
are proportional to the square of the current, they would 
be equal to four times the three-phase short-circuit 
stresses. 

The effect of different numbers of machines operating 
in parallel, with all neutrals grounded, and with only one 
machine grounded is illustrated in Fig. 25. These curves 
were computed on the basis of Xi = X 2 = 8.8 percent and 
Xo = 2.2 percent, and for the machines paralleled directly 
at their terminals. It will be observed that the line-to- 
ground fault current is always greater than the three- 
phase fault current, and that the situation becomes par- 



Fig. 25 -Total fault and machine currents for single line-to- 
ground and three-phase faults. 

A—Current in any machine—three-phase fault. 

H ('urrt nt in one machine—single line-to-ground fault with all 
machines grounded. 

C—Total current—threii-phase fault. 

D—Total current—single line-to-ground fault with ail machine^ 
grounded. 

E—Current in grounded machine single line-to-ground fault with 
only one machine grounded. 

F —Total current—single line-to-ground fault with only one ma¬ 
chine grounded. 
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ticularly serious as the number of paralleled machines 
increases. In an installation of this kind, some form of 
neutral impedance device is a necessity. 

In order to determine the sise of neutral reactor to 
limit the generator winding current for a single line-to- 
ground fault to the generator winding current on a three- 
phase fault the constants of the generator and the con¬ 
stants of the system must be known. The-system con¬ 
stants must include all circuits and sources of supply to 
the fault except the machine under consideration. Five 
groups of formulas are listed below for single line-to- 
ground faults depending upon the reactance values. Group 
1 is perfectly general and the other groups are Simplified. 


e B percent generated voltage 

percent reactance of neutral reactor on generator 
kva base 

Ir “percent reactor current based on normal generator 
current 

Generatoi System 

Pos. seq. reactance on gen. kva Xi St 

Neg. seq. reactance on gen. kva Xt St 

Zero seq. reactance on gen. kva Xo So 


Group 1. All reactance values finite and different. Xr = 
2X,8t - XtSt) -h XoiXtSt - XtSt - XtSo - SoSt) 
3(XtSo+XtSt-XtSt+SoSt) 


/r = 


SOOeSo 


(yo+<So-i-3AR) 


/ XtSt 
\Xt+S 


XtSt 


+<Si Xfi-Si 


+ 


So(Xo-h3XR) \ 

Xo+So+3Xj 


Group 2. So “infinite; others finite and different. 
Xt-Xo . St{Xt-Xt) , 300e 


Xr = 


3(X.-|-S,) 


XtSt . XtSt 


+ 


X.-hS, X.-l-S, 


-|-X,-F3Xr 


Group 3. Xii 

X.-Xo , 


>Xi; others finite and different. Xh= 
SOOeSo /_ \ _ 


'X.(X.-hSo) St 


\Xt+St Xt+St Xt+So, 


) 


Group 4* Xi^Xi] So=infinite; others finite and different, 
X _ - 




Si 


“h 


,Xi-f-S, Xi-t-S, 




Group 5. Si = Si; Xo*finite; So—infinite, 

^ _Xi-Xo , _3006 /Xi+Si\ 

3 ' Xi \Xi+3Sj 


14. Neutral Displacement 

When a ground fault occurs, there is a tendency for a 
neutral shift with consequent change in voltage on the 
unfaulted phases. The phenomenon is the same as dis¬ 
cussed in Part I; and Fig. 6, Chap. 14, can be used to de¬ 
termine the voltage to which apparatus on the unfaulted 
phases will be subjected. 


15. Circulating Harmonic Currents 

When two generators are operated in parallel at gener¬ 
ated voltage as in Fig. 26, there is the possibility of cir- 



Plg. 26—Two generators operating in parallel at generated 

voltage. 


culating harmonic currents. This is true whether the 
neutrals are interconnected or not. The two conditions 
necessary for the flow of harmonic current are: the pres¬ 
ence of a resultant harmonic voltage, and a path for the 
flow of current. It is important to note the term ^Vesult- 
ant.'' If the two machines are duplicates and are being 
operated under identical conditions, they will probably 
generate the same harmonics of about the same magni¬ 
tude and phase position. If the harmonics are thus equal 
and opposite, there will be no resultant voltage available 
to circulate harmonic current. If, however, the machines 
are dissimilar, one may generate harmonic voltages that 
the other does not. There will then be a circulating har¬ 
monic current between them whose magnitude is equal 
to the resultant harmonic voltage divided by the imped¬ 
ance at the harmonic frequency. For line-to-line har¬ 
monics the latter is approximately equal to the negative- 
sequence reactance in ohms at rated frequency times the 
order of the harmonic. For two machines as illustrated, 
the resultant reactance would be the sum of the harmonic 
reactances of the two machines, as they are in series for 
harmonic-current flow. If more than two machines are in 
parallel, but only one generating a high-harmonic volt¬ 
age, the harmonic reactance of the one machine is added 
in series with the paralleled reactance of the remaining 
generators. If all machines are generating considerable 
harmonic voltage, an analysis is almost impossible be¬ 
cause slight shifts in fundamental frequency phase posi¬ 
tion with load will greatly alter the resultant harmonic 
voltages. 

The situation with respect to neutral harmonics is 
much similar to that for line harmonics except that only 
triple series harmonics, 3rd, 9th, 15th, 2l8t, etc., can 
flow in the neutral. This is because the 120 degrees re¬ 
lationship of phases causes all other harmonics to be bal¬ 
anced and thus total to zero in the three phases. Also 
the zero sequence impedances apply rather than the 
negative sequence. Referring again to Fig. 26, it is ap¬ 
parent that neutral circulating harmonic currents cannot 
flow unless both neutral circuit breakers are closed. 
Then, if there is a resultant zero-sequence harmonic volt¬ 
age, a current will flow equal to the voltage divided by the 
zero-sequence reactance at the harmonic frequency. 

The harmonic currents circulating in the neutral are 
likely to be somewhat higher in magnitude than the line- 
to-line harmonic currents. This is because the third har¬ 
monic voltage is usually higher than any other and be- 
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cause the aero-sequence reactance is usually lower than 
the negative-sequence reactance. In the case of two- 
thirds pitch machines, the triple series (neutral) harmonics 
will be practically zero, so that it will not create harmonic 
currents. On the other hand, the zero-sequence reactance 
of a two-thirds pitch m^x^hine is quite low so that it is a 
likely path for the flow of triple harmonics generated by 
other machines. 

Circulating harmonic currents between apparatus in a 
station are not particularly objectionable unless unusually 
large. A circulating neutral harmonic current of 30% 
would offhand appear to be of an order to be injurious 
to a machine. However, this means only 10 percent 
harmonic current per phase. The rms v alue in co mbina- 
tion with fvlll-load current would be Vl00*+10*= 100.5 
percent. The heating effect will be somewhat greater 
than this, but probably not more than another percent 
so that the loss of load-carrying capacity is inappreciable. 

16. Communication-Circuit Influence 

Where generator neutrals are grounded and distribu¬ 
tion is done at generated voltage, whatever residual har¬ 
monics are present in the generator wave form are im¬ 
pressed on the lines. Residual harmonics are more likely 
to cause inductive effects in nearby communication cir¬ 
cuits than line-to-line harmonics because the return cir¬ 
cuit is through the earth at a considerable depth. When 
the distribution circuits are in underground cables the 
likelihood of inductive effects is small. On overhead lines, 
however, consideration should be given to this question. 

17. Surge Protection 

This question is covered in detail in Chap. 18. It is 
related to grounding methods in that ^‘grounded neutral 
service^ ^ arresters can be applied if the system is effectively 
grounded, whereas arresters rated at maximum line-to- 
line voltage are necessary if the system is not effectively 
grounded. 

Because of space limitations and costs, it is not prac¬ 
tical to insulate generators to the same impulse levels as 
oil-insulated apparatus of the same voltage class. There¬ 
fore, the protection margin is decreased for ungrounded, 
resistance-grounded and high-reactance-grounded genera¬ 
tors. This situation has been helped to a degree by the 
use of ''rotating machine'* arresters. The experience so far 
indicates that full-rated arresters afford sufficient protec¬ 
tion. Therefore, if other circumstances warrant the use of 
a non-effectively grounded system, the matter of surge 
protection need not prohibit such use. 

18. Inductive Coordination 

It is practically impossible to predetermine inductive 
coordination situations, because they arise from the inter¬ 
relation of three factors; inductive influence of the supply 
system, inductive susceptiveness of the communication 
circuits, and the coupling between the two types of cir¬ 
cuits. Therefore, remedial measures may involve reduc¬ 
tion in the supply circuit influence, or in the susceptiveness 
of the communication circuits, or in the coupling between 
the two; or in a combination of two or more of the above. 

When the remedial measures can best be applied to the 


grounding of the generators, removing the ground from a 
particular generator may correct the situation, but may 
require additional equipment to establish a ground to 
permit proper rela)ring. Neutral filters are sometimes 
applicable. 

A detailed study of each situation is necessary to deter¬ 
mine the best overall engineering solution. A further dis¬ 
cussion of this question is given in Chap. 23. 

19. Mechanical Stress In Generator Winding 

Paragraph 3.130 of ASA Standard C-50 Rotating Elec¬ 
trical Machinery, 1943 Edition, reads as follows: 

machine shall be capable of withstanding without injury 
the stresses of a 10-second, S-phase short circuit at its terminals 
when operated at rated kva, power factor and 5-percent overvolt¬ 
age or any other lO-second short circuit provided the machine 
phase currents under the fault condition are limited by means of 
suitable reactance or resistance to a value which does not exceed 
the maximum phase current obtained from a 3-phase fault.’’ 

Reference to Sec. 12 shows that when Xo is less than Xi, 
which is usually the case, some form of impedance is re¬ 
quired in the generator neutral to permit grounded opera¬ 
tion. 

20. Transient Overvoltages 

This subject is treated in detail in Chap. 14. In any dis¬ 
cussion of this subject, it should be recognized that 
numerous field tests have been made in an attempt to set 
up and measure high transient voltages resulting from 
phase-to-ground arcing faults in air. Generally speaking, 
the overvoltages thus measured have been lower than those 
indicated by pure theory, or by transient-analyzer studies, 
and rarely exceeded three times the normal line-to-neutral 
crest. However, because of the random nature of arcs, 
it is difficult to capture the maximum overvoltages, unless 
numerous tests are made and high grade equipment such 
as a cathode-ray oscillograph is used. Studies on the 
transient analyzer are usually made by controlling the 
restriking of the arc to produce the maximum overvoltage. 
Therefore, the results of transient-analyze^r studies are of 
more value in comparisons of methods of grounding, rather 
than in accurately predetermining magnitudes. 

Switching operations may cause relatively high transient 
overvoltages, if restriking occurs in the breaker. Accord¬ 
ingly, in evaluating any method of grounding from the 
viewpoint of transient voltages, it is well to consider 
whether there will be switching at generator voltage either 
initially or some time in the future. 

Transient overvoltages due to switching have caused 
electrical failure of equipment, circuit insulation, and 
lightning arresters. Generally, lightning arresters are not 
considered as being applied for protection against such 
transient overvoltages, but evidence is available that 
shows arresters have operated on transient overvoltages, 
thus protecting equipment. It is good practice to design 
the system and to ground it in such a manner, whenever 
possible, that transient voltages are below an*ester break¬ 
down voltage. 

For generator grounding, it is commonly accepted that 
transient overvoltages will be within acceptable limits if 
the following conditions are met: 
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1. For application of generator neutral reactors, X^/Xi 
as determined at the machine terminals should be three or 
less. For purposes of this determination, X^ and Xi are 
the resultant of the generator and system reactances, paral¬ 
leled. 

2. For application of generator-neutral resistances (or 
the equivalent through a grounding transformer), the cur¬ 
rent passed through the resistor during ground faults 
should equal or exceed the capacitive current that would 
flow during a line-to-ground fault with the resistor dis¬ 
connected. See Section 18 for a fuller discussion of this 
point. The upper limit of current passed through a gen¬ 
erator neutral resistor is fixed by the desire to avoid exces¬ 
sive power loss, and is customarily held to 13 ^ times full 
load generator current, or less. The ratio of Xo/Ro should 
preferably not exceed 1.0, including the reactance of the 
resistor. Cast-iron grid resistors may have power factors 
of 0.98 and sometimes less, which means that their react¬ 
ance may be about 20 percent of their resistance, at system 
frequency. 

21. Generator Relaying 

It is necessary to consider the effect of the generator 
grounding device on the operation of protective relays. 
Most large generators are provided with differential re¬ 
lays. These are fully effective against phase-to-phase 
faults within the machine. When the generator is effec¬ 
tively grounded, the differential relays also give fairly ef¬ 
fective protection against faults to ground. 

When the generator neutral is grounded through high 
impedance, the differential relays lose a considerable 
amount of their effectiveness against ground faults. This 
is particularly the case for ground faults near the neutral 
of the machine. It will usually be necessary to provide a 
supplementary relay actuated by neutral or *ero-sequence 
current when the machine is grounded through high im¬ 
pedance. 

22. Relaying of Feeders at Generator Voltage 

When power is distributed at generator voltage, it is 
necessary that the grounding method be selected giving 
consideration to that fact. The generator grounding de¬ 
vice determines to a large extent the magnitude of the 
feeder line-to-ground fault current and thus the type and 
effectiveness of the feeder ground relays. There has been 
some European use of grounding schemes that limit the 
ground fault current to around 50 amperes. With feeders 
having full-load currents of 600 amperes or more, fairly 
sensitive ground relays are required. Such relays are avail¬ 
able, but require more than usual care in selection of cur¬ 
rent transformers, determination of settings, and main¬ 
tenance. While their use is, or probably can be made 
practical, the more usual practice in the United States is 
to select a grounding scheme that causes the ground fault 
current to equal or exceed full-load current on the feeders. 

With reactor or conventional reactor grounding, ade¬ 
quate current for relaying is readily obtained. Ungrounded 
operation, or the use of the transformer-resistor combina¬ 
tion are not suited for systems having feeders at gen¬ 
erator voltage, as there is not sufficient current to permit 
ready selection of the faulted circuit. 


23. Damage at Point of Fault 

When a fault occurs within a generator, the affected 
coils must be replaced. While this is a large job, it is not 
nearly as serious as the problem of replacing damaged 
stator iron and restacking the laminations, should that be 
found necessary. Fortunately, such cases have been rare, 
but they are nevertheless important. Laboratory studies 
and field investigations of generator coil failures have been 
made with the view of determining the relation between 
fault current, fault duration, and iron burning. So far, 
these investigations have been non-conclusive, although 
service experience indicates that if the fault is cleared with 
standard differential relays and circuit breakers, the dam¬ 
age will be limited to minor burning of the iron, which can 
be cleaned up without restacking. There is every indica¬ 
tion that low fault currents plus fast clearing, however, 
minimizes fault damage. 

At present, the industry attitude seems to be tolerant of 
moderate to high ground fault currents, where other condi¬ 
tions require it, but to work toward low ground-fault cur¬ 
rents, where conditions permit—this occurring mainly 
with the “unit system” of connection. The more con¬ 
servative attitude in the latter cases is to trip immediately, 
even though the fault current be but a few amperes. 

24. Generator Neutral Breakers 

When a fault occurs within a generator, it is customary 
to trip the generator armature and field circuit breakers 
and shut off the input to the prime mover. These opera¬ 
tions do not necessarily stop the current through the fault, 
because a certain time is required for the generator field 
flux to decay. If a generator neutral breaker is employed, 
and it also is tripped on the incidence of a ground fault, 
the fault current immediately drops to a very low value 
as determined by capacitance effects. 

In general, the smaller the ground-fault current (limited 
by a neutral device), the less justification there is for an 
automatic neutral circuit breaker. 

In some cases non-automatic neutral breakers or dis¬ 
connect switches are used. These are not operated during 
faults, but are used to disconnect the neutral for safety or 
operational reasons. Where several generators are con¬ 
nected to a common neutral bus, which in turn connects 
to a single neutral grounding device, these breakers or dis¬ 
connect switches can be used to ground the desired gen¬ 
erators to the neutral bus. 

25. Time Rating of Neutral Devices 

The following is Section 32-2.05 of AIEE Standard No. 
32 for Neutral Grounding Devices, dated May, 1947: 

“Rated Time—Standard rated time shall be 10 seconds, 1 min¬ 
ute, 10 minutes and extended time. 

“It shall be assumed, unless otherwise specified, that a one- 
minute rating is intended for neutral grounding devices except for 
ground-fault neutralizers and grounding transformers for use 
with ground-fault neutralizers, for which a ten-minute rating is 
assumed.” 

When grounding reactors are used on the unit system, 
a lO-second rating k usually employed as this is consistent 
with the thermal ability of the generator, and the opera¬ 
tion is non-repetitive. 
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When grounding resistors, reactors, or grounding trans¬ 
formers are used with systems having feeders at generator 
voltage, a one-minute rating is usually employed, thus al¬ 
lowing for repetitive feeder faults and also for the fact that 
the neutral device must carry current whenever a ground 
fault occurs on any of the three phases. 

When the distribution-transformer-resistor scheme is 
used, it has generally been the practice to apply extended 
time ratings to the resistor. This is done primarily be¬ 
cause of the small cost of the resistor, and partly because 
of the possibility that time-delay tripping might be con¬ 
templated in the future. 

rV. PRACTICAL CONSIDERATIONS IN 
GENERATOR GROUNDING 

The broad objective in grounding a generator system is 
to gain additional protection to the generators and other 
equipment without introducing disproportionate hazards. 
In the sections which follow, the various generator con¬ 
nections are analyzed with the view of selecting the meth¬ 
od of grounding most suitable. 

26. Unit System—Fig. 19 

From the discussion under Sec. 12, it is evident that 
solid grounding of the generator neutrals, whether one 
machine or all of them, will usually result in ground fault 
currents exceeding the three-phase fault current. From 
the standpoint of mechanical strength of the generator 
winding, this situation requires that any grounding of the 
generator neutrals be through an impedance sufficient *to 
limit the ground-fault current to the three-phase value. 

If the neutrals are to be grounded, and no further limitar 
tion of ground current is required, other than to secure 
protection against winding distortion, a neutral reactor is 
suitable. As to transient overvoltages it is safe, and in the 
larger sizes has the advantage of lower cost and smaller 
space as compared with a resistor. A neutral breaker 
should usually be provided to limit burning in case of in¬ 
ternal generator faults because of slow decay of field cur¬ 
rent and residual voltage even when the field tireaker is 
opened. However in small stations the saving in cost may 
be worth weighing against the possibility of increased 
damage to the machine. 

An advantage sometimes attributed to grounding gener¬ 
ators with the unit system of operation is that most arma¬ 
ture-winding faults start as grounds. By grounding the 
neutral, positive current flow is obtained in case of a fault 
so that quick and positive relaying is obtained. It is 
doubtful if there is any pronounced advantage insofar as 
relaying is concerned over that obtainable with unground¬ 
ed operation and ground-fault detectors. Three forms of 
ground-fault detection are illustrated in Fig. 27. A single' 
potential transformer from neutral to ground is utilized in 
Fig. 27 (a). A ground faulf on any part of the circuit com¬ 
prising the low-voltage winding of the transformer, con¬ 
necting leads, or generator winding will produce a voltage 
on the relay that can be used for tripping or alarm pur¬ 
poses. In Fig. 27 (b) three potential transformers are con¬ 
nected in star, and function in a similar manner. This 
scheme has an advantage over that of Fig. 27 (a) in that 



Isolated neutral generators. 

if can be set more sensitively. In addition for 27 (b) the 
alarm will be given in case of an open circuit in the primary 
of a potential transformer. In 27 (a), if there is sufficient 
bus and transformer capacitance the triangle of line volt¬ 
age will tend to be stabilized with reference to ground and 
the residual harmonics will appear between neutral and 
ground. The relay must be set above any such harmonic 
voltage, which therefore decreases its sensitivity. Usually 
this will not be a serious handicap although in extreme 
cases harmonic voltages as much as 15 percent of normal 
phase-to-neutral voltage might exist between neutral and 
ground. The scheme of Fig. 27 (b) avoids this situation. 
In the scheme of both Figs. 27 (a) and (b), the sensitivity 
of protection decreases as the ground-fault approaches the 
neutral point. This is not often a serious handicap as most 
faults are near the line end. For complete protection any¬ 
where within the windings, the scheme of 27 (c) suggest^ 
by R. Pohl can be used. As shown, this involves displacing 
the neutral continuously by means of an auxiliary wind¬ 
ing on one potential transformer. Therefore, when a 
ground occurs anywhere—even on the neutral lead itself— 
a voltage will appear across the relay. This scheme is 
limited to stations where the generator leads and buses are 
isolated from the system by transformers. Otherwise, ca¬ 
pacity effects or neutral grounds on other equipment would 
cause a continuous indication. These ground fault detec¬ 
tors are in addition to the customary differential protec¬ 
tion. 

In all of the schemes of Figs. 27 (a), (b) and (c),.there 
is some risk of false indication caused by ground faults on 
the high-tension system. This can arise as a result of zero- 
sequence capacitive coupling between high-voltage and 
low-voltage windings of the step-up power tnmsformers. 
The zero-sequence diagram of part of the system is illus¬ 
trated in Fig. 28. As there shown, the capacity effect of 
the power-transformer windings can be represented by an 
equivalent star. Part of the zero-sequence voltage on the 
high-voltage side created by a ground fault is transferred 
to the low-voltage side by capacity potentiometer effect, 
and will give some voltage across the fault-detector relay. 
The magnitude of this voltage is determined by the ratio 
of transformation, type of high voltage grounding, proxi¬ 
mity of fault, amount of capacitances in the transformer 
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(o) (b) 

Fig. 28—How zero-sequence capacitive coupling may cause 
false indications. 

(a) Internal capacitances of two-winding transformer. 

(b) Zero-sequence diagram showing how zero-sequence voltages 
may be transferred from the high-voltage to the low-voltage 
side of a transformer where the low-voltage side is ungrounded 
and of low electrostatic capacity to ground. 

branches and the generator, and the burden of the relay. 
In general, the larger the transformer bank and the higher 
the voltage, the greater the risk of false operation. The 
difficulty can be eliminated by paralleling the relay with a 
dummy load or by using a low-impedance current relay, 
without interfering with the sensitivity of the protection. 
While the conditions necessary to such false indication are 
not likely, one such case has actually been observed. Be¬ 
cause of this electrostatic coupling, it is probably unde¬ 
sirable to operate the generators without some form of 
drainage to ground. 

A scheme which avoids the principal objections to un¬ 
grounded neutral is shown in Fig. 29. This consists of 



Fig. 29—Grounding scheme for unit system. 


connecting the primary of a distribution type transformer 
between the generator neutral and ground. The secondary 
of this transformer is shunted by a resistor and by a po¬ 
tential relay for tripping or alarm, as desired. The size of 
the transformer and resistor depend upon the charging 
current in case of a line-to-ground fault. This charging 
current can be obtained by summing up the various com¬ 
ponents of circuit capacitance, and determining the cur¬ 
rent that flows if one phase is grounded. The system of 
Fig. 30 is used for an example. This covers an 11.6-kv, 
75 OOQ-kva, 1800-rpm, 60-cycle turbine generator having 
surge-protective capacitors at its terminals. 


OENERATOa C TRANSFORMER 



VOLTAGE RELAY OR CURRENT RELAY 

Fig. 30—Capacitance values for grounding through distribu¬ 
tion transformer fix kw loss value of secondary resistor. 


The zero-sequence capacitance per phase of each circuit 
component are listed below and totalled. 

Generator 0.320 mfd 

Generator surge capacitor 0.250 mfd 

Generator leads 0.060 mfd 

Power transformer 0.004 mfd 

Total o 7634 mfd 


At 60 cycles, this is a capacitive reactance of 


10 * 

377(0 634) ohms. The zero-sequence current is 

equal to the normal phase to neutral voltage divided by 
this reactance or 6620/4180»1.58 amperes. The total 
capacitive fault current is three times the zero-sequence 
current or 4.74 amperes. 

Transient-analyzer studies have been made to determine 
the influence of the size of the resistor upon the transient 
overvoltage.produced during an arcing fault. This subject 
is treated in more detail in Chap. 14. In general, it was 
found that as the kilowatts dissipation in the resistor is 


increased, the transient voltages steadily decrease until 
the resistor kilowatt loss equals the capacitive kva. In¬ 


creasing the resistor energy loss further gave but little 
additional reduction in transient overvoltage. 

The total current at the point of the fault to ground is 
the vector sum of the capacitive component of current, 


and the resistive component. If the resistive component 
is made equal to the capacitive component, the sum is 1.41 


times as much as the capacitive component. Increasing 
the resistive current beyond equality with the capacitive 
current produces little further reduction in transient over¬ 
voltage, but increases the energy In the arc and the dam¬ 
age therefrom. It has become more or less standard prac¬ 
tice to apply the resistor to develop an energy loss equal 
to or sli^tly exceeding the capacitive kva during ground- 
fault conditions. 


The kva of the transformer is determined by the product 
of the primary current and the rated primary voltage, 
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divided by an overload factor from the following table: 


Time 

Factoi 

1 Minute 

4.7 

5 Minutes 

2.8 

30 Minutes 

1.8 

1 Hour 

1.6 

2 Hours 

1.4 


The rated primary voltage of the transformer should be 
approximately times the generator line-to-neutral volt¬ 
age, in order to avoid excessive magnetizing inrush, when 
a ground occurs. It is preferable to disconnect a generator 
from the system, and remove excitation immediately upon 
the occurrence of a fault, in order to confine the damage 
as much as possible. On small systems, some operators 
prefer to have a ground relay sound an alarm, giving the 
system operator a chance to make provision for the loss of 
the generator. In any case, automatic tripping should 
follow after a reasonable time delay. 

For the system of Fig. 30, the capacitive kva developed 
is (11.5/1.732) (4.74) = 31.5 kva. The resistor should dissi¬ 
pate 31.5 kw. If a transformer of 11 500 volts primary, 
460 volts secondary were selected, the open-circuit sec¬ 
ondary voltage would be 460/1.732 or 265 volts. The cur¬ 
rent rating of the resistor would be 31 500 watts/265 volts 
or 119 amperes, and its resistance 265/119 or 2.23 ohms. 

The kva duty on the transformer is (11.5) (4.74) or 54.5 
kva. Note that this exceeds the actual loading, due to the 
use of a transformer rated on the basis of line-to-Iine volt¬ 
age. For a 1-hour duty cycle a transformer rated 54.5/1.6 
or 34 kva can be used. A standard 37.5-kva transformer 
can be selected on this basis. For a 5-minute duty cycle a 
rating of 54.6/2.8 or 19.5 kva would suffice, and a standard 
25-kva transformer cau be selected. In general, it is prefer¬ 
able to be conservative on the transformer rating in order 
that its reactance not be an appreciable factor. It is prefer¬ 
able to apply the resistors on the basis of continuous duty, 
as their size and cost are usually not significant factors. 

Oil-immersed, askerel-immersed, and air-cooled trans¬ 
formers can be used, based on user preference. Either 
current- or voltage-actuated relays can be used, as indi¬ 
cated by Fig. 30. 

The scheme is, in effect, a generator-neutral grounding 
device of very high resistance in which a fragile and bulky 
high-voltage resistor is replaced by a step-down trans¬ 
former and low-resistance resistor. With the proportion¬ 
ing suggested, the possibility of ferro-resonance with an 
unshunted transformer is avoided, transient overvoltages 
from switching or arcing are reduced, and there is a re¬ 
duction in harmonic voltage in the potential indication, 
making it possible to use lower settings for the ground 
relay. 

27. Power Tranemltted at High Voltage, Low-Volt¬ 
age Bus System Fig. 20 

A good many of the arguments with reference to Fig. 19 
also apply to Fig. 20, particularly to limitation of ground- 
fault current. If the neutrals are all ungrounded, however, 
it is not possible to secure individual selection of the ma¬ 
chine developing a ground fault, as the low-voltage tie 
puts the residual voltage on all machines. Various prac¬ 


tices as to neutral grounding have been employed, perhaps 
the commonest of which is to provide a neutral bus to 
which one or more machine neuti^ are tied, with a resistor 
from this bus to ground. The resistance is usually such as 
to limit the ground-fault current to 0.5 to 1.5 times full¬ 
load current of the smallest machine, however no hard and 
fast rule can be given. With the sensitive differential pro¬ 
tection now used, this permits satisfactory tripping Tor 
grounds in any machine. Grounding transformers on the 
low-voltage bus have also been used to insure a source of 
ground current for rela 3 ring. However, it is difficult to 
hold Xt/Xi to 3.0 and transient overvoltages may be ex¬ 
cessive. 

28. Power Transmitted at Generator Voltage, 
Three-Wire System Fig. 21 

The problem of selectively isolating ground faults will 
usually require that a system of this kind be grounded in 
some manner. Likewise if cables are used for the distribu¬ 
tion circuits, the matter of neutral stabilization and sup¬ 
pression of arcing grounds will require that the grounding 
impedance be moderately low. One machine alone can be 
grounded and satisfy these requirements, but a neutral- 
impedance device will be necessary to limit the maximum 
current through the machine. Because of the various 
combinations of machines that may be in service at dif¬ 
ferent times there is some operating complication in insur¬ 
ing that a system ground is always available, and for this 
reason it is probably desirable that all neutrals be ground¬ 
ed. If a neutral bus is employed, each neutral can be con¬ 
nected to this and a single grounding resistor or reactor 
used. An alternative and probably more desirable ar¬ 
rangement is to ground each neutral through sufficient 
impedance that the ground-fault current through each 
individual machine will never exceed its safe value. 

The influence on communication circuits is almost im¬ 
possible to forecast, because most cases arise out of reso¬ 
nance between the ground reactance and the capacitance 
to ground of the circuits. With these constantly changing 
with the growth of the system, about the only course that 
can be pursued is to consider each case as it arises. Usually 
a parallel tuned filter in the neutral connection of one 
generator will cure a specific case of trouble. 

29. Power Transmitted at Generator Voltage, 
Four-Wire System Fig. 22 

The general situation with this system connection is the 
same as on the three-wire system. However since loads 
are connected from phase wires to the neutral wire, the 
question of neutral displacement during faults becomes 
much more important. Otherwise, during a ground fault 
on one phase, the voltage on the other phases will rise, 
and lamps, radios and other utilization devices will be 
flashed. It is therefore essential on a four-wire system that 
no more impedance be inserted in the neutral connection 
than necessary to protect the generators against excessively 
high currents during ground faults. The proper impedance 
can be calculated by the method of 83 rmmetrical com- 



for each generator will satisfy the generator requirements. 
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If 1 for the entire system, this will hold the line-to- 

neutral voltage down to normal value (as shown by Fig. 6, 
Chap. 14) and thus satisfy the load requirements. It is 
probable that a moderate increase in line-to-neutral volt¬ 
age during ground faults is permissible because the condi- 

tion is temporary, so that ratios of ^ —1.5 or even 2.0 for 

the system may be feasible. These figures are approxi¬ 
mate, as resistance has not been considered, and in some 
cases, it will be important. 

Three possible ways in which neutral impedances can 
be employed are presented in Figs. 22 (b), (c) and (d). 
The first is shown merely for the sake of completeness; it 
serves no necessary function in limitation of current and 
would prove a liability in excessive neutral displacement 
and regulation w ith unbalanced loads. 

In both Figs. 22 (c) and (d), the neutral impedance is 
between generator neutral and ground where it is effective 
in reducing ground-fault currents. In 22 (c) the regula¬ 
tion to unbalanced loads is slightly better than in 22 (d), 
but the impedances necessary for neutral stabilization will 
be usually low compared to the line impedances where 
there are a number of individual feeders and this point will 
ordinarily not be important. On many systems the fourth 
wire will be grounded at each transformer installation, 
and 22 (d) is necessary in this event. In general 22 (d) 
represents a more satisfactory connection. 

In most power stations, there is considerable shifting of 
generators in and out of service. With the four-wire sys¬ 
tem, the dual requirements of prevention of high individual 
generator currents during ground faults, and restriction of 
neutral displacement are necessary. The most satisfactory 
method of maintaining these requirements is to use in¬ 
dividual grounding devices with each generator. The gen¬ 
erator-neutral breaker may be left closed w hether the gen¬ 
erator is in or out of service, and only opened in case of a 
generator fault. 

For this type of service reactors are preferable as ground¬ 
ing devices. For a given limitation of current, the distor¬ 
tion of phase voltages to ground will be less than for a 
resistor because the voltage drop is in phase with the 
])hase-to-neutral voltage of the faulted phase. The cost 
and space requirements will usually be less. The likeli¬ 
hood of excessively high transient voltages during arcing 

grounds is small because the ratio must be kept low 

on the four-wire system. 


30. Power Transmitted at Double Generator Volt¬ 
age by Auto-Transformers, Fig. 23 

Figure 23 (b) is being used to a considerable extent on 
large systems employing 24 kv or 27.6 kv underground 
cable distribution systems. Interconnecting and ground¬ 
ing the neutrals of the generators and auto-transformers 
stabilizes the neutral and prevents excessive voltage stres¬ 
ses in the event of ground faults. Any triple series har¬ 
monics present in the generator wave form are passed to 
the outside lines. On cable systems there is little likeli¬ 
hood of this causing interference with communication cir¬ 
cuits. Where the distribution is by overhead lines there 


exists some possibility of communication circuit interfer¬ 
ence. In fact, the case is exactly analogous to that dis¬ 
cussed in Section 28. 

Figure 23 (c) is similar to 23 (b; except that a delta 
tertiary has been added. The effect of the tertiary is to 
decrease the magnitude of the triple series harmonic volt¬ 
ages applied to the outgoing lines and to cause a circulat¬ 
ing current to flow in the neutral interconnection. In most 
cases it is doubtful whether either of these influence's exists 
in sufficient magnitude to be of any practical importance. 
Assume for example that the delta winding is rated at one- 
half the kva parts of a one to two ratio auto-transformer. 
It will then be one-fourth the generator kva rating. The 
reactance from generator winding to tertiary winding may 
be 8 percent on the tertiary kva or 32 percent on the gen¬ 
erator kva. If the generator zero-sequence reactance is 8 
percent, the triple harmonic voltages at the generator 

3(32) 


terminals will be reduced to about 


3(8+32) 


or four-fifths 


the value without a tertiary. This reduction would ordi¬ 
narily not be sufficient to correct interference to a satis¬ 
factory level. The harmonic circulating current is similar¬ 
ly of small importance from the standpoint of heating. 
For example, assume 10 percent third harmonic voltage 
in the generator phase to neutral wave form (a very high 
figure for modern generators). This would be acting on an 
impedance of 3 X (8+32) or 120 percent. The circulating 


current would then be j^XlOO or 8 percent per phase 


increasing the PR by only }<i percent. See Sec. 15 of this 
chapter. (NOTE: In both of the above calculations, it 
wa.s assumed that the generator reactance would increase 
as the order of the harmonic.) The foregoing discussion 
show s that where both the generator and auto-transformer 
are to be grounded and are in the same station, there is 
little point to adding a delta tertiary winding to the auto¬ 
transformer. Should there be an appreciable distance be¬ 
tween the generator and the transformer, and particularly 
if there are paralleling communication circuits this ques¬ 
tion should be carefully considered, as the flow of trans¬ 
former magnetizing current or generator triple harmonic 
circulating current may cause inductive influence. 

In Fig. 23 (d) the generator neutral is ungrounded, and 
the auto-transformer neutral grounded, with a delta terti¬ 
ary provided. This minimizes all communication circuit 
influence and generally gives satisfactory stabilization of 
voltages in the event of ground faults. Generator differen¬ 
tial protection is less sensitive for faults in the vicinity of 
the generator neutral point. 

Figure 23 (c) show s the generator neutral grounded and 
the auto-transformer neutral ungrounded. This connec¬ 
tion puts the generator triple series harmonics on the out¬ 
going circuits, but facilitates generator differential pro¬ 
tection. The line voltages are properly stabilized in the 
event of ground faults. 

If both generator and auto-transformer grounds are 
omitted, the generator insulation will be overstressed in 
the event of a ground fault on the high voltage side of the 
auto-transformer and this connection should therefore not 
be used. If the high voltage side of a grounded neutral 
auto-transformer is connected to an effectively grounded 
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WITHOUT FEEDERS AT GENERATED VOLTAGE 



Fig. 31—Relative United States use of grounding methods on 
generators without feeden at generated voltage. 

system (preferably ^vith grounded star-delta transformers 
at the same station) the tertiary may be omitted whether 
the generator neutral is grounded or not. The generator 
neutral will be shifted from ground potential in the event 
of a ground fault on the system, but not sufficient to over¬ 
stress the generator insulation. 

Cienerally, a fault to ground on the high-voltage side of 
the auto-transformer will not result in generator currents 
exceeding those permissible. For ground faults on the low- 
voltage side, the generator currents may exceed permissible 
values unless a reactor is placed between the generator 
neutral and ground. 

31. Trends and Practices in Generator Grounding 

Figures 31 and 32 are plotted from data obtained from 
the Third AIEE Report on System Grounding^l In most 
of the cases of ‘Teactance grounding,** the grounding 
reactors are of low ohms, resulting in “effective ground¬ 
ing.” ^*Solid’* and “reactance** grounded may therefore 
be combined as “effective** grounding, and as such, about 
half of the systems are so grounded. The percentage of 
effectively grounded systems is decreasing slightly. The 
“ungrounded** classification includes potential transformer 
grounding. 
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1. GENERAL 

AN electric distribution system, or distribution plant 
yLJk as it is sometimes called, is all of that part of an 
^ electric power system between the bulk power 
source or sources and the consumers’ service switches. 
The bulk power sources are located in or near the load area 
to be served by the distribution system and may be either 
generating stations or power substations supplied over 
transmission lines. Distribution systems can, in general, 
be divided into six parts, namely, subtransmission cir¬ 
cuits, distribution substations, distribution or primary 
feeders, distribution transformers, secondary circuits or 
secondaries, and consumers’ service connections and 
meters or consumers’ services. Figure 1 is a schematic dia¬ 
gram of a typical distribution system showing these parts. 

The sub transmission circuits extend from the bulk 
power source or sources to the various distribution sub¬ 
stations located in the load area. They may be radial cir¬ 
cuits connected to a bulk power source at only one end or 
loop and ring circuits connected to one or more bulk 
power sources at both ends. The subtransmission circuits 
consist of underground cable, aerial cable, or overhead 
open-wire conductors carried on poles, or some combina¬ 
tion of them. The subtransmission voltage is usually be¬ 
tween 11 and 33 kv, inclusive. 

Each distribution substation normally serves its oym 
load area, which is a subdivision of the area served by the 
distribution system. At the distribution substation the 
subtransmission voltage is reduced for general distribu¬ 
tion throughout the area. The substation consists of one 
or more power-transformer banks together with the neces¬ 
sary voltage regulating equipment, buses, and switchgear. 

The area served by the distribution substation is also 
subdivided and each subdivision is supplied by a distri¬ 
bution or primary feeder. The three-phase primary feeder 
is usually run out from the low voltage bus of the sub¬ 
station to its load center where it branches into three- 
phase subfeeders and single-phase laterals. The primary 
feeders and laterals may be either cable or openwire cir¬ 
cuits, operated in most cases at 2400 or 4160 volts. 

Distribution transformers are ordinarily connected to 
each primary feeder and its subfeeders and laterals. These 
transformers serve to step down from the distribution 
voltage to the utilization voltage. Each transformer or 
bank of transformers supplies a consumer or group of con¬ 
sumers over its secondary circuit. Each consumer is con¬ 
nected to the secondary circuit through his service leads 
and meter. The secondaries and service connections may 
be either cable or open-wire circuits. 
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Fig. 1—Typical distribution system showing component parts. 

The distribution plant occupies an important place in 
any electric power system. Briefly, its function is to take 
electric power from the bulk power source or sources and 
distribute or deliver it to the consumers. The effec¬ 
tiveness with which a distribution system fulfills this 
function is measured in terms of voltage regulation, service 
continuity, flexibility, efficiency, and cost. The cost of 
distribution is an important factor in the delivered cost 
of electric power. Approximately 50 per cent of the capital 
investment in electric power systems in the United States 
is in the distribution plant. 

Briefly, the problem of distribution is to design, con¬ 
struct, operate, and maintain a distribution system that 
will supply adequate electric service to the load area under 
consideration, both now and in the future, at the lowest 
possible cost. Unfortunately, no one type of distribution 
system can be applied economically in all load areas, be¬ 
cause of differences in load densities, existing distribution 
plant, topography, and other local conditions. 

In studying any load area, the entire distribution or 
delivery system from the bulk power source—which may 
be one or more generating stations or power substations, 
to the consumers should be considered as a unit. This 
includes subtransmission—distribution substations, pri¬ 
mary feeders, distribution transformers, secondaries, and 
services. All of these parts are interrelated and should 
be considered as a whole so that money saved in one part 
of the distribution system will not be more than offset by 
a resulting increase elsewhere in the system. 
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For different load areas, or even different parts of the 
same load area, the most effective distribution system will 
often take different forms. Certain principles and features, 
however, are common to almost all of these systems. The 
distribution system should provide service with a mini¬ 
mum voltage variation and a minimum of interruption. 
Service interruptions should be of short duration and 
affect a small number of consumers. The overall system 
cost—including construction, operation, and maintenance 
of the system—should be as low as possible consistent 
with the quality of service required in the load area. The 
system should be flexible, to allow its being expanded in 
small increments, so as to meet changing load conditions 
with a minimum amount of modification and expense. 
This flexibility permits keeping the system capacity 
close to actual load requirements and thus permits the 
most effective use of system investment. It also largely 
eliminates the need for predicting the location and magni¬ 
tudes of future loads. Therefore, long-range distribution 
planning, which is at best based on scientific guesses, can 
be greatly reduced. 

II. TYPES OF DISTRIBUTION SYSTEMS 









Electric power was originally distributed by radial d-c 
systems which later developed into the well known d-c net¬ 
work system. For many years this was the standard form 
of distribution system for the heavy-density load areas 
where the distribution circuits are usually underground, 
such as in the business sections of the larger cities. Be¬ 
cause power could be transmitted only at the utilization 
voltage, the d-c system was not suitable for serving eco¬ 
nomically the more extensive lighter-load areas. After 
the introduction of alternating current into this country by 
George Westinghouse, these areas were served by over¬ 
head a-c systems of the radial type. The heavy-density 
load areas in many of the smaller cities, where it was felt 
that the necessity for service reliability did not warrant 
the expense of a d-c network system, were also fed from 
a-c radial systems. For that matter they still are. Most 
electric power today is distributed by a-c systems. The 
relatively few d-c distribution systems still in service are 
gradually being replaced by a-c systems. The following 
descriptions and discussions of distribution systems are 
confined to alternating current systems. 

1. The Radial System 

The radial type of distribution system, a simple form 
of which is shown in Figure 2, is the most common. It is 
used extensively to serve the light- and medium-density 
load areas where the primary and secondary circuits are 
usually carried overhead on poles. The distribution sub¬ 
station or substations can be supplied from the bulk- 
power source over radial or loop subtransmission circuits 
or over a subtransmission grid or network. The radial 
system gets its name from the fact that the primary 
feeders radiate from the distribution substations and 
branch into subfeeders and laterals which extend into all 
parts of the area served. The distribution transformers are 
connected to the primary feeders, subfeeders, and lateral, 
usually through fused cutouts, and supply the radial 


Fig. 2<-Simple form of radial-type distribution system. 

secondary circuits to which the consumers^ services are 
connected. 

Oil circuit breakers arranged for overcurrent tripping 
are used to connect the radial-primary feeders to the low- 
voltage bus of their associated substation. When a short- 
circuit occurs on a feeder its station breaker opens and 
interrupts the service to all consumers supplied by the 
feeder. Manually-operated sectionalizing switches are 
often installed at the junction of the subfeeders and 
the main feeder. When trouble on a subfeeder has been 
located the faulty section can be isolated by opening the 
proper switch, and service can be restored to the remain¬ 
der of the feeder before repairs are made. The purpose of 
the fuses in the primary leads of the distribution trans¬ 
formers is to op>en the circuit in case of trouble in a trans¬ 
former or on its associated secondary lines and prevent a 
possible shutdown of a considerable portion of the feeder 
or the entire feeder on such faults. The subfeeders and 
laterals are sometimes fused to prevent tripping the feeder 
breaker at the substation and thus reduce the extent of 
the outage when a fault occurs on one of them. Obviously, 
the transformer fuses, branch fuses, and feeder breaker 
should be properly coordinated so that the circuit will 
be opened at the proper point to keep the outage to a 
minimum. 

When a fault that is not self clearing develops on any 
section of the feeder, in one of its associated distribution 
transformers, or on one of its secondary circuits, a number 
of the consumers will be without service for a considerable 
period. All consumers connected to the feeder will, of 
course, be affected if the fault is located so as to cause the 
feeder breaker at the substation to open. Experience with 
faults on open-wire circuits has shown that deenergizing 
these circuits causes the faults to clear themselves in most 
cases. For this reason the feeder breakers are often made 
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to recloee automatically. The recloeing equipment pr^ 
vides one, two, or three reclosures before the breaker is 
locked open. 

Fundamentally the advantages of the radial distribu¬ 
tion system are simplicity and low first cost. These result 
from a straightforward circuit arrangement, where a sin¬ 
gle or radial path is provided from the distribution sub¬ 
station, and sometimes from the bulk power source, to the 
consumer. With such a circuit arrangement the amount 
of switching equipment is small and the protective relay¬ 
ing is simple. Although simplicity and low first cost 
account for the widespread use of the radial system they 
are not present in all forms of the system. 

The lack of continuity of service is the principal defect 
of the radial system of distribution. Attempts to over¬ 
come this defect have resulted in many forms and arrange¬ 
ments of the radial system. Frequently the system is 
radial only from the distribution substations to the dis¬ 
tribution transformers. Because of the many system 
arrangements encountered it is sometimes difficult to de¬ 
termine in what major type a system should be classified. 
To aid in such classification and to follow more readily the 
discussion of radial systems, it should be remembered 
that a radial system is a system having a single path over 
which current may flow for a part or all of the way from 
the distribution substation or substations to the primary 
of any distribution transformer. 

StibtransmissUm .—Power is transmitted from the 
bulk power source or sources to the distribution substa¬ 
tions over the subtransmission circuits. These circuits 
may be simple radial circuits, parallel or loop circuits, or a 
number of interconnected circuits forming a subtrans¬ 
mission grid or network. Several factors influence the 
selection erf the subtransmission arrangement for supplying 
distribution substations in a radial system. Two of the 
most important are cost and reliability of power supply 
to distribution substations. 

A radial arrangement of subtransmission circuits such 
as that shown in Fig. 3 results in the lowest first cost. 
This form of subtransmission is not usually employed be- 
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cause of the poor service reliability it provides. A fault 
on a radial subtransmission circuit results in a service in¬ 
terruption to all loads fed over it. The economical use of 
subtransmission circuits and associated circuit breakers 
dictates that each subtransmission circuit carry a relsr 
tively large block of load. Thus a fault on a radial sub¬ 
transmission circuit results in the loss of considerable 
load, which usually means that a large area and many 
consumers are without service. 

An improved form of radial subtransmission is shown in 
Fig. 4. Each radial subtransmission circuit serves as a 



jp-BREAKER NORMALLV OPEN 

• -THESE TWO BREAKERS ARE INTERLOCKEO TO PROVlOE 
AUTOMATIC THROWOVER 


Fig. 4—Improved form of radial type eubtransmlMloii drculte. 

normal feed to certain distribution substation transform¬ 
ers and as an emergency feed to others. This arrangement 
permits quick restoration of service when a radial sub¬ 
transmission circuit is faulted. The substation trans¬ 
formers normally fed from the faulty circuit are each pro¬ 
vided with an emergency circuit to which they can be 
switched either manually or automatically. This arrange¬ 
ment does not prevent an extensive service interruption 
for a short time and requires spare capacity to be built 
into the radial subtransmission circuits. 

Because extensive service interruptions cannot often 
be tolerated, the subtransmission for a radial qrstem 
usually takes the form of parallel or loop circuits or of a 
Bubtransmission grid. Whether a loop or a grid arrange¬ 
ment of subtransmission circuits is prtferable will depend 
largely on conditions in the particular load area, such as 
the load distribution, the topography, and the number and 
location of the bulk power sources. 

A parallel- or loop-circuit subtransmissioh layout is 
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shown in Fig. 6, on which no single fault on any circuit 
will interrupt service to a distribution substation. All cir¬ 
cuits must be designed so that they will not be overloaded 
when any one circuit is out of service. Two parallel cir¬ 
cuits are considered to be a sectionaiized loop supplying 
one distribution substation. However, two parallel cir¬ 
cuits running over the same right-of-way are not nearly 
as reliable as two circuits following different routes. A 
fault on one circuit may involve the other if the two cir¬ 
cuits are closely adjacent. This is not as likely to result, 
however, with cable circuits as with open-wire circuits. 

The term ‘‘loop'' as used here should not be confused 
with the term “ring". By loop is meant a circuit which 
starts from a power-supply point or bus and after running 
through an area returns to the same point or bus; where¬ 
as a ring is a circuit or circuits which start from a power- 
supply point or bus, tie together a number of power-sup- 
ply points or buses, and return to the starting point or 
bus. In other words, a ring is a loop from which substa¬ 
tions can-be supplied and into which power is fed at more 
than one point. The ring arrangement is quite often used 
for subtransmission. It is a simple form of subtransmission 
network, and as the system grows it very often develops 
into a grid. 

The network form of subtransmission is flexible in that 
it can readily be extended to supply additional distribu¬ 
tion substations in the area it covers with a relatively 
small amount of new circuit construction. It requires a 
large number of circuit breakers, however, and is difficult 
and costly to relay. The network or grid form of sub- 



Fig. 5~A parallel- or loop-circuit eubtra n s mi seion layout. 


transmission shown in Fig. 6 provides greater service re¬ 
liability to the distribution substations than the radial 
and loop forms of subtransmission. This is true particu¬ 
larly when the distribution system is supplied from two 
or more bulk power sources, because it is possible for pow¬ 
er to flow from any bulk power source to any distribution 


substation*. This paralleling of bulk power sources through 
the subtransmission circuits also has the advantage of 
tending to equalize the load on the bulk power sources. 

In a large distribution system any two or even all of 
the above forms of subtransmission may be employed be¬ 



tween the bulk i>ower sources and the various distribution 
substations, depending upon the service requirement of 
the different substations and economic considerations. 
The form of subtransmission employed is also influenced 
by the design of the distribution substations used. 

Distribution Substations .—Twenty years ago it was 
common practice to use large distribution substations. 
The transformer capacity in many of them lay between 
15 000 and 30 000 kva. This, of course, meant that every 
reasonable precaution was taken to insure continuous 
power supply to these stations. It also meant that sys¬ 
tems employing these large stations contained a rela¬ 
tively small mileage of subtransmission circuits compared 
to the mileage of primary distribution circuits. Except 
in the areas of heavy load density this meant that the 
load was being carried too far at the lower distribution 
voltage and not far enough at the higher subtransmission 
voltage to give an economical distribution system. The 
use of these large stations also resulted in a system nol 
readily adapted to changing load conditions. The sub 
station capacity could not be increased in small incre 
ments economically to take care of load growth. Also ai 
the load grew, it often grew away from the locations when 
it was assumed it would grow when the large substatioi 
locations were selected. This further increased the die 
tance over which the load had to be carried at diatribe 
tion voltage. Thus as time passed these systems becam 
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even less economical than when first designed and in¬ 
stalled. In order to increase the economy and flexibility 
of distribution systems the trend during recent years has 
been toward the use of more and smaller distribution 
substations, with a resulting increase in the mileage of 
subtransmission circuits and a decrease in the mileage of 
prima^ distribution circuits. 

Along with the change in the size of distribution sub¬ 
stations has gone a change in the subtransmissidn arrange¬ 
ments used. This change has been a simplification of the 
subtransmission layout and as large a reduction in the 
number of high-voltage circuit breakers as is consistent 
with service requirements. These changes have led to an 
increased use of the radial form of subtransmission along 
with the simpler loop and network forms. There is also 
a growing tendency to treat a subtransmission circuit and 
its associated substation transformer or transformers as a 
unit, thus eliminating high-voltage circuit breakers and 
doing the necessary automatic switching on the low-volt¬ 
age side of the substation transformer. When this is done 
the high-voltage bus in the substation is omitted. In the 
larger substations however, it will at times prove eco¬ 
nomical to employ a high-voltage bus and omit the low- 
voltage bus. 

The economical sizes of distribution substations to em¬ 
ploy on a particular radial system depend on load density, 
subtransmission arrangement, imit cost of subtransmis¬ 
sion circuits, unit cost of primary distribution feeders, 
cost of land, and other factors. Because many factors in¬ 
fluence tbp economical design of a distribution system and 
because existing distribution plamt and local conditions 
and requirements must be taken into account, many dis¬ 
tribution substation designs are required. Some of the more 
basic designs are illustrated and will be discussed briefly. 

Perhaps the simplest form of distribution substation is 
that shown in Fig. 7 (a). It consists of a high voltage dis¬ 
connecting switch, a transformer bank, and a primary- 
feeder breaker in the low-voltage leads of the transformer 
bank. The transformer bank can consist of three single¬ 
phase transformers or one three-phase transformer. Now 
that more small substations are being used the trend is 
definitely to the use of three-phase transformers. A three- 
phase transformer makes a neater and more compact 
substation, reduces the number of bushings, valves, and 
fittings to be inspected and maintained, and saves in¬ 
stallation time and expense. The use of single-phase trans¬ 
formers has the advantage of permitting open-^elta opera¬ 
tion of the substation at reduced capacity, which is not 
possible when using a three-phase transformer. Modem 
transformers fail so rarely, however, that this disadvan¬ 
tage of the three-phase transformer is more than out¬ 
weighed "by its advantages. When it is remembered 
that we are talking primarily about transformer banks of 
from 600 to 3000 kva it is often possible to keep a spare 
transformer at some central point. This transformer can 
be taken to any substation whose transformer fails. Such 
a procedure may, however, take considerable time par¬ 
ticularly if the transformer to be transported is large. A 
better solution to the problem of quickly restoring service 
from a small distribution substation whose three-phase 
transformer has failed is to have a portable substation, that 


can easily and quickly be taken to any of the distribution 
substation sites and connected temporarily to serve the 
load in such an emergency. 

The substations of Fig. 7 may or may not require volt¬ 
age regulating equipment. This equipment may take the 
form of automatic tap-changing-under-load, built into the 
transformer, or one or more separate voltage regulators. 
Tap-changing-under-load equipment on a three-phase 
transformer provides voltage regulation in the least space 
and usually at the lowest cost. For small substations 
with one primary feeder or relatively few low capacity 
primary feeders a single set of regulating equipment is 
usually sufficient to maintain satisfactory voltage on the 
load side of the substation transformer bank. Large sub¬ 
stations having many primary feeders of larger capacity. 
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Fig. 7—Simplest forms of distribution substations. 


however, ordinarily require voltage regulators on all 
feeders. In these large substations it is sometimes satis¬ 
factory to employ bus regulation, as in the small substa¬ 
tions, supplemented by regulators on only a few of the 
primary feeders. Where this can be done it is usually more 
economical than using feeder regulators throughout. 

The single primary-feeder breaker of Fig. 7 (a) is usually 
provided with overcurrent relays and automatic reclosing 
equipment. Its interrupting capacity need be equal only 
to the maximum fault current through the transformer. 
It should be remembered, however, that the interrupting 
rating of the breaker is affected by the reclosing cycle. 
In order to permit safe inspection and maintenance of the 
breaker, disconnecting switches are shown on both sides 
of it. If there is no possibility of the primary feeder being 
energized from another source at some point on the system, 
the disconnecting switch on the load side of the breaker 
can be omitted. However, switches on both sides of the 
breaker are preferable. If the load on the primary feeder 
cannot be carried by some other feeder or feeders, when the 
feeder breaker is tripped and its associated disconnects are 
opened, it must be dropped while the breaker is being in¬ 
spected or maintained. Sometimes this is not permissible 
and then a by-pass disconnecting switch, connected as in¬ 
dicated by the dotted lines, should be used. By closing 
this by-pass switch and then opening the breaker and its 
two disconnecting switches, the breaker can be isolated for 
maintenance without interrupting service to the loads on 
its associated feeder. Should a feeder fault occur under this 
condition it must be cleared by the breaker in the sub- 
transmission circuit supplying the substation or by a 
breaker or fuses in the prinoary feeder. Although the prob- 




Chapter 20 


Distribution Systems 


671 


ability of a fault occurring while the primary feeder break¬ 
er is out of service is small, provision should be made for 
clearing the fault from the system without serious damage. 

For safety, ease of inspection and maintenance, and 
compactness, lift-up or draw-out type breakers are now 
quite commonly used" as the primary-feeder breakers in 
distribution substations. These breakers provide the dis- 
connecting-switch features on each side of the breaker, 
as shown in Fig. 7(a), interlocked in such a way that the 
disconnects cannot be opened until the breaker is tripped. 
By having a spare breaker that can be inserted in place of 
the one removed, it is necessary to interrupt service to 



Fig. 8—1500 kva CSP power transformer in service in Pennsyl¬ 
vania. High voltage—13.2 kv delta; low voltage—2500/4340 Y. 


the load only for a very short time when work is to be 
done in a feeder breaker. If even a momentary interrup¬ 
tion is serious, a spare cell or compartment can be provided 
into which the spare breaker can be placed and closed 
in parallel with the breaker to be worked on before it is 
tripped and removed. Either of these arrangements has 
the advantage of leaving the primary feeder with normal 
protection against a fault that might occur while the 
normal feeder breaker is being serviced. A spare breaker 
in almost all cases provides satisfactory inspection and 
maintenance facilities, and the expense of a spare cell or 
compartment to prevent a very short time interruption to 
service can rarely be justified. 

The substation shown in Fig. 7(b) is similar to that of 
Fig. 7(a) except that it has a low-voltage bus and several 
primary feeders instead of one. It is preferred to the 
single-feeder station where the magnitude or nature of 
the load is such that it is necessary or desirable to split 
the load between several primary feeders. Both of the 
stations of Fig, 7 are usually supplied over a single radial- 
subtransmission circuit. In each case the transformer is 
connected directly to the supply circuit through a discon¬ 
necting switch. The disconnecting switch should never 
be opened under load but should be capable of opening 
the transformer exciting current. To prevent accidental 
opening under load the switch should preferably be inter¬ 


locked with the primary feeder breaker or breakers so 
that it cannot be opened unless this breaker or breakers 
are open. No breaker is used on the high-voltage side of 
the transformer bank because the possibility of trouble in 
a transformer or in the connections between the trans¬ 
former and the feeder breaker or breakers is remote. Con¬ 
necting the substation directly to the subtransmission 
circuit without a high-voltage breaker is no more likely 
to produce an outage of the circuit than is extending the 
subtransmission circuit a few hundred feet. Should a 
fault occur in the transformer bank or its low-voltage 
connections to the primary-feeder breaker or breakers, 
the breaker in the subtransmission or supply circuit trips 
to clear the fault. Sometimes the rating of the transformer 
bank is so small in comparison with the rating of its asso¬ 
ciated supply circuit that the current flawing to a fault 
in the transformer winding or between the transformer 
and the primary feeder breaker or breakers is insufficient 
to trip the breaker in the supply circuit. To prevent dam¬ 
age to the transformer under such a condition and to 
disconnect the substation from the supply system, fuses 
or protective links can be inserted in the ffigh voltage 
leads of the transformer either inside the transformer tank 
or external to it. These protective links must be properly 
coordinated with the feeder-breaker relaying so that their 
blowing time is longer than the tripping time of a feeder 
breaker for all currents that can result from faults on the 
low-voltage side of the transformer. 

Instead of fuses or protective links on the high side of 
the transformer, where the substation capacity is small 
compared with that of its associated subtransmission cir¬ 
cuit, a circuit breaker can be used. Because of the high 
voltage of the supply circuit and the fact that the inter¬ 
rupting duty on the high-voltage breaker is determined 
by the characteristics of the supply system, the cost of 
such a breaker is likely to be out of proportion to the cost 
of the remainder of the small substation and excessive for 
the amount of load controlled. For a single-circuit sub¬ 
station such as shown in Fig. 7(a) it is sometimes possible 
to justify a breaker on the high-voltage side of the trans¬ 
former by omitting the primary-feeder breaker on the 
load side of the transformer. If the feeder breaker is 
omitted a disconnecting switch can be used in its place to 
insure complete isolation of the transformer where neces¬ 
sary. When using only a high-voltage breaker its over¬ 
current relays must be set to trip on both transformer and 
primary feeder faults. Except in the case of a cable feeder, 
it is desirable to have the breaker automatically reclose 
on feeder faults but it is undesirable to have it reclose on 
a fault in the transformer. Relaying to accomplish this 
becomes unduly complicated and questionable in opera¬ 
tion. Thus it is usually desirable to retain the primary- 
feeder breaker when a high-voltage breaker is used. In 
the multiple-feeder station of Fig. 7(b) the primary- 
feeder breakers are used either with or without a high- 
voltage breaker on the supply side of the transformer. 

A distribution substation with a single subtransmission 
supply circuit will often be subjected to too many outages 
of considerable duration to be satisfactory, b^ause of 
faults on the supply circuit that must be located and re¬ 
paired before service can be restored. In order to restore 
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service quickly when a fault occurs on the substation’s 
normal supply circuit, an alternate supply circuit can be 
brought to the substation and a double-throw disconnect; 
ing switch or two interlocked disconnecting switches used 
on the high-voltage side of the transformer as shown in 
Fig. 9. When the normal supply circuit is deenergized be¬ 
cause of a fault on it, the substation transformer can be 
manually connected to its alternate supply circuit by the 
double-throw disconnecting switch and service thus 
quickly restored to the loads fed through the substation. 
After the normal supply circuit is repaired and reenergized 
it is usually desirable to reconnect the substation to it. 
To do this the disconnecting switch must be capable of 
interrupting the transformer exciting current, or the alter¬ 
nate supply circuit must be deenergized when the transfer 
is made. Deenergizing the alternate circuit involves un¬ 
due complication and is usually impractical because the 
alternate feed to this substation also supplies some other 
substation or substations. Because most disconnecting 
switches are incapable of interrupting load current, the 
double-throw switch should be interlocked so that the 
primary-feeder breaker or breakers must be open before 
the switch can be moved from one position to another. In 
a multiple-feeder substation such as that shown in Fig. 
9(b) it may be desirable to use a transformer breaker in the 
secondary leads of the transformer as shown in order to 
simplify the switching procedure and the interlock cir¬ 
cuits. 

The double-throw disconnecting switch of Fig. 9(a) 


Such interruptions are infrequent hut sometimes are 
serious. To guard against relatively long service inter¬ 
ruptions resulting from transformer trouble, substations 
as shown in Fig. 10 can be used. Because two subtrans- 
mission circuits are brought to each substation to allow 
quick restoration of service when a fault occurs on one of 
them, as discussed in connection with Fig. 9, the substa¬ 
tion transformer capacity can be divided into two banks 
and one bank normally connected to each supply circuit. 
With one transformer out of service the remaining bank 
should be able to carry the entire substation load. Using 
self-cooled transformers this requires 100 per cent spare 
transformer capacity in the station. By equipping each 
of the transformers with automatic air-blast^ however, 
the rating of each of the two banks can be reduced to 75 
per cent of the substation rating, or in other words the 
amount of spare self-cooled transformer capacity can be 
reduced to 50 per cent. The use of three supply circuits 
and three transformer banks further reduces the spare 
transformer capacity. 

The distribution substation shown in Fig. 10(a) is 
similar to that of Fig. 7(b) except that two supply cir¬ 
cuits are run to the station and the transformer capacity 
is divided into two banks. Each of the two banks h^ 
a self-cooled rating approximately equal to 75 per cent of 
the substation rating and is equipped with automatic 
air-blast. The station is normally operated with the low- 
voltage bus split into two sections so that each trans¬ 
former supplies half of the substation load. This method 
of operation has the advantage of reducing the short- 
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(a) 


Pig. 9—Distribution substations with alternate subtransmis¬ 
sion supply to reduce duration of service interruptions. 

and (b) can be replaced by two manually-operated high- 
voltage breakers, one in each supply circuit, interlocked 
so that only one can be closed at a time. If this is done, 
no interlocks w ith the primary-feeder breaker or breakers 
are necessary to prevent opening load current. Where 
high-voltage breakers are used the transformer breaker is 
in practically all cases omitted. To do this sw itching w'ith 
breakers, particularly oil breakers, they should be capa¬ 
ble of interrupting any fault current that might flow 
through them, because of the remote possibility that a 
fault may occur while performing the manual transfer. 




The decision between the use of a disconnecting switch or 
breakers is primarily an economic one and the cost wdll 
usually favor the disconnecting switch. 

The station layouts discussed in connection with Fig. 9 
(a) and (b) permit reasonably quick restoration of serv¬ 
ice when a fault occurs on the subtransmission circuit 
supplying the station. This ability to restore service is 
dependent on arranging the two circuits to each station 
so that a fault on one does not involve the other. A trans¬ 
former failure, however, causes a relatively long inter¬ 
ruption of service to the loads fed by the substation. 
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Fig. 10—DUtribution substations with duplicate transformers 
and subtransmission circuits to reduce duration of service 
interruptions due to transformer failures. 
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circuit duty on the primary-feeder breakers. Supplying 
the load from two separate bus sections instead of con¬ 
necting all primary feeders to a single bus means less 
advantage is normally taken of the diversity between 
primary feeders. This has no effect on the amount of 
substation transformer capacity required, however, be¬ 
cause this capacity is determined by the condition of one 
transformer out of service, at which time the bus is 
operated closed and full diversity among all primary 
feeders is obtained. To prevent the two transformers 
operating in parallel the load-break disconnecting switch 
or breaker between the two bus sections is interlocked so 
that it cannot be closed unless one of the two discon¬ 
necting switches in the secondary leads of the trans¬ 
formers is open. When a fault occurs in one of the supply 
circuits or its associated transformer the supply-circuit 
breaker trips and deenergizes the supply circuit and trans¬ 
former thus dropping half of the substation load. This 
load can be picked up in a relatively short time, however, 
by opening the low-voltage disconnecting switch asso¬ 
ciated with the deenergized transformer and then closing 
the switch between the two bus sections. The entire load 
of the substation, after this switching operation, is carried 
through the one remaining transformer. If the fault is in 
the deenergized transformer and not in its associated 
supply circuit, the supply circuit can be reenergized to 
feed other stations connected to it after the disconnecting 
switch on the high-voltage side of the defective transformer 
has been opened. When the defective supply circuit or 
transformer is repaired or replaced the transformer dis¬ 
connecting switch should be closed before the bus sectional- 
izing switch or breaker is opened to prevent dropping 
load. To insure against operating the transformers in 
parallel, except momentarily, it is best to use a bus-sec- 
tionalizing breaker which automatically trips when both 
low-voltage transformer disconnecting switches are closed. 

The substation illustrated in Fig. 10(b) is similar to 
that of Fig. 9(b) except that the transformer capacity is 
divided between two banks and the low-voltage bus is 
normally operated in two sections just as described for 
the station of Fig. 10(a). This substation differs from that 
of Fig. 10(a) in that the only time both transformers cannot 
be used to supply the substation load is when one trans¬ 
former fails. If a fault develops on a subtransmission cir¬ 
cuit the associated transformer can be switched to the re¬ 
maining supply circuit, after its low-yoltage breaker has 
been opened, thus making both transformers available for 
carrying the substation load. In both of the substations 
of Fig. 10 the switching is so arranged that the two trans¬ 
formers cannot be operated in parallel except momentarily. 
This reduces the short-circuit duty on the primary-feeder 
breakers when compared with the stations of Figs. 7(b) 
and 9(b) having the same load ratings. 

AH substations discussed thus far have involved an 
outage to all or a part of their load when a fault occurred 
in a transformer or on the associated subtransmission cir¬ 
cuit. The stations differ in the extent of the outage and 
in the length of time required to restore service to the 
affected loads, and in each case the restoration of service 
requires some manual switching. By additional expense a 
marked decrease in service restoration time can be secured 


by using automatic throw-over substations such as those 
in Fig. 11. The substation shown in Fig. 11(a) is similar 
to that of Fig. 9(b) except that two high-voltage breakers 
have been used to obtain the automatic throw-over fea¬ 
ture. Only the breaker associated with the normal supply 
circuit is ordinarily closed. When a fault occurs on that 
circuit the breaker trips because voltage is absent. Its 
opening causes the other high-voltage breaker in the 
alternate supply circuit to close. The return to the normal 
supply circuit after repairs have been made can be either 
manual or automatic. If the two supply circuits cannot 
be momentarily paralleled the advantage of using manual 
reconnection is that the substation can be switched to its 
normal circuit when a short service interruption is least 
objectionable. An automatic reconnection functions to 
switch the transformer to its normal suppjy circuit when 
the circuit is reenergized at about normal voltage. The 
substation shown in Fig. 11 (b) is similar to the station of 




Fig. 11—Throw-over type distribution substations to auto¬ 
matically restore service and minimize the duration of service 
interruptions resulting from subtransmission or transformer 

faults. 


Fig. 10(a) except for the use of breakers in the low-voltage 
leads of the transformers and between the two bus sec¬ 
tions to obtain the automatic throw-over feature. The 
bus sectionalizing breaker is open under normal operating 
conditions. It is arranged to close automaticaUy when 
either of the transformer breakers open, and to reopen 
when both transformer breakers are closed. This opening 
of the sectionalizing breaker after both transformer break¬ 
ers are closed has the advantage of not dropping load when 
returning to normal operating conditions. Sometimes it 
is objectionable to parallel the two supply circuits even 
momentarily. Then the sectionalizing breaJeer is arranged 
to trip when there is about normal voltage on the low- 
voltage side of both transformers. The tripping of the 
sectionalizing breaker in this case is arranged to close 
whichever transformer breaker is open. When a supply 
circuit or transformer fault occurs the associated supply 
circuit breaker trips. Because of loss of voltage the trans¬ 
former breaker associated with the deenergized trans¬ 
former opens. The opening of this breaker causes the bus- 
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sectionalising breaker to close and quickly reenergize the 
deenergized bus section through the good transformer. 
Thus the half of the substation load that was dropped as 
a result of the fault is automatically picked up within a 
second or two by connecting it to the good transformer 
and subtransmission circuit. After the faulted supply cir¬ 
cuit or transformer is repaired and about normal voltage 
is restored on the low-voltage terminals of the transformer, 
the associated transformer breaker automatically re¬ 
closes—either just before or just after the sectionalizing 
breaker trips, depending upon the control scheme used— 
thus restoring the station to its normal operating condition. 

In the station just discussed either a supply circuit or 
a transformer fault results in the loss of half tne trans¬ 
former capacity until repairs can be made. By employing 
both high-side and low-side throw-over in a two trans¬ 
former substation as shown in Fig, life) all transformer 
capacity can be utilized at all times except when a trans¬ 
former fault occurs, just as in the case of the manual 
throw-over station of Fig. 10(b). The low-side throw- 
over functions similar to that of the station shown in Fig. 
11(b). The high-side throw-over requires the use of three 
high-voltage breakers connected as shown in Fig. 11(c). 
Normally the substation operates with both bus-sectional- 
izing breakers open and with half of the station load sup¬ 
plied over each subtransmission circuit and through each 
transformer. The high-voltage sectionalizing breaker is 
interlocked with the two high-voltage transformer break¬ 
ers so that it closes when either of these breakers opens, 
because of loss of voltage on its supply side, and opens 
when both of these breakers close. If the momentary 
parallel of the two supply circuits resulting from this 
method of control is objectionable, the sectionalizing break¬ 
er can be made to open when about normal voltage exists 
on the supply side of both high-voltage transformer break¬ 
ers. The opening of the sectionalizing breaker, in this 
case, causes the open transformer breaker to close. The 
sectionalizing breaker is also equipped with overcurrent or 
differential relaying inasmuch as it also functions as a 
transformer breaker when either supply circuit is de¬ 
energized. When a supply-circuit fault occurs the circuit 
is disconnected from the system by the circuit breaker at 
its source end. The removal of voltage from the supply 
circuit causes the associated high-voltage transformer 
breaker to open. As a result the high-voltage sectionalizing 
breaker closes and reenergizes the deenergized transformer 
and low-voltage bus section over the good subtransmission 
circuit. Restoration of voltage to the faulty supply circuit 
after repairs are made causes the associated high-voltage 
transformer breaker to reclose and the high-voltage sec¬ 
tionalizing breaker opens and restores the station to its 
normal operating condition. 

When a transformer fails its associated high- and low- 
voltage breakers are tripped by the overcurrent relays of 
the high-voltage transformer breaker or by differential 
relaying. They remain open until manually reclosed. The 
opening of the low voltage transformer breaker causes the 
low-voltage bus-sectionalizing breaker to close and connect 
half of the substation load, which w as temporarily dropped, 
to the good transformer. After the defective transformer 
is repaired or replaced and its associated high-voltage or 


high- and low-voltage breakers are closed the low-voltage 
bus sectionalizing breaker opens. This sectionalizing 
breaker is arranged to close when either of the low-voltage 
transformer breakers are opened, and to open when both 
of these breakers are closed if the voltage on the trans¬ 
former side of both is about normal. This voltage check 
prevents the accidental dropping of half the substation 
load should an attempt be made to return the transformer 
to service by closing its low-voltage breaker without first 
closing its high-voltage breaker. Should the resulting 
momentary paralleling of the two supply circuits through 
the substation transformers be objectionable, the section- 



(a) (b) 

Fig. 12—Distribution substations with duplicate supply cir¬ 
cuits to eliminate serviceinterruptionsduetosubtransmission 

faults. 

alizing breaker can be arranged to open when the voltage 
on the supply side of both high-voltage transformer break¬ 
ers is about normal. The opening of the low-voltage sec¬ 
tionalizing breaker causes the open low-voltage trans¬ 
former breaker to close. 

Automatic-throwover distribution substations can rare¬ 
ly be justified except where the two subtransmission cir¬ 
cuits supplying the station cannot be paralleled and quick 
restoration of service is necessary after a supply circuit or 
transformer fault occurs. To obtain the automatic-throw- 
over feature several more circuit breakers are usually re¬ 
quired than in the substations previously discussed and 
the control of these breakers is relatively complicated. 
Substations can be built, using no more circuit breakers 
and simpler relaying, that prevent even a momentary 
service interruption when a subtransmission-circuit or 
transformer fault occurs. 

Two types of distribution substations that continue to 
supply all of their load when a supply circuit fault occurs 
are shown in Fig. 12. The two supply circuits for the 
substation of Fig. 12(a) are connected to a high-voltage 
bus through circuit breakers. These breakers are normally 
controlled by directional-overcurrent relays that trip when 
fault current flows from the substation high-voltage bus 
toward the power source. When a fault occurs on a supply 
circuit the associated high-voltage breaker at the sul> 
station and the breaker at the source end of the circuit trip 
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and disconnect the faulty circuit from the system. The 
substation continues to be supplied over the good sub¬ 
transmission circuit with a voltage dip as the only disturb¬ 
ance to its loads. The two high-voltage breakers at the 
substation are abo equipped with over-current relays, 
which have a longer time setting than the directional- 



Fia. 13—Distribution substations with duplicate supply cir* 
cults and transformers to eliminate service interruptions due 
to sub transmission or transformer faults. 


overcurrent relays previously mentioned, to trip both 
breakers if the transformer fails. The opening of these two 
breakers when the transformer fails may be objectionable 
because the two supply circuits may be parts of a loop or 
ring that should be continuous. The substation can be 


modified by the addition of a high-voltage transformer 
breaker as shown in Fig. 12(b) so that the supply-circuit 
breakers do not oi>en when a transformer fault occurs. 
Supply-circuit faults in this station are cleared just as they 
are in the station of Fig. 12(a), however, transformer faults 
are cleared by the high-voltage transformer breaker. A 
transformer fault in either of the substations of Fig. 12 
causes an interruption to the station load until the defec¬ 
tive transformer can be repaired or replaced. 

The loads supplied by substations shown in Fig. 13 are 
not interrupted when a transformer or supply-circuit fault 
occurs. In these stations the transformer capacity is di¬ 
vided between two units so that if one transformer fails 
the other carries the entire load. Each transformer prefer¬ 
ably has a self-cooled rating equal to about 75 per cent of 
the substation rating and should be equipped with auto¬ 
matic air-blast as discussed in connection with the sub¬ 
stations of Fig. 10. 

A high quality of service with minimum equipment is 
provided by the substation shown in Fig. 13(a). Each 
transformer is operated as a unit with its associated sub¬ 
transmission circuit and has only a disconnecting switch 
on its high-voltage side. The breaker in the low-voltage 
leads of the transformer is controlled by directional-over¬ 
current relays arranged to trip when current flows from the 
substation bus toward the transformer. These relays are 
given a short time setting and operate when a transformer 
or supply-circuit fault occurs. The breaker is also equipped 
with overcurrent relays, with a longer time setting, to pro¬ 
tect against low-voltage bus faults. When a supply-circuit 
or transformer fault occurs the associated low-voltage 
transformer breaker opens. The breaker at the source end 
of the supply circuit also opens and completely disconnects 
the circuit and associated transformer from the system. 

The substation of Fig. 13(b) provides the same quality 



Pig. 14—A 15g# kfm open structure substation and a 3000 kva unit substation on a power system in the midwest. High voltage 

—13.2 kv; low voltage—4160 volts. 
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of service as the station just described, however, both 
transformers remain in service when a supply-circuit fault 
occurs. To accomplish this a high-voltage bus and three 
high-voltage breakers, all of which are normally closed, 
are required. In addition to maintaining both transform¬ 
ers in service when a supply circuit fault occurs, this sub¬ 
station differs from the station of Fig. 13(a) in that the 
two supply circuits are tied together through the high- 
voltage sectionalising breaker with negligible impedance 
between them instead of being connected through the im¬ 
pedance of the two substation transformers in series. 
Such a tie with low impiedance is necessary where the two 
supply circuits are parts of a sub transmission loop, ring, 
or grid. The two high-voltage transformer breakers are 
equipped with directional-overcurrent relays to trip in the 
event of a supply circuit fault. Overcurrent relays, with a 
longer time setting, or differential relays are used to trip 
these breakers on a transformer or high-voltage bus fault. 
The high-voltage bus-sectionalizing breaker is also con¬ 
trolled by overcurrent or differential relays to trip only 
when a transformer or high-voltage bus fault occurs. The 
low-voltage transformer breakers are relayed either sim¬ 
ilar to those of the station of Fig. 13(a) or with overcurrent 
and differential relays. The relay coordination in this sub¬ 
station, however, is such that each of these breakers trips 
only on low-voltage bus faults and on faults in its asso¬ 
ciated transformer and high-voltage bus section. Upon 
the occurrence of a supply-circuit fault the circuit is dis¬ 
connected from the substation by the opening of the asso¬ 
ciated high-voltage transformer loreaker. The station load 
is then carried over the good supply circuit and through 
both transformers, A transformer fault is cleared by the 
high-voltage bus-sectionalizing breaker and its associated 
high- and low-voltage transformer breakers. This leaves 
the substation load supplied through the good transformer 
and over its associated supply circuit only. 

It may be objectionable to have a subtransmission loop, 
ring, or grid open on a substation transformer fault as 
would occur with the station of Fig. 13(b). This can be 
prevented by using four high-voltage breakers as shown in 
Fig. 13(c). The two subtransmission breakers at the sub¬ 
station are relayed to trip by means of directional-over- 
current and overcurrent or differential relays to protect 
against supply circuit and high-voltage bus faults, respec¬ 
tively. Each transformer may have its associated breakers 
controlled by differential relays to protect against trans¬ 
former failures. The low-voltage transformer breakers are 
equipped with overcurrent relays to protect against low- 
voltage bus faults. A supply circuit fault is cleared from 
the station by the associated subtransmission breaker at 
the substation. When a transformer fault occurs its high- 
and low-voltage breakers open and disconnect the trans¬ 
former from the system. The substation load is then fed 
over both supply circuits and through the good trans¬ 
former. 

In all of the distribution substations discussed a low- 
voltage bus fault interrupts service to all or a part of the 
substation load for a relatively long time until repairs can 
be made or the primary feeders can be temporarily con¬ 
nected to a portable substation. This is also true of a 
high-voltage bus fault in most stations. The likelihood of 


such faults in a modem unit substation is remote, and if 
small substations of 3000 kva or less are used the conse¬ 
quences of these bus faults are minimized. They can be 
further minimized by the design of the distribution sys¬ 
tems primary feeder layout, as discussed later. By the 
term modern unit substation is meant a complete substa¬ 
tion factory built and tested. Such a substation usually 
consists of one or more three-phase transformers equipped 
with automatic tap-changing-under-load, the necessary 
high-voltage disconnecting switches or breakers, and the 
low-voltage breakers and bus work. The switchgear sec¬ 
tion or sections, containing all necessary disconnecting 
switches, buses, circuit breaker, relays, and auxiliaries, are 
completely metal enclosed and mount on or bolt directly 
to the associated transformer or transformers. This gives 
a completely metal-enclosed weatherproof substation con¬ 
sisting of one or more sections that can be readily handled 
as a unit or in sections and bolted together on the site. 
Provision is usually made for bringing the subtransmission 
and primary-feeder circuits into the unit or units under¬ 
ground so as to avoid all overhead structures and conges¬ 
tion of overhead circuits near the station. If desired the 
smaller unit stations, instead of being installed outdoors, 
can be constructed for subway service and installed in 
vaults or manholes underground. Such construction is 
usually very expensive but at times can be justified be¬ 
cause of the difficulty of obtaining a site for the substation 
in the neighborhood where it should be located. In certain 
locations it is necessary to enclose the unit substation 
within an ornamental wall or building, which may have 
the appearance of a private residence. In such installa¬ 
tions a standard outdoor unit substation can be used, or 
if it is located in a building the switchgear can be of unit 
indoor cubicle construction with the transformer or trans¬ 
formers bolted directly to it. 

In building service reliability into a substation, and par¬ 
ticularly into a relatively small station where the magni¬ 
tude of the outage is not too great, it should be remem¬ 
bered that regardless of how much reliability is built into 
the substation a fault on a primary feeder energized from 
the station bus will interrupt an appreciable amount of 
load. Another thing to remember when selecting the type 
of distribution substation for a particular job is that the 
probability of a fault in a subtransmission circuit is much 
greater than in a substation transformer. Also if the sub¬ 
station is small the amount of load that may be affected 
by the subtransmission-circuit fault is much greater. Be¬ 
cause of these facts a few of the types of distribution sub¬ 
stations already discussed will take care of the majority of 
distribution requirements where relatively small substa¬ 
tions are economical. In general small distribution sub¬ 
stations promote system flexibility. System studies indi¬ 
cate that such substations usually offer economic advan¬ 
tages when considering the distribution system as a whole. 

Sometimes, however, in congested areas with high load 
densities relatively large substations of about 10 000 kva 
or larger are economical. Because of the magnitude and 
the importance of the load involved a high degree of reli¬ 
ability is often built into these stations. These large sub¬ 
stations may be similar to some of the types previously 
discussed, particularly those of Figs. 12 and 13. In view 
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of the seriousness of a bus fault in such a large substation 
it is sometimes desirable to use some type of double-bus 
substation. One such station is shown in Fig. 15. This 
station is similar in layout and operation to the substation 
of Fig. 13(c), except for the double-bus feature. 

Normally the station is operated with all double-throw 
disconnecting switches or selector switches in the positions 


MAIN BUS 
AUX BUS 




Fig. 15—Distribution substation with high- and low-voltage 
double bus to permit isolating bus faults. 

shown, so that all circuits and transformers are connected 
to the two main buses. Differential relays associated with 
the breakers in the subtransmission circuits at the substa¬ 
tion and the high-voltage transformer breakers trip all of 
these breakers when a high-voltage main-bus fault occurs 
thus dropping the entire station load. Service can be re¬ 
stored quickly to all loads, however, by closing all high- 
voltage selector switches to their auxiliary-bus positions 
and then reclosing the high-voltage transformer and sup¬ 
ply-circuit breakers. This leaves the station wHh all 
breakers in service and complete protection while the 4^ 
fective bus is being repaired. Similarly a fault on the low- 
voltage main bus is cleared by its differential relays trip¬ 
ping all low-voltage transformer breakers and primary- 
feeder breakers. The primary-feeder breakers ne^ not be 
opened if there is no possibility of a back feed over any 
primary feeder. However, they are usually tripped as a 
matter of safety. Such a bus fault completely interrupts 
service to the substation load, but this load can be picked 
up in a short time by closing all low-voltage selector 
switches to their auxiliary-bus positions and reclosing the 
low-voltage transformer breakers and the primary-feeder 
breakers. A normally closed bus-tie breaker can be used 
between the two low-voltage buses with half the primary 
feeders ordinarily connected to each bus. This reduces the 
amount of load dropped when a low-voltage bus fault 
occurs by about one half, but it complicates the low- 
voltage bus relaying. 

While bus regulation in the form of automatic tap¬ 


changing-under-load on the substation transformer or 
transformers is often satisfactory for small substations, 
individual feeder regulators are usually required on some 
or ail of the primary feeders in the larger substations as 
shown in Fig. 15. These regulators may replace automatic 
tap-changing-under-load on the substation transformers. 
At times, however, it is economical to use the individual 
feeder regulators only on the feeders where needed to sup¬ 
plement bus regulation. 

In a large distribution substation similar to that of Fig. 
15, or a less elaborate large substation laid out similar to 
one of the stations of Fig. 13, the short-circuit current 
which the primary feeder breakers must interrupt becomes 
very large. Also as the capacity of such a station increases, 
the short circuit duty on the primary feeder breakers in¬ 
creases. As the station grows this duty may exceed the 
interrupting rating of the original feeder breakers. This 
high short-circuit duty on the primary-feeder breakers 
means relatively expensive feeder breakers. 

A substation which provides substantially the same 
quality of service and with much lower short-circuit duty 
on the primary-feeder breakers is shown in Fig. 16. Also 
the station capacity can be increased indefinitely without 
increasing the maximum short-circuit current the primary- 
feeder breakers must interrupt. The marked reduction in 
short-circuit duty on the primary-feeder breakers follows 
because each transformer and primary feeder is operated 
as a unit with all selector switches normally in the posi¬ 
tions shown. Since the transformers are not parallel^ on 
their low-voltage sides the short-circuit current which each 
primary-feeder breaker can be called upon to interrupt is 
limited by the impedance of its associated transformer. 



Fig. 16—Distribution substation with high-voltage double bus 
and low-voltage auxiliary bus and individual transformation 
in each primary feeder resulting in relatively low interrupting 
duty on feeder breakers. 

Each transformer is relatively smaU because its capacity 
is equal to that of its associated feeder, which will usually 
be from 1000 to 2000 kva. To prevent a transformer fault 
interrupting service to its associated feeder for a relatively 
long time pending repairs or replacement an auxiliary low- 
voltage bus is provided and arrangements are made so that 
any one primary feeder can be switched from its associated 
transformer to the auxiliary bus. The auxiliary low-volt- 
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age bus is energized through a spare transformer shown on 
the right in Fig. 16. This transformer is ordinarily of the 
same capacity as each of the feeder transformers, because 
such a station is usually designed on the basis that only one 
primary feeder is connected to the auxiliary low-voltage 
bus at any one time. The saving in low-voltage breaker 
cost may or may not be offset by the increased transformer 
cost. The transformer cost is increased primarily because 
the transformer capacity is made up of a relatively large 
number of small units. Also since the transformers are not 
paralleled on their load sides advantage cannot be taken of 
the diversity between primary feeders to reduce the station 
transformer capacity as is done in a substation such as that 
of Fig. 15. This tendency to require more transformer 
capacity is usually more than offset, however, by the much 
smaller spare transformer capacity required. The rel¬ 
atively large number of transformers required in such a 
station often would result in excessive high-voltage trans¬ 
former breaker cost. For this reason high-voltage fuses or 
protective links as showm in Fig. 16 are ordinarily used 
with each small transformer. Except for this substitution 
of fuses for breakers the high-voltage side of this station 
is similar to that of the station in Fig. 15. Individual feed¬ 
er regulation can be and usually is provided in a station of 
this type by means of automatic tap-changing-under-load 
on each transformer. 

The feature of unit operation of each primary feeder 
with its own relatively small transformer and one similar 
spare transformer for all feeders can be applied to a sub¬ 


station having only a single high-voltage bus such as the 
station of Fig. 13(c) as well as to a double high-voltage bus 
station. Such a substation, unlike most large stations, is 
very flexible in that its capacity can be increased econom¬ 
ically in relatively small steps and thus kept close at all 
times to that required to serve its load. 

Primary Feeders —As has already been explained a 
radial type of distribution system usually is not radial 
from the bulk power source or sources to the low-voltage 
buses of the distribution substations. The primary feeders 
from the substation low-voltage buses to the primaries of 
the distribution transformers, however, are in all cases 
radial circuits, and the system is usually radial from the 
substation low voltage buses to the consumers’ services. 
The radial primary feeders are principally responsible for 
the lack of service continuity provided by most radial dis¬ 
tribution systems. A fault on any one of the radial pri¬ 
mary-feeder circuits results in an outage to many consum¬ 
ers. With the radial type of distribution system these 
service interruptions cannot be prevented. The amount of 
load dropped when certain primary-feeder faults occur can 
be decreased, however, and service often can be restored 
promptly to all or a part of the consumers affected. 

A simple form of primary feeder is shown in Fig. 17(a). 
The main primary feeder branches into several subfeeders 
which in turn divide into a number of primary laterals so 
as to reach all of the distribution transformers in the area 
served by the primary feeder. The main feeder and sub¬ 
feeders are ordinarily three-phase three- or four-wire cir- 



(a) Without subfeeder fuses. 


(6) With subfeeder fuses to reduce the number of 
consumers affected by subfeeder faults. 
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cuits and the primary laterals can be either three-phase or 
single-phase circuits. Most primary laterals are usually 
single-phase circuits. The distribution transformers are 
connected to the various parts of the primary feeder 
through primary fuses or fused cutouts. These transform¬ 
ers are both three-phase banks and single-phase; however, 
the great majority of them are ordinarily single-phase. 

When a fault occurs anywhere on the primary feeder 
of Fig. 17 (a) the primary-feeder breaker at the substation 
trips and deenergizes all loads connected to the feeder. 
Where th^ feeder is of overhead open-wire construction 
the fault may be temporary, such as an insulator flashover 
or an arc between conductors which clears itself when the 
primary-feeder breaker trips. In such cases when the 
feeder breaker is reclosed it remains closed. To restore 
service quickly when primary-feeder breakers trip on 
temporary faults these breakers, on overhead op)en-wire 
feeders, are usually equipped with automatic reclosing 
relays. The reclosing relaying ordinarily provides for two 
or three reclosures at intervals of several seconds. If the 
fault has not cleared itself after the second or third re- 
closure it is in nearly all cases of a permanent nature and 
the breaker trips a third or fourth time and is locked open. 
Most temporary faults will clear themselves upon the first 
opening of the primary-feeder breaker, and to restore 
service as quickly as possible in these cases the first re¬ 
closure is often made without any time delay. Experience 
indicates that in many cases 80 per cent or more of the 
faults on open-wire primary feeders are temporary. This 
means in the majority of cases service can be quickly 
restored when faults occur on such feeders by making the 
primary-feeder breakers automatic reclosing. If the fault 
on the primary feeder of Fig. 17 (a) is permanent, all of 
the feeder load is without service until the fault can be 
located and repairs made. On an overhead open-wire cir¬ 
cuit that does not cover too large an area and contain too 
many miles of circuit the fault can usually be located and 
repaired in a few hours. 

If the conductors of the primary feeder of Fig. 17 (a) 
are cables most faults on the feeder will be permanent. 
Because of this an automatic-reclosing feeder breaker is 
rarely used on a cable fe^er. The likelihood of faults on 
such a feeder are much less than on an overhead open- 
wire feeder; however, the time required to locate and 
repair a cable-feeder fault will be much greater. This 
means there will be fewer outages on such a feeder than 
on an open-wire feeder but all customers will be without 
service for a much longer time when a fault occurs. It 
will often require a half day or more to locate and repair 
such a fault. To reduce the number of consumers affected 
by many of these long service interruptions the primary 
feeder and its branches or subfeeders are often fused as 
shown in Fig. 17 (b). When a fault occurs on a primary 
lateral or subfeeder the associated subfeeder fuse blows 
and disconnects the faulty section from the remainder of 
the primary feeder. This confines the outage to only a 
portion of the feeder load and may decrease the duration 
of the outage somewhat because less time may be required 
to locate the fault. 

In applying feeder and branch or subfeeder fuses care 
must be taken that they are properly coordinated with 


the primary-feeder breaker, the distribution transformer 
fuses, and with each other so that the first fuse on the 
supply side of the fault and only that fuse will blow. This 
means that on any current flowing to a fault the fuse 
adjacent to the fault must blow before any other fuse that 
carries the fault current will be damaged. For any possible 
value of fault current all fuses must have a blowing time 
less than the tripping time of the primary-feeder breaker. 
Where the percentage of permanent faults is large, as in 
the ease of cable feeders, sectionalizing the feeder with 
fuses will improve the quality of service rendered. On 
feeders where most faults are temporary and where auto- 
matic-reclosing breakers are used, such as overhead open- 
wire feeders, the use of feeder-sectionalizing fuses is ques¬ 
tionable. This is because many fuse blowings will occur 
on temporary faults and cause an outage to a portion of 
the feeder load until a complaint is received and the fuse 
can be replaced. If sectionalizing fuses are not used the 
entire feeder load will be dropped on these temporary 
faults, but service will be restored to all loads in a few 
seconds by the reclosing of the feeder breaker. 

The objection to fusing these overhead feeders can be 
overcome, at least to a considerable extent, by using two- 
or three-shot repeater fuses. When repeater fuses are used 
they must be closely supervised, otherwise they may be 
left in operation with only one fuse unblown. Then when 
another temporary fault occurs in the section an outage 
to the load fed from that section will occur until the fuse 
is replaced just as when using single fuses. 

Perhaps a better method of overcoming the diflSculty 
of having sectionalizing fuses blow on temporary faults is 
to use single fuses and relay the primary-feeder breaker 
so that it trips substantially instantly on all feeder faults. 
Thus when a fault occurs anywhere on the feeder the 
feeder breaker trips before any sectionalizing fuse has time 
to blow. This first tripping of the breaker modifies its 
relay control so that its second and subsequent trippings 
take place in the usual way only after some time delay. 
When the breaker recloses the first time it remains closed 
if the fault has cleared itself, and if not, fault current flows 
long enough to blow the fuse adjacent to the fault on the 
supply side. Thus no fuse blowings occur on most tem¬ 
porary faults because they clear themselves on the first 
deenergization of the feeder. 

Permanent faults and the few temporary faults that do 
not clear themselves when the feeder is deenergized the 
first time are cleared by the sectionalizing fuses, and serv¬ 
ice can be restored to the affected section or sections of 
the feeder only after repairs, if any, are made and the fuses 
are replaced. This entire discussion of primary feeder 
sectionalizing has been on the basis of using sectionalizing 
fuses. Fuses are the most generally used sectionalizing 
devices because of their relatively low cost. At times, 
however, circuit breakers, usually reclosing breakers, are 
used for this purpose. 

The effectiveness of sectionalizing fuses in reducing the 
extent of the outage when a primary-feeder fault of a 
permanent nature occurs depends upon the location of 
the fault. The fault may be so locat^ that two or more 
sections of the feeder or the entire feeder will be de¬ 
energized until the fault is located and repairs are made. 
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To re*tore eervic® quickly to unfaulted sections (rf a feeder, This procedure for switching loads between feeders has 

which are deenergised along with the faulty section, pro* the advantage of not interrupting service to the loads on 
visions are sometimes made to permit temporarily switch- the good feeder sections when they are reconnected to 
ing such sections over to an adjacent primary feeder or their normal feeder. At the time of reconnection, the 
feeders. One method of doing this is shown in Fig. 18. feeders between which the loads are being switched are 
Sectionalising switches are used in conjunction with the paralleled for a short time. This is usually not objection- 
fuses shown in Fig. 17 (b), or the fuses can able, however, should a fault occur on either feeder at the 
be omitted as in Fig. 17 (a) and only the switches used at time they are paralleled both feeders will be deenergised 
the feeder sectionalising points. By the use of these sec- if sectioi^ising fuses are not used, and a section of the 
tionalising switches and the four tie switches shown all of unfaulted feeder will probably be deenergised even if fus^ 
the good sections of the central primary feed can be sup- are \ised. If it is felt that this short-time parallelmg of 
plied over the two adjacent feeders, and the faulty section feeders is objectionable the tie switches must be capable 
of the central feeder can be completely isolated for repairs, of breaking load current. 

The sec tio nal inin g and tie switches can be of the dis- To avoid parallelmg the feeders when reconnecting good 
connecting type. If they are care should be taken not to feeder sections to their normal circuit their associated tie 
interrupt load current with them. When the feeder, or a switches must be opened and their loads deenergised be- 
portion of it, is deenergised as the result of a fault the fore their sectionalising switches are closed. Regardless 
faulty section is first determined. The deenergised sec- of which switching procedure is used, it is safer to employ 
tions are then disconnected from each other by opening load-break switches for both sectionalising and tie switches 
their associated sectionalising switches. The good sections to eliminate the danger of opening a switch by mistake 
are reenergised from the adjacent feeders by closing the when load current is flowing through it. If primary feeders 
tie switches. After the fault is repaired the faulty section are arranged so that their loads can be switched from one 
is reenergised by closing the feeder breaker or replacing feeder to another under emergency conditions, sufficient 
Uie blown fuse and closing its associated sectionalising spare capacity must be built into each feeder so that it 
switch, depending upon the location of the fault. Then can carry any load which can be connected to it. When 
all open sectionalising switches should be closed and the a feeder is carrying all or a part of the load of a defective 
tie switches opened after this is done. By following this feeder it is usually advisable for economic reason to allow 
procedure no switches are required to open load current, somewhat greater voltage drop over it than is satisfactory 
However, the tie switches are required to open parallel under normal operating conditions, 
pa ths over which current flows. Many interrelated factors affect the choice of rating for 



Fig. IS—Simple form of radial primary feeder with tie and sectlonallstiig switches to provide for quick reetoratlon of ssrvlos 

to consumers on unfauited feeder sections. 
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a primary feeder. Some of the more important factors are 
the nature, density, and rate of growth of the load; the 
necessity for providing spare capacity for emergency oper¬ 
ation; the type and cost of the circuit construction which 
must be us^; the design and capacity of the associated 
substation; the type of regulating equipment necessary; 
and the quality of service required. Some kinds of loads, 
such as welders and arc furnaces, may have to be segre¬ 
gated to a separate feeder or feeders to prevent their 
adversely affecting other loads. The amount of such load 
in the a.rea and the voltage requirements at the load in¬ 
fluence the rating of the feeder or feeders. The rate of load 
growth and the provision for emergency operation affect 
the amount of spare capacity a feeder should have. In 
areas of heavy load density it will usually be economical 
to use larger capacity fevers than in the lighter load 
density areas. The feeders are shorter, the circuits are 
usually of expensive underground cable construction with 
low reactance per unit length, and the size and design of 
the substations are often such that higher interrupting 
capacity and consequently more expensive feeder breakers 
are required. The nature and density of the load together 
with the substation size also influence the type of regulat¬ 
ing equipment selected. If individual feeder regulators are 
necessary larger feeders are usually chosen, for economic 
reasons, than when bus regulation is satisfactory. Rela¬ 
tively small substations, usually found in medium and light 
load density areas, are ordinarily accompanied by smaller 
feeders because of the lower cost of feeder breakers, the 
absence of individual feeder regulators, and the lower cost 
and higher reactance per unit length of circuit. The quality 
of service, in addition to some of the other factors men¬ 
tioned, will help determine the permissible feeder voltage 
difference between the first and last transformers on the 
feeder, or between the first and last transformers on the 
group of feeders from a substation if bus regulation is used. 
The amount of load that should be dependent on any one 
primary feeder and interrupted when a feeder fault occurs 
is influenced primarily by the necessary quality of service. 
The various interrelated factors mentioned and others that 
affect the proper rating for a primary feeder, can in general 
be boiled down to two major factors, namely cost and 
quality of service. Cost considerations most often dictate 
the use of a relatively large feeder, and a high quality of 
service calls for a small feeder. After all factors have been 
carefully weighed to determine the economics and service 
requirements the feeder capacity should be made as small 
as can be economically justifi^. Primary feeders ordi¬ 
narily vary in rating from about 600 to 2500 kva with 
most ranging between 750 and 1500 kva. 

The permissible voltage drop in a primary feeder is an 
important factor in its design. When a voltage regulator 
is used on the feeder the voltage at the primary of the 
distribution transformer nearest the substation low-voltage 
bus is maintained constant within about plus or minus one 
per cent, or if overcompensation is used this voltage is 
increased somewhat as the flow of load current over the 
feeder increases. In order to provide satisfactory voltage 
conditions at all consumers the voltage maintained at the 
above mentioned point must be such that at times of 
minimum load no consumer receives a higher than satis¬ 


factory voltage. Also at times of maximum load the volt¬ 
age drop from this point on the primary feeder to the 
consumers meter where the lowest voltage occurs must be 
such that this lowest voltage is not too low to be satis¬ 
factory. This total voltage drop should be divided among 
the primary feeder, the distribution transformer, the sec¬ 
ondary circuit, and service so as to obtain the lowest over¬ 
all cost for these portions of the distribution system. The 
permissible voltage drop on the primary feeder between 
the first and last distribution transformers is usually about 
2 per cent or less at the time of peak load. This figure will 
of course be’ affected somewhat by the type of primary 
and secondary construction used and by the permissible 
load voltage variation. If the voltage at the first trans¬ 
former on the primary feeder can be boosted by means of 
over-compensation as the load on the feeder increases the 
permissible voltage drop is increased somewhat. The 
amount of overcompensation or boost in voltage permis¬ 
sible during maximum load without overvoltage at some 
consumers during light loads depends upon the uniformity 
of the loading of the distribution transformers. The more 
uniform the load on these transformers the more the over¬ 
compensation that can safely be used. When a primary 
feeder is loaded to the point where the permissible volt¬ 
age drop has been reached further load can be added, if 
the current carrying capacity of the feeder has not been 
reached, by installing a voltage booster or another feeder 
regulator in the feeder just on the supply side of the point 
where the voltage drop becomes excessive when the addi¬ 
tional load is being carried. The consideration of feeder 
voltage drop when the feeder is supplied from a bus regu¬ 
lated substation is similar to that just described, except 
that all primary feeders connected to the station bus must 
be considered as a unit. The allowable voltage drop on 
any feeder of the group is determined by the voltage differ¬ 
ence between the high- and low-vultage points on the 
group of feeders, where distribution transformers are con¬ 
nected, which will just give satisfactory voltage at all 
consumers at the time of peak load. 

The trend in the power-factor of loads in residential 
areas has been downward for some years. This is largely 
because of the increasing use of motored appliances. The 
lower power-factor loads on the parts of distribution sys¬ 
tems serving these areas has aggravated the voltage regu¬ 
lation problem. Shunt capacitors are used frequently to 
improve voltage conditions on distribution systems. This 
improves the power-factor and thus reduces the voltage 
drops and currents in the parts of a distribution system 
between the capacitors and the bulk-power sources. To 
get the maximum advantage from shunt capacitors they 
should be connected to the system as near the loads as 
possible. For economic reasons they are usually connected 
to the primary feeders through primary fuses or fused 
cutouts. Whether the capacitors are connected to the 
feeder proper or to its subfeeders or laterals depends upon 
the load and voltage conditions on the feeder. When ap¬ 
plying capacitors their ratings should be such that objec¬ 
tionable overvoltages do not occur, at light load periods, 
because of the voltage rise produced by the capacitor 
currents. To get the desired results from capacitors in 
certain installations it is necessary to connect them to the 
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system through breakers and arrange to automatically 
disconnect all or part of them at times of light load. 

Series capacitors are also used on distribution feeders to 
improve voltage conditions. However, they do not reduce 
the currents in the system and thus permit a saving in 
system capacity as do shunt capacitors. The usual appli¬ 
cation of series capacitors is in relatively high reactance 
circuits, supplying fluctuating loads, to reduce abrupt volt¬ 
age changes. The capacitors are selected so their capaci¬ 
tive reactance about cancels the inductive reactance of the 
line. They are installed on the supply side of the location 
where the improvement in voltage is desired. 

Distribution Transformers, Secondaries, and 
Service .—The distribution transformers step down from 
the distribution or primary feeder voltage to the utilization 
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Fig. 19—Typical method of connecting distribution trans¬ 
formers between primary feedersand radial secondary circuits. 


voltage. They are connected to the primary feeder, sub¬ 
feeders, and laterals through primary fuses or fused cut¬ 
outs as shown in Fig. 19. The primary fuse disconnects 
its associated distribution transformer from the primary 
feeder when a transformer fault or low-impedance sec- 
ondkry-circuit fault occurs. The blowing of the primary 
fuse prevents an interruption of service to other loads 
supplied over the feeder, but interrupts service to all con¬ 
sumers supplied through its transformer. Fused cutouts 
shown in Fig. 19, which are normally closed, provide a 
convenient means for disconnecting small distribution 
transformers for inspection and maintenance. 

Satisfactory overload protection of a distribution trans¬ 
former cannot be obtained with a primary fuse, because 
of the difference in the shape of its current-time curve and 
the shape of the safe current-time curve of a distribution 
transformer. The shapes of the two curves are such that 
if a small enough fuse is used to provide complete overload 
protection for the transformer much valuable transformer 
overload capacity is lost, because the fuse blows and pre¬ 
vents its being used. Such a small fuse also frequently 
blows unnecessarily on surge currents. Because of this a 
primary fuse should be selected on the basis of providing 
short-circuit protection only and its minimum blowing 
current should usually exceed 200 per cent of the full load 
current of its associated transformer. 

Distribution transformers connected to overhead open- 
wire feeders are often subjected to severe lightning dis¬ 
turbances. To minimize insulation breakdown and trans¬ 
former failures from lightning, lightning arresters are or¬ 
dinarily used with these transformers. The protection of 
distribution transformers from lightning is discussed in 
Chapter 14. 

The secondary leads of a distribution transformer are 


usually solidly connected to radial secondary circuits from 
which the consumers services are tapped as shown in Fig. 
19. This means that no protection is provided the trans¬ 
former against overloads and high-impedance faults on its 
secondary circuits. Relatively few distribution trans¬ 
formers are burned out by overloads. This is largely be¬ 
cause distribution transformers are applied so that full 
advantage is rarely taken of their overload capacity. 
Another factor contributing to the small number of dis¬ 
tribution transformer failures by overloads is the frequent 
load checks often made and the corrective measures taken 
before dangerous overloads occur. Probably high imped¬ 
ance faults on their secondary circuits cause more distribu¬ 
tion transformer failures than do overloads. This is cer¬ 
tainly true in localities where bad tree conditions exist. 

Fuses in the secondary leads of distribution transformers 
are little if any more effective in preventing transformer 
burnouts than are primary fuses and for the same reasons. 
The proper way to obtain satisfactory protection for a 
distribution transformer against overloads and high-im¬ 
pedance faults is by means of a breaker in the secondary 
leads of the transformer. The tripping curve of this 
breaker must be properly coordinated with safe current¬ 
time curve of the transformer. The primary fuse must be 
coordinated with the secondary breaker so that the breaker 
trips on any current that can pass through it before the 
fuse is damaged. Faults on a consumer’s service connection 
from the secondary circuit to the service switch are so rare 
that the use of a secondary fuse, where the service con¬ 
nection taps onto the secondary circuit, cannot be eco¬ 
nomically justified except in unusual cases such as large 
services from underground secondaries. 

As has been previously pointed out the allowable voltage 
drop from the point where the first distribution trans¬ 
former connects to the primary feeder to the service switch 
of the last consumer supplied over the feeder should be 
economically divided among the primary feeder, the dis¬ 
tribution transformer, the secondary circuit, and the con¬ 
sumer’s service connection. Assuming a maximum voltage 
variation of about 10 per cent at any consumer’s service 
switch the division of this drop among the various parts 
of the system, at times of full load, may be about 2 per 
cent in the primary feeder between the first and last trans¬ 
formers, 2.5 per cent in the distribution transformer, 3 per 
cent in the secondary circuit, and 0.5 per cent in the con¬ 
sumer’s service connection. The fact that the voltage at 
the primary of the first distribution transformer cannot 
ordinarily be maintained exactly accounts for the other 
2 per cent. While these figures are typical for overhead 
systems supplying residential loads, they can bo expected 
to differ considerably on underground systems where cable 
circuits and large distribution transformers are used or 
where industrial and commercial loads are supplied. The 
economic size of distribution transformer and secondary- 
circuit combination for any uniform load density and type 
of construction at any particular market prices can readily 
be determined once the total allowable voltage drop in 
these two parts of the system is determined. If the trans¬ 
former is too large the secondary circuit cost and total 
cost is excessive, and if the transformer is too small the 
transformer cost and total cost is too large. 



Chapter 20 


Diatrihution Syatema 


683 



Fig. 20—Pole mounted, 5 kva, single phase, 60 cycle distribu* 
tion transformer with single cover mounted high-voltage 
bushing—High voltage—7200 volts; low voltage—120/240 volts. 

As in any other part of the distribution system, load 
change or load growth must be considered and provided 
for in the distribution transformers and secondary circuits. 
Also, as with other parts of the distribution system the 
distribution transformers and secondary circuits are not 
installed to serve only the loads existing at the time of 
their installation but some future loads as well. It is not 
economical to make too much allowance for growth, how¬ 
ever. When a distribution transformer becomes danger¬ 
ously overloaded it can be replaced by one of the next 
larger size if the current-carrying capacity of the secondary 
circuit and the overall voltage regulation permit. If not, 
another transformer of about the same size can be installed 
between the overloaded transformer and the one adjacent 
to it. When this is done load is removed from the over¬ 
loaded transformer by connecting a part of its secondary 
circuit and associated load to the new transformer. This 
also reduces the load on the secondary circuit of the over¬ 
loaded transformer and improves the overall voltage regu¬ 
lation. If the load in the area is reasonably uniform trans¬ 
formers may have to be installed on both sides of the 
overloaded transformer in a relatively short time to main¬ 
tain satisfactory voltage conditions and prevent over¬ 
loading a part of the secondary circuit. The same result 
can be obtained, however, by installing one new trans¬ 
former and moving the overloaded transformer so that 
it feeds into the center of its shortened secondary circuit. 


With the distribution transformers and secondary cir¬ 
cuits arranged as shown in Fig. 19 any one load is supplied 
through only one transformer and in only one direction 
over the secondary circuit. Because of this a suddenly 
applied load, such as the starting of a motor, on a con¬ 
sumer’s service can cause objectionable light flicker on 
other consumers' services fed from the same transformer. 
The increasing use in residential areas of motor-driven 
appliances, such as washers, refrigerators, forced-air heat¬ 
ing systems, and air-conditioning equipment, is resulting 
in a considerable number of light-flicker complaints. In 
some areas light flicker and not voltage regulation may 
be the determining factor in the size and arrangement of 
transformers and secondary circuits. The banking of dis¬ 
tribution transformers is usually the best and most eco¬ 
nomical means of improving or eliminating light flicker. 

The term banking transformers means paralleling on the 
secondary side a number of transformers all of which are 
connected to the same primary circuit as shown in Fig. 21. 
The secondary circuit arrangement in a banked trans¬ 
former layout can take the form shown in Fig. 21, or it 
may be a loop or grid similar to that used in a secondary 
network system. Because of this similarity in secondary- 
circuit arrangements a banked-transformer layout is some¬ 
times incorrectly referred to as a secondary network sys¬ 
tem. Banked transformers, because they are connected 
to and supplied over a single radial-primary feeder, are a 
form of radial distribution system; whereas a secondary 
network loop or grid is supplied over two or more primary 
feeders which results in much greater service reliability. 

Banking of distribution transformers is not new and has 
been used on a number of systems for many years. The 
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Fig. 21—Typical methods of banking transformers supplied 
by the same radial primary feeder. 

conversion from the usual radial secondary circuit arrange¬ 
ment of Fig. 19 to the banked-transformer arrangement 
of Fig. 21 can usually be made simply and cheaply by 
closing the gaps between the radial secondaries of a number 
of the transformers associated with the same primary 
feeder and installing the proper primary and secondary 
fuses. 
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Two major forma of protection have been used when 
banking distribution transformers. The arrangement 
shown in Fig. 21 (a) is probably the oldest and most 
common. The distribution transformers are connected to 
their primary feeder through primary fuses or fused cut¬ 
outs. These fuses should blow only on a fault in their 
associated transformer. All transformers are connected to 
the common secondary circuit through secondary fuses. 
The purpose of these fuses is to disconnect a faulty trans¬ 
former from the secondary circuit. The size of the second¬ 
ary fuse must be such that it will blow on a primary fault 
between its transformer and the associated primary fuse. 
Faults on the secondary circuit are normally expected to 
bum themselves clear. To prevent frequent blowing of 
secondary fuses on secondary-circuit faults these fuses 
should have relatively long blowing times on all fault cur¬ 
rents. Their blowing times should not be so long, however, 
as not to provide some degree of protection to their trans¬ 
formers against secondary faults that do not bum clear 
or require an unusually long time to do so. As previously 
stated secondary fuses cannot be expected to protect trans¬ 
formers satisfactorily against overloads and high-imped¬ 
ance secondary faults. The use of a secondary breaker 
having the proper current-time characteristics is preferable 
to secondary fuses when banking transformers as shown 
in Fig. 21 (a) because greater protection is afforded the 
transformer against overloads and high-inpedance faults. 
The secondary fuses or breakers should open in less time 
than the primary fuses on any possible current so as to 
prevent the blowing of primary fuses on a secondary fault. 

A transformer fault is cleared by the transformer’s 
primary and secondary fuses without any interruption 
to service. Most secondary faults will clear themselves 
quickly. However, when a secondary fault hangs on for 
a long time or fails to clear altogether several or all of the 
secondary fuses blow and some of the transformers may 
be burned out. Experience indicates that, where a careful 
study of the fault currents to be expected is made and 
the pritnary and secondary fuses are properly selected, 
this method of banking operates with very little trouble. 
Occasionally a secondary-circuit fault causes the blowing 
of all secondary fuses or the blowing of some secondary 
fuses and the burning out of a few transformers. When 
this happens the extent of the service intermption is much 
greater than when radial secondary circuits are used. 

The banking arrangement shown in Fig. 21 (b) is prefer¬ 
able to that just described because there is no danger of 
a complete service interruption to the banked area by a 
secondary fault. It should be remembered, however, in 
considering either of these arrangements that the possi¬ 
bility of a secondary fault is considerably less than that of 
a primary fault and that secondary faults are ordinarily 
infrequent. In this second arrangement the distribution 
transformers are connected to the primary feeder through 
primary fuses just as in the first arrangement and for the 
same reason. The transformers are connected solidly to 
the secondary circuit and the secondary circuit is section- 
alized between transformers by secondary fuses. These 
fuses are selected so that for sny secondary-circuit fault 
they will blow quicker than any primary fuse. When a 
transformer fails it is cleared from the system by its 


primary fuse and the adjacent secondary fuses on each 
side of it. Thus, unlike the previous arrangement, a trans¬ 
former fault results in a service interruption to those con¬ 
sumers associated with the faulted transformer. A sec¬ 
ondary-circuit fault is usually burned clear; however, if the 
fault persists for an unusually long time it is cleared by 
the secondary fuses next to the faulty section and the 
primary fuse associated with the transformer connected 
to the faulty section. The secondary fuses are usually 
selected so that they operate even on a high-impedauc.e 
fault, but the primary fuses are not for the reason previ¬ 
ously discussed in connection with the radial-secondary 
circuits. Thus even when a high-impedance fault occurs 
and hangs on, the secondary fuses adjacent to the faulty 
section blow and prevent interrupting service on the good 
secondary sections. The transformer associated with the 
faulty section in this case, however, will be burned out. 
In order to prevent this a secondary breaker whose current¬ 
time curve is coordinated with the safe current-time curve of 
the transformer can be used in the secondary leads of the 
transformer. When such a breaker is used the secondary 
fuses must be selected so that their blowing times for all 
fault currents are less than the tripping times of the breakers. 

Normally the two banking arrangements function alike. 
They reduce or eliminate light flicker and improve voltage 
regulation or permit reduction in the amount of trans¬ 
former capacity necessary as compared with radial-second¬ 
ary circuits. This improvement in voltage regulation or 
reduction in transformer capacity is the result of tying 
several radial-secondary circuits together and thus taking 
advantage of the diversity among a number of groups of 
consumers. A considerable increase in the use of banked 
transformers can be expected in the future because these 
advantages often can be obtained at no increase in cost 
or a saving over the usual radial secondary-circuit 
arrangement. 

2. The Loop System 

The loop type of distribution system is used most 
frequently to supply bulk loads, such as small industrial 
plants and medium or large commercial buildings, where 
continuity of service is of considerable importance. The 
subtransmission circuits of the loop system idiould be 
parallel or loop circuits or a subtransmission grid as shown 
in Figs. 5 and 6. These subtransmission circuits should 
supply a distribution substation or substations similar to 
those of Figs. 13, 15, or 16. The reason for this is that as 
much or more reliability should be built into the system 
from the low-voltage bus of the distribution substation 
back to the bulk power source or sources as is provided 
by the loop-primary feeders shown in Fig. 22. The use 
in a loop system of a radial-subtransmission circuit or 
circuits and a distribution substation or substations, which 
may not provide good service continuity, does not give a 
well coordinated system. This is because a fault on a 
subtransmission circuit or in a distribution substation 
transformer results in an interruption of service to the 
loads supplied over the more reliable loop-primary feeders. 
The subtransmission circuits and distribution substations 
are often common to both radial- and loop-type distribu¬ 
tion systems. 
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One of the most common forms of loop-primary feeder 
for supplying bulk industrial and commercial loads is 
shown in Fig. 22 (a). Each end of the loop-primary feeder 
is connected to the distribution substation low-voltage bus 
through a primary-feeder breaker. The feeder is run or 
looped through its load area and small industrial or second¬ 
ary substations are connected to the loop feeder usually 



Fig. 22—Two frequently used forms of the loop primary feeder. 

(o) Two scctionalizing breakers p<'r secondary sub¬ 
station to isolate a faulted loop section without 
interrupting service to any load. 

(6) One scctionalizing breaker per secondary substa¬ 
tion for use where interrupting one load when a 
loop section fault occurs can be tolerated. 

through circuit breakers or fuses in the primary leads of 
the substation transformers as shown. These transformers, 
which step down from the distribution to the utilization 
voltage, are ordinarily relatively large distribution trans¬ 
formers. Because these secondary substations are usually 
considerably smaller than a distribution substation only 
one three-phase or one bank of single-phase transformers 
is used ordinarily as shown in Figs. 12 (a) and (b). In 
these secondary substations the low-voltage feeders are 
operated at a utilization voltage of 600 volts or below and 
they are commonly controll^ by air circuit breakers. 
These secondary feeders are usually radial circuits that 
run directly to large motors, to power panels, and to 
lighting panels or small lighting transformers. 

The loop-primary feeder is sectionalized by a circuit 
breaker on each side of the points where secondary sub¬ 
stations are connected to it. The two primary-feeder 
breakers and the sectionalizing breakers associated with 
the loop feeder are ordinarily controlled by directional- 
overcurrent relays or by pilot-wire relays. Pilot-wire relay¬ 
ing is used where the number of secondary substations 
connected to the loop is such that selective timing cannot 
be obtained with directional-overcurrent relays. 

With this loop primary feeder arrangement a fault on 


any section of the loop is cleared by the circuit breakers 
at the two ends of the faulty section and service is not 
interrupted to any secondary substation. As a feeder fault 
can occur in one of the sections adjacent to the distribution 
substation bus the entire feeder load may have to be fed 
in one direction over either end section of the feeder until 
repairs are made. Sufficient spare capacity must be built 
into the loop feeder to permit operating with either end 
section out of service without excessive voltage drop or 
overheating of the feeder. A fault in a secondary 8ul> 
station transformer is cleared by the circuit breaker or fuse 
in its primary leads and the loop feeder remains intact. If 
no transformer primary breaker or fuse is used such a 
transformer fault must be cleared by tripping the two 
sectionalizing breakers adjacent to the faulty transformer. 
In this case the loop is opened and must remain open until 
the defective transformer is disconnected from the loop. 

Obviously a transformer fault in a single-transformer 
secondary substation results in an interruption of service 
to al! loads fed from the station. Such a fault is much 
less likely than a primary-feeder fault. In some cases the 
resulting service interruption may be serious enough, how¬ 
ever, to justify a more elaborate form of secondary sub¬ 
station, such as those shown in Figs. 13 (b) and (c). A 
fault on one of the radial secondary feeders from a second¬ 
ary substation is cleared by the tripping of the air circuit 
breaker associated with the faulty feeder. This interrupts 
service to those loads connected to that feeder until the 
fault can be located and repaired. 

The investment in sectionalizing breakers and relaying 
may make a loop system employing primary feeders similar 
to that of Fig. 22 (a) more expensive than the necessary 
quality of service justifies. If an outage to a secondary 
substation can be tolerated when a primary-feeder fault 
occurs a loop-feeder arrangement can be used as shown 
in Fig. 22 (b). Here only one sectionalizing breaker is used 
with each secondary substation thus reducing the number 
of these breakers to half of the number used in Fig. 22 (a). 
The sectionalizing breakers are relayed as discussed in 
connection with Fig. 22 (a). When a primary feeder fault 
occurs the two breakers at the ends of the faulty section 
open as in the previous arrangement. In this case, how¬ 
ever, the secondary substation associated with the faulty 
section is deenergized because its transformer is tied di¬ 
rectly to the feeder section through a disconnecting switch, 
a primary transformer breaker, or a fuse. Service to the 
deenergized substation cannot be restored until the fault 
has been located and repairs have been made. 

There is one exception to the above. A fault in the left 
feeder section just beyond the distribution substation bus 
does not interrupt service to any of the secondary sub¬ 
stations. The sectionalizing breaker associated with this 
line section and the adjacent secondary substation can be 
omitted, and then this substation is deenergized at the 
time of a fault in this section. Whether omitting this 
breaker appreciably reduces the continuity of service to 
this first substation connected to the loop, when going 
from left to right, depends on whether its associated loop 
section becomes much longer than the other loop sections. 
Except for primary-feeder faults this system functions 
similar to the loop system previously described. 
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Sometimes a consumer connected to ihe loop requires 
more reliable service than the arrangement of Fig. SS (b) 
provides. Service to this consumer can be improved in 
several ways. Two sectionalizing breakers can be used, 
one on each side of the point where the secondary sub¬ 
station that serves him is connected to the loop, as shown 
in Fig. 22 (a). Another way is to divide the transformer 
capacity of the secondary substation serving this consumer 
into two units, and connect one of these units or trans¬ 
formers to the loop feeder on each side of the single sec¬ 
tionalizing breaker. Each of these transformers should 
have sufficient capacity to supply the entire station load 
and is usually connected to the loop feeder through a cir¬ 
cuit breaker or fuse. The two transformers are ordinarily 
bused on the secondary side through transformer-second¬ 
ary breakers. When this arrangement is used a feeder 
fault in either of the two loop sections immediately adja¬ 
cent to the sectionalizing breaker results in the deenergiza¬ 
tion of one of the two transformers at the sub-station. 
This is because the sectionalizing breaker at the station, 
the sectionalizing breaker at the far end of the faulty 
section, and the breaker in the secondary leads of the 
transformer connected to the faulty section are tripped. 
When this happens the secondary substation load is fed 
over the good loop section which is adjacent to the open 
sectionalizing breaker at the station, and its associated 
transformer. 


A third way of improving service is to supply the con¬ 
sumer through a single-transformer substation arranged 
so that it can be connected to either side of its associated 
sectionalizing breaker by a double-throw switch or two 
interlocked disconnecting switches. Service will then be 
interrupted to the secondary substation when a fault 
occurs in the loop section to which the station is normally 
connected. The station loads can be quickly reenergized, 
however, without waiting for repairs, by connecting the 
substation to the good section of the loop on the other 
side of the open sectionalizing breaker. 

The above discussion of the loop system has been on 
the basis of supplying relatively small bulk loads from 
distribution substations over loop primary feeders. In 
many cases, however, where the bulk loads are relatively 
large the loop is a subtransmission loop supplied directly 
from a bulk power source. In such systems the distribution 
substations and primary feeders are omitted and only one 
voltage transformation is employed in going from sub¬ 
transmission to utilization voltage. This transformation 
is made at the secondary substations, which are usually 
considerably larger and somewhat more elaborate than 
those employed on 2400 to 4800 volt loop-primary feeders. 
The arrangement of the subtransmission loop and its con¬ 
trol and protection is in general similar to that discussed 
in connection with the loop-primary feeders of Fig. 22. 

Any form of loop system normally provides a two-way 
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feed to the distribution transformers or secondary sub¬ 
stations. In general, the service continuity and voltage 
regulation provided is better than when using a radial 
system. The amount by which the quality of service of 
the loop system exceeds that provided by the radial system 
depends upon the particular forms of the two systems 
being compared. Ordinarily the loop system will be more 
expensive than the radial system. Also it is usually less 
flexible than the radial system particularly in the forms 
used in supplying bulk loads discussed above. This is 
principally because two circuits must be run to each new 
secondary substation location in order to connect the 
station onto the loop. The addition of new substations on 
a loop feeder also often results in relaying complications. 

While the loop system has been discussed from the 
standpoint of supplying Dulk industrial and commercial 
loads it is also used to supply distributed loads such as 
residential loads. The chief reasons for supplying such 
loads from a loop system rather than a radial system are 
to improve voltage conditions, to equalize the load on and 
take advantage of the diversity between what would other¬ 
wise be two radial primary feeders, and to assist in the 
restoration of service to the unfaulted portions of a 
faulted feeder. 

A common arrangement of a loop-primary feeder for 
supplying distributed loads is shown in Fig. 23. The 
similarity between this loop-feeder arrangement and the 
radial-primary feeders of Fig, 18, where emergency ties 
are provided between adjacent feeders, is apparent. 
Kach end of the loop-primary feeder is connected to the 
low-voltage bus of its distribution substation through 
primary-feeder breakers. The main feeder is automati¬ 
cally sectionalized near its midpoint by a sectionalizing 
breaker controlled by overcurrent relays. Manual sec¬ 
tionalizing switches are provided at other points in the 
main feeder as shown in order to reduce the area that 
must remain without service, until repairs are made, 
when a fault occurs on the main feeder. Fuses are not 
used in the main-feeder loop. The sectionalizing breaker 
could be replaced with fuses at some sacrifice in the speed 
of restoring service, but not more than one set of fuses 
should be used in the loop because they will not operate 
selectively for feeder faults in various locations. More 
than one automatic sectionalizing breaker could be used 
in the main loop with directional-overcurrent or pilot- 
wire relaying, as was done in Fig. 22, to reduce the extent 
of the outage when a main feeder fault occurs. The im¬ 
provement in the quality of service obtained, however, 
is not ordinarily sufficient to justify the additional break¬ 
ers and the more complicated relaying. The subfeoders 
are provided with primary fuses or fused cutouts as in 
the case of the radial-primary feeders previously dis¬ 
cussed. When a fault occurs on the main feeder loop the 
sectionalizing breaker opens quickly and splits the loop 
feeder into two radial fevers. The primary-feeder break¬ 
er associated with the faulty half of the loop feeder then 
opens and disconnects the fault from the system. This 
results in an interruption of service to about half the 
loads normally supplied over the loop-primary feeder. 
Service can be quickly restored to all deenergized loads 
except those connected to the faulty section of the feeder 


by opening the sectionalizing switch or switches asso¬ 
ciated with the faulty section and then reclosing one of 
both of the tripped breakers depending upon the location 
of the fault. Faults on the subfeeders and laterals are 
cleared by their associated primary fuses. These fuse 
operations do not interrupt service to any of the feeder 
loads except those beyond the blown fuse on the sub¬ 
feeder and laterals. As in the case of the loop feeders or 
Fig. 22 this loop-primary feeder should be designed to 
permit its carrying all loads that can be connected to it 
when any section of the loop is out of service. 
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I. DEVELOPMENT OF THE A-C NETWORK 
SYSTEMS 

E arly in the history of electric power distribution 
I systems the d-c network system became the best 
' method of serving loads in heavy load density 
areas of cities where a high degree of reliability was re¬ 
quired. In the d-c network system power was carried at 
utilizatipn voltage from several substations to points in 
the load area where the power was introduced into an inter¬ 
connected grid of mains in underground ducts. Individual 
loads were supplied by services tapped off the mains. The 
several paths of supply to the grid and the fact that there 
were normally two or more paths in the grid to any service 
prevented service interruptions except for complete failure 
of power supply. As the load density and total load in¬ 
creased in d-c network areas the large amount of copper re¬ 
quired, the cost of substation sites, and large, rotating con¬ 
version equipment made the cost of the d-c network practi¬ 
cally prohibitive. The noise of the conversion equipment 
made it difficult to find satisfactory locations for substations. 

1. The Secondary Network 

The characteristics of the network system, particularly 
reliability and the fact that the network took full advan¬ 
tage of diversity among loads, made that system prefer¬ 
able if it could be installed economically. The relative 
compactness and the quietness of transformers suggested 
the use of an a-c network system in which several high- 
voltage feeders would be carried into the load area to sup¬ 
ply transformers feeding into an interconnected grid of 
low-voltage conductors. By 1920 there was considerable 
thought being given to such a system. Some experimental 
installations using fuses for protecting a low-voltage a-c 
network proved to be unsatisfactory because of the operat¬ 
ing limitations of fuses and possibly because of the lack 
of extremely careful design. This experience showed that 
directional control of power flow was required to prevent a 
fault in a transformer or primary feeder from interrupting 
service from the system. 

In 1922 the first automatic low-voltage a-c network** 
was installed using equipment which was subsequently 
improved by Westinghouse developments** **. With low- 
voltage a-c network transformers and network protectors 
perfected, the a-c network system equalled the d-c network 
system in reliability**. This high degree of reliability plus 
good voltage regulation, the convenience and comparative¬ 
ly low cost (rf alternating-current equipment, and the 
flexibility of the netw'oik S 3 rstem for load growth made 


the a-c low-voltage network the recognized ideal distribu¬ 
tion system for highest quality of service** **. In heavy¬ 
load areas the network usually was cheaper than any other 
system that attempted to give a high degree of reliability. 
In 1926 seven cities used the network and by 1949 the 
number had grown to 196. 

2. The Primary Network 

The attractive characteristics of the automatic low- 
voltage a-c network suggested the application of the net¬ 
work principle to the primary-feeders of a distribution 
system. As early as 1926 consideration was given to a 
primary network in which the distribution-system pri¬ 
mary feeders would form interconnecting ties between 
distribution substations, network relaying would be used 
at the distribution-substation transformer breaker, and 
selective operation of feeder breakers would provide correct 
isolation of primary-feeder lavilts. 

The development of an overcurrent relay \vith satis¬ 
factory inverse-time characteristics and the choice of 
relatively small sub-stations facilitated the first economic 
application of the primary network in the Pittsburgh area 
in 1931’“* ** '*. For areas of medium load density the pri¬ 
mary network frequently was the most economical system, 
particularly where overhead construction was used. After 
the first installation in 1931 there was a gradual increase in 
the number of primary network installations; in 1942 twelve 
utilities were operating primary networks and thirteen 
others had installed unit substations with primary-net- 
w'ork relaying so that primary-network operation could be 
initiated simply by completing tie circuits between sub¬ 
stations. 

II. THE PRIMARY NETWORK SYSTEM 

3. General Description 

A typical arrangement of a primary network system is 
shown in Fig. 1‘ *. Basically a primary netw'ork is a system 
of interconnected primary feeders supplied by two or more 
subtransmission circuits through several distribution sub¬ 
stations or network units located at the intersection points 
of the interconnected feeders. Usually there are radial 
primary-feeder taps from the tie circuits between the 
primary-network unit substations, and in many cases ra¬ 
dial primary feeders originate at the substation buses. Dis¬ 
tribution transformers are connected to the tie circuits, to 
the radial taps off the tie circuits, and to the radial primary 
feeders out of the substations just as in a radial system. 

Two or more subtransmission circuits are taken into the 
primary-network area to supply the several primary-net- 
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Fig. Typical primary •network arrangement using breakers at each end of each tie feeder. 


work substations. Because the distribution feeders are cuits between major bulk power substations or between 
interconnected, power is supplied to all distribution trans- generating plants and bulk stations. Primary*network 
formers on the primary fevers even though part of the units also can be tapped from radial circuits supplying 
subtransmission circuits feeding the network units is out other loads such as bulk substations, industrial loads, or 
oi service. Usually it can be assumed that not more than small radial substations. In practice, the circuits supply- 
one out of any five or six subtransmission circuits supply- ing primary-network units range fr<Hn 11 to 33 kv d^ 
ing a primary network will be out of operation at any pending on the subtransmission voltage in the power 
time. Therefore, the primary network must be able to system where the network is installed, 
carry the toUl load in the network area, when any one The primary-network units or unit substations located 
subtransmission circuit is out of operation, without seri- at the intersections of the tie circuits generally have less 
o^y overloading any network-unit transformer or any capacity than the substations used in a radial system; the 
tie circuit. This can be accomplished with the least total network unit usually has a rated capacity between 1000 
transformer capacity when the subtransmission circuits and 3000 kva. Frequently the transformers are provided 
are interlaced so that every transformer connected to a with air-blast equipment to increase their capacity for 
supply circuit is surrounded by transformers connected emergency operation when part of the network unite are 
to other subtransmission circuits. out of operation or during infrequent short intervale of 

Subtransmission circuits supplying a primary network abnormally hi^ peak load. Each wnall unit is located as 
cw be simple radial circuits without impairing the relia^ near as practicable to the load center of an area comprising 
bility or operation of the network. This permits simple a total load demand correqxmding to the capacity of the 
relaying for protecting the subtransmission Circuits. Under substation. This keeps to a reasonable minimum the 
certain conditions the supply for primary-network units average Imgth of primary feeder between the distributioo 
can be tapped from subtransmission loops or from tie cir- substation and the disti^tion transfonners. Thus^ the 
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power ie earried as close as is reasonably possible to the 
loads at subtranamiasion voltage with cemsequent nmu> 
mum loss and voltage drop in ^e primary feeders. 

The primary-networit unit consists of the transformer to 
reduce subtranamission vdtage to primary-feeder voltage 
and the necessary switchgear to protect service from the 
network and to control the dirtribution feeders. The 
transformer breaker is provided with network and ovor- 
current relaying so that it not only opens on reversed cur¬ 
rents to faults in the associated transformer or in the sub- 
transmission circuit supplying that transformer but also 
serves as back up protection for the feeder breakers and 
isolates intersectiem faults. Furthermore, the network 
relasring functions to close the main breaker when the 
transformer voltage is such that power flows into the pri¬ 
mary feeders when the breaker is closed. 

There are two general forms of the primary network de¬ 
pending on the location and. number ^-breakers in the tie 
circuits. The original form uses two breakers in each tie 
circuit, one at ea<Jh end as shown in Fig. 1. The other form 
uses one breaker, normally near the middle of each tie 
circuit, as shown in Fig. 2**. In the two forms the network 


transformer imd the traasfonner breaker are fundameD> 
tally the same. In both forms the primary-feeder breakers 
are controlled by overciurent and reclosing relays. In the 
arrangementi .shown in Fig. 1 a fault on a primary tie 
feeder is isdated by the breakers at the ends of the faulted 
circuit. In the other form of the system. Fig. 2, a wmila* ' 
fault is isdated by the transformer breaker at the end at 
the faulted section of the tie circuit and the breakers in all 
the tie feeders connected to the transformer whose breaker 
opois. The chief advantage of the original fonn at the 
primary network is that less load is intemyttMi by a tie 
feeder fault tlum in the later form using mldPtie Inreakers. 
In a case where four tie circuits are connected to each unit 
a tie-circuit fault in the original form intemqrte cmly half 
as much load as does a similar fault in the otiier form. 
However, the system using mid-tie breakers uses only half 
as many tie breakers as does the original form. 

4. Operation of Network with Two Breakers Per Tie 

The operation of the primary network with two break¬ 
ers in each tie circuit is described best by reference to Fig. 
1. Under normal conditions all network units are in serv- 



Pit> 3—lyplcal prtmafy-iMtworic ananisiiMnt udng on* brsalMr at th« middle of each tie feeder. 
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ice and the load is divided among the various units. Under 
fault conditions the faulted element of the system is iso¬ 
lated without interrupting service from the rest of the 
network. 

Supply-Line Faults are isolated by the breaker at the 
supply end of the subtransmission circuit and the trans¬ 
former breakers in the network units connected to the 
faulted circuit. For example, the subtransmission-line 
fault at A, Fig. 1, is isolated automatically by opening the 
circuit breaker at the supply end of the faulted circuit and 
transformer breaker a. In an extensive network system 
a subtransmission circuit may supply several network units 
and the transformer breakers in all these units open to 
isolate a fault on the supply circuit. The transformer 
breaker a, Fig. 1, opens on reversed current through the 
transformer from the network to the supply circuit. If a 
subsequent reclosure of the supply-circuit breaker re¬ 
energizes the subtransmission line, transformer breaker a 
recloses because of the overvoltage-reclosing function of 
the network relays, provided the voltage on the reenergized 
subtransmission line is correct with respect to the network 
voltage. A network-transformer fault is isolated in the 
same way as a subtransmission-line fault. The faulted 
transformer can be disconnected from the subtransmission 
eircuit by means of the switch on the high-voltage side of 
the transformer, and the subtransmission line can be re¬ 
energized to supply other loads connected to it. 

Tie-Feeder Faults —The operation of the network 
system on tie-circuit faults is illustrated by fault B, Fig. 1, 
which is isolated by breakers 6 and c opening on over- 
current. These breakers open before breakers in other 
tie circuits, because of the broad-range, inverse-time 
characteristics of the relays, even though the fault cur¬ 
rents through other adjacent tie-circuit breakers exceed 
the minimum currents required to close the respective 
relay contacts. As long as there are at least two tie circuits 
or a tie circuit and a transformer circuit in addition to the 
faulted circuit connected to the same bus, selective opera¬ 
tion of the breakers is assured because the breaker in the 
faulted circuit carries the sum of the currents through the 
other breakers. 

As soon as fault B, Fig. 1, is isolated, automatic re¬ 
closing of breakers b and c is initiated so that each breaker 
recloses after its respective time delay. Assume that the 
time delay before reclosing is 15 seconds for breaker 6 and 
30 seconds for breaker c. Then 15 seconds after breaker b 
opens it recloses. If the fault has cleared, service is restored 
to loads on the tie feeder but if the fault has not cleared, 
breaker b opens and locks out. Thirty seconds after break¬ 
er c opens (approximately 15 seconds after breaker b re¬ 
closes), breaker c recloses and either reestablishes service 
from the tie circuit or locks out. If the fault clears before 
the first breaker recloses, the second breaker reclosing re- 
e.stablishe8 normal operation of the network system. How¬ 
ever, if the fault clears between the first and second re¬ 
closures, service to all loads is reestablished but the tie 
circuit is open at one end and it is not capable of transfer¬ 
ring load from one unit to the other. Normal operation of 
the tie circuit is reestablished by manually reclosing the 
breaker which closed first and locked out. 

Intersection-Bus Faults, for example at Fig. 1, 


are isolated from the system by the overcurrent tripping 
of all tie-feeder breakers connected to the faulted bus, 
breakers c, e, f, and g for fault C. The overcurrent relays 
for breaker g not only trip and lock out that breaker but 
also trip and lock out all the feeder breakers connected to 
the same bus. This prevents the tie-feeder breakers re¬ 
closing and reenergizing a bus fault and causing unneces¬ 
sary damage to the switchgear unit. The transformer 
breaker operates just as it does for a bus fault when a 
primary-feeder breaker fails to open and clear a feeder 
kult. The time setting for the transformer breaker is 
longer than that for the feeder-breaker relays so that the 
transformer breaker can provide back up protection for 
the feeder breakers and still give the feeder breakers ample 
time to operate correctly. For example, if breaker d 
should fail to open for a fault on its associated feeder the 
overcurrent relays at breaker g would trip and lock out 
breakers c, d, e, f, and g. Since the transformer has a long¬ 
time setting the breakers at either or both ends of the tie 
circuits connected to a faulted bus may open before the 
feeder breakers at the faulted bus are tripped and locked 
out by the transformer breaker overcurrent relays. In the 
example shown in Fig. 1, fault C might cause breakers 
6, h, and k to open before breakers c, c, and / are locked 
open; the result would be that service from any or all tie 
feeders b-c, h-e, and k-f would be interrupted momentarily. 
However, breakers h, h, and k would reclose and reestablish 
service to all the interrupted loads after a time delay of 15 
or 30 seconds. Before these breakers reclose, the breakers 
at the faulted bus are locked out and the fault is isolated 
from the system. 

5. Operation of Network with One Breaker Per Tie 

Supply-Line Faults —The operation of the primary 
network in Fig. 2 is the same as that of the network in Fig. 
1 for subtransmission and transformer faults. 

Tie-Feeder Faults —The operation for a feeder fault 
is different. For example, a tie-feeder fault at D, Fig. 2, 
causes feeder breakers, m, n, and p and transformer break¬ 
er q to open on overcurrent and isolate the faulted circuit. 
The mid-tie breakers remain open but after a predeter¬ 
mined time delay transformer breaker q goes through a 
prearranged succession of recloeures until the breaker 
locks out on a permanent fault or until the fault clears and 
reclosing the breaker reestablishes voltage on the primary 
feeders in the faulted area. If reclosing the transformer 
breaker establishes normal voltage on the feeders and the 
voltage is sustained for the time delay for which the mid¬ 
tie breakers are set, tie breakers m, n, and p recloee and 
the network continues to operate normally. A fault on a 
radial primary feeder supplied from one of the network 
units in Fig. 2 can be treat^ the same as a tie-feeder fault, 
or some sectionalizing device such as a breaker or a fused 
cutout can be used to isolate a faulted radial feeder from 
the network so that a permanent fault on the radial cir¬ 
cuit does not interrupt service from the tie feeders. 

6. Comparative Characteristica 

The primary network has several characteristics which, 
in comparison with other general types of distribution 
systems, give the primary network defoite advantages in 
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Pig. 3—'ComiMiiiton of the coete of radial and primary-network systems over a period of 25 years in a uniformly loaded sixteen- 
square-mile area where the load growth is ten percent per year and all subtransmission circuits, primary fetters, and secon- 
d^es are overhead. A: Total load in the area. B: Total accumulated installed cost of a radial distribution system with 4-kv 
primary feeders supplied from large distribution substations. G: Total accumulated cost of a 4-kv primary network. 


many cases. In general the primary network provides 
better service and can be adapted more flexibly to chang¬ 
ing loads than other systems in common use except the 
low-voltage secondary network described later in this 
chapter. 

Better Service results from better voltage regulation 
and fewer consumer outages. In many radial systems the 
primary feeders originate at relatively large substations 
and the average length of the feeders is greater than that 
in the primary network where small unit substations are 
distributed throughout the load area in accordance with 
the load distribution. This results in less voltage drop in 
the primary-network distribution feeders than occurs in 
radial feeders supplied by a large distribution substation. 
Essentially the same result is accomplished in a radial 
system by locating small unit substations at the load cen¬ 
ters where primary-network units are installed. The tie 
circuits in the primary network, which generally are the 
main distribution feeders, are supplied from both ends. 
This usually will provide better voltage regulation in the 
primary fevers under normal conditions than is provided 
in the distributed radial system. 

Consumer Outages are lower in the primary network 
system than in a radial system because the most services 
that will be interrupted by any fault in a primary network 


are those on any one primary feeder. Even if many small 
unit substations are used in a distributed radial .system 
several feeders are served by each unit. If one of thesi^ 
units is deenergised all the consumers served by the feeder.s 
out of that unit suffer an outage. Deenergizing a primary- 
network unit does not cause an outage for any consumer. 
To accomplish the same minimum consumer outage in 
the distributed radial system duplicate transformers and 
subtransmission supply circuits must be provided at each 
radial unit substation; this requires more transformer 
capacity, more miles of subtransmission lines, and usually 
more complicated relaying than does the primary network. 

Losses in the primary network system generally arc 
lower than those in radial systems for the same reasons 
that the inherent voltage regulation of the system is good. 
One of the two major reasons is that power is carried as 
near to the loads as practicable by high-voltage low-cur¬ 
rent subtransmission circuits instead of by long lower- 
voltage higher-current primary feeders. The other reason 
is that the load along each tie feeder automatically divides 
between the two ends of the feeder so that minimum losses 
are maintained. 

Flexibility —One important feature of the primary-net¬ 
work system is that it utilizes small unit substations each 
located at or near the center of the load it serves. This and 
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the intercoimected aystem of primary feeders makes it 
possible to remove or add small increments of transformer 
capacity at various places in the network area without 
having to make extensive reconnections of the primary 
feeders or to reroute large sections of circuits. In other 
words the network system is flexible in that it can readily 
accommodate load growth or load shifting with minimum 
disturbance to the system. 

The flexibility oi the primary network is a decided ad¬ 
vantage in the long-time over-all economy of a distribution 
system, particularly where the total load changes with 
time or where load shifts from one section to another. 
Load growth or shifts can be accommodated by the pri¬ 
mary network with a minimum of rerouting and reconnect¬ 
ing primary feeders and with relatively small increments 
of substation capacity. For this reason the system invest¬ 
ment can be kept more nearly proportional to the load 
served than in the case of other systems where substation 
capacity has to be changed in large increments or major 
rerouting and reconnecting must be done to avoid over¬ 
loading or imderloading radial substations. The effect 
of this on the system investment is shown in Fig. 3. The 
primary network is characterised by regular small incre¬ 
ments of investment while the radial system occasionally 
requires large additions to the system. 

Large Number of Substations—The primary net¬ 
work requires many relatively small substations in com¬ 
parison with a radial system supplied by a large substation 
at the load center of a large load area. A large number of 
substation sites and structures must be provided for the 
primary network. However, each of these sites usuaUy is 
cheaper than that for a large radial station. SmaUer sites 
are required by the relatively small primary network units. 
Furthermore, in most cases several small substation sites 
can be found scattered throughout a load area more readily 
than can a single large one near the load center of the whole 
area because the load center usually is in the most highly 
developed section of the area. On the basis of real-estate 
requirements the primary network is comparable with the 
radial system using small unit substations distributed 
throughout the load area. 

Large Amount of St^transmission Required— 
The primary network requires more subtransmission line 
to supply the small substations distributed throughout the 
load area than a radial system using large substations. The 
amount of subtransmission circuit required depends on 
the amount of interlacing oi the supply circuits in the 
network area. The minimum of subtransmission line is 
requi^ by parallel'subtransmission, that is when each 
supply circuit is taken striught through the network area 
and connected to all the substations along that line. More 
uniform load distribution when a subtransmission circuit 
is out of operation can be acctanplished by interlacing the 
supply circuits so that each deenergized unit is surrounded 
as conpletely as possible by units in operaticm. This 
requires more subtransmission line than does the arrange¬ 
ment using supply lines going strai^t through the net¬ 
work area. However, the saving in spare transformer 
capacity to provide for emergency operation usuaUy more 
thim pays for the additicmal subtransmissimi circuit. See 
section 18. 


If the primary network with well interlaced subtrans¬ 
mission circuits is compared with a radial system using 
small unit substations distributed throughout the load 
area each of which is supplied by only one subtransmission 
circuit the network requires more subtransmission line. 
The additional line is primarily due to the interlacing. 
Interlacing accomplishes no useful purpose in the radial 
system. However, if duplicate supply circuits to each 
radial unit substation are used to r^uce the number of 
consumer outages the radial system may require more sub¬ 
transmission circuit than a primary network. 

Primary Feeders About Equal—The primary net¬ 
work uses about the same amount of primary feeder cir¬ 
cuits as does a distributed radial system. The main trunk 
feeders usually are about the same in a given area for 
either system. But in the primary network additional 
short sections of primary circuit may be required to make 
the tie circuits continuous between substations. Also in 
the network the tie circuits must have the same size cop¬ 
per throughout their length while radial primary feeders 
sometimes are graded down to smaller size copper as the 
load decreases along the circuit. However, the primary- 
feeder circuit required by the network may be no greater 
than that requir^ by the radial system if it is necessary 
in the radial system to extend feeders from one substation 
area into another area to equalize the loading on the radial 
substation units or if normally open ties are provided so 
that the load in one radial-substation area can be picked 
up by other substations when that unit is out of service. 
See Chapter 20, Fig. 18. 

7. Economic Field 

It is impossible to say that the primary network is 
economically applicable in any specific range of load den¬ 
sity because many factors affect the relative overall costs 
of the various systems that may be considered adequate 
in specific cases. The voltage class, type of construction 
used for the subtransmission and primary-feeder circuits, 
the load density, the anticipated rate of load growth, the 
required quality of service, real-estate cost, type of sub¬ 
station required, and local labor and material costs affect 
the economic comparison of systems in any particular 
case. The choice of the type of distribution system to 
supply any load area should be based on the overall cost 
of distributing power in the area; the cost should include 
installed cost of equipment and circuits, cost of the losses, 
and the cost of accommodating load changes over a reason¬ 
able number of years. 

While no conclusive generalizations can be made re¬ 
garding the economic field of application of the primary 
network some specific comparisons'* show where the pri¬ 
mary-network system is likely to be the eccmomical one. 
The comparisons shown in Fig. 4 show the relative cost of 
five types of system for four types of circuit construction 
in a sixteen-square-mile area where the uniformly dis¬ 
tributed load is assumed to grow at the rate of ten percent 
per year. The four sets of curves. Fig. 4 (a, b, c, and d), 
show that for medium load densities in the range from 500 
to 5000 kvs per square mile the primary-network is likely 
to be economical, particularly if the system is to be pre¬ 
dominantly of overhead construction. If aU the subtrans- 
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Fig. 4—Relative coet of several types of distribution systems for various load densities In a sixteen-square mile area where the uni¬ 
formly distributed load grows ten percent per year, (a) Subtransmission circuits underaround; all other circuits overhead open- 
wire. (b) Main suhtransmlsslon circuits underground: branch subtransmission aerial cable; 4 kv primary feeders and secondaries 
overhead open-wire, (c) Sub transmission circuits aerial cable; all other circuits overhead open-wire, (d) All circuits overhead open- 
wire. Alt Radial system with 4-kv radial primary feeders with individual voltage regulators supplied by a 12 OOd-kva distribution sub¬ 
station, A2: Same as A1 except for 24 OM-kva substation. B: Radial system with bus-regulated distribution substation and 4-kv 
primary feeders. G: Radial s^tem with 13.2-kv subtransmission circuits supplying distribution transformers. D: Primary network 
with 4-lcv primary feeders. Offset in curve at 1500 kva dm* square mile Is due to Increasing interrupting capacity of primary-feeder 

breakers. E: Overhead secondary network. 
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mission circuits are underground the relatively higher cost 
of that part of the 83 r 8 tem penalises the primary network 
because more subtransmission circuit is required as com¬ 
pared to the radial systems. 

The cost of the network is consistently low throughout 
the range of load density considered. Even in those nar¬ 
row ranges of load density where the cost curve of some 
other type of system drops below the primary-network 
curve the primary network is only slightly more expensive 
than the other system, except for very low load densities 
when underground subtransmission is used. This is im¬ 
portant in load areas where the load density is not uniform 
throughout the area. The flexibility of the primary-net- 
work system for accommodating load growth makes it 
better for nonuniform load density and irregular load 
growth than any radial system, particularly one using 
large centrally located substations. The use of large sub¬ 
stations depends on accurate long-range load forecasting. 
Many large substations located on the basis of long-time 
load predictions are never fully loaded because the load 
does not grow as rapidly or as much as anticipated. Be¬ 
cause the network system can be expanded in small incre¬ 
ments long-time forecasting is not necessary and irregular 
load growth can be accommodated more economically by 
the network system Therefore, in many cases where the 
primary-network system appears to be slightly more ex¬ 
pensive than some other systems on the basis of uniform 
load density and regular load growth the additional cost 
of the network is more than compensated by the flexibility 
of the network system. 

The curves of Fig. 4 are not conclusive evidence that the 
primary network is the most economical system for me¬ 
dium load densities. However, the curves do indicate that 
the primary network is likely to be economical in areas 
where the overall load density is between 500 and 5000 kva 
per square mile. 

8. The Primary-Network Unit 

Basically the primary-network unit consists of a trans¬ 
former to step down the voltage from the subtransmission 
voltage to the primary-feeder voltage and circuit break¬ 
ers to control the feeder circuits and protect the system 
from faults that may occur in the various circuits. These 
basic elements and their associated auxiliary equipment 
usually are assembled into a self-contained unit substation 
such as shown in Fig. 5. However when the primary net¬ 
work uses only one breaker near the middle of each tie 
circuit the network unit is usually an assembly of the 
transformer, the transformer breaker, and auxiliary equip¬ 
ment. The mid-tie feeder breakers are located along the 
tie circuits usually in the form of switchhouses. 

The Transformer —A three-phase oil-immersed self- 
cooled transformer generally is used in a primary-network 
unit. Frequently air-blast equipment is provided so that 
occasional high overloads can be carried without exceeding 
safe operating temperatures in the transformer. The ad¬ 
ditional load capacity with air blast often is used as the 
spare capacity in the unit to take care of emergency loads 
when a subtransmission circuit is out of operation. The 
trend is toward air-blast cooling on all network units. 

The primary-network transformer usually is provided 
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Fig. 5~Typlcal primary network unit, (a) Unit tubatation 
consisting of transformer with air-blast fans and tap-chang¬ 
ing-under-load and throat-connected metal-encloeed switch- 
gear. (b) Schematic diagram of a unit substation for operation 
in a primary network. 


with a manually-operated primary disocmnecting switch 
built into an oil-filled compartment on the transformer. 
The switch generally is capable of interrupting exciting 
current so that the transformer can be disconnected from 
the subtransmission supply circuit without deenergising 
the supply circuit. Either a two-position or a three-posi¬ 
tion switch can be used depending on whether it is desirable 
to have a ground position in addition to closed and open 
positions. The ground position is for grounding the in¬ 
coming supply circuit The three-position switch generally 
is preferred. 

A completely-self-protected transformer frequently is 
used in a primary-network unit. Such a transformer in¬ 
cludes high-voltage fusible protective links, integral light¬ 
ning protection, and a thermal relay for tripping an as¬ 
sociated transformer breaker. When these elements are 
properly coordinated with the thermal characteristics and 
insulation of the transformer it is completely protected 
from damage from external causes. The completely-self- 
protected power transformer is described in detail in 
Chapter 16. 

Voltage Regulation —Tap-changing-under-load 
equipment is generally built into the transformer part of 
the network unit so that the primary-feeder voltage of 
the network system can be maintained at the proper level. 
The operation of this equipment is described in Chapter 
6. A range of plus or minus ten percent usually is used 
although in some cases a smaller range is adequate. The 
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choice of regulation range should be based on the maxi¬ 
mum probable variation of subtransmission voltage at the 
network units and the voltajje buck or boost to keep the 
primary-feeder voltage within the required limits. Since 
each primary-network unit normally serves a relatively 
small area the feeders out of any one substation are about 
the same length and have the same type of load. Under 
such conditions bus-voltage regulation is adequate. Fur¬ 
thermore, feeder-voltage regulation in a network system 
would be complicated and expensive. 

The operation of voltage-regulating equipment in a pri¬ 
mary network involves a problem that does not occur in 
the regulation of radial circuits. In the network system 
the voltage-regulating equipments in the various network 
units are operating essentially in parallel. When one regu¬ 
lator raises, the voltage above the general level of the net¬ 
work system undesirable circulating currents flow through 
the network units and the tie feeders. If the control of the 
regulators is compensated* in the normal way so that the 
I'egulators hold higher voltage for peak load than for 
minimum load the circulating current may be increased as 
soon as it is established. The reason for this is that the 
circulating current appears to be a load current at the 
regulator that establishes the higher voltage and appears 
to be a reduction of load at regulators holding lower 
voltage. The result may be that once the unstable opera¬ 
tion of the regulating devices is initiated the regulator 
holding the higher voltage tries to raise the voltage until 
the regulator reaches the upper limit of its range and the 
regulators holding low voltage try to lower the voltage 
until those regulators reach the lower limit of their range. 
The resulting circulating current may open several break¬ 
ers and may completely interrupt the operation of the 
system. 

The path of the circulating current is a closed loop ex¬ 
tending from the power source through a subtransmission 
line to the transformers supplied by that line, thence 
through the primary network tie circuits, and back through 
network units to another subtransmission circuit by which 
it returns to the power source. The impedance of the loop 
is predominantly reactance. Therefore the circulating cur¬ 
rent lags the system voltage by a much larger angle than 
do load currents. This provides a simple means for pre¬ 
venting unstable operation of the regulating equipment in 
the primary network. Interconnecting the regulator con¬ 
trols in widely separated network units is not practicable. 
However, by the simple expedient of reversing the react¬ 
ance elements” of the line-drop compensators in the control 
systems of the network-unit voltage regulators stable 
operation of the regulators can be enforced. This can be 
explained briefly by stating that a highly reactive circulat- 

•Thki compenafttion i« acoomplishad by means of a line* drop compensator. The 
eompeimtor oonsista of a variable resistance element and a variable reactance ele¬ 
ment. These elements are connected in series vrith the secondary winding of a cur¬ 
rant trannormer in the circuit through the voltage regulator. The resulting voltage 
drops in the two eleraenta are proportional to the line current of the regulated circuit. 
The two voltage drope are introduced into the voltage-measuring circuit of the regu¬ 
lator octroi in series with a voltage proportional to the system voltage at the regu¬ 
lator. The resistance element produoee a voltage component 180 degreee from the 
fegumUnr ourmt, and the reactance element, as normally connected, produces a volt¬ 
age la^ng the current by 00 degrees. These elements are variable and can be ad- 
iw^ so tMt the regulator holds not a constant voltage at the regulator but a voltage 
hiu enough to compensate for the reaistanoe and reactance drope in a radial circuit 

thus to maintain constant voltags at some predetermined point along the line. 
Thie wplanaUon of the line drop compeneator ie rigidly correct only for a fe^er regu¬ 
lator In a eingle line with load o^ at the end of the line. However, the lin^rop oom- 
peMtor ie ueed MneraUy in all feeder arrangemente to compound the voltage regu¬ 
lation eo that a nighm' voltage ie mdntained at high-Umd than at light-lo^ periode. 


ing current flowing through the network unit toward the 
network causes the regulator to reduce the voltage at that 
point because of the effect of the reactive current acting 
through the reversed-reactance element of the line-drop 
compensator. Conversely a reactive current from the 
network through the network unit causes the regulator 
to raise the voltage. As a result the voltage difference be¬ 
tween the units that causes the circulating current is cor¬ 
rected and stable of>eration of the regulators is maintained. 

The resistance element of the compensator can be used 
to give a rising voltage characteristic at the primary net¬ 
work unit for increasing load currents. This generally re¬ 
quires somewhat higher settings for the resistance com¬ 
pensation than ib necessary with normal reactance com¬ 
pensation. The most practical method of adjusting the 
compensator elements is to start with a fairly high react¬ 
ance setting and a relatively low resistance setting and 
then by trial arrive at the best combination of settings. 
The reactance compensation can be reduced gradually 
until the minimum setting is found where stable opera¬ 
tion is positive. This can be determined by manually 
moving the regulator away from the position correspond¬ 
ing to the desired system voltage. The regulator should 
return to the desir^ position automatically instead of 
continuing, in the direction of the manual displacement, 
to the end of its range. The resistance can then be in¬ 
creased to give the necessary compounding. Small read¬ 
justments in the reactance element may be necessary after 
the resistance element is adjusted. These adjustments 
should be made during light load because unstable opera¬ 
tion is more likely at times of light load than at heavy 
load. 

If it is sufficient to maintain constant voltage at the in¬ 
tersection buses in the primary network, the line-drop 
compensator does not function. In other words it is ad¬ 
justed for zero resistance and reactance compensation. In 
such a case the regulators operate stably regardless of the 
connection of the reactance element. In fact if the voltage 
at some point on every tie circuit decreases as load in¬ 
creases on the adjacent network units the regulators 
operate stably with the reactance element not reversed. 

The most economical rating of transformer usually will 
be between 1000 and 3000 kva depending on circuit con¬ 
struction, load density, location of units (outdoors or 
underground), and existing primary conductors. In order 
to use large units it is necessary to have correspondingly 
large primary-feeder circuits or to have a large number of 
feeders out of each substation. The latter means that the 
circuits are relatively long and that some of these circuits 
may have to be carried some distance from the station 
before any load is served. The additional cost of primary 
feeders may more than offset the savings in the cost of 
network unit and subtransmission circuit. The long¬ 
term total annual cost of large units is likely to be higher 
than that of smaller units because large units make it 
necessary to add capacity to the system in large incre¬ 
ments. This is particularly important where the load is 
not uniformly distributed in the load area or where load 
growth is irregular. Both these conditions are more preva¬ 
lent than uniform load density and a regular rate of 
growth. Past experience indicates that a 1500 or 2000 kva 
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unit (1875 or 2500 kva with air blast) is usually most 
economical. Large units may appear economical in areas 
of heavy load density. However, in such areas the low- 
voltage secondary network should be carefully considered 
because it is probable that the secondary network is less 
expensive tmd it provides better service than the primary 
network. 

Switchgear and Relaying —The two general arrange¬ 
ments of switchgear in a primary network are shown by 
Figs. 1 and 2. In the type shown in Fig. 1 there arc two 
breakers in each tie feeder, one at each end. The arrange¬ 
ment in Fig. 2 uses one breaker in each tie feeder and this 
breaker is usually located near the middle of the tie; how¬ 
ever, it may be located at any point in the feeder. From 
the standpoint of interrupting duty and of load affected 
by a feeder fault the midpoint location is best. 

The one-breaker primary network costs less because it 
uses fewer breakers of lower interrupting capacity. Re- 
closures to reestablish service on faulted feeders do not 
disturb loads on the remainder of the network. In the 
two-breaker primary network feeder, faults drop less load 
and there are fewer locations where equipment must be 
maintained. 

The switchgear for the two-breaker primary network is 
shown schematically in Fig. 5(b). The transformer break¬ 
er is provided with reversed-power and overvoltage-re- 
cloeing (network) relaying. The network relay disconnects 
the transformer from the, network in the case of a trans¬ 
former or subtransmission supply line fault and reconnects 
the transformer to the network when such a fault has 
been repaired and the relationship between the transformer 
and the network voltages is correct. The transformer 
breaker is also equipped with very-inverse-time overcur¬ 
rent relays to isolate the transformer from bus faults and 
to provide back-up protection for the feeder breakers. 
This overcurrent relaying on the transformer breakers also 
trips and locks out the tie-circuit breakers connected to 
the same bus. 

The network relay is inherently sensitive enough on 
reverse current to trip the transformer breaker on trans¬ 
former exciting current when the transformer is energized 
from the low-voltage side. This makes it possible for the 
network relay to isolate single-line-to-ground faults on 
subtransmission circuits supplying the network, when 
using network transformers with their primaries connected 
in delta. It also facilitates testing and maintaining the 
supply circuit because it is not necessary to go to the pri¬ 
mary-network units in order to deenergize the associated 
subtransmission line. This is particularly convenient 
when no radial loads are supplied by the same circuit that 
supplies network units because then the subtransmission 
circuit can be opened without interrupting any load. The 
use of sensitive-reversed-current tripping is complicated 
by the possibility of momentary reversals of power flow 
through the network transformers when radial loads are 
supplied by the same circuits that feed the network units. 
This is particularly true if the radial load is characterized 
by large abrupt fluctuations, as, for example, when large 
industrial motors or furnaces are started. To prevent such 
momentary reversals of power from opening the network- 
transformer breakers a desensitizing relay** can be used to 


delay the tripping of the breaker on reverse currents up to 
about 150 percent of normal full load on the associated 
transformer. Thus momentary reversals of power that 
disappear before the time-delay interval is completed do 
not open the transformer breaker, but if the reversal per¬ 
sists the breaker opens at the end of the time delay. A 
delay of one to five minutes usually is long enough to take 
care of momentary reversals. With this arrangement re¬ 
versed fault currents, which generally exceed two or three 
times normal rated current of the transformer, trip the 
breaker and isolate the faulted element without intentional 
time delay. 

The feeder breakers are controlled by overcurrent re¬ 
lays and time-delay reclosing relays. The overcurrent re¬ 
lays should have broad-range, very-inverse-time character¬ 
istics to insure selective operation of the breakers in the 
various tie circuits so that a primary-feeder fault causes 
only the faulted circuit to be isolated. Current discrimina¬ 
tion alone is inadequate for selective operation of tie-cir¬ 
cuit breakers. If current-discriminating relays in all the 
tie feeders are set low enough to trip their respective break¬ 
ers correctly on the minimum faults, the breakers in sev¬ 
eral tie feeders probably trip incorrectly on severe faults. 
The minimum fault current in a faulted tie feeder generally 
is lower than the maximum current in that feeder for a 
fault in an adjacent feeder. Definite-time settings for the 
overcurrent relays can be used to obtain satisfactory opera¬ 
tion of the tie breakers if the settings are carefully selected 
for the various breakers. This method* requires carefully 
planning the relay settings and depends, for correct opera¬ 
tion, on accurate settings and the proper geographical 
sequence of the time delays in the tie feeders of the net¬ 
work. The broad-range, very-inverse-time relay scheme is 
the most practical method of providing selective operation 
of the feeder breakers because it permits uniformly low 
minimum current settings throughout the network and 
generally allows all the tie-feeder relays to be given the 
same settings. 

The feeder-breaker overcurrent relays are set faster than 
the transformer-breaker relays so that any feeder fault is 
cleared by the feeder breakers before the transformer 
breaker can trip unless the feeder breaker that should iso¬ 
late the faulted feeder fails to operate. If the feeder 
breaker fails to open, the transformer breaker operates 
and, in conjunction with the other feeder breakers con¬ 
nected to the same bus, isolates the faulted circuit. 

Reclosing of the primary-feeder breakers is used in the 
primary-netAvork system, as in radial systems, to rees¬ 
tablished service from a faulted circuit if the fault clears 
when the feeder is deenergized. Most temporary faults are 
cleared before the first or second reclosures. In the pri¬ 
mary network two reclosures for any tie feeder can be pro¬ 
vided conveniently by one reclosure at each end of the 
circuit. To prevent both reclosures occurring simultan¬ 
eously or near enough together that the fault is not de¬ 
energized between reclosures it is necessary to use different 
time delays before reclosure at opposite ends of the line. 
The shorter time delay is made long enough that both 
breakers have ample time to open. The longer time delay 
is made long enough that the two reclosures do not occur 
simultaneously as a result of a large difference in the 
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opening times of the two breakers in the faulted feeder. 
Time delays of 16 and 30 seconds are generaUy adequate 
for the two reclosures. Using only one reclosure for each 
breaker minimises the operating duty on the breakers. 

The transformer breaker in the primary network with 
one breaker per tie feeder, Fig. 2, is controlled by network 
relaying and overcurrent relaying in essentially the same 
way that the transformer breaker in Fig. 1 is controlled. 
However, in addition to network and overcurrent relaying 
the transformer breakers in Fig. 2 are provided with re¬ 
closing relays so that the transformer breaker recloses on 
primary-f^er faults. Two or three successive reclosures 
are made before lock out. In the form of the network 
shown in Fig. 2 the transformer breaker usually is included 
in the transformer structure to form a completely-self- 
protected single-circuit unit substation. 

The mid-tie breakers in Fig. 2 differ physically and 
functionally from the tie breakers in Fig. 1. These break¬ 
ers are usually located along the tie feeders remote from 
the substation in widely separated locations and cannot be 
assembled together to form a switchgear unit. However, 
the breakers can be located anywhere along the tie feeders. 
If they are located at the intersections, those at a particu¬ 
lar intersection can be grouped together to form a switch- 
gear assembly. Mid-tie breakers can be mounted on a 
pole, on a platform, or on the ground. The control for a 
pole-mounted breaker is in a separate pole-mounted hous¬ 
ing. A breaker moimted on a platform or on the ground 
can be either an outdoor breaker or a breaker in a switch- 
house. Outdoor breakers require a separate weatherproof 
cabinet for the control and operating mechanism while 
the switchhouse type of moimting provides a weather¬ 
proof structure for the control, operating mechanism, and 
the breaker. 

Mid-tie breakers are controlled by very-inverse-time 
overcurrent relays and voltage reclosing relays. The mid¬ 
tie breaker opens on overcurrent in either direction through 
the breaker and recloses only after substantially normal 
voltage is maintained on both sides of the breaker for a 
predetermined length of time. Power for closing the 
breaker can be taken from the tie feeder on either side of 
the breaker or from an adjacent secondary main supplied 
by the tie feeder. 

The interrupting duty on breakers in any primary-net¬ 
work system depends not only on the short-circuit current 
of the adjacent network transformer but also on the char¬ 
acteristics of the network system because currents can 
flow to any fault over two or more paths. Unless the 
average tie-feeder impedance is more than about three 
times the network-transformer impedance, the network 
transformer will supply less current to a fault at its termi¬ 
nals than will the remainder of the network. Therefore, 
tie-circuit constmotion, load density, and the extent of the 
network are important factors in the interrupting duty on 
circuit breakers in a primary network 83 r 8 tem. In the type 
of ssrstem shown in Fig. 1 the duty on all the breakers at 
any substation is about the same and usually the variation 
of interrupting duty from one substation to another is not 
enough to justify using different breaker ratings in dif¬ 
ferent substations. The interrupting duty on the tie 
breakers in the form of the primary-network system shown 


Table 1—Range of iNTBaaupnKO Capacity Usually 
Required for Breakers in Primary Networks 


Breaker 

Type of Primary Network 

Two Breakers Per 

Tie Feeder 

One Breaker at Middle 
of Each Tie 

Transformer 

Tie-Feeder 

100 000to2S0 000kv» 
100 000 to 250 000 kva 

100 000 to 250 000 kva 
25 000 to 100 000 kva 


in Fig. 2 depends largely on their location in the tie circuits. 
If these br^Qrs are located electrically at the middle of 
the tie feeder the maximum duty on them may be as low 
as a third of the maximum duty on the transformer break¬ 
ers because the impedance in the tie circuit limits the fault 
currents. Table I shows the ranges of interrupting ratings 
generally required for the various breakers in the two 
forms of the primary network. 

9. Desiftnlnit the Primary Network 

The design of the primary network, like that of any dis¬ 
tribution system, must be based on complete and accurate 
load and geographical data, such as, (1) location, size, and 
character of large loads; (2) the amount, location, distribu¬ 
tion, and character of the small loads; (3) anticipated load 
growth in the area being studied; (4) location of bulk 
power substations; (5) location and capacity of existing 
distribution circuits, transformers, and substations; (6) 
available sites for substations and other distribution equip¬ 
ment; and (7) available routes for distribution circuits. 
Preliminary analysis should reduce the load data to quan¬ 
tity of load and load centers corresponding to relatively 
small areas such as mile or half-mile squares. 

Network Unit Locations —On the basis of the loads 
and location of load centers in the small areas network 
units are located at the load centers of larger areas each 
comprising a load corresponding approximately to the 
proportionate share of the total load in the network area 
that each unit will normally carry. The proportionate 
share of load for each unit is determined by the total 
number of units that must be installed in the network area. 
There must be enough units in normal operation so that 
under emergency conditions when one subtransmission 
circuit and the network units connected to it are out of 
operation the maximum capacity of the remaining units 
will be adequate for the total load in the area. A rough 
cost comparison can be made on the basis of a preliminary 
location of units to indicate the sizes of units that are 
likely to be most economical. Detail design and final com¬ 
parisons then need be ccurried through for only a few com¬ 
binations. 

The actual location of network-unit substations depends 
not only on the location of the corresponding load centers 
but also on the location of available sites, available rights- 
of-way for subtransmission and primary-feeder circuits, 
and the location of existing distribution facilities that 
can be utilised. The choice of substation locations usually 
takes into consideration the cost of real estate and the need 
for landscaping or special construction to match the sub¬ 
station with the surrounding buildings and area. 

Tie Feeders—The carrying capacity of the tie cir- 
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cuits between network units is related to the capacity of a 
network as well as to the load supplied from the circuit. 
Generally there are from three to five tie feeders connected 
to each intersection bus and for practical purposes the 
average can be taken as four. The carrying capacity of the 
four tie circuits should be enough to carry the ma.ximum 
load on the corresponding network unit. Also each tie 
circuit must be able to carry all of its load from one end. 
The reason for this is illustrated by considering that the 
transformer of network unit E, Fig. 1, is out of service; 
then feeders c-b, e-h and f-k are supplied only at the b, h 
and k ends respectively. Under normal operating condi¬ 
tions, when all units in a network are operating, a'oout half 
the load on the tie circuits connected to a network unit 
represent the normal load on that unit. Therefore, the 
combined carrying capacity of the tie feeders connected to 
a network unit must be at least twice the normal load on 
that unit. Actually each tie feeder should have a carrying 
capacity equal to about half the rated capacity, instead of 
the normal load, of the network transformer. On the basis 
of an average of four tie feeders connected to each primary- 
network unit, this carrying capacity usually gives enough 
margin to take care of unequal division of load among the 
tie feeders. Hie same sise of tie-feeder conductors tmd 
network units generally is used throughout the network 
because of interchangeability and simplification of design 
and construction. 

The tie feeders between primary-network units should 
follow reasonably direct routes. This keeps the impedance 
of the tie circuit to a minimum. Low tie-circuit impedance 
facilitates uniform load distribution among the network 
units and keeps voltage drop in the tie circuit to a mini¬ 
mum. These factors are particularly important under 
emergency operating conditions when a subtransmission 
circuit and its associated network transformers are out of 
service and some of the tie circuits are being supplied from 
only one end. Short tie feeders minimise the probability 
(A faults on these circuits. Each tie feeder should follow a 
separate route as far as possible so that tree limbs, derrick 
booms, or similar hasards do not involve more than one 
tie feeder. Usually the installation of a primary network 
involves the adaptation of existing primary feeders to the 
tie circuits of the network system and the routes of the 
existing main primary feeders are major factors in routing 
the tie lines. 

Either overhead or underground construction can be 
used for the tie feeders. The choice of the type of con¬ 
struction depends almost entirely on the class of neighbor¬ 
hood throu^ which the feeders run and on the economic 
balance between the cost of underground construction and 
freedom from lightning, sleet, and tree troubles. When an 
existing system is adapted to primary-network operation 
the type of construction alre^y being used usually de¬ 
termines the construction of the primary-network tie feed¬ 
ers. In areas of mediiun load density, where the primary 
network is generally applicable, overhead open-wire con¬ 
struction predominates. 

Radial subfeeders and primary laterals can be supplied 
from the tie feeders in the same way that they are served 
by radial primary feeders. However, instantaneous de¬ 
energizing of the main tie feeder to clear temporary sub¬ 


feeder faults and subsequent time-delay tripping of the 
feeder breakme to permit subfeeder sectionalizing fuses to 
clear permanent subfeeder faults cannot be tis^ in the 
network s}rstem. Instantaneous tripping or delayed trip¬ 
ping of the tie-feeder breakers does not permit selective 
operation of the tie-feeder breakers in the various tie cir¬ 
cuits of the network. However, the subfeeders can be 
fused so that faults on these circuits do not take the main 
tie feeder out of service. It is important that these fuses , 
be carefully coordinated with the tie-feeder breakers so 
that subfeeder faults are correctly isolated from the main 
tie feeder. A radial primary feeder can be served directly 
from the primary-network units through its own breaker 
which usually is controlled by the same type of relaying 
used for the network tie circuits. However, any form 
relaying can be used for a radial feeder breaker in a pri¬ 
mary-network unit, if it coordinates properly with the 
network tie-feeder breakers. 

Subtransmission Supply Circuits —At least two 
subtransmission circuits are required to supply a primary 
network; a larger number of supply circuits reduces the 
spare capacity required in the netw'ork units to provide for 
an emergency condition when one supply circuit is out of 
operation. It generally can be assumed that out of any 
number of supply circuits, up to about five or six, only one 
will be out of service at any one time. Theoretically two 
supply circuits require 100-percent spare transformer ca¬ 
pacity so that when one of the two subtransmission cir¬ 
cuits is out of service the transformers associated with the 
operating feeder can carry the total load; actually the 
maximum load capacity of all the network units has to be 
somewhat more than twice the normal peak load because 
the transformer ratings cannot be exactly fitted to the 
actual loads and because under emergency conditions the 
load probably does not divide uniformly among the trans¬ 
formers remaining in service. The corresponding theoret¬ 
ical reserve capacity for three supply circuits is 50 percent; 
for four circuits 33H percent; and for five circuits 26 per¬ 
cent. Practically, very little reduction of necessary reserve 
capacity results from using more than five or six supply 
circuits. When a larger number of circuits is used, some of 
the transformers in the network area will be remote from 
transformers that are out of operation and \vill pick up 
relatively little of the load nmnaially supplied by the trans¬ 
formers associated with a supply circuit that is out of 
service. In other words, the reserve capacity in a network 
supplied by more than five or six subtransmission lines 
cannot be effectively utilised and the necessary percent 
reserve capacity in the network becomes practically con¬ 
stant as the number of supply ciremts increases Iwyond 
five or six. 

For more than five or six circuits the probaUlity of two 
circuits being out <A operation simultaneously may be 
great enough that such an emergency mxist be considered. 
More reserve capacity may be required in a network sup¬ 
plied by a larger number o( supply circuits than in one 
supplied by five or six circuits. The number of subtrans- 
mission circuits that can be expected to be operating at any 
time must have enough capacity to carry the total pri¬ 
mary-network load. 

Interlacing of the subtransmission circuits, to avoid 
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adjacent transformers being connected to the same sup¬ 
ply circuit, should be used to keep the spare capacity in 
the network to a minimum. The additional length of 
supply circuit usually is more than out-weighed by the 
saving in network unit capacity. See section 13. 

The construction used for the subtransmission circuits 
depends on available rights of way, subtransmission volt¬ 
age, and the value of the protection from lightning, 
storm, and tree hazards afforded by underground con¬ 
struction. Prevailing subtransmission circuits usually 
establish the type of construction to be followed by pri- 
mary^etwork supply circuits. Closely built up areas may 
require underground or aerial cable lines while open areas 
may permit using overhead open-wire construction. 

One important advantage of the network system is that 
the subtransmission circuits can be straight radial circuits 
protected by simple overcurrent relaying systems because 
service to all the loads in the network area is independent 
of the continuity of operation of any subtransmission 
circuit. The complicated relaying and duplication of sup¬ 
ply circuits required by the subtransmission grid (See 
Chapter 20) are not necessary for the operation of a pri¬ 
mary network. However, it is important that the supply 
circuits originate at bulk power stations that are closely 
interconnected so that the voltages on the various sub¬ 
transmission circuits are maintained practically equal and 
in phase. This is necessary to insure uniform load distribu¬ 
tion among the supply circuits. 

Automatic reclosing of the breaker at the supply end 
of an open-wire subtransmission circuit supplying primary- 
network units is not as important as it is for primary 
feeders or subtransmission lines in a simple radial system. 
In the primary-network system a fault on a subtransmis¬ 
sion circuit does not interrupt any load. Furthermore, it 
is not necessary to restore the faulted circuit to operation 
to maintain service to any loads served from the network. 
Reenergizing a subtransmission line connected to a faulted 
network transformer almost invariably would reestablish 
the fault and cause unnecessary damage to the transformer. 
If considerable radial load in addition to network load is 
served by an overhead subtransmission circuit, automatic 
reclosing of the subtransmission-line breaker may be justi¬ 
fied by the reduction of the duration of outages for the 
radial load when temporary subtransmission-line faults 
occur. Reclosing is not us^ on subtransmission cables 
because a fault in a high-voltage cable usually does not 
clear when the cable is deenergized. Reclosing on faulted 
cable circuits usually causes uimecessary damage to the 
cable. 

10. Modification of the Primary Network 

The foregoing discussion has been confined to the two 
basic forms of the primary network both of which oper¬ 
ate on the same fundamental network principle. Modi¬ 
fications that have been used or suggested are variations 
of arrangement and generally do not affect the funda- 
mentid operation. The two most important modifications 
are the use of fuses in place of mid-tie breakers and the 
adaptation of the network system to existing substations 
and distribution facilities. Fuses can be used in place of 
the mid-tie breakers in the system shoAvn in Fig. 2 because 
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the reclosing to reenergize the primary feeders after a tem¬ 
porary fault is done by the transformer breaker. In the 
system using two breakers per tie feeder, substituting 
fuses for these breakers is not practical because the fuses 
do not provide means for reestablishing service on the tie 
feeders in the case of temporary faults. Reclosing fuses 
might be used for this purpose if suitable, accurate, long 
time delays could be incorporated in the fuse to insuie 
property coordinated operation of the fuses at opposite 
ends of the line. If fuses are used in place of mid-tie 
breakers they must be coordinated carefully so that the 
fuses in the various tie circuits operate selectively. One 
important disadvantage of these fuses is that the tie feeders 
must be patrolled frequently so that fuses adjacent to a 
substation near which a tie-feeder fault has occurred do not 
remain open for long periods of time and result in dropping 
load around that substation when it is taken out of service 
at some later time because of a transformer or subtrans¬ 
mission-line fault or for maintenance or testing. 

Primary networks are usually applied in areas where 
there is an existing distribution system. For this reason 
it is often desirable to adapt existing substations to net¬ 
work operation. When the existing substations are equal 
or nearly equal to the network units that are to be used, 
it is necessary only to provide existing stations with net¬ 
work relaying and properly coordinated over-current relay¬ 
ing and to make sure that existing breakers are of adequate 
interrupting capacity. In larger stations it may be neces¬ 
sary to divide the station into sections nearly equal in 
capacity to the new network units to be installed. In some 
cases it may be feasible to segregate a small section of the 
bus in a large substation for oi>eration in the network sys¬ 
tem and supply this section of bus from the main station 
bus through a bus-sectionalizing breaker and current- 
limiting reactor so that the normal load and the available 
short-circuit kva on the small bus section are comparable 
to that of the network units. In this latter case the section- 
alizing breaker is relayed in the same way as the trans¬ 
former breaker in a network unit, and the feeder breakers 
on the small bus section are provided with the same type 
of control as other tie-feeder breakers in the network. 

Other modifications may suggest themselves in particu¬ 
lar cases. Any modification should be made only after it 
has been determined that tie-feeder sectionalizing devices 
and network-unit transformer breakers are properly co¬ 
ordinated and correct operation of the networtc is assured. 

III. THE AUTOMATIC A-C SECONDARY 
NETWORK SYSTEM 

All the secondary networks now operating in 196 cities, 
with one exception,** ** work on the same basic principle. 
Loads throughout a load area are supplied by taps from an 
interconnected system of low-voltage circuits. The utiliza¬ 
tion voltage,** at which the secondary mains are operated, 
varies among installations from 115/119 to 125/216 volts. 
The most prevalent voltage is 120/208 volts which pro¬ 
vides a standard lamp voltage from line-to-neutral and a 
three-phase line-to-line voltage that is generally satisfac¬ 
tory for 220-volt motors.” Power is supplied to this sys¬ 
tem of low-voltage circuits through several transformers 



702 


Primary and Secondary Network DietribuHon Syelema 


Chapter 21 


whkh in torn are energ^ied by two or more primary-feeder 
eireuita. AntomatieneitwOTkproteoton^'” and the natural 
tendeney of low-voltage faulta to clear themaelves**'” are 
ntifiaed to proteot aMwioe from the eeoondaiy networic from 
an boha In the cyatem, exempt complete failure oi the 
power atqpply. 

11. Hm Undarground Secondary Network 

Ike bade eleetrioal arrangonmt the eeeondary. net¬ 
work la ohown in Fig. 6. The grid ot aecmidary mains is 
the intareooDeoted eystem of low-yoltage oirouits fr(»n 
wUdi loads are served at utilisation voltage. The network 
tranaformen intreduoe power into the secondary mains at 
the intersection of the mains through network protectors, 
wkUi are automadc air cirouit breakers controlled by net¬ 
work relaying. Two or more primary feeders are used so 
Aat even when a primary feedn* is out of service all of the 
load can atiU be aupplM over the remaining feeder or 
foaden. The feeders to the network can come either from 
a dtatribution substation, from a bulk power substation, or 
a gSMsaling station. In network systems the feeders fre- 
gaendy operate at subtransmission voltage and are, in 
bet, aabtranmoknion circuits carried directly to the dis- 
te ii n tbn or network transformers. 

dbaondbry Maine —The load circuits or secondary 
mains bom which consumer services are tapped generally 
foOow the geographical pattern of the load area because 
^ n»*hni are located under the streets or alleys in the 
area so that the services to the consumers can be as short 
as pomible. This arrangement facilitates access to the 
maba to rqiairai maintenance, and service connections. 
In dndgqpronnd systems the secondary mains as well as 
bhar alnnib are generally carried in duct systems and 
Ika SHVlBa tnaneetions are made in manholes, vaults, or 
Jfllnw r jimadtm boxes. At the intersections of the sec- 
cndatjrkddba tbs corresponding phase conductors of the 
to taraaa tlh ig maiaa are connected together so that, in most 
cHy freaa where the low-voltage secondary network is 
^ipiiwle, the ajatem oi second^ mains t^es the form 
of a pkL In an Ideal case the grid forms a regular pattern 
such aa that shown in Fig. 6. 

In underground S 3 ^stems tine secondary mains generally 
are nmde up d aingle-conductor cables because the many 
faitereoiuiecticHis and service tape required in a sewmdary 
netwoHt can be made more ea^ and lees expensively on 
ringto-ecmductor cables than on multi-eonduotweablee. In 
the early stages of the network system lead-covered cables 
woe uis^ atooet exclusively. Within the last decade im¬ 
proved insubtingjoiaterials have resulted in exteorive use 
cf non-metallic beathed cables^ because q>lioes can be 
made more eaaly. Al^ou|d^ three>c(mductor cables gen¬ 
erally are not u^ it is oamm<m practice to twist aU the 
eottdnetors of a three-phase circuit together to keep to a 
mbimum tbs reactanoe of the circuit and tiius improve 
vdtage regutetioB. 

The siae of the conductors* b tiw secondary midn 
depends primarily on the required carrying onmeity. 
However, the v<dtage drop bom a tranafmrmertoany lo^ 
along the rnatna undnr normal operating eonditiou (aU 
tniufonnera b operatirm) should not exceed about two 



Fig. 6—Schematic diagram ahowing the basic arrangement of 
primary feeders, networic transformers, and secondary mains 
in a low-roltage secondary network. 


percent. The carrying capacity of a secondary-network 
m^ should be one-half to two-thirds of the rated capacity 
of the predommant siae of network-transformer unit. This 
is true because a part of the maximum load on a trans¬ 
former is usually sun>lied from the junction where the 
transformer is cmmect^, and the remamder of the output 
of the transformer usually is divided uitequally among the 
mains connected to the same junction as the transformer. 
Also, when the normal power supply frmn a netwm-k trans¬ 
former at one end of a seconda^ mam is out, all the load 
along the mab and part oi the load at the end whnre the 
transfcnmer is out is suiq)lied from the other end of the 

The conductor rises most frequently used b under¬ 
ground bw-vritage netw(^ are 4/0 and 260-, 850-, and 
500-MCM. However, because of relatively h^ voltage 
drop, difficulty of handling, and the difficulty of burning 
char taidto on 500-MCM cable, two 4/0 or 850-MCM 
oablao b parallel are frequentty uaed b place of one 500- 
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MCM conductor. The improvement in voltage regula- 
tion" is shown by Fig. 7. Two 260-MCM conductors in 
parallel have the same copper cross-section and essentially 
the same resistance as one 500-MCM. The paralleled 
250-MCM cables provide better regulation because the 
reactance of that circuit is about half that of the 500-MCM 
circuit. The smaller cables are easier to handle in the 
limited space in manholes and vaults. Where transformers 
larger than SOO-kva are used in a network multiple- 
conductor circuits always should be used. 

The operation of the secondary network depends on 
faults on-the secondary mains being burned off and clears 
ing without deenergising the system. This is feasible on 
low-voltage circuits such as 120/208-volt secondary-net¬ 
work mains because arcs are not sustained at that voltage. 
For circuits operating at higher voltages such as 460 volts 
this method ^ clearing faults is not dependable. Tests" 



Fig. 7—RelatlTe regulation per unit length of three-phaee <dr- 
cult for a balanced three-phaee current at various power fac¬ 
tors. A: For a circuit consisting of three SM-MCM single-con¬ 
ductor cables In a duct. B: For a circuit consisting of two 
parallel three-phase branches each made up of three 294- 
MCM sinipe-conductor cables in a separate duct. 

and calculations have shown that the minimum currents 
shown in Table 2 are required to bum clear the most 
severe type of fault. Such a fault is one where the cuirent 
and thermal capacity of the fault is greater than those of 
the conductor itself making it necessary to fuse the con¬ 
ductor on each side of the fault. In an actual installation 
such a fault might occur when a power shovel digs into a 
duct line. The probability of such a fault is rathw small. 
Most faults on network secondaries clear with much 
smaller currents than those shown in the tabulation. The 
values for undergroimd circuits are for either lead-covered 
<Mr non-leaded caJ^lee. A 500-MCM conductor is about the 
largest conductcnr that can be expected to bum clear con- 
sbttttly because larger conduotoirs require high minimum 
fault eiurrents, which are difficult to obtain in network 
muns except where the transformer capacity is highly con¬ 
centrated, and also because of the large amount of metallic 
yapof generated when a large conductor fuses. 

The ability of any netwc^ to clear secondary faults is 
imiwoved the use of paralMed-cooduetor eircuita 
Available dioit-oireuit ounents will bum off a small con- 


Tablb 2 —MiNunni Cukbent m Aupsaas RaqonoD nr Kaca 
Conductor on Both Smas or a Soud Fault on Smeia- 
CONDUCTOR CABLBS TO BURN OfP THB FAULT 


Conductor Size 

Overhead Cireoit 

Underground Cireoit 

1 

1000 

1000 

1/0 

1300 

1300 

3/0 

1400 

noo 

8/0 

1700 

2000 

4/0 

2100 

3000 

2S0MCM 

2300 

saoo 

360 MCM 

3000 

4000 

600 MCM 

4000 

0000 


ductor more quickly than a large conduetor. Also witii 
the pandlel arrangement of Ihe secoodaiy-OMdn eondue- 
tors a fault opens only one of the branches of the main and 
leaves the other branch of Uie main in operation to help 
maintain the maximum possible fault current availaUe at 
the fault point. Furthermore, the parallded circuits of the 
main can be tied together at short intorvals so that onfy a 
small section of the main is affected h||hfaBH. Tying tile 
paraUd circuits together increases th|Phtit current at the 
fault point in most cases. 

The effects of parallded mains and tie paints are Bhia- 
trated by Fig. 8. A fault near a junctina is more difficult 
to clear than a similar fault at any otiMT location on the 
main because the current to one si^ of tile fault is limited 
by the impedance of the entire main. Sudi a fault in a 
well-designed network grid is quickly burned clear between 
the fault and the nearest junction pohit as shown in Fig. 
8(a). Occasionally the fault current over a long seconds^ 
main is not enough to burn off a sdid fault on a main con¬ 
sisting of a single-conductor per phase. The eumnts tiiowB 
in Fig. 8 are calculated for t^ conditims shown. Tte 
current to a fault at the end of a 500doot, 500-MCM 
secondary main, Fig. 8(a), will be 4250 angiem or OO^ 85 
percent of the 5000 amperes necessary to dear a solid uuH 
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on that sixe conductor. If, as in (b), two paralleled 4/0 
cables without tie points are substitute for the 500-MCM 
conductor the fault clearing ability is improved. There is 
still only 98.2 percent of the 2900 amperes required for the 
worst fault; however, the probability of the fault not clear¬ 
ing is very remote. But if, as in (c), the two paralleled 4/0 
conductors are tied together at the midpoint of the main, 
the available fault current from the main to the fault is 
increased to 149.2 percent of the 2900 amperes required. 
This provides a wide margin of safety. There are two 
reasons for this result. Both transformers can supply 
current to the fault even after it burns off on one side; 
and the effective impedance to the fault is less than that 
in either case (a) or (b). In the case of two 4/0 conductors 
per phase and 300-kva transformers, 100- to 150- foot 
intervals between tie points are short enough to burn clear 
a fault such as shown in Fig. 8(c), even on mains as long as 
1350 feet. Mains of such length seldom occur in secondary 
networks. The effectiveness of this method depends on 
there being two branches of the main each in a separate 
duct to prevent a fault in one branch from communicating 
to the other. Usually these tie points are provided auto¬ 
matically by service taps along the mains; on a parallel- 
conductor main the branches should be tied together at 
service points because of the improved voltage regulation 
and decreased losses in the main. 

Limiters —Frequently there are a few mains in a sec¬ 
ondary-network grid where fault current is insufficient to 
insure clearing a solid fault. Also some severe faults result 
in a considerable amount of damaged cable before the 
fault is cleared. To minimize the amount of cable damage 
resulting from secondary faults and to avoid the infrequent 
cases where a secondary fault fails to clear in a reasonable 
time the limiter was developed and applied first in New 
York in 1936."-** The limiter also provides means for 
isolating secondary faults on secondary mains in fringe 
areas of a network where there is insufficient fault current 
available to fuse the secondary mains in the case of a solid 
fault. The limiter is a restrict^ copper section installed in 
the secondary main at each junction point; the fusing 
characteristics of the limiter are designed to clear a faulted 
section of main before the cable insulation is damaged by 
the heat generated by the fault current. The e.xtent to 
which limiters are applied in a network depends on eco¬ 
nomic considerations as well as on the necessity for provid¬ 
ing means of clearing faults. In some networks, limiters 
are installed in all secondary mains on the basis that the 
saving in damaged secondary cable justifies the applica¬ 
tion. It is cheaper to apply limiters on non-leaded cables 
than on lead-covered ones, especially if the lead sheath 
must be continued over the limiters by means of wiped- 
solder joints. Local costs and local secondary-fault expe¬ 
rience must be considered in each case. 

Network Units —A secondary-network unit consists 
of the network transformer and its associated primary 
disconnect switch and network protector. The network 
transformer is the distribution transformer in the network 
system. It combines the functions of both the distribution- 
substation transformer and the distribution transformer 
when subtransmission supply circuits are connected di¬ 
rectly to the network tra^ormers. The primary discon¬ 


necting switch provides means for disconnecting a trans¬ 
former from the primary feeder and it may also incorporate 
means for short circuiting and grounding the primary 
feeder for the safety of workmen when the feeder is being 
repaired or extendi. The network protector** is an elec¬ 
trically-operated air circuit breaker controlled by network 
relays*’ so that it automatically disconnects the trans¬ 
former from the secondary grid when power flows from the 
grid to the transformer and reconnects the transformer to 
the grid when the transformer can supply power to the 
grid. An installation of three network units in a vault is 
shown in Fig. 9. 

Transformer —Three-phase transformers generally are 
used because the space required and weight of the trans¬ 
former is less for three-phase units than for an equivalent 
bank of single-phase units and the cost is less for the three- 
phase unit. Single-phase transformers offer no advantage 
from the standpoint of service continuity because the 
interconnected secondary grid maintains the service at a 
transformer point even though that transformer is out of 
operation. However, when existing single-phase trans¬ 
formers have impedances and voltage such that they can 
be paralleled with network units, they can be used in a 
network system. This often occurs when an existing dis¬ 
tribution system is converted to a low-voltage secondary- 
network system. Single-phase transformers sometimes are 
necessary because of space and weight limitations of eleva¬ 
tors, hallways, doorways, manholes, and other means by 
which the transformers must be moved into position in 
vaults. This is particularly true for building vaults. 

Oil predominates as the cooling and insulating medium 
for network transformers primarily because of its relatively 
low cost and because other suitable mediums were not 



Fig. 9—Three submertible eecondary-network unite Installed 
In a vault. Bach unit consists of a SM-kva transformer with a 
lM9-ampere network protector on the left end and a primary 
switch and terminal chamber on the right end. 
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Fift. 10—A network protector in a subway housing. This is the 
type of protector that is mounted on the ieft end of the trans* 
formers in Fig. 9. 

available in early stages of the development of the network 
system. The chief disadvantages of oil-filled transformers 
are the explosion and fire hazards. A non-inflammable 
liquid, such as Inerteen, eliminates the fire hazard and it is 
us^ in many cases where a fire would be difficult to con¬ 
trol or would be likely to cause extensive damage. Both 
oil-insulated and non-inflammable-liquid-insulated trans¬ 
formers can be used where a submersible unit is required. 
Air-insulated transformers that use no liquid and eliminate 
both the fire and explosion hazards are particularly suit¬ 
able for installations in buildings 

In addition to providing for a primary switch and means 
for mounting a low-voltage protector, a network trans¬ 
former is carefully construct^ to reduce the probability 
of internal faults. Submersible-transformer tanks are 
constructed to resist corrosion resulting from submersion. 
Resistance to corrosion is obtained by heavier tank bot¬ 
toms and cooling tubes, alloy hardware, and special paint. 
The size of a network transformer is made as small as 
possible, consistent with proper electrical construction, to 
save transformer-vault space. 

The High-Voltage Switch, with which a network 
transformer is generally provided, may be a two-position 
grounding switch, a two-position disconnecting switch, or 
a three-position disconnecting and grounding switch. The 
two-position grounding switch does not disconnect the 
transformer from its primary feeder; it short circuits and 
grounds the primary-feeder circuit at the transformer pri¬ 
mary terminals. From the standpoint of safety this t 3 rpe 
of switch is adequate but it has the disadvantage that 
dielectric tests on the primary-feeder cables must be made 
with the primary w'indings of the netw’ork transformers 
connected to the cable circuits. If these windings are delta- 


connected and are properly insulated a high-voltage d-c 
test potential can be used on the feeder cables. Star- 
connected primary windings make it impractical to use 
this type of switch because it is then practically impossible 
to test the feeder cables without disconnecting the trans¬ 
former from the feeder cables. The two-position discon¬ 
necting switch facilitates testing the feeder cables but has 
the disadvantage that the feeder cable must be grounded 
separately to provide safe working conditions for repairing 
the cable. The three-position disconnecting and grounding 
switch provides both the safety of grounding the feeder 
cable and the convenience of disconnecting the transformer 
from the cable to facilitate testing the feeder cable. The 
three positions of this switch are “Transformer,” “Open,” 
and “Ground.” In the “Transformer” position the feeder 
is connected to the transformer. In the “Open” position 
the transformer is disconnected from the feeder circuit. 
In the “Ground” position the primary feeder is discon¬ 
nected from the transformer and grounded. 

The primary switch is a manually operated device and 
generally is not capable of opening transformer exciting 
current. For that reason the switch usually is interlocked 
so that it cannot be op>erated unless the transformer is 
deenergized. Therefore, the feeder circuit must be deener¬ 
gized at its supply end to deenergize the transformers be¬ 
fore the disconnect switches can be opened. The sequence 
of operations of the three-position primary switch is ar¬ 
ranged so that to ground the primary feeder the switch can 
be moved to the “Ground” position only from the “Trans¬ 
former” position. This sequence of operations prevents 
grounding an energized feeder circuit because if the feeder 
is energized with the switch in the “Open” position, the 
interlock locks the switch when the switch is moved to the 
“Transformer” position where it must be before being 
moved to the “Ground” position. In some cases, such as 
when radial loads are served from the same primary feeders 
that serve network transformers, it is desirable to be able 
to disconnect a network transformer from an energized 
feeder. For that purpose the primary disconnecting switch 
must be capable of opening exciting current and must be so 
inter-locked that it cannot be opened unless the associated 
protector on the low-voltage side of the transformer is opened 
to remove load from the transformer. A three-position 
switch for interrupting exciting current must have an addi¬ 
tional interlock to prevent grounding an energized feeder 
circuit. A three-position primary switch is shown on the 
right end of each network unit in Fig. 9. The high-voltage 
switch compartment usually is combined with a terminal 
chamber or potheads for terminating the primary-feeder 
cables. 

The Network Protector^ is an electrically-operated 
air circuit breaker controlled by directional-tripping and 
voltage-reclosing relays. The breaker, the operating mech¬ 
anism, and the relays are assembled together to form a self- 
contained unit that in many cases is bolted to a throat, 
enclosing the secondary terminals, on the network trans¬ 
former. Such a protector is shown in Fig. 10 and on the 
left end of the network unit in Fig. 9. 

The basic directional-tripping function and the over¬ 
voltage-reclosing function of the network relaying are 
combinecl in one thre<vpha.se rolay'’^ calle<l the master 
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network relay. The master relay is mounted in the lower 
left comer of the protector, Fig. 10. This relay is a watt- 
type induction relay. The master relay closes its closing 
contacts when the protector breaker is open and the volt¬ 
age of its associate transformer is slightly greater than 
and essentially in phase with the corresponding network 
voltage. The tripping contacts close when the protector is 
closed and a current in excess of the minimum setting of 
the relay flows through the protector from the network 
secondary mains to the transformer. 

The overvoltage-closing function of the master relay is 
usually modified by a phasing relay” so that the protector 
does not close if the voltage of the transformer being 
connected to the secondary grid appreciably lags the net¬ 
work voltage. This insures that the network protector 
closes only if the relationship between the transformer 
voltage and network voltages is such that power flows 
toward the network when the protector closes and does not 
immediately reopen because of the resulting current flow 
being in effect a reversed current. The phasing relay is 
mounted directly above the master relay in the protector, 
Fig. 10. 

It is desirable to have the network relays sensitive 
enough that the network protectors open on the exciting 
current of their associated transformers when the corre¬ 
sponding primary-feeder breaker is opened. This not only 
provides a simple means of periodically checking the opera¬ 
tion of the network protectors but also makes it unneces¬ 
sary to go to all the protectors associated with a particular 
feeder in order to deenergize the feeder for repairs. An¬ 
other advantage of sensitive tripping is that the protectors 
can isolate single-lihe-to-ground faults on a circuit supply¬ 
ing the network, when the primaries of the network trans¬ 
formers are connected in delta. However, in infrequent 
cases, such as when regenerative loads are supplied from 
the network, sensitive tripping will result in too frequent 
operation of protectors. In these cases the sensitivity is 
decreased for normal conditions by means of a desensitiz¬ 
ing relay.” This relay permits the protector to trip on 
small reversed currents only after a predetermined time- 
delay and on large reversed currents without intentional 
time-delay. 

Primary Feeders —^The primary feeders supplying a 
low-voltage network generally are radial circuits because 
the interconnection of the secondary mains and the opera¬ 
tion of the network protectors provide means of maintain¬ 
ing service to all loads on the network independent of the 
loss of any one feeder. In underground systems the feeder 
circuits are usually lead-sheathed cables. Both three-con¬ 
ductor and single-conductor cables are used. Three-con¬ 
ductor cables frequently are used for the main feeders be¬ 
cause of the lower cost. Single-conductor cables frequently 
are used for sub-feeders and laterals because single-conduc¬ 
tor cables facilitate making the large number of splices and 
joints required on these sections of feeders. 

The primary feeders to a secondary network may origi¬ 
nate at a distribution substation, at a bulk power sub¬ 
station, or at a generating plant. The primary feeders 
should originate at the same substation or at substations 
that are closely tied together** because the feeders are 
paralleled through the low-voltage secondary mains of the 


network grid and angular voltage differences between 
primary feeders result in improper load division or cause a 
large number of protectors to open. Furthermore, if the 
feeders are supplied from more than one substation, it may 
be necessary to plan the network on the basis of one of a 
few substations instead of one of several feeders being out 
of service. For example, a network system supplied over 
four feeders from two single-transformer distribution sub¬ 
stations (two feeders per substation) has to be designed to 
carry the total network load on half of the network trans¬ 
formers because of the probability of an outage of one 
substation. If all four feeders are supplied by one sub¬ 
station so arranged that power is always available at its 
low-voltage bus, it is reasonable to assume that the worst 
emergency condition is the loss of one of the four primary 
feeders. In this case three-fourths of the network trans¬ 
formers are always available to carry the total load. Much 
more reserve network transformer capacity is required in 
the former case than in the latter. If the feeders supplying 
network transformers originate at a distribution substation 
the subtransmission supply to that substation should be a 
subtransmission loop or grid and the substation should 
have duplicate transformers (See Chapter 20). The ar¬ 
rangement of the secondary network provides continuous 
service regardless of faults in network transformers or pri¬ 
mary feeders. In practical operation the reliability of 
service from the secondary network is limited only by the 
reliability of power supply to the primary feeders supply¬ 
ing the network transformers. 

In many areas where the secondary network is appli¬ 
cable the total load frequently is sufficient for two or more 
subtransmission circuits. Network transformers usually 
are three phase and range from 150 to 600 kva. The addi¬ 
tional cost of using transformers rated for .subtran-smission 
voltages instead of for the lower voltages generally used 
for radial primary feeders is fairly small. These two factors 
make it economical to supply a secondary-network system 
over radial subtransmission circuits and thus eliminate 
the distribution substation. In this case there is only one 
voltage transformation between subtransmission voltage 
and utilization voltage. In many cases these sub trans¬ 
mission circuits originate at a generator bus. This makes 
a simple distribution system with a direct path from gen¬ 
erators to consumer services. 

Automatic reclosing generally is not used on under¬ 
ground supply circuits in a network system for two rea¬ 
sons. The first is that faults in cable circuits operating at 
more than 600 volts seldom clear when they are deener¬ 
gized. The second reason is that in the network system 
it is not necessary to reenergize a supply circuit as quickly 
as possible to minimize service interruption because a 
stipply circuit fault does not drop any network load. 
Furthermore, the network system allows a faulted supply 
circuit to be repaired deliberately, using as much time and 
taking whatever precautions are necessary to insure a good 
repair job, without interrupting load. 

The secondary-network system is well adapted to bus- 
voltage regulation because the network load is divided 
almost equally among the feeders or subtransmission cir¬ 
cuits supplying the network and consequently the same 
relationship between bus voltage and load voltage is satis- 
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factory for all the network supply circuits. Feeder-voltage 
regulation seldom is used because of voltage differences** 
that may be introduced between feeders by the individual 
regulators. This is particularly true of three-phase induc¬ 
tion regulators because they may introduce an angular 
displacement as well as an in-phase voltage difference. 
Furthermore, bus-voltage regulation is generally more eco¬ 
nomical. When network feeders are supplied from a gen¬ 
erator bus, generator-voltage regulation can be used if the 
voltage variations required by the network loads are satis¬ 
factory for other loads served from the same generator bus. 

12. The Overhead Network 

The overhead secondary network*® follows the same 
general pattern as the underground network and differs 
from the underground network primarily by having the 
secondary mains, network units, and in many cases the 
primary feeders overhead on poles. Extensions of the 
fringe of an underground network frequently are carried 
overhead in areas where underground construction is not 
used. The secondary mains are supported by racks or 
messenger cables. The network transformers and net¬ 
work protectors are mounted on poles or on platforms 
depending on the size of the network unit. In areas where 
overhead construction is used load densities are generally 
lower than in underground areas and the network trans¬ 
formers are correspondingly smaller. Transformer ratings 
most frequently used in overhead networks range from 50 
to 150 kva. The network protectors^^ used in overhead 
network systems are generally smaller than protectors for 
underground systems but operate in the same way. Over¬ 
head secondary-network main conductors are smaller than 
underground-network main conductors and faults are 
burned clear as they are in the underground network. When 
the secondary-main conductors are mounted in the open 
on racks in the overhead network, a definite spacing is 
maintained between the conductors and faults are more 
easily cleared than in underground mains. The fault cur¬ 
rents required to clear faults on overhead secondary mains 
are shown in Table 2. 

13. Operation of the Secondary Network 

Normally all primary feeders of the network system are 
in operation and carry a proportionate share of the total 
network load according to the transformer capacity served 
by each feeder. Each load on the network is supplied by 
not less than two paths and the load inherently divides so 
that the best possible voltage is maintained at all points 
in the network grid. As loads change, the division of load 
changes so that equal voltage drop is maintained from 
adjacent transformers to every point on any interconnect¬ 
ing main. Thus, for any given load conditions the least 
possible voltage drop to services is obtained. Since there 
are at least two paths of supply to any load tap in the 
secondary grid, abrupt changes of load—such as starting 
large motors** —cause less voltage disturbance in a net¬ 
work system than in a system having radial secondary 
mains, even if the radial system were designed for the same 
steady-load voltage drop as the network system. 

Faults in Secondary Mains are burned clear as ex¬ 
plained previously in the description of the network 


secondary mains. Most of these faults either are arcs or 
have less thermal capacity than the secondary-main con¬ 
ductor; this type of fault is cleared quickly without inter¬ 
rupting loads. A few faults have high thermal capacity 
and must be cleared by fusing the conductor between the 
fault and adjacent junction points in the grid. Such faults 
may result in dropping all the load on one section of sec¬ 
ondary main. However, such faults occur infrequently. 

Primary-Feeder Faults are cleared by opening the 
breaker at the supply end of the faulted feeder and opening 
all the network protectors in network units associated with 
the faulted feeder. None of the load is dropped and the 
total load divides among the remaining feeders. When the 
faulted supply circuit is repaired it is returned to operation 
by closing its breaker. When the feeder is reenergized with 
the correct voltage, the protectors that opened because of 
the fault reclose and the feeder again carries its share of the 
load. A transformer fault is isolated in the same manner as 
a primary-feeder fault. If the transformer is equipped with 
a high-voltage disconnecting switch the faulted trans¬ 
former can be switched off the deenergized feeder and that 
feeder can be returned to service. However, this is not 
necessary, if the transformer can be replaced in a reason¬ 
ably short time, because the network system must be 
capable of carrying the total network load with any one 
feeder out of service. 

Under emergency conditions with one feeder open the 
load is distributed among the network units supplied by 
the feeders remaining in operation. Under these conditions 
the voltage regulation at some points in the network, par¬ 
ticularly those where a network unit is disconnected from 
the grid, will not be as good as under normal conditions. 
The amount by which the voltage drop under emergency 
conditions exceeds that for normal operation depends to a 
considerable extent on the uniformity of the load distribu¬ 
tion among the network units during an emergency. 

Load Division — The uniformity of load division 
among the network units for either emergency or normal 
operation depends on the ratio of the impedance of a 
section of secondary main to the impedance of a network 
transformer The load division between transformer banks 
on a network generally is satisfactory if the ratio of main- 
to-transformer impedance is three or less and if the trans¬ 
formers are correctly selected as to size and properly 
located with respect to the major loads on the network. In 
general, load division under normal operating conditions 
has not proved to be a serious problem on network systems 
because, when enough transformer capacity is provided to 
prevent overloading with a primary circuit out of service, 
there is sufficient capacity to take care of the normal differ¬ 
ence in loading of the banks. If in isolated cases a bank 
of transformers is carrying much more than its share of the 
load, this can be corrected by installing a larger bank, a 
duplicate unit, or external reactors** in series with the 
existing bank on the secondary side. 

The choice of transformer impedance for the network 
unit depends on its effect not only on load division but 
also on fault currents, circulating currents, and voltage 
regulation. Other things being equal, the lower the im¬ 
pedance of the transformers the better the voltage regula¬ 
tion, the higher the fault currents, the higher the circulat- 
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ing currents between primary feeders, and the poorer the 
lofi^ division between transformer banks. Improved volt¬ 
age regulation and, in most cases, higher fault currents to 
insure burning secondary faults clear favor the use of low- 
impedance transformers. High transformer impedances, 
such as seven to ten percent, have been used, particularly 
in early installations of the secondary network, to improve 
load division and to reduce circulating currents between 
banks at times of light load and the resultant undesirable 
network-protector operations. Circulating currents are 
caused by voltage (lifferen 9 es between primary feeders, 
resulting from such factors as supplying the feeders from 
different buses, differences in feeder-voltage regulators, or 
tapping large radial loads off one or more of the network 
primary feeders. Relatively high impedance in the sec¬ 
ondary mains between low-impedance transformers re¬ 
duces the circulating current but results in poorer distribu¬ 
tion of load between transformer banks, both under nor¬ 
mal conditions and when one primary feeder is out of 
service, than would be the case if lower-impedance sec¬ 
ondary mains were used. Generally a network-transformer 
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Fig. 11—Effect of interlacing primary feeders on load division 
among the network units remaining in service in a regularly 
spaced uniformly loaded network when one feeder is out of 
service, (a) Five feeders* A* B* C* D, and E* running parallel 
through the network area, (b) Five feeders* A* B* C, D* and E* 
interlaced in the network area, (c) Maximum load on any 
network unit with any one feeder* out of a total of five supply¬ 
ing the network* out of service: Curve A for parallel feeders 
and Curve B for interlaced feeders. 


Table 3—Relationship Between Transpormer Capacity 
AND Peak Load in a Secondary-Network System 


Number of Feeders 

Ratio of Peak Load To Transformer Capacity 

Ideal 

Usually Attainable 

2 

0.50 

0.40 

3 

0.67 

0.54 

4 

0.75 

0.58 

5 

0.80 

0.60 

6 

0.83 

0.61 


impedance of about five percent provides satisfactory oper¬ 
ating conditions. The majority of network transformers 
in operation have impedances ranging from four to six 
percent." If an impedance outside this range appears de¬ 
sirable, the effect on voltage regulation and lamp flicker 
should be carefully considered. 

Interlacing Supply Circuits —The maximum load on 
transformers in a network system when one feeder is out 
depends not only on the ratio of secondary-main imped¬ 
ance to transformer impedance but also on the pattern of 
the primary-feeder connections to the transformers in the 
network. This latter effect is illustrated in Fig. 11 for a 
uniformly loaded, regularly spaced network. Two ex¬ 
tremes of primary feeder routing are shown in Figs. 11(a) 
and 11(b). One extreme is the parallel primary-feeder 
arrangement in which all transformers along one line of 
secondary mains are connected to one primary feeder as 
shown in Fig. 11(a). The other extreme is the interlaced 
primary-feeder arrangement in which each transformer 
connected to one feeder is surrounded by transformers, at 
adjacent junction points, that are connected to other feed¬ 
ers. The curves in Fig. 11(c) show that the maximum 
transformer load when one feeder is out of service is con¬ 
siderably less, for all practical impedance ratios, with inter¬ 
laced feeders than with parallel feeders. 

Ratio of Load to Transformer Capacity—In order 
to avoid overloading the transformers in a network it is 
necessary to provide enough capacity in the network units 
so that the maximum loading on any unit when one feeder 
is out of service does not exceed the capacity of the unit. 
The necessary installed capacity depends on how well the 
load divides among the units as determined by impedance 
ratio and feeder interlacing and on the number of feeders 
supplying the network. Under ideal conditions it is neces¬ 
sary to have twice as much transformer capacity as total 
load in a network served by two primary feeders, so that 
the network units served by one feeder can carry the total 
load when the other feeder is out of service. For networks 
supplied by six feeders or less it is reasonable to assume 
that not more than one feeder will be open at any time 
during peak load. Table 3 gives the ideal ratio of peak 
load to total transformer capacity in a network for two to 
sbc interlaced feeders. Increasing the number of feeders 
from two to three and from three to four improves the 
ideal ratio rapidly; but, as the number of feeders is in¬ 
creased further, the saving in transformer capacity de¬ 
creases so that there is little gain in using six feeders in¬ 
stead of five. This is especially true for the ratio that usu¬ 
ally can be attained. The ideal ratio Can be realized only 
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if the transformers can be loaded exactly to their capacities 
and if the load divides uniformly among the units in 
service at any time. These conditions do not occur in 
practice and the ratio that actually is obtained, is usually 
about that shown in the right hand column of Table 3. The 
ratio of total peak load to total transformer capacity of 121 
networks in 1937 was 0.44.** This value is based on exist¬ 
ing load and transformer capacity; the transformer capa¬ 
city in the actual networks probably provides for some 
load growth beyond the existing loads. The factors in 
Table 3 are based on loads for which a network is designed 
and which include provision for load growth. If allowance 
is made for this discrepancy, the ratio of 0.44 is compara¬ 
ble to the average of the attainable ratios in Table 3. 

14. Economic Field of Application 

The simplicity of the secondary-network system is an 
economic advantage in many cases. In many distribution 
systems subtransmission circuits can be carried directly 
from bulk power stations to the distribution or network 
transformers. This means that a considerable saving can 
be made by eliminating the distribution substation nor¬ 
mally required by other systems. Another source of sav 
ings results from eliminating the duplication of primary 
feeders or subtransmission circuits and the accompanying 
high-voltage switchgear required in radial systems to pro¬ 
vide a high degree of reliability. Secondary copper can be 
saved in many cases because the interconnected grid elim¬ 
inates the need for separate secondaries frequently required 
in radial systems for light and power loads. Capacity can 
be added in the secondary-network system in even smaller 
increments than in the primary network. The economic 
advantage of adding small increments, as explained in the 
discussion of the primary network system, is more pro¬ 
nounced for the low-voltage network than for the primary 
network. 

The relatively large amount of secondary switchgear, 
in the form of network protectors, tends to make the in¬ 
stalled cost of the network system higher than that of a 
radial system and counteracts part of the gain from the 
simplicity of the subtransmission and primary-feeder part 
of the secondary-network system. Interlaced primary 
feeders in the secondary-network system require more 
feeder circuit than do parallel feeders. They may require 
more feeder circuit than a radial system using duplicate 
feeders or primary switching to provide for isolating a 
faulted primary fe^er or section of feeder. The additional 
feeder circuit required by interlacing usually is compen¬ 
sated for by the saving in network-transformer capacity. 
The use of primary switches in the network units counter¬ 
acts some of the savings resulting from the elimination of 
many automatic breakers in the subtransmission circuits 
or primary feeders. 

The low-voltage network generally has an economic ad¬ 
vantage from the standpoint of operating costs. System 
losses are generally lower in the secondary network than in 
other systems of comparable load capacity chiefly because 
of two factors. One of these is the simplicity of the sub¬ 
transmission circuits and primary feeders and, in many 
cases, the eliminati<m of the distribution-substation transr- 
formers. The other factor is that, since there are at least 


two paths of supply to each service tap, the load currents 
divide among the secondary mains in such a way that min¬ 
imum losses are obtained for any given load condition. 
Maintenance and repair work on the system can be done 
under the most favorable conditions b^ause any element 
in the system, except secondary mains, can be isolated from 
the system without interrupting any load. One operating 
disadvantage is the large number of network protectors 
that must be maintained. 

The interconnected secondary grid places the duplica¬ 
tion of supply paths as close as possible to the loads being 
served. For this reason the secondary-network provides 
better continuity of service than any other distribution 
system except the d-c network system. The high cost of 
the d-c network system eliminates it from consideration in 
the selection of a distribution system especially since it 
affords no greater reliability than the a-c secondary net¬ 
work. The grid arrangement of the secondary mains also 
provides the best possible voltage conditions at the loads 
consistent with economical system design. The voltage 
regulation at the service taps on a secondary network sys¬ 
tem generally is better than that provided by other sys¬ 
tems. This is particularly true from the standpoint of 
lamp flicker because abrupt load changes can divide be¬ 
tween at least two paths of supply. 

Generally if high quality of service is required in any 
load area the secondary-network system is the most 
economical means of supplying power. Under certain con¬ 
ditions the secondary-network system is the most eco¬ 
nomical system even when a high degree of reliability is 
not necessary. This is generally true where the entire 
distribution system is underground because a radial sys¬ 
tem requires many switching and sectionalizing devices 
and duplication of subtransmission circuits and primary 
feeders to avoid long interruptions of service while cable 
circuits are being repaired. Faulted overhead circuits 
usually can be returned to service in a reasonably short 
time, but a much longer time is required to locate and re¬ 
pair a fault in a cable circuit. The economic comparison” 
of typical distribution systems shown in Fig. 4 shows that 
if all distribution circuits are open-wire the overhead net¬ 
work is likely to be the least expensive system for uniform 
load densities above about 3000 kva per square mile. A 
similar comparison^ of systems in a uniformly loaded area 
where all subtransmission and primary circuits are under¬ 
ground, as shown in Fig. 12, indicates that in such load 
areas the overhead network (Curve E), may be economical 
for load densities above about 3600 kva per square-mile. 
The comparisons shown in Figs. 4 and 12 are based on an 
area of sixteen square miles in which the load is assumed to 
be uniformly distributed and to grow uniformly at a con¬ 
stant rate of ten percent per year. Although such uniform 
conditions do not occur in actual cases the comparisons 
show trends that are likely to occur in actual cases. In 
actual cases the load generally is not uniformly distributed 
and the load growth usually varies from year to year and 
from section to section. The fact that the secondary net¬ 
work can be expanded in small increments is of greater 
advantage under such conditions than under uniform load 
conditions, as explained in connection with the primary- 
network system (See sections 6 and 7). This factor is 
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LOAD DENSITY-KVA PER SQUARE MILE 


Pig. 12—Relative cost of several types of distribution systems, 
for various load densities in a sixteen-square-mile area where 
the uniformly distributed load grows ten percent per year, on 
the basis of all subtransmission and 4-kv primary feeders 
underground and secondaries overhead. See Fig. 4 for the 
type of system represented by each curve. 


even more important in the secondary network than it is 
in the case of the primary network because the secondary- 
network units are smaller than those in the primary net¬ 
work and system capacity can be changed in correspond¬ 
ingly smaller increments. 

15. Planning the Secondary Network 

The planning of a network system is not as straight¬ 
forward as that of a radial system but the procedure is 
relatively simple.^^ The ideal method is to use a calcu¬ 
lating board because it is practically impossible to calcu¬ 
late the characteristics of a network by other means. As 
in any planning problem, it is necessary to have adequate 
information (loads, available supply, existing facilities, 
and available circuit locations) on which to base the 
design of a network. With this information available the 
procedure then is to lay out by estimation an apparently 
feasible plan. This plan is then studied on a network 
calculator or by inspection and revised until a good design 
is obtained. 

Preliminary Estimates —In a radial system primary 
and secondary circuits can be laid out and regulation, 
transformer capacity, and circuit capacity can be calcu¬ 
lated directly by arithmetical means. This is not true in 
the case of the network because the loads divide among 


the various transformers and primary circuits in such a 
way that calculations of the characteristics of the system 
by ordinary methods become tedious. There are two 
general methods of planning a network system. One is to 
use a network calculator or a miniature system®^ to de¬ 
termine the characteristics of an estimated system arrange¬ 
ment and then make such revisions as are required. The 
other method is to estimate a plan and then by inspection 
estimate the division of load for various conditions; the 
plan is then revised until the estimated load division gives 
satisfactory conditions. The first method is more satis¬ 
factory because it shows accurately the operating charac¬ 
teristics of the plan being considered while the accuracy of 
the estimation-by-inspection method can be determined 
only after the system has been installed. The network- 
calculator method is described briefly in the following 
paragraphs. 

The first step is to concentrate the loads, in the proper 
units, at various points throughout the network so that a 
reasonable number of circuit elements can be considered. 
In order to do this the secondary-main arrangement that 
appears best should be drawn. This step is illustrated by 
the mesh of solid lines in Fig. 13 for a section of a typical 
network area. The numbers distributed inside the dotted 
building areas in Fig. 13 are present loads at service points 
and are in terms of diversified kilowatt demand at the 
distribution transformers. After the secondary grid is 
drawn the distributed loads along each section of main are 
concentrated at the junction points. A good approxima¬ 
tion is to divide each load between the adjacent junctions 
in inverse proportion to the distances between the load and 
the junctions. After these loads are concentrated at junc¬ 
tion points they are converted to ultimate kva of diversified 
demand, at the transformers, for which the network is to 
be designed. In the typical example the present loads are 
increased by a factor of 1.4, providing for 25-percent load 
growth for approximately seven percent annually for three 
years) and converting from kilowatts to kva at 90-percent 
power factor. The loads are then of such size and so 
located that they can be represented on a network calcu¬ 
lator conveniently, and they accurately represent load 
conditions in the network area for which the network must 
be designed. Where a large individual load is served from 
a point along a section of main it is preferable to consider 
that load at that point and possibly locate a transformer 
adjacent to the load, even if there is no junction with other 
secondaries. This condition is illustrated at point e in 
Fig. 13. The load near some points, such as f, may be so 
light that a concentrated load need not be considered but 
secondary mains should be provided to insure good load 
division among the various parts of the network for 
emergency conditions. 

The layout of the secondary grid is made on the basis 
of the locations of the loads that must be served and the 
routes of existing secondary mains. In most cases existing 
secondaries almost completely cover the area and it is 
only necessary to connect these secondaries into a contin¬ 
uous grid. In some places it may be desirable to add 
sections of main to provide multiple paths to certain loads 
for emergencies when adjacent transformers are out of 
service. 
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Pig. 13—Present distributed loads along the secondary main, in terms of kw of diversified demand at the distribution trans¬ 
former, and the corresponding concentrated loads at the intersections of the mains, in terms of diversified kva demand includ¬ 
ing estimated load growth, form the basis for designing a secondary network in a typical load area. 


When the loads and secondary plan have been deter¬ 
mined the approximate sizes and locations of transformers 
can be selected. The transformer size will depend on the 
type of system, size of concentrated loads, number of 
feeders available, the feeder interlacing obtainable, and 
spacing of the transformers. In general, the larger the 
transformer the lower the cost per kva and the wider the 
spacing between transformers in the network. But as this 
spacing is increased the secondaries must be larger to keep 
secondary voltage drop within reasonable limits and to 
provide adequate carrying capacity. As the number of 
transformers is reduc^ less primary cable is required. 
The ideal size of transformer then is that which not only 
handles the loads but also gives a minimum total cost 
including costs of primary feeders, transformers, and 
secondary mains. In the initial trial plan for the network 
the transformers should be located at the major loads and 
at the various junctions where the concentrated loads are 
large enough so that the distance between transformers is 
not greater than about two blocks or 600 to 800 feet. 
Usually the spacing is less than this because of the locations 
of loads. It is generally desirable to select not more than 
two sizes of network transformers. This permits stocking 
fewer spare transformers and protectors. Also, inter¬ 
changeability of units and parts is increased by using only 
one or two sizes. At points where large concentrated loads 
are served it is desirable to use multiple installations con¬ 
sisting of two or more transformers rather than one trans¬ 
former much larger than the rest of the units. This avoids 
a large number of sizes and the use of a few units of a size 
that is not interchangeable with an}'^ of the predominating 


sizes. In addition, multiple unit installations improve load 
distribution and voltage regulation at the large loads for 
emergency conditions. 

After tentatively selecting sizes and locations of trans¬ 
formers a size of secondary main is selected. This size de¬ 
pends on the required carrying capacity, estimated regu¬ 
lation, and size of existing secondary copper. The carrying 
capacity should be adequate to carry one-half to two- 
thirds of the rated capacity of the predominating size of 
transformer. The voltage regulation for normal operation 
can be estimated by calculating the voltage drop to the 
distributed loads along some sections of main w^here in¬ 
spection indicates the worst regulation is likely to prevail. 

The primary-feeder connections to the various trans¬ 
formers must be carefully selected to avoid, if possible, 
adjacent transformers being out of service when any one 
feeder is open. This is accomplished by interlacing the 
primary feeders. In a network plan where the trans¬ 
formers are spaced regularly and uniformly throughout 
the area the interlacing of feeders, such as A,B,C,D, and 
E, can be shown in Fig. 11(b). In actual interlacing 
problems the network units are seldom regularly spaced. 
However, the interlacing is simplified by using some basic 
system, such as that illustrated in Fig. 11(b) and modify¬ 
ing the order of the feeder connections where necessary 
because of the absence of a transformer or the use of 
multiple units. When the interlacing has been selected, 
a map of primary feeder routings is made. It may be pos¬ 
sible to change some of the feeder connections to save 
feeder cable and still retain good interlacing. 

By means of the preliminary estimates the location and 
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ratings of transformers, feeder interlacing, secondary-grid 
arrangement, and secondary-copper size are selected so 
that a reasonable network plan is established. This plan 
can then be simulated on the network calculator on the 
basis of the impedances of the various circuit elements. 
The impedance of the primary feeders is usually low enough 
that its effect on the characteristics of the network is 
negligible. The impedance of a primary feeder is usually 
not larger than about 0.5 percent on the basis of the rating 
of the largest network transformer or about one-tenth of 
the impedance of the transformer. Every case should be 
checked and if the primary-feeder impedance exceeds this 
value it may be necessary to consider the impedance. 
Whether or not the primary-feeder impedance is considered 
also depends on the primary-voltage regulation. If the 
drop in the primary can be compensated for so that ap¬ 
proximately constant primary voltage is maintained at 
the primary terminals of the network transformers the 
primary-feeder impedance should not be considered in 
load studies. 

Checking the Preliminary Plan —With the estimat¬ 
ed plan set on the network-calculator, check studies can 
be made to determine the accuracy of the preliminary 
estimates. It may be necessary to change transformer 
capacities or locations, interlacing, or secondary copper to 
avoid overloading or inadequate use of some elements of 
the network. Then with a final plan determined, the 
characteristics of the network can be completely and ac¬ 
curately determined by means of the network c^dculator. 

All reasonable operating conditions should be investi¬ 
gated. For example, the load division among the network 
units should be determined with each primary feeder out 
of service Typical load division results obtained from 
the network calculator are shown in Fig. 14 for the typical 
area for the case when feeder is open. By means of the 
network calculator the maximum load on any element of 
the network, the voltage regulation under various condi¬ 
tions, and the available fault currents can be determined. 
These data show whether any of the elements of the net¬ 
work are overloaded and whether secondary faults can be 
cleared. Necessary revisions of the plan can then be made 
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Fttf • 14—Loads in amperes In various elements of a typical sec¬ 
tion of a secondary network In an emergency when feeder A Is 
out of operation. 



2 RATIO, mai n .LMP£BA.NS£ 
A ifAMw IMPZOAMCE 

(c) 


Fig. 15—Short-circuit currents in regularly spaced network 
for various ratios of the impedance of a section of secondary 
main to the impedance of a network transformer, (a) An ex¬ 
tensive network having 45 network transformers all with the 
same rating, (b) A small network having nine transformers 
all with the same rating, (c) Ratio of total fault current from 
the network to the short-circuit current of one of the network 
transformers for a solid three-phase fault at the secondary 
terminals of the transformer at the center of the network. 
Curve A is for the network shown in (a) and Curve B is for the 
network shown in (b). 

and a workable design developed. The sum of the loads 
on the transformers connect^ to any primary feeder 
indicates the required capacity in that feeder. 

The network calculator provides the best means of de¬ 
termining the fault currents in a network. However, if 
approximations are necessary, the curves in Fig. 15(c) show 
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the current to a fault at the center of large and small net¬ 
works having regularly-spaced equal-capacity network 
units. The curves give the ratio of the total current from 
the network to the short-circuit current of a network trans¬ 
former. As indicated by the curves the ratio increases as 
the ratio of secondary-main impedance to transformer 
impedance decreases. Total current from the network 
does not include the current from the transformer at the 
fault point. The total fault current from the network 
divides equally among the four secondary mains terminat¬ 
ing at the faulted junction point. One or the other of the 
arrangements shown in Fig. 15(a) or 15(b) usually approxi¬ 
mates the actual network arrangement where fault cur¬ 
rents are to be estimated. To use the curves it is first 
necessary to determine the average impedance of the 
network-main sections surrounding the fault point. The 
ratio of this impedance to the impedance of a transformer 
in the actual network is the entry point to the curve for 
determining the C ratio of the network, Fig. 15 (a) or (b), 
that approximates the actual network. Multiplying the 
short-circuit current of the transformer, whose impedance 
is the basis of the main-transformer impedance ratio, by 
C ratio gives the total fault current supplied by the net¬ 
work. In a network having only one size of transformer 
the imi>edance and short-circuit current of that size trans¬ 
former is used for calculating fault currents. If there is 
more than one size of transformer in the actual network 
the predominating size is used. The fault currents de¬ 
termined in this way are correct only for a network ar¬ 
rangement like that in Fig. 15(a) or 15(b) for which the C 
ratio is determined. The effect of minor deviations from 
the regularity of the arrangement will depend on how 
close the deviation is to the fault point. The effect of 
deviations remote from the fault point is indicated by the 
fact that each main a. Fig. 15(a), carries 3.5 percent of the 
total fault current from the network when the imp)edance 
ratio is 0.5 and a smaller percentage when impedance ratios 
are higher. Each transformer T supplies less than three 
percent of the fault current from the network for any 
impedance ratio. 

16. Special Applications 

The high degree of reliability, the simplicity of opera¬ 
tion, and the economy of the secondary-network system 
are desirable in several special cases such as in large or 
multi-story buildings, bulk loads where continuity of 
service is important, in generating plants for supplying 
auxiliary motors, and in industrial plants. The application 
of the secondary network in some of these cases involves 
modifications of the network system but the basic prin¬ 
ciples of operation remain unchanged. 

Building or Vertical Netm>rks—V\Te pumps, eleva¬ 
tors, and similar services in tall buildings require a high 
d^ree of reliability that can be provided most economical¬ 
ly by a secondary-network system.”'*^'** Such buildings 
are almost invariably located in an underground-network 
area. Network units are located at several levels accord¬ 
ing to the location and size of the major loads in the build¬ 
ing. The primary feeders or subtransmission circuits that 
supply the street network surrounding the building are 
extended up throuc^ the building to the various network 


units. The network units in the building are interconnect¬ 
ed by secondary ties that usually are connected to the 
secondary-network grid in the streets adjacent to the 
building. In some cases the secondary ties between the 
network units in the building do not serve any loads and 
the loads on the various floors between network units are 
supplied by short radial services from the network units. 
In other cases the tie circuits are tapped to serve the 
loads on the floors between network-unit locations. The 
tapped secondaries may have to be somewhat larger than 
untapped ones because the tapped ties have to supply 
loads as well as equalize the loads on the various network 
units. However, tapping the secondary mains between the 
network units eliminates the radial service circuits required 
when the ties are not tapped. 

The secondary network uses considerably less copper 
than does a radial system because power is carried to the 
various levels in the building over subtransmission or 
primary-feeder circuits instead of over large low-voltage 
services from secondary mains outside the building. Fur¬ 
thermore, the network generally provides better voltage 
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Fig. 16—Typical spot networks, (a) Two network units sup¬ 
plying a spot network bus from which sendees are tapped, (b) 
Two network units connected to spot-network bus through 
reactors. Sendees are supplied directly from terminals of net- 
woih units, (c) Two network units supplying a spot-network 
bus through balancing transformers. Any of these forms of 
the spot network may or may not be connected to the sec¬ 
ondary mains of a street network. 
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conditions, particularly in the upper floors of the building, 
and less loss because of the reduction in the length of low- 
voltage, high-current circuits. The secondary network 
utilises all the diversity among the loads in the building to 
reduce the circuit and transformer capacity required to 
supply the building load. 

The Spot NeHeork is frequently used to supply a 
concentrated load such as a th^ter, a hospital, or a small 
industrial plant where a high d^;ree of reliability of serv¬ 
ice is necessary.^ In its simplest form a spot network is a 
bus to which power is supplied by two or more network 
units, each of which is supplied by a separate primary 
feeder or subtransmission circuit, Fig. 16(a). The opera¬ 
tion of the spot network is the same as that of the ordi¬ 
nary network. Instead of an interconnected grid of 
secondary mains the spot network uses a concentrated 
bus frcHn which the loa^ are served. 

Since a spot-network is a relatively low impedance path 
between the associated supply circuits large circulating 
currents through the spot-network units, frequent pro¬ 
tector operations, or extremely unequal load division 
among the spot-network units may result from lai^ 
voltage differences between the supply circuits because of 
other loads on those circuits. The most common methods 
of reducing circulating currents and equalising load di¬ 
vision are shown in Figs. 16(b) and 16(c). Reactors” are 
relatively inexpensive but their use depends on the prac¬ 
ticability of dividing the load into parts approximately 
proportional to the transformer capacities. Because the 
network units usually are of equal rating the loads on the 
services must be nearly equal. In the scheme shown in 
Fig. 16(b) the voltages, at the services are not necessarily 
equal and each service must be metered separately. Total¬ 
ising the loads, where that is necessary, requires complicat¬ 
ed equipment. Starting large motors on one of the services 
is more likely to cause lamp flicker in the scheme in Fig. 
16(b) than in a scheme where the services are supplied 
from a common bus. 

To avoid the difficulties involved in the use of reactors, 
balancing transformers” frequently are used as shown in 
Fig. 16(c) although they are more expensive than reactors. 
The balancing transformers operate like differentially 
connected current transformers in the secondary leads of 
the network units. Equal load currents in the leads of the 
network units induce voltages in the differentially con¬ 
nected secondary windings of the balancing transformers. 
These voltages add and cause a circulating current in the 
balancing-transformer secondaries. This circulating cur¬ 
rent is in such a direction in each transformer that it 
essentially neutralises the magnetomotive force due to the 
load current flowing through the primary winding of each 
balancing transformer, and there is practically no voltage 
drop in the balancing-transformer primary windings to 
oppose the flow of load current. If only a circulating cur¬ 
rent flows in the secondary leads of the network units, 
that is, toward the spot-network bus frmn one unit and 
from the bus to the other network unit, the voltagps in 
the balancing-transformer secondary windings expose each 
other. Therefore, there is no current in the balancing- 
transformer secondaries, and there is a large voltage drop 
in the balancing-transformer primaries opposing the flow 


of circulating current through the network units. The 
secondary winding of a balancing transformer must be 
short circuited, when its associated network protector 
opens, to prevent high voltage drops in other balancing 
transformers interconnected with the balancing trans¬ 
former whose primary circuit is open. 

The use of balancing transformers permits taking serv¬ 
ices from a common bus. It is not necessary to have equal 
loads on the services. The service loads can be totalized by 
current transformers and simple metering equipment using 
the common bus potential. Motor starting currents and 
similar abrupt loa^ divide between the network units thus 
reducing the likelihood of lamp flicker. Balancing trans¬ 
formers are generally used only when circulating currents 
and consequent protector operations are likely to occur 
frequently because of voltage differences between the cir¬ 
cuits supplying the network units. Inequalities of load 
division among the network units usually do not justify 
balancing transformers because sufficient network-unit 
capacity must be installed so that the total load can be 
carried with one unit out of service. 

When a spot network is located in a secondary-network 
area the spot network bus is frequently tied to the street 
mains of the surrounding secondary network as shown in 
Fig. 16. This may improve the reliability of the spot 
network. It takes advantage of diversity between the 
spot-network load and the loads on the surrounding net¬ 
work to reduce the capacity required in the spot network. 

Power-Plant Networks —The continuous operation 
of a steam generating plant depends not only on the 
reliability of the generators and boilers but also on the 
reliability of the auxiliaries such as draft fans, fuel han¬ 
dling equipment, boiler-feed pumps, and cooling-water 
pumps. Therefore it is extremely important that the 
power supply for the motors driving the auxiliaries be as 
reliable as possible. Many schemes are devised to improve 
the reliability of the power supply to the auxiliaries. These 
schemes use duplicate buses, duplicate transformers, 
throw-over switching, and various other devices. In many 
cases a secondary network is ideal not only from the 



Fig. 17—Tsrplcal thraiatlc diagram of a •ocondary network for 
supplying powor-plant aiudllarlaa. 
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Fig. 18-—A low-voltage network unit consisting of an air¬ 
cooled transformer, a high-voltage three-position selector 
switch, and a network protector for use in industrial plants, 
generating plants, and buildings. 

standpoint of service reliability but abo from the stand¬ 
point of economy.®®*^® A typical arrangement of the net¬ 
work system for supplying power-plant auxiliaries is shown 
in Fig. 17. The network mains are carried through the 
plant according to load locations and the loads are sup¬ 
plied from these mains. The network units are distributed 
along these mains in accordance with the distribution of 
load. Two or more primary feeders are used to energize 
the network transformers. 

It is necessary to have two or more circuits supplying 
the network. To avoid using a breaker to connect each 
of the primary feeders of the network to the plant bus 
where the interrupting duty and the corresponding breaker 
cost are high, the primary feeders frequently are connected 
to the generator terminals as shown in Fig. 17. The hazard 
of a fault in a short primary feeder and the associated 
network unit or units usually is small enough that it does 
not jeopardize the operation of the generator. However, 
there must be at least one network supply circuit con¬ 
nected to the station bus or an outside source of power so 
that the plant auxiliaries can be energized when all the 
generators are idle. The network protectors associated 
with a feeder supplied from the terminals of a generator 
must be interlocked with the generator breaker so that 
when the breaker is open the protector is locked open. 


Otherwise the protectors may close and attempt to 
parallel a generator with other generators throu^ the 
network system. 

The utilization voltage for power-plant auxiliaries 
usually is nominally 440 volts. Since faults on circuits 
operating at that voltage frequently do not clear with¬ 
out being deenergized, limiters are connected in the 
secondary mains of a secondary network operating at 
that voltage. The auxiliary load in a generating plant 
is highly concentrated and consequently the possible 
short-circuit currents in a power-plant secondary-net- 
work system are usually much higher than in the 
ordinary street network. 

Small Towns —In the commercial areas of small 
residential towns it is sometimes necessary to put the 
distribution circuits underground. Under these con¬ 
ditions the secondary-network system has been ap¬ 
plied in many places where the load involved is only a 
few hundred kva.“ These installations generally use 
light-duty network protectors and network trans¬ 
formers ranging in capacity from 50 to 150 kva. 
These small networks are usually supplied by only 
two primary feeders; in fact the supply circuits for 
the network units usually are subfeeders from over¬ 
head primary feeders that supply adjacent residential 
areas. In some cases the voltage level on one of the 
feeders is maintained enough higher than the other 
that the protectors associated with the other feeder 
are open under normal-load conditions and close only 
when the feeder with the higher voltage goes out of 
service or when an unusually high load peak occurs 
on the network. 

Industrial Plant Networks —^The secondary-network 
system, Fig. 19, has been used to distribute power in in¬ 
dustrial plants®®where a high degree of reliability and 
flexibility for load changes frequently are required. The 
utilization voltage most frequently used in industrial 
plants is a nominal voltage of 440 but it may be 220 or 550. 
For the voltages above 220 some means of isolating faulted 
secondary tie circuits is necessary because faults at those 
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Fig. 19—Typical schematic diagram of a secondary network for 
distributing power in an industrial plant. 
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load dentidM, and quality of aanrica required in local areas. In this diagram A is a generating plant* B is a bulk power sub* 
station; G is a plant where an industrial-plant network is applicable; D is an industrial plant seired by a subtransmission 
loop; E is a plant served by a single sub transmission circuit; F is a plant served by duplicate subtransmission circuits; G is 
a distribution substation supplying radial primary feeders: H is a primary-network unit substation: J is a single-circuit 

distribution substation supplying a primary feeder in a rural area. 


voltages frequently do not bum clear. Furthermore, the 
arcing and noise accompanying a secondary fault that 
burns clear are likely to disturb the personnel in a plant 
where the secondary ties usually are overhead in conduit 
or similar enclosures. Therefore, limiters or similar pro¬ 
tective devices should be used in the secondary ties of an 
industrial-plant network as shown in Fig. 19. 

One modification of the secondary-network system for 
industrial-plant applications is the use of a secondary loop 
instead of a grid. The load density in an industrial plant 
is high compared to that in urban areas where networks 
are applied. For that reason the transformer capacity and 
the corresponding fault current available is much higher 
in an industrial-plant network system than that in street 
networks. Omitting cross ties in a plant network and 
using a simple loop for the secondary ties reduce the 
available fault current. The use of paralld circuits in the 
loop sections facilitates selective operation of the limiters 
for isolating secondary faults. 

Another modification of the network system generally 
used in the industrial-plant applications is a primary 
selector switch by means of which each network unit can 
be connected to either of two feeders. Frequently the total 
load on a plant network is not enough to justify more than 
two feeders. On the basis of street-network design this 
requires about two units of transformer edacity for each 
unit of load. By using the selector switch ^e transformer 
normally supplied by a faulted feeder can be switched to a 
good fe^er, thus keeping all the transformer capacity in 
operation. It is necessary to have only enough reserve 
transformer capacity to permit any one transformer to be 
out of service because of a fault or for maintenance. In an 
industrial plant where the transformers are all in a small 
area the switching can be done quickly anoui^ that the 
thermal capacity of the transformers permit them to carry 
the overload that occurs while the deenergised transform¬ 
ers are being switdied back mto service. 
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V OLTAGE regulation has been one of the most im¬ 
portant problems of the electric industry since its 
inception. The sizes of many parts of a power 
system are determined largely by this one consideration 
alone. A large proportion of the selling price of electrical 
power is the interest and other fixed charges on production 
and distribution facilities, so that any improvement in regu¬ 
lation is ultimately reflected in higher rates. Similarly 
t)rpe8 of load imposing exceptionally severe regulation re¬ 
quirements will also increase the cost of supplying energy. 

In the early days of the industry, a relatively wide range 
of voltage variation was permissible, because the public 
was at that time unaccustomed to uniform lighting in¬ 
tensity. Today, there is a greater consciousness as to 
whether the voltage level is about right, as indicated by 
the ^‘whiteness*^ of the light and by lamp life. While, how¬ 
ever, a narrower voltage band is required than formerly, 
this is not always the limiting factor in voltage regulation. 
Numerous new devices have been added to power lines 
in the last few years, which impose rapid and frequent 
changes of load, with correspondingly rapid voltage 
changes. Repeated observations have shown that rapid 
changes of voltage are much more annoying than slow 
ones, so that ‘‘flicker’* effects may limit the useful load¬ 
carrying ability of individual circuits long before maximum 
steady-state regulation or heating is reached. 

Consequently, the voltage regulation problem must now 
be considered from two angles: the normal drop in voltage 
from light load to full load, and the superimposed flickers 
due to motor-starting and to various pulsating and ir¬ 
regular loads. The differences in voltage between light 
and full load affect the performance, eflBciency, and life of 
electrical equipment, and are treated in Chap. 10. The 
present chapter considers only the flicker component of 
voltage regulation, and deals primarily with the reaction 
of the human eye to variations in electric light intensity. 


change, duration of change, and frequency of occurrence of 
the flicker. These and other factors greatly complicate the 
problem of assigning limits to permissible flicker voltages. 

Numerous investigators have studied the flicker prob¬ 
lem. The most complete analysis is found in the report 
“The Visual Perception and Tolerance of Flicker/' pre¬ 
pared by Utilities Coordinated Research, Inc. and printed 
in 1937, from which Figs. 1 to 4 of this chapter are re¬ 
produced. 

Figure 1 shows the cyclic pulsation of voltage at which 
flicker of 115 volt tungsten-filament lamp is just percep- 



FREOUENCY OF VOLTAGE PULSATION (CYCLES PER SEC.) 

Fig. 1—Cyclic pulsation of voltage at which flicker of llS-volt 
tungsten filament lamp Is Just perceptible—derived from 1104 
observations by 95 persons In field tests of 25-watt, 40-watt, 
and 60-watt tamps conducted by Commonwealth Edison 
Company. Figures on curves denote percentages of observers 
expected to perceive flicker when cyclic voltage pulsations of 
Indicated values and frequencies are impressed on lighting 
circuits. Plotted points denote medians of observation- at 
various frequencies, number of observations in each case 
being indicated by adjacent figures. 


I. PERMISSIBLE FLICKER 

The permissible amount of flicker voltage cannot be 
stated concisely for several reasons. There is first the 
human element; one individual may think objectionable 
a flicker not perceptible to another. The lighting fixture 
used is of considerable importance. Smaller wattage in¬ 
candescent lamps change illumination more quickly upon 
a change of voltage than lamps with heavier filaments. 
The character of the voltage change is also important. 
Cyclic or rapidly recurring voltage changes are generally 
more objectionable than non-cyclic. On non-cyclic changes 
the annoyance due to the flicker is affected by the rate of 


tible. Flickers as low as H volt were perceptible in 10 
percent of the observations, when the rate of variation 
was 8 cycles per second. In order for the variations to be 
perceptible in 90 percent of the observations, however, 
the voltage change had to be over one volt at the same 
frequency. The range between 6 and 12 cycles per second 
was the most critical. 

Figure 2 shows the minimum abrupt voltage dip to cause 
perceptible flicker in a 60-watt, 120-volt tungsten-filament 
lamp, as a function of intensity of illumination. Curves 
are shown for 5 and 15 cycles (60 cycles per second basis) 
durations of voltage dip. It should be noted that abrupt 
voltage dips of 1.5 to 2.0 volts were perceptible. 


719 




720 


Lamp Flicker on Power Systems 


Chapter 22 


K 



ILLUMINATION ON RCAOING MATTER (FOOT-CANOLES) 


Fig. 2 —Minimum abrupt voltage drop for perception of 
flicker of 60-watt, 120-volt coiled-coil tungsten-filament 
lamps operated on 60-cycle alternating current. Each point 
represents the means of the observation of 44 persons. 
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Fig. 4—Recommended maximum allowable cyclic variation of 

voltage. 


Figure 3 shows the effect of ‘‘duration of transition*^ of 
voltage on the average threshold of perceptibility of flicker 
for tungsten-filament lamps. This curve shows quite 
clearly that whereas an abrupt change of about IJ^ volts 



Fig. 3—Effect of duration of transition of voltage on average 
threshold of perceptibility of flicker of tungsten-filament 

lamps. 


Table 1—Maximum Allowable Voltage Fluctuations 

Volts on 115 Volt Basis 

Class of Service Very 

Inf re- Fre- tremely 

qucnt quent Fre- 

quent 

A. •On a substation bus feeding only 

power lines. 6 4 3 3 

B. ‘On a power line primary whose 

entire output is not taken by the 
one customer and read at the 

customer’s premises. 8 6 4 4 

C. On a power line whose entire out¬ 
put is taken by one customer and 

read at the customer’s premises No dehnit e Limi t 

D. On a substation bus feeding dis¬ 

tribution circuit and on distribu¬ 
tion circuit primaries. 6 3** 2 2 

E. On a distribution circuit second¬ 
ary: 

(a) At the secondary customer 

causing the fluctuation. 6 6 4 3 

(b) At the secondary customer 

not causing the fluctuation. . 6 5** 3** 2 


is perceptible, a change of 5 volts or more is necessary 
before voltage variations requiring several seconds for 
completion can be perceived. 

Figures 1 to 3 are of interest in showing the perceptibil¬ 
ities for various classes of flicker voltages. These are not 
working limits, because a perceptible flicker is not neces¬ 
sarily an objectionable one. Fig. 4 shows the recommended 
maximum allowable cyclic variation of voltages as set up 
by various authorities for their own use. The variations in 
these recommendations is an indication of the extent to 
which individual judgment enters the problem. The curves 
are nevertheless an exceedingly valuable guide. 

Cyclic flicker, when perceptible, is likely to be objec¬ 
tionable, at least to some individuals. Isolated voltage 
dips, however, even if plainly perceptible, are not ob¬ 
jectionable to the majority of individuab unless rather 
frequent. It can, therefore, be expected that larger vari- 


*Loop Power Lines or their equivalent aiitomatio throwover lines shall be con¬ 
sidered as Distribution Circuits. 

**On Farm Lines this limit has been increased to six volts because motor startime 
is so largely confined to daylifthi hours. This limit permits us to reasonably cope 
with the long distances encountered 

DEFINITIONS: 

1. Infrequent Flicker shall include cases ocourriM six times or leas in twenty-four 
hours but not more than once between 6KX) p.m. ana 12:00 midnight. This provision 
is intended to cover apparatus such as motor generators, fans, pumps, etc., which 
normally run continuously throughout the wo»ing day. 

2. Frequent Flicker shall include cases occurring not oftener than three times per 
hour, except that between 6:00 p.m. and 12:00 midnight they shall not occur more 
than once per hour. This provision is intenfled to cover apparatus such as machine 
tools, electric furnaces, etc., which are periodically started and stopped throughout 
the working day. 

8. Very Frequent shall include eases occurring not oftener than once a minute 
on the average and shall include all except rapidly and regularly recurring flickers. 
This provision is intended to cover such appiumtus as elevator motors, automatic 
pumps, ice machines, etc., which are startM fairly frequently but, in general, are 
not regularly started several times a minute. 

4. Extremely Frequent shall include all eases occurring more frequently than the 
above. This provision is intended to cover such apparatus as flashing slims, welders, 
gravel pit h<Mts, and certain electric fumaoes, which are frequently and repeatedly 
stopped and started or rapidly loaded and unloaded during normal use. 

ations are permissible for non-cyclic than for cyclic vari¬ 
ations, but that the amount of tolerable dip depends upon 
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the frequency of occurrence and the class of service. Here 
again, judgment is an important factor as well as technical 
facts. The maximum allowable fluctuations practiced by 
one operating company are shown in Table 1, 

This is a very comprehensive set of standards and has 
proved satisfactory in practice. 

II. ORIGIN OF FLICKER VOLTAGES 

Flicker voltages may originate in the power system, but 
most frequently in the equipment connected to it. 

1. Generating Equipment 

Prime Movers—Engine driven generators are prob¬ 
ably responsible for most of the rare cases of flicker origi¬ 
nating due to the power system itself. Curve (a) of Fig. 5 
shows the variation in tangential force of a four cylinder 



Fig. 5 -Curves from a four>cylinder 300 rpm Diesel engine at 
full load driving a generator. The variation in velocity caused 
a corresponding variation in the generated voltage. 


300 rpm Diesel engine at full load, and Curve (b) shows 
the corresponding percent change in angular velocity of 
the rotating parts With all other factors constant, this 
non-uniform rate of rotation produces a fluctuation in 
amplitude of the generator voltage The total variation 
in voltage is the same as the total variation in speed; in 
this example 0.7 percent. The frequency of the variation 
is equal to the rpm times the number of power strokes 
per revolution; in this case 300X2 = 000 per minute or 
10 per second. 

Referring to Fig. 1, it is seen that 0.7 percent change in 
voltage is readily perceived by most individuals. Fig. 4 
indicates that most operators regard this as too much 
flicker to be tolerable. About the only practicable remedies 
are increasing the flywheel effect, or changing the speed 
to get within a less objectionable frequency range. In this 
actual case, the flicker of the original installation caused 
many complaints and it was satisfactorily corrected by 
increasing the flywheel effect. 

When two or more engine-driven generators are in con* 
tinuous operation at the same station, the amplitude of 
the fluctuation can frequently be lowered, and the fre¬ 


quency doubled to get it out of the objectionable range, 
by synchronizing the generators so that the power strokes 
of the two engines alternate rather than occur simultane¬ 
ously. This can be done because there are usually more 
poles on the generators than cylinders on the engine, par¬ 
ticularly in those engines where the flicker is in the ob¬ 
jectionable range. A stroboscope or similar device used 
with the regular synchroscope permits such synchronizing. 

It has sometimes been thought that it should be possible 
to correct flicker of this type by the use of special voltage 
regulators of unusually fast response. In practically every 
case this is completely out of the question because the 
frequency of the flicker is too high for the time constant 
of the generator held. For example, the field time constant 
of a typical moderate-sized engine-type generator is be¬ 
tween 0.5 and 1.5 seconds, whereas the range of mast 
objectionable flicker is between and iV second per cycle. 
Even electronic excitation systems are unable to regulate 
voltage at such a high rate. 

Generators —A symmetrical generator with constant 
load, excitation and angular velocity produces a constant 
terminal voltage. If any of these quantities varies, how¬ 
ever, the terminal voltage also varies. 

It is possible to have a sufficient degree of non-uniform¬ 
ity in the generator air gap to cause pulsating terminal 
voltage. However, the commercial manufacturing toler¬ 
ances are sufficiently close that no case of flicker due to 
this cause is known to have occurred. To produce flicker 
in this manner, both the rotor and stator must be eccentric. 
Stator bores of all but the smallest size machines will in¬ 
herently have a certain degree of eccentricity, because they 
must be built up with segmental laminations. In spite of 
this built-up construction, quite close tolerances are held 
by the use of accurate dies and assembly keys and dowels. 
Further attempts at improvement would be very difficult 
as it would require boring or grinding the inner bore of 
the stator punchings. This is quite undesirable from the 
standpoint of accumulation of iron chippings and filings 
between laminations and into the slots, which might result 
in a condition of insulation breakdown and localized heat¬ 
ing of the stator The rotor eccentricity is, becau.se of the 
necessity of dynamic balancing, held normally to quite 
close tolerances. Since no voltage fluctuations can be pro¬ 
duced if the rotor is concentric with the shaft, no modifi¬ 
cation of standard manufacturing procedures has ever been 
necessary from the standpoint of flicker voltages. 

Abrupt changes of load on generators produce corre¬ 
sponding changes in the terminal voltages. This voltage 
fluctuation is the result of two factors: the change in speed, 
and the regulation of the machine. In central station 
practice it is very unusual for change in speed to be a 
significant factor. Sudden load increments are usually too 
small as compared with the total generating capacity to 
change the speed materially. Even if the speed changes, 
however, the rate at which the voltage drops is ordinarily 
so slow, that the effect is imperceptible to the eye (see 
Fig. 3). 

A typical voltage-time regulation curve of a large tur¬ 
bine generator, following sudden application of load is 
shown in Fig. 6. Speed and excitation voltage are assumed 
constant. Three points on this curve are of especial in- 
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Fig. 6—^Volta^e-Hme regulation of a large turbo-generator 
following sudden application of load. 

terest. Point (a) is the voltage immediately following the 
application of load; point (b) is the voltage after the 
voltage has settled; point (c) is an extrapolation of the 
curve from (b) back to zero time. Each of these points 
may be determined closely by the use of the appropriate 
generator reactance. In fact, the standard definition of 
the various reactances has been made for this particular 
use. For a fuller discussion of machine characteristics 
see Chap. 6. 

Point (a) is determined by the use of the machine sub¬ 
transient reactance xa". In the case of an initially un¬ 
loaded machine, the voltage (0-a) is the vector difference 
between the no-load voltage and the product of the load 
current times the subtransient reactance. That is, 

0-a = £’.-/xd" 

The voltage rapidly falls further to a point (x) and at 
a much lower rate to point (6). 

The reason may be described approximately as follows. 
At the instant of load application, the magnetic flux in 
the air gap remains substantially constant, and the initial 
drop in voltage is principally that due to reactance of the 
armature winding. However, the armature currents set 
up a demagnetizing effect to buck the field flux. The 
decreasing field flux generates voltages and currents in the 
field structure, which resist or delay the ultimate change. 
The induced currents in some parts of the field structure, 
such as the eddy currents in the pole face, damper wind¬ 
ings, or rivets, subside rapidly because of the high resist¬ 
ance of the path, and allow part of the flux to change 
quickly. In the average machine, about 0.1 second is 
required for this change. Most of the change of voltage 
between points (a) and (x) is due to this cau.se. The 
majority of the field flux is encircled by the field winding 
which is of very low resistance, and, therefore, constitutes 
an effective damper to rapid changes of voltage. The 
change in voltage from (x) to (6), therefore, constitutes 
an effective damper to rapid changes of voltage. The 
change in voltage from (x) to (6) is, therefore, cumpara- 
tively slow, from 3 to 10 .seconds being required for 90 
percent of the change to take place in large machines. 

Point (x) is not directly calculable by using standard 
machine reactances alone. Point (c), however, can be 
calculated in the same manner as point (a), except that 
transient reactance is used. That is 

0-c = £;g-/xa' 


Similarly, point (6) is calculated from synchronous re¬ 
actance using the relation: 

0-6 = jFg—/ Xd 

The transition from (a) to (x) and from (x) to (6) may 
be calculated by using the appropriate machine time con¬ 
stants. This procedure is more fully described in Chap. 6. 
From the standpoint of flicker voltage, the following points 
are of interest. 

For single load applications more than 10 cycles in du ¬ 
ration (on a 60-cycle system), the voltage regulation point 
(c) of Fig. 6, calculated from the transient reactance, is 
the determining quantity. Fig. 2 shows that there is little 
difference in perception lasting from 5 to 15 cycles of volt¬ 
age drop. In average machines, the subtransient drop is 
usually about two-thirds of the transient drop. However, 
after about the first 5 cycles, the voltage drops to the value 
determined by transient reactance. A further drop in 
voltage takes place due to the decrement of the field, 
reaching point (6) on Fig. 6. Usually, this synchronous 
reactance drop is not more than two or three times the 
transient reactance drop. Automatic voltage regulators 
may limit the drop to less than times the transient 
drop. Reference to Fig. 3 shows that for a transition time 
of the order required (3 to 10 seconds), the additional 
voltage drop due to field decrement is not perceptible 

For load durations less than 5 cycles, it is likely that the 
regulation as calculated from the subtransient reactance 
determines the permissible flicker. While the voltage drop 
at the end of 5 cycles is greater than initially, the transition 
is gradual and it is doubtful if the eye can discern so 
small a difference. 

For load durations between 5 and 10 cycles, it is prob¬ 
able that an average between subtransient and transient 
reactances should be used to calculate flicker voltages for 
comparison with perception data similar to those given in 
Figs. 1 to 3. 

The proper reactance to be used to calculate the effect 
of cyclic variations depends upon the frequency of their 
occurrence. The following range is suggested for gener¬ 
ators 5000 kva and above. 


Pulsation Frequency 

Cycles per Second 

Ucactttuce 

1-4 

^d' 

5-12 

2 

12-30 

If 

Xd 


In smaller machines the field time constant may be so 
short that pulsation frequencies below 2 cycles per second 
may require the u.se of synchronous reactance. 

Excitation Systems —Excitation systems are rarely 
the cause of flicker voltages in central station practice. In 
larger generators, field time constants above 3 seconds 
cause variation in armature voltage to be very gradual 
no matter how fast the excitation may change. Occasion¬ 
ally, hunting of generator voltage regulators causes wide 
voltage fluctuations, but this is not a true flicker. On small 
generators, continuously vibrating regulators occasionally 
cause a small pulsation of the armature voltage. 
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Since the alternator field constant is usually too high to 
permit exciter fluctuations to show up in the alternator 
terminal voltage, correction of flicker by means of excita¬ 
tion control is not practical. In other words, the amount 
of generator flicker depends upon its inherent reactance 
characteristics and cannot be substantially improved by 
excitation control. 

Short Circuits and Switching SurgesShori circuit 
currents, because of their magnitude, produce large voltage 
drops and attendant flicker. Reduction in the amount of 
voltage drop is not feasible without major changes in 
system layout and large expenditures. The duration of 
the voltage drop can, however, be markedly reduced in 
a number of cases by the use of high-speed relays and 
breakers. Flicker due to short circuits occurs so seldom 
that no special consideration for this purpose alone is 
necessary. The tendency is toward a gradual reduction 
in flicker, as system improvements are made for other 
purposes such as protection of lines against lightning, 
installation of high speed relays and breakers, etc. These 
comments apply to networked systems; in radial lines, 
short circuits produce outages, a distinctly different 
problem. 

Line switching rarely produces flicker unless load is 
picked up or dropped, or lines with large charging currents 
are switched. Here again, special provisions to reduce 
flicker are rarely necessary. 

2. Utilization Equipment 

Most of the flicker on central station systems is due to 
the customer's utilization equipment. The following are 
some of the more common types of equipment known to 
cause flicker. 

Motor Starting —Probably most of the flicker prob¬ 
lems are caused by the starting of motors. For reasons 
of cost, efficiency, and reliability, commercial general pur¬ 
pose motors require a momentary starting current several 
times their full load running current, in order to produce 
sufficient starting torque. 

Three general classes of motor installations are of im¬ 
portance in the flicker problem. 

(1) Single phase fractional horsepower motors com¬ 
monly used in homes and small stores. 

(2) Integral-horsepower polyphase motors operated 
from secondary distribution circuits, such as in 
small shops, large stores and buildings, and re¬ 
cently in a small number of homes for air condi¬ 
tioning. 

(3) Large integral-horsepower three-phase motors op¬ 
erated from primary lines, mostly by industrial 
concerns. 

(1) Single phase fractional horsepower motors are man¬ 
ufactured in large quantities, and to maintain this extent 
of usage, they must continue to be Jow in cost, economical, 
rugged and reliable. These requirements have led to sev¬ 
eral classes of motors depending upon the service, with 
one class designed specifically for frequent starting with 
low starting current. This motor is used in great quantities 
in domestic refrigerators and oil burners, and the M horse¬ 
power 110-volt class usually has a locked-rotor starting 
current of 20 amperes or less. It is not unduly expensive 


to design a distribution system to supply 20 amperes at 
110 volts without objectionable lamp flicker. Where single 
phase 110/220 systems are used, 40-ampere starting cur¬ 
rents are permissible on the 220-volt connection, allowing 
larger motors to be used. 

(2) Integral-horsepower motors on secondary circuits 
are potential sources of flicker. In most cases, such motors 
are used in areas of high load concentration and the power 
circuits are correspondingly large. This usually permits 
ordinary 3-phase squirrel cage motors to be started di¬ 
rectly across the lines. In some cases, however, the size 
of a motor is out of proportion with its supply line. The 
practical solution is to use a starter that limits the initial 
inrush of current and thereafter changes the current in 
increments sufficiently small to prevent objectionable 
lamp flicker. 

(3) Supplying large motors from primary power lines 
is usually not troublesome because such motors are usually 
located in an ‘'industrial district" where power supply lines 
are inherently heavy and where wider limits of voltage 
drop are permissible (See Table 1). There are nevertheless 
a number of cases particularly in rural communities, where 
motor ratings are too high for the power facilities. A suit¬ 
able motor starter may correct such cases, although in 
some installations other measures may be required. 

Starting currents for both induction and synchronous 
motors at full voltage vary from »5 to 10 times full load, 
depending upon the size, number of poles, and other ap¬ 
plication requirements, such as required starting, pull-in, 
and pull-out torques. The power factor under locked- 
rotor conditions varies between 25 and 50 percent. For 
approximate calculations, a starting current of 6 times 
normal at 35 percent power factor may be used. Wide 
variations from this should be expected, and specific data 
should always be used when obtainable. 

Motor-Driven Reciprocating Loads —This type of 
load usually consists of air compressors, pumps and re¬ 
frigerators. The motor load varies cyclically with each 
power stroke and produces a corresponding variation in 
the line current. Thus, comparatively small variations of 
voltage may be objectionable if the pulsation occurs 6 to 
12 times per second. (See Fig. 1.) Difficulty from this 
source has been caused in the past by domestic refriger¬ 
ators, but in modern designs both the frequency of pulsa¬ 
tion and the amount of fluctuation have been improved, 
so that complaints from this cause are now rare. 

Figure 7 is an oscillogram showing the armature voltage, 
current and thi ee-phase power of an air compressor driven 
by a 100-horsepower wound rotor induction motor. There 
are several points of interest on this oscillogram. First, 
although the voltage variation can scarcely be detected 
on the oscillogram, it actually was very objectionable to 
lighting customers. This shows that oscillographs used in 
the conventional manner may not always be suitable 
for flicker-voltage measurements. Second, the three-phase 
power and current fluctuations occur simultaneously and 
the peak is about 2}/2 times the minimum. This is interest¬ 
ing because it shows that the slip of induction type motors 
cannot prevent load fluctuations from showing up in the 
supply lines, unless the inertia of the load is high or the 
rate of power pulsation is high. 
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Publication C 50-1943 '‘American Standard Rotating 
l\le<*trioal Machinery'’ of the American Standards Com¬ 
mittee establishes the amount of pulsations for synchro¬ 
nous motors. Section 3-1 GO reads: 

“Pulsating Armature ('urrent: When the driven load such aa 
that of I'eciprocating tyi)e i)umi)s, compressors, etc., requires a 
variable torque during each revolution, the combined installation 
'<hall have sulheient inertia in its rotating parts to limit the 
variations in motor armature current to a value not exceeding 
GO [)ercent of full load current. 

“Note I— The basis of determining this variation shall be 
by oscillograph measurement and not by ammeter readings. A 
line shall he drawn on the oscillogram through the consecutive 
l>eaks of the current wave. This line is the envelope of the cur- 
tent wave. The variation is the difference between the maximum 
and minimum ordinates of this envelope. This variation shall 
not exceed 60 per cent of the maximum value of the rated full 
load cut rent of the motor. (The maximum value of the motor 
armature current to be as.sumed as 1.41 times the rated full load 
current.) .\dopted Standard (>-13-1923.” 

The :ibove excerpt provides a l)a.si.s for standardization 
and give.s a criterion for a design unlikely to cause flicker. 
However, there are .still possibilities that this amount of 
pulsation may at times result in flicker, particularly if the 
rate is between G and 12 cycles per second, and the .supply 
line impedance is liigh. 

An analysis of Kig. 7 shows that with an induction motor 
both the current aiul power factor pulsate when the motor 
load varies, the power factor being liighest wlien the load 
is higlicst as shown in the tabulation below*, r.sually, the 
armature time constant is high compared with the rate 



Fig. 7—Oscillogram of current 1 , voltage £, and three phase 
power W of a 100-hp wound-rotor induction motor driving an 
air compressor. The voltage change which cannot be meas¬ 
ured from the oscillogram caused objectionable flicker. 


of load fluctuation, and the steady-state performance of 
moderately-sized induction motors as determined by test 
or circle diagram may be used in calculating flicker due to 
cyclic load variation of power factor witli load, but specific 
data should be used wliere obtainable. 


Load, Pcn vnt 

Po\N(*r Factor, Percent 

25 

72 

50 

7S 

75 

i 85 

100 

87 

125 

00 


The variation of power factor of a synchronous motor 
during cychc load fluctuations is a more complicated phe¬ 
nomenon. The average power factor is, of coiir.se, gn^atly 
influenced by the .supply voltage and by the fi(‘ld excita¬ 
tion. The variations from this average power factor due 
to load fluctuation is largely dependent upon the rate of 
the fluctuations as compared with the tinn* constant of th(‘ 
field. For example, if the field time constant is I second 
and the load fluctuates once every 2 .seconds the synchro¬ 
nous reactance of the machine determines the extent of the 
change in power factor. If, however, the power fluctua¬ 
tions are, say, 8 cycles per second, the transient reactance 
largely determines th(' change in power factor becau.se the 
load swings are too rapid to demagnetize the field. 

Since in flicker problems, the change in load is of greater 
concern than the magnitude of the load, the average power 
factor is of no particular intcuest. The preferable proce- 




Flg. 8—Vector diagrams illustrating method of obtaining 
magnitude and phase position of synchronous motor current 
and magnitude of bus voltage with change of load. Xg is 
system reactance and Xm is motor reactance. 
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dure, if complete motor data are available, is to calculate 
the changes in the bus supply voltage to the motor due to 
changes in the load on the motor. The method is illus¬ 
trated in the vector diagrams on Fig. 8. Vector diagram 
(a) shows the vector relations for a synchronous motor 
operating at full load and 80 percent power factor lead. 

J?bu» and Em are respectively the system voltage, bus 
supply voltage to the motor and the internal voltage of the 
motor. //?. and IXb are the voltage drops through the 
system impedance. IXm is the drop through the motor 
where Xm may be the synchronous, transient or sub- 
transient reactance depending upon the rate of load fluctu¬ 
ation compared to the time constant of the machine. 
Tsing diagram (a) as the starting point where the motor 
power factor angle is known along with the average 
load, £'bu8 and all of the reactances, the change in bus 
voltage can be obtained as shown in vector diagram (6). 
For all sudden changes in load the system voltage, E«, and 
the internal voltage of the motor, remain substantiallv 
constant. To determine the sudden dip in bus voltage it 
is necessary to calculate a curve of bus voltage against 
motor load or motor load change. This requires for each 
l)oint on the curve that a magnitude of current be as.sumed 
and the voltage drop through the system and motor de- 
i(‘rmined. This will locate the internal voltage with 
I inspect to the system voltage En (Tn Fig. 8 Em and also 
in the diagrams (a) and (h) have the same magnitude). 



Fig. 9—Characteristics of a typical synchronous motor at 
normal rated voltage. Curve A is for rapid changes in load 
from initial value and curve B is for slow changes. 


The position of the voltage drops will then determine th(‘ 
position of the current vector as well as the bus voltage 
vector J?bu8* Using the current, voltage (Ehm) and the 
angle between them the power can be found. With the 
curve of bus voltage against motor load change the voltage 
for any desired change in motor load can be ol>tained. 

The variation in reactive kva with real power is shown 
in Fig. 9 for a typical synchronous motor. These data arc 



Fig. 10 -Characteristics of a typical induction motor. 

for a power factor of 80 percent at full load, but for ordi¬ 
nary purposes the variations in reactive factor may be 
superimposed on the initial reactive factor. Curve A is 
for a rapid rate of fluctuation starting from full load 80 
percent power factor; Curves B are for a rate slow com¬ 
pared to the field time constant with fixed terminal voltage. 

Motor Driven Intermittent Loads-— In this cate¬ 
gory fall motor drives where the nature of the work calls 
for heavy overloads, and for cyclic loads of long and ir¬ 
regular period. Saw mills and coal cutters are typical 
examples of applications where heavy overloads, some¬ 
times to the stalling point, are common and difficult to 
prevent. The motor currents in such installations vary 
rapidly from light load, through pull-out at heavy current 
and high power factor, to the high locked-rotor current at 
low power factor. Punch presses and shears are examples ol 
applications where the load goes through wide variations, 
but where flywheels and other design features limit both 
the rate of application and magnitude of the load swings. 

Motors used to drive intermittent loads arc likely to 
have been designed with special charactei ist ics. If possible, 
the fluctuation in current and powei* factor should be ob¬ 
tained by test or from the manufacturi'r. In the absence 
of such specific data, Curve B of Fig. 9 may be used for 
slow cycling intermittent loads, and the curve of Fig. 10 
may be used for applications where pull-out and stalling 
occur. 

Electric Furnaces—'Ihrir iwo thret* geiK'rul types of 
t*h‘ctric furnaces resistaiK’e, iinluction, and arc. The ri^- 
sistance furnace usually causivs no more flicker than any 
other resistance load of comparable size. Most induction 
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Fig. 11—Three-phase melting arc furnace of the Heroult type. 


furnaces operate at high frequency, and therefore, are 
fonnected to the power line through a frequency changer 
and consequently represent a fairly steady load. 

Three-phase steel melting arc furnaces of the Heroult 
type, illustrated in Fig. 11, are being used to a considerable 
extent to make high grade alloy steel, and frequently cause 
voltage flicker. 

While the average load factor and power factor of elec¬ 
tric arc furnaces are as good or better than many other 
industrial devices, the problem of supplying them with 
power is usually much more diflScult, During the melting 
down period, pieces of steel scrap will at times, more or 
less, completely bridge the electrodes, approximating a 
short circuit on the secondary side of the furnace trans¬ 
former. Consequently, the melting down period is char¬ 
acterized by violent fluctuations of current at low power 
factors, single-phase. When the refining period is reached, 
the steel has been melted down to a pool and arc lengths 
can be maintained uniform by automatic electrode regu¬ 
lators, so that stable arcs can be held on all three elec¬ 
trodes. The refining period is, therefore, characterized by 
a steady three-phase load of high power factor. 

The size of load fluctuations during the melting down 
period is influenced by a number of factors, of which the 
rate of melting is perhaps the most important. The fur¬ 
nace-supply transformers have winding taps for control of 
the arc voltage and in the smaller sizes (about 6(X)0 kva 
and below) have separate built-in reactors to limit the 
current and stabilize the arc. The rate of melting is subject 
to further control by means of electrode regulators. Some¬ 
times the production of the furnaces is stepped up by 
raising the arc voltage, reducing the series reactance, rais¬ 


ing the regulator settings or by a combination of several 
of these procedures. Forcing the furnace in this manner 
increases both the magnitude and the violence of the load 
swings. The type of the scrap being melted also affects 
the extent of the load swings, heavy scrap causing wider 
fluctuations than light scrap. 

The oscillogram of Fig. 12 represents a short part of a 
melting-down period of a 5000-kva arc furnace. At times. 


. ; s-pi-A',; 

■* AA AV'C'A a' 

: AB II000 V 

-volts ab 

745MW 

^ -bOO 

-400 

A*> 


- 460 — 480 


AMPS B* 



. ■ ■ D4<J 

AMPS 

— 

i;36PM 



Fig. 12—Oscillogram at start of heat in a 10 000 kva Heroult 
type three-phase arc furnace. A single-phase arc struck and 
restruck 10 times in the space of 15 seconds before all three 
phases struck. After this initial period, all three phases struck 
and restruck 10 times with currents in all three phases fairly 
well balanced before the arcs became generally stable. A por¬ 
tion of this performance is shown on this figure^^ 

the current variations occur at a periodicity approximating 
the rate of the most objectionable flicker. A graphic chart 
illustrating the variation of load over a longer period of 
operation is shown in Fig. 13. These two figures are 
reprints of figures from reference 10. 

Calculated curves in Fig. 14 show the electrical char¬ 
acteristics of a 10 000-kva, three-phase arc furnace. These 
curves were prepared on the assumption that the maximum 
attainable current would be approximately twice normal 
at 50 percent power factor. The effective impedance of 
the arc (based on 11 500 volts in the primary) is plotted 
as the abscissa. For convenience, zero ohms, as plotted, 
represents the minimum arc resistance as determined by 
the so-called short circuit condition. Actually, at this 
point there is appreciable voltage drop at the electrode 
tips, and considerable arc energy; the curves are plotted 
in this manner only to show the working range. It is of 
interest that the point of maximum power is not that of 
maximum kva. The usual melt-down range is probably 
between the points corresponding to 0 and 10 ohms, the 
arcs fluctuating during this period so that the heating 
effect is some sort of an average between these limits. The 
refining range is probably above 10 ohms. 

It is difficult to obtain definite figures on the values of 
instantaneous swings in current and power factor for use 
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Fig. 13—Graphic charts at time of same heat shown on oscil¬ 
logram of Fig. 12. Furnace swings occur approximately once 

a second^®. 


in flicker determinations, because an oscillograph must be 
used and the maximum swings cannot always be caught. 
On small furnaces, the current may reach a maximum of 
33^2 times that at full load, but the process of reaching this 
value is usually through a series of small increments, and 
as noted previously the annoyance to lighting eustomere 
is largely a matter of the rate of change rather than the 
total change. 

The kva swings given in Figure 15 are cciuivalent swings. 



Fig. 14—Electrical characteristics of a 10 000 kva, three-phase 
arc furnace. 

These values will give approximately the same flicker as 
the single-phase swings given in leferences 14 and 15. The 
curve values are not the maximum possible swings for a 
given furnace size but are good values to use in estimating 
flicker. The frequency of occurrence of these swings cor¬ 
responds to the Extremely Frequent classification as given 



Fig. 15 Equivalent kva swings in an electric arc furnace. 

in Table 1. Load swings can occur more rapidly, but their 
magnitudes are less than those in Fig. 15. These curves 
can be used in conjunction with the method suggested in 
Sec. 5, to estimate the amount of flicker. The information 
shown in Fig. 15, together with suitable system constants 
should give a fair approximation of the flicker voltage to 
be expected. 

Electric Welders —This is a class of equipment of 
great importance in power system flicker. Most welders 
have a smaller ^'on'^ time than ‘^ofT” time, and conse¬ 
quently, the total energy consumed is small compared with 
the instantaneous demand. Fortunately, most welders are 
located in factories, where other processes require a large 
amount of power, and where the supply facilities are suffi¬ 
ciently heavy, so that no flicker trouble is experienced. 
In isolated cases, but nonetheless important, the welder 
may be the major load in the area, and serious flicker 
may be imposed on distribution systems adequate for 
ordinary loads. 
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The more (‘ommon types of ele(‘tric welders are: 

(1) Flash welders 

(2) Pressure butt welders 

(3) Projection welders 

(4) Resistance welders 

(a) Spot 

(b) Seam 

In welders the source voltage, usually 230, 4G0 or 2300 
volts is stepped down to a few volts to send high current 
through the parts to be welded. Practically all welders 
in service are single-phase, although experimental three- 
phase welders show promise. 

With flash welders, one piece is held rigidly, and the 
other is held in quasi-contact with it, with voltage applied. 
An arc is formed, heating the metal to incandescence, and 
the movable piece is made to follow to maintain the arc. 
The heating of the metal is partly by the passage of current 
and partly by burning with the arc. After a sufficient 
temperature and heat penetration has been obtained, the 
pieces are forced together under great pressure. In some 
cases, the power is cut off before this'^upset”; in others, 
the power is left on. The current, drawn during the fla.sh- 
ing period, is irregular because of the instability of the arc, 
so that the flicker effect is obnoxious more than if the 
current were steady at its maximum value. The average 
power factor during flashing may be as high as 60 percent. 
.\t upset, it is about 40 percent. The flashing may la.st up 
to 20 or 30 second.s,-hut 10 seconds is more common. The 
duration of power during upset is usually short; of the 
order of ^ 2 second. This type of welder may draw up 
to 1000 kva during flashing and about twice this loading 
at upset. 

Pressure l)u(t welders are similar to flash welders, exc(‘pt 
for the important difference that the parts being welded 
are kept continuously in contact by a following pre.s.sure. 
d'he heating is produced primarily by contact resistance*. 
From a power supply standpoint the butt welder is mon^ 
desirable than the flash welder because the welding curr(»nt 
once applied, is practically steady and the only flick<‘r 
produced is at the time power is applied and removed, 
fhe range of currents and power factoi’s is about that 
for flash welders. 

Projection welders an* similar to pres.sure butt welders 
except that the latter usually join pieces of about ecpial 
size, and projection welders u.sually join small pieces to 
large ones. The current demand is usually smaller, l)ut 
tlie operations are likely to be more frequent. 

In resistance welder's current is applied through elec- 
tr(xles to the parts to be welded, usually thin sheets of 
steel or aluminum. The weld is accurately timed to bring 
the metal just to the welding temperature. The pieces an* 
fused together in a small spot. In the spot welder, one or 
a few such spots completes the weld. In a seam welder, 
a long succession of spots produces the equivalent of a 
single continuous weld or seam. Resistance welders are 
characterized by large short-time currents. In spot weld¬ 
ers, the current may be applied for only a few cycles (on 
a GO-cycle basis), with welds following one another in a 
fraction of a second up to about a minute. Thus, from a 
flicker standpoint there are a succession of individual volt- 



(b) 

FIft. 16—Ii^nltron timer for resistance welder. 

age dips occurring at objectionably frequent intervals. 
Seam welders have an ‘‘on'’ duration of a few cycles fol¬ 
lowed by an “off” duration also of only a few cycles. The 
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('nvrUsy of TayUir-W ittfleld Corporation Courtesy of Federal Machine A Welder Co. 

(m) (b) 

Flft. 17—Typical resistance welders (a) spot welder, (b) seam 

welder. 

process is a continuous one while a given piece is in the 
machine, and since the periodicity of the welds is uniform, 
the flicker can be annoying even for relatively small voltage 
dips. The essence of good spot and scam welding is ac¬ 
curate control of the heat, consequently accurate magni¬ 
tude and duration of current are necessary. Vacuum tubes 
are being used to a large extent for welder control functions 
because there are no wearing parts, and close and con¬ 
sistent regulation of the heat is possible. Fig. IG shows a 
photograph of an ignitron electric timer and Fig. IT show.s 
a typical resistance welder. 


Resistance welders drawing energy from all three phases 
greatly minimize flicker. Electronic devices are used to 
convert from the 60-cycIe, 3-phase source to a single-phase 
output of lower frequency, say 10 cycles per second. On 
small welders, the stored energy of capacitors or inductors 
can often be used to minimize the peak demand from the 
source. 

Miscellaneous —Under this category come speeial 
equipment as electric shovels, heavy rolling mills, and 
similar installations. Most of these must be considered 
individually as to special features and power supply. 

Strip mining shovels frequently cause severe voltage 
dips in power systems, principally because of their large 
size and wide variation of their loads. The fast rate of 
load application is usually injurious to the power system 
principally by creating a wide band of voltage fluctuation, 
rather than flicker as it is commonly encountered. The 
site of mining operation is often at out-of-the-way locations 
where the power requirements for general purposes are 
small and hence, the normal power facilities are of low 
capacity, and very susceptible to flicker due to load 
changes. 

The large continuous rolling mills now used extensively 
in producing wide metal strip have imposed a new problem 
on the power industry. Like the electric shovel, these loads 
do not necessarily produce flicker in the customary sense 
of the word. The power supply is usually through motor- 
generator sets without added flywheel effect. The load 
comes on and drops off in steps as the metal enters or 
leaves the rolls. The individual increments are not in 
themselves abrupt, a fraction of a second to over a second 
being required for the metal to enter a roll completely. 
A large hot strip mill and a typical load chart are shown 
in Figs. 18 and 19. 

The power drawn by a large continuous mill may build 
up to 30 000 kw in a period of 8 seconds, stay nearly con- 



FU. 18—Tandem cold mill for producing tinplate. 
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Pig. 19—Load chart for a hot strip rolling mill. 


stant for a minute, and then drop to almost zero in another 
8-second period. There may then be an off period of a 
minute followed by a repetition of the load cycle. The 
power source is usually ample so that no flicker is percep¬ 
tible to the eye, but there is nevertheless a tendency for 
the voltage to ‘Sveave'^ up and down. This is undesirable 
because it widens the band of voltage regulation and may 
cause excessive operation of feeder voltage regulators. 
Automatic control of the excitation to the motor-generator 
sets to conform to the load variations is effective in 
minimizing these voltage swings. 



Ptg. 10—Power flow between a steel mill and a large intercon¬ 
nected power system. 


A heavy cycling load of this kind may produce wid<' 
frequency variations on an isolated power supply system 
and wide load swings on an interconnected system. A 
power plant recording chart in Fig. 20 show^s the power 
flow between the steel mill power plant and a large power 
pool. Fig. 21 (a) shows the hot strip mill load cycle and 
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Fig. 21—(a) Hot strip mill load, (b) Effect on frequency of 
large interconnected system. 


Fig. 21 (b) the results of calculations on how power surges 
of this kind cause frequency disturbances which travel as 
waves between the local power company to which the steel 
plant is connected and a larger power pool. 


III. LOCATION OF FLICKER VOLTAGES 

Load equipment may create flicker conditions in one 
or more of the following locations: 

(1) Secondary distribution 

(2) Primary lines 

(3) Substation busses 

(4) Generating stations 

Any flicker in bus voltage of the generating station can 
be expected to show' up at practically all points served by 
that station. Similarly if a substation bus flickers, all of 
the radial loads from that substation are affected. Primary 
line flicker affects all customers remote from the source 
of flicker, and to a lesser extent, some of those nearer the 
source of supply. Secondary circuit flicker is usually con¬ 
fined to an area immediately adjacent io the source of 
the disturbances. 

The location of flicker voltage, or the extent of the af¬ 
flicted area, has a considerable influence on possible rem¬ 
edies. If the generating station busses arc affected, there 
are usually no commercially practical means of remedying 
the situation on the power system, and the correction must 
usually be made at the utilization point. If a substation 
is affected, but the generation stations are not, then more 
tie lines or transmission at higher voltage can be employed, 
or a separate line mn from the generating station to the 
affected area. Sometimes the utilization equipment itself 
can be corrected. If a primary line is affected, improve¬ 
ments can be made in either the pow'er system or the 
utilization equipment. If the distribution system alone is 
affected the correction may be made either on the system 
or the utilization device. If the utilization device is stand¬ 
ard equipment, it is usually best to correct the distribution 
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system, and thus improve other loads as well. If the 
utilization device is special, it is probably more efficient to 
correct the device. 

IV, REMEDIAL MEASURES 

A large variety of corrective equipment and procedures 
can be used to minimize flicker. Those most commonly 
considered are: 

1. Motor generator sets 

2. Phtise (‘onverters 

3. Synchronous condensers 

4. Series capacitors 
f). Shunt capacitors 
<). V’oltage regulators 

7. Rooster transformers 

5. Motor si al ters 

9. Excitation control 
10. Load control 
^\. Flywheels 
12. System changes 

3, Motor Generator Sets 

A corrective scheme using m-g sets is illustrated in Fig. 
22. In general, it is probably true that a motor-generator 



Fift. 22—Motor-generator set. 


set between the utilization device and the power system 
gives the maximum possible reduction in flicker, because 
it is effective in minimizing three of the most undesirable 
load characteristics: single phase, low power factor, and 
sudden application. Since the only tie between the motor 
and the generator is the shaft, the disturbances due to 
single-phase load or to low power factor are not transferred 
to the power system. The reactance of the driving motor, 
in conjunction with the flywheel effect of the motor and 
generator delay the transfer of a change in load to the 
power system. The rate at which the voltage drops is 
therefore lessened and the eye is less likely to perceive 
this flicker. 

The motor-generator set is probably the costliest ar¬ 
rangement, heaviest, least efficient, and occupies more 
floor space than any of the various corrective devices that 
can be used. But the m-g set has the advantage of con¬ 
sisting entirely of standard equipment, and is, therefore, 
reliable and well understood apparatus. The motor end 
may be synchronous, squirrel-cage induction, oi wound 
rotor induction, the latter usually being provided with a 
flywheel and slip regulator. The generator end may be 


suitable for the supply of either single-phase or polyphase 
loads. 

When a synchronous motor draws additional power from 
the line it drops back in phase position. This causes a 
temporary drop in speed, but the flywheel effect of the 
rotor tends to oppose this change and to give up tem¬ 
porarily part of its rotational energy. This results in a 
'‘cushioning” of the rate of application of load to the power 
system, and a material reduction in peak demand can be 
effected for loads of short durations as compared with one- 
half of the natural period of electro-mechanical oscillation 
(see Chapter 13). The natural period usually ranges be¬ 
tween and 1 second, so that for loads lasting about 
second and less, .substantial reductions in peak demand 
can be expected. Thus, synchronous-motor-driven m-g 
sets are quite suitable for spot and seam welders having 
an "on” time of 1 to 10 cycles (60-cycle basis). Similarly, 
sudden increases or decreases of load are shielded from the 
power system if the load factor is high, but the load is 
subject to short violent irregularities. This is true of elec¬ 
tric furnaces, for example, where the overall load factor is 
good, but there is considerable "choppiness,” sudden power 
factor changes and short-circuiting of individual phases. 
For this type of load, synchronous motor drives are nearly 
as effective from the flicker standpoint as squirrel-cage 
induction, and preferable for other reasons. 

When an induction motor draws added power from the 
line, it drops in speed. Its output, in the normal working 
range, is closely proportional to the slip, that is, to the 
difference between synchronous and actual speed. If load 
is suddenly applied to a generator driven by a squirrel-cage 
induction-motor, the system does not feel the full effect 
until the motor-generator set has slowed down from nearly 
synchronous speed to full-load speed. In the meanwhile, 
the inertia of the rotating parts supplies the energy, and 
thus the rate at which power is drawn from the system is 
materially reduced. Furthermore, as in the case of syn¬ 
chronous driving motors, if the generator load consists of 
a series of short pulses, the load is off before its full effect 
is transmitted to the power system, and the peak load on 
the system is thereby decreased. Because an induction 
motor must actually slow down, whereas a synchronous 
motor merely shifts in phase, the rate of load application 
to the power system is less for the induction than for the 
synchronous motor. On an average, it takes an induction 
motor-generator set about one second to transfer full load 
to the source. In Fig. 3, it is shown that this delay alone 
results in doubling the threshold of flicker perception, as 
compared with the perception due to sudden voltage dip 
of equal magnitude. 

If the load pulses last several seconds, the power drawn 
from the system levels off to the amount of generator load 
plus losses for either a synchronous or squirrel-cage motor 
drive. The voltage drop in the power system during this 
steady load period is usually about the same for either 
the induction or synchronous motor drive, assuming that 
the excitation of the synchronous motor is constant. By 
increasing the synchronous-motor excitation with the load 
the final regulation of the system can be made very small. 
However, from the standpoint of flicker such excitation 
changes are usually imperceptible because of the time 
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required for correction. Thus, from the flicker standpoint, 
the principal superiority of the induction motor to the 
synchronous motor is the doubling of the threshold of 
perception, because of slower load application. This is 
particularly so for short pulses of power, say H second 
and less, where the induction set draws considerably lower 
p?aks than the synchronous set. 

further material reduction in flicker can be effected by 
the use of motor generator sets equipped with flywheels. 
In such cases a wound-rotor-induction motor is used, and 
additional rotor or secondary resistance is connected ex¬ 
ternally. By this means, the full-load slip of the motor can 
be increased from 1 or 2 percent to 10 percent or more. 
In order to transfer full load to the system, the set must 
then slow down considerably and the fullest advantage is 
thus taken of the inertia of the set and the additional fly¬ 
wheel. The extent to which improvement by this means 
may be carried is limited by cost and each case must be 
considered on its own merits. Limitation of peak demand 
is probably not feasible for loads in excess of about 3 
seconds, but the reduction of rate of load application 
may nevertheless be of benefit. 

Figures 23 and 24 bring out in graphic form the points 
discussed above. These curves were calculated using typi¬ 
cal machine constants, and to facilitate computation, lasses 
were neglected except when used to calculate speed changes 
on the induction sets. 

The curves of Fig. 23 are for a load on l}/2 seconds and 
off 43^ seconds. Curve (a) represents the load drawn by 
the synchronous set, and shows that it takes approximately 
0.2 seconds for the system load to equal the generator load, 
and also that an ‘^overswing^^ of about 35 percent makes 
up for the deficiency between input and output during the 
first 0.2 second. A similar swings occurs when the load is 
dropped. Curve (6) shows the load drawn by a standard 
squirrel cage induction motor subject to the same load 
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Fig. 23—Curvet showing the relation between the power sup¬ 
plied by the generator and the power taken from the system 
for motor-generator sets using three types of motors. Gener¬ 
ator load on for 1.5 seconds. 



Fig. 24—Curves showing the relation between the power sup¬ 
plied by the generator and the power taken from the system 
for motor-generator sets using three types of motors. Gen¬ 
erator load on for 0.1 second. 


cycle. It can be seen that the system load builds up at 
about half the rate as for the synchronous motor, and that 
it does not become equal to the applied load until the end 
of the load application. The system load never exceeds 
the applied load disregarding, of course, m-g set losses, 
and the difference between input and output during the 
early part of the load cycle is compensated by a similai' 
exponential continuance of load on the system for some 
time after the applied load has ceased. Curve (c) is for a 
wound rotor motor with a constant secondary resistance 
and a flywheel. The relation between slip, flywheel effect 
and load cycle is such that although the generator load 
goes on and off, the system load never drops to zero. The 
rate of load application is very low, and the system peak 
is only about a third of the load peak. 

The curves of Fig. 24 are for a load cycle of 0.1 second on 
and 5.9 seconds off. Curve (a) is for a synchronous motor 
and shows that the peak system load is about two-thirds 
of the generator load. Curve (b) is for the squirrel cage set 
and shows a system peak of less than 3^ of the generator 
peak. Curve (c) is for the flywheel set and shows a system 
peak of about 3 percent of the load peak. 

Figures 23 and 24 are of interest in illustrating the manner 
in which motor-generator sets transfer power from load 
to line, and suggest the conditions under which the various 
motors are most suitable. As pointed out previously, the 
phase balancing and power factor improvement qualities 
are usually the most valuable factors in the correction 
of flicker. 

There are so many variables in load, power factor, duty 
cycle, etc., that general figures on the improvement that 
can be expected may be open to criticism. For very ap¬ 
proximate purposes, however, it can be expected that if the 
load changes last one second or more, either synchronous 
or squirrel cage induction sets without flywheels reduce 
the voltage drop to 3^ for single-phase loa^ and to ^ for 
polyphase loads. The perceptibility of the flicker is re- 
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duced still further by the slower rate at which the voltage 
dips, particularly with the induction set. For loads of very 
short duration such as second and less the voltage drop 
may be reduced to 1/10 or even 1/20. 

Motor generator sets may be had with either single- or 
three-phase generatbrs. Even when the generator is single 
phase, it is customary to use a three-phase star stator 
winding using only two legs in series. The third phase is 
wound for possible future use, or to increase synchronizing 
power if paralleled with other units, or dummy coils may 
be placed in the slots. If single-phase loads are to be 
carried, the field must be built with low resistance damper 
windings to minimize rotor heating. In the larger sizes, 
single-phase machines are mounted on springs to minimize 
vibration due to the pulsating torque caused by single¬ 
phase operation. 

When more than one utilization device causing flicker is 
involved, the question of a single m-g set versus an m-g set 
for each such load must be answered. In these cases it is 
very'important to consider the regulation of the generator 
of the set and how constant a voltage is required by the 
utilization devices. For example, it frequently happens 
that a factory is using several electric welders which pro- 
du(*e 5 percent voltage dips of very objectionable fre- 
(piency. This 5 percent drop usually does not affect the 
performance of the welders, and they could be operated 
at random on the power system. If a motor-generator set 
is to be used, however, the transient reactance of the gen¬ 
erator is apt to be as high as 35 percent based on its rated 
current, and, assuming that the welder reactive current 
(Mpials the generator rating, a 35 percent drop in voltage 
would occur. If only one welder is operated at a time, this 
is quite satisfactory, as the welder tap can be set on the 
l)asis of “closed circuit^’ voltage, that is, the regulation of 
the generator can be taken into account. If, however, 
another welder is operated simultaneously, even though 
on another phase, the additional voltage drop, uncom¬ 
pensated hy the welder tap, is enough to spoil the weld. 
In order to operate several “choppy" loads simultaneously 
from tin* same m-g set, it is therefore necessary to use an 
oversize generator (from a thermal standpoint) to keep 
the regulation within reejuired limits. Alternate solutions 
are to interlock utilization devices so that they cannot 
operate simultaneously or to provide separate m-g sets for 
each device. Another alternative is to use one common 
driving motor and several separate generators on the same 
shaft. The separate m-g set plan has the advantage of 
permitting operation at partial capacity in case of damage 
to one set, but is costlier. 

4. Phase Balancers 

In industrial plants a large percentage of the potential 
causes of flicker are single-phase devices. A discussion of 
phase balancers is, therefore, of interest, although there 
have been few commercially installed. 

In a single-phase circuit the flow of power pulsates at 
a frequency twice that of the alternating supply, wherew 
in a balanced polyphase circuit the flow of power is uni¬ 
form. Therefore, in order to effect a conversion between 
a single-phase and a polyphase system, some energy stor¬ 
age is necessary. This storage may be made in static de¬ 


vices such as inductances and capacitors, or in rotating 
equipment with mechanical inertia. Except for small sizes, 
the static equipment has not yet been found commercially 
practical. 

A lack of appreciation of this fundamental energy re¬ 
quirement has led to frequent proposals of schemes at¬ 
tempting single-phase to polyphase conversion by trans¬ 
former conneettion. Fig. 25 is typical of these schemes. It 




Fig. 25—Unsound attempt to supply balanced three-phase 
power to a single-phase load. 


is not only completely ineffective for its intended purpose, 
but is also wasteful of transformer capacity, .\lthough the 
transformers are all loaded equally, the currents drawn 
from the source as shown by the current arrows, are still 
single-phase, and a single-phase transformer is, therefore, 
preferable. 

The most familiar type of phase converter is that shown 
in Fig. 20. It has been extensively used in railway electri¬ 
fications to convert single-phase power from the contact 
system to three-phase power for the locomotive motors; 
this is merely the converse of the phtise-balance. As shown, 
a rotating two-phase machine is connected to the three- 



Fig. 26—Schematic diagram for phase converter used ex¬ 
tensively on railway electrifications to convert single-phase 
power from the trolley to three-phase power for the locomo¬ 
tive motors. A rotating two-phase machine is connected 
through the equivalent of a Scott-connected transformer to 
the three-phase power system. 
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phase power system through the equivalent of a Scott- 
connected transformer, which also serves as the primary 
for the single-phase load winding. The two-phase machine 
may be of the induction type and act as a phase converter 
only, or it may be synchronous and used for power factor 
correction as well. Because of the regulation of the ma¬ 
chine, the source currents are not balanced during variable¬ 
load conditions, unless the taps on the transformer winding 
are varied. From this point of view, it is not very suitable 
for ^^choppy'^ loads. Where there are several separate 
single-phase loads to be served, the capacity of a converter 
of this type must be equal to the sum of the individual 
loads. 

The series type of phase converter is shown in Fig. 27. 
This is probably most efficient for conversion from three- 



Flg. 27 —Series type of phase converter from three phase to 
single phase. 


phase to single-phase, where the single-phase load is not 
expected to grow, caiinot be distributed between phases, 
and where no power factor correction is required. It con¬ 
sists of a counter-rotational induction-type series machine, 
connected through transformers in such a manner as to 
offer a high impedance to negative^sequence current be¬ 
tween the single-phase load and the three-phase supply. 



Fig. 28—Series impedance type of phase balancer. 


When a single-phase load is suddenly applied, a magnetis¬ 
ing transient results, so that part of the negative-sequence 
component of load current is passed on the source. Al¬ 
though this transient subsides in about 0.1 second, it 
detracts considerably from the value of the scheme for 
use with ‘^choppy'' loads. 

The series impedance balancer shown in Fig. 28 consists 
of an auxiliary induction-type machine in series with the 
polyphase supply and with the main shunt machine. 
The single-phase load is drawn from between the two.. 
The series machine rotates oppositely to normal direction 
for positive-sequence applied voltage, and therefore, offers 
high impedance to negative-sequence currents and low 
impedance to positive-sequence currents. The shunt ma¬ 
chine therefore takes the negative-sequence component of 
load current. The pasitive-sequence component of load 
current is taken by the system if the shunt is an induction 
type unit. If a synchronous type unit is used for the shunt 
machine, it can also take the wattless component of load 
current with suitable control of excitation. As with the 
series phase converter, the series machine does not imme¬ 
diately respond to load changes, and temporarily (for about 
0.1 second) some unbalanced current is drawn from the 
source. The scheme, like the series phase balancer, is in¬ 
herent in its action, no regulators being required unless 
power factor correction is used. This method has one 
important advantage over the previous two schemes in 
that the size of the shunt machine need only be enough 
to take care of the maximum unbalance of load. For ex¬ 
ample, if there are a number of individual single-phase 
loads as illustrated in Fig. 29, they may be distributed 
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Fig. 2S—Eftective use of a synchronous condenser In connec¬ 
tion with a fluctuating load. 


between the phases, and the shunt machine need carry 
only the unbalance component. The series machine must, 
however, have enough capacity to carry the total positive 
sequence current. 

Phase balancers, as a class, are not particularly suitable 
for flicker elimination except perhaps in borderline cases 
where only a moderate improvement (perhaps a one-half 
reduction in voltage dip) is required. In this case they 
may be the cheapest and most efficient remedy. 

5. Synchronous Condensers 

The voltage dip on a power system resulting from a 
suddenly applied load is equal to the vector product of 
the current and the system impedance giving proper con¬ 
sideration to vector positiqns. Consequently, one way of 
reducing flicker is to reduce the system impedance. Usu- 
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ally, the system impedance is predominantly inductive, 
and flicker is caused by current of low power factor so that 
most of the voltage drop is due to the reactive component 
of the system impedance. For example, suppose that the 
system impedance based on the load current is 1 percent 
resistance and 4 percent reactance and the load is at 50 
percent power factor. A close approximation of voltage 
drop may be obtained by adding only those components 
of impedance drop that are in phase with the voltage. 
Thus, the resistance component of line drop is the 1 percent 
resistance times the 0.5 unit of current or 3^ percent, and 
the reactive component of line drop is the 4 percent re¬ 
actance times the 0.866 unit of current (for 50 percent 
power factor) or 3.5 percent. The total voltage drop is 
therefore 4 percent, of which 3.5 percent is due to system 
reactance. This predominance of reactive component has 
led to frequent proposals to use synchronous condensers 
in parallel with the system as a means of reducing system 
reactance and thus improving flicker conditions. This 
method, while feasible in principle, is not usually eco¬ 
nomical in practice, as a brief consideration shows. The 
system reactance to a customer's service point may range 
from a fraction of a percent to 10 or more, but on an 
average is probably around 5 percent, based on the cus¬ 
tomer's kva demand. The subtransient reactance of a 
standard synchronous condenser is around 25 percent of 
its rating. Therefore, if a synchronous condenser of the 
same kva rating as the load is installed, the resultant 
5X25 

reactance is - ^ - = 4.2 percent and the flicker voltage is 
4,2 

reduced to only ^“84 percent of its value without the 
condenser. 

The effectiveness of a synchronous condenser can be 
much improved by the use of reactors between the power 
system and the load and operating the condenser from 
the load bus, as shown by Fig, 29. This scheme permits 
greater voltage fluctuations on the condenser and, there¬ 
fore, causes it to bear a greater proportion of the fluc¬ 
tuating component of current. The customer's bus volt¬ 
age, of course, undergoes the same voltage fluctuation, and 
this fact plus the fact that only a limited amount of series 
reactance can be used without unstable condenser opera¬ 
tion, limits the extent of improvement. In most instances, 
it is likely that a reduction of flicker to one-half its un¬ 
compensated value is the economic limit of correction by 
this means. Where only this amount of correction is suffi¬ 
cient, the synchronous condenser and series reactor scheme 
may be the best economic solution, considering the power 
factor correction and control of voltage level afforded by 
the machine. 

The suggestion has been made of using a driving motor 
for the synchronous condenser to permit higher values of 
series reactance without instability. This arrangement is 
the equivalent of a motor-generator set with a reactor 
paralleling the motor and generator ends. This scheme 
has never been used in practice, but calculations of per¬ 
formance and cost estimates indicate that there is little 
advantage compared with the straight m-g set or con¬ 
denser-reactor schemes. 

The benefits from the use of synchronous condensers 


for flicker reduction depends in a large measure upon how 
low the subtransient and transient reactances can he made. 
The modern standard low-speed salient-pole synchronous 
condenser has been developed primarily for power factor 
correction and voltage control, and low-cost and low-loss 
condensers have relatively high reactance. A typical ma¬ 
chine has subtransient and negative sequence reactances 
of about 25 percent and a transient reactance of 35 percent. 

A reduction in these reactances usually results in both 
higher costs and losses. The high-speed (3600 rpm) cylin¬ 
drical-rotor type of. machine inherently has lower react¬ 
ances, perhaps one-half or less, but the cost and losses 
are both greater. In larger sizes and where other circum¬ 
stances are favorable, the overall economy may justify the 
use of outdoor highspeed hydrogen-cooled synchronous 
condensers of low reactance. 

Another way to decrease the reactance of the synchro¬ 
nous condenser is to use capacitors in series with the 
machine leads. The capacitive reactance partially nullifies 
the machine's inductive reactance giving a lower net re¬ 
actance. This scheme theoretically should be quite effec¬ 
tive and economical. However, the series capacitors may 
cause the synchronous condenser to hunt. The boundaries 
of satisfactory operation have not been fully explored, and 
predetermination is difficult. It is expected that after an 
experimental installation of this form of compensation is 
made that practical information will be available. 

6. Series Capacitors 

A general treatment of the use of capacitors in power 
systems is given in Chapter 8. The following discussion 
is concerned primarily with those aspects of capacitor 
application that are related to the problem of lamp flicker. 

There are two main uses of series capacitors, depending 
whether they correct for the inductance of the supply or 
for that of the load. Their most familiar use is for line drop 
compensation; the application to equipment correction is 
more recent and shows much promise, as it improves con¬ 
ditions in the entire system, whereas the line capacitors 
benefit only those customers beyond the point of capacitor 
installation. 

Being in series with the entire power circuit, series ca¬ 
pacitors are instantaneous in their corrective effect. This 
is perhaps their most valuable advantage because any 
change in line current causes an immediate change in 
compensating voltage. Another advantage is that they 
generate lagging reactive kva proportional to the square 
of the current, thereby improving the power factor. 

Series Capacitors Connected in Line —Fig. 30 shows 
in (a) a layout ordinarily favorable to the application of 
series capacitors. The transmission substation is assumed 
to have bus voltage regulation so that the voltage is fairly 
constant. The step-down transformer bank and the low- 
voltage line feed a distribution substation serving the 
fluctuating load and lighting loads; no loads are served 
at intermediate points between the substations. The series 
capacitor may be installed near the transmission sub¬ 
station, as shown in (6), or near the distribution substation. 
Another alternative is to install the capacitors between 
the transmission substation bus and the step-down trans¬ 
former (depending upon which voltage is more suitable 
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for standard capacitors). The voltage along the line is 
shown by the diagram at (c), Curve A showing the un¬ 
compensated voltage and B the compensated voltage. The 
point of interest emphasized by (c) is that the compensat¬ 
ing voltage is introduced in one step while the voltage 
drop along the line is uniform. For this simple case with 


TRANSMISSION 
SUBSTATION BUS 


DISTRIBUTION 
SUBSTATION BUS 



LIGHTING 

LOAD 

^FLUCTUATING 

LOAD 


SERIES 

CAPACITOR 


LIGHTING 
* LOAD 


FLUCTUATING 

LOAD 



DISTANCE ALONG LINE 
(c) 

Fig. 30—Typical application of scries capacitors. 

(a) Layout ordinarily favorable to application of aeries capacitors 

(b) Location of series capacitor 

(c) (A) Without capacitors; (B) with capacitors. 


no intermediate line loads, the voltage gradient along the 
line is unimportant, and, subject to limitations outlined 
later, complete voltage-drop compensation at the distribu¬ 
tion substation may be secured. 

The vector diagrams for series capacitors at various 
power factors are shown in Fig. 31. These diagrams show 
that only the inductive component of line impedance is 
compensated by the capacitor. However, if the power 
factor of the load increment is low and constant, it is 
possible to over-compensate for the system reactance, and 
thus partly or completely nullify the resistance component 
of line drop. With variable loads and power factors this 
procedure can cause undesirable voltage-regulation char¬ 
acteristics and therefore each case of over-compensation 
must be considered on its own merits. 

Where there are distributed loads along a line, it is nec¬ 
essary to consider the location of the capacitors. The ca¬ 
pacitor gives its full voltage boost at the point of its in¬ 
stallation, and therefore loads immediately ahead and 
behind the capacitor differ in voltage by the amount of 
boost in the capacitor. In general, the best capacitor loca- 


Fig. 31—^The vector diagrams show the.voltage drop acroM the 
•erles capacitor required if a capacitor is added so that the 
sending voltage will be the same as the load center voltage 
when the load power factor is (a) 90 percent; (b) 75 percent; 
(c) 60 percent. 
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t ion is one-third the electrical distance between the source 
and the flicker-producing load, as shown by Fig. 32. 

In principle series capacitors are effective in reducing 
flicker caus^ by practically all types of fluctuating loads. 
However, their effect is only beyond their point of instal- 



Flg. 32—Percent voltaft^ regulation—in general, by piacin^ 
the series capacitor about Vs of the electrical distance between 
the source and the load, the voltage on both sides of it are 
kept within plus or minus limits in which flicker is not 
objectionable. 


lation; hence they do not correct the system as a whole. 
For example, a series capacitor installed just ahead of 
substation B in Fig. 33 may remove most of the voltage 
fluctuation on that bus. However, at Station A, there 
may still be considerable voltage fluctuation, as the series 
capacitors do not correct the supply circuits. Another 
point to be noted from Fig. 33 is that the senes capacitor 
must be large enough to carry all loads beyond its point 
of installation. Consequently, if the flicker-producing load 


GEN. STA. 

U 


SUBSTATION 

A 

SERIES 
CAPACITOR 

O-KD—1(-CH 


SUBSTATION 

B LIGHTING 
LOAD 


FLICKER 
PRODUCING LOAD 


Fig. 33—Series capacitor must be large enough to carry total 
substation load. 


is small as compared with normal load, the cost of the 
series capacitor is too high for the correction obtained. 
Series capacitors are therefore economical primarily where 
the flicker load is a large portion of the total, where the 
circuit resistance is equal or lower than the reactance, 
where the flicker-producing load is of low power factor, 
and where the supply circuits are fairly long. 

Under certain circumstances series capacitors will pro¬ 
duce, in conjunction with other apparatus, voltage or cur¬ 
rent surges in the line. The magnetising inrush current of 
transformer banks, and the self-excitation of synchronoiw 
or induction motqrs are some of the factors causing this 
phenomenon, which is too involved for treatment here, but 
is discussed in items 4 and 5 of the table of references. 


GEN. STA. 


LIGHTiNG 



Fig. 34—Series capacitor installed with a welding load to 
reduce kilovolt ampere demand and improve power factor. 


Capacitors in Series with the Equipment—Thie ap¬ 
plication is limited to utilization equipment with a constant 
inductive reactance, for which it is possible to compensate 
with a series capacitor, so that the load drawn from the 
supply circuit is practically at unity power factor at all 
times. Thus, although the power drawn from the line is 
still fluctuating, the resultant flicker voltage is greatly 
reduced. Figure 34 shows such compensation applied to a 
welding transformer. Inasmuch as the load itself is cor¬ 
rected, the benefits are felt all over the supply system. 
Several such applications have been successfully made to 
spot and seam welders (see reference 3). 

7. Shunt Capacitors 

Contrary to frequent misconceptions, permanently con¬ 
nected shunt capacitors are of no benefit whatever in 
minimizing flicker; in fact, they may make it slightly 
worse. An example shows the reason readily. A system 
with 10 percent inductive reactance in the supply leads, 
serving an intermittent load having an inductive reactance 
of 100 percent is shown in Fig. 35 (a). Resistance in both 
line and load will be neglected to simplify the example, 
but the same general effect will be observed if resistance 


♦JIO% 4110% 



Fig. 35—Shunt capacitors are not effective in reducing voltage 

dips. 


were present. When the switch is open When the 

switch is closed, the voltage at 

percent Es- Fig. 35 (b) shows a similar circuit except a 
capacitor having a reactance equal and opposite to that of 
the load is permanently connected in the circuit. When 


the switch is open, the voltage 


-iloo p 

+jlO~ilOO^® 


111 


percent Es- When the switch is closed, the net load im- 

^ , r~iioo)(-t-iioo) ^ 

pedance is —• This means that the 
—jlOO+^100 

combination of the capacitor and reactor draws no current 
from the source, and Ei^^Eb. Thus, comparing the two 
cases, without the capacitor the voltage drops from 100 
percent to 91 percent, a change of 9 percent. With ca- 
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pacitoiB, the yoltage drops from 111 percent to 100 percent, 
a change cl 11 percent. 

Shunt capacitors connected to utilisation equipment so 
that they are switched in accordance with load, reduce 
voltage drop. To be effective, the utilisation device must 
draw a current that is substantially constant in magnitude 
and power factor during the ''on” period, as, for example, 
some forms of resistance welders on which long runs are 
made without change of set-up. Motor starting is one 
example cl an application to which shunt capacitors can¬ 
not be used effectively in this manner for iSicker reduction. 
Motor inrush current approximates six times full load. If 
this is neutralised by a shunt capacitor, the initial voltage 
dip is greatly reduced. However, when the motor comes 
up to speed, the voltage rises above the initial voltage. 

8* Voltage Regulators 

Voltage regulators are also totally unsuited to correcting 
flicker. This statement applies both to generator voltage 
regulators, or to step- or induction-type feeder regulators. 
These devices operate only when the voltage changes; 
furthermore there is a time lag before voltage is restored 
to normal. As shown in Fig. 3, abrupt changes in voltage, 
the ones that voltage regulators cannot eliminate, are the 
very ones to which the human eye is most sensitive. Con¬ 
sequently, the flicker is perceived before the regulator can 
even start. It is sometimes thought that an electronic 
regulator and exciter can eliminate this difficulty and pre¬ 
vent voltage dips. However, the field time constant of the 
generator which in large units is as high as 10 seconds and 
even in very small machines may be one second, makes 
correction by this means impossible. 

9. Compensating Transformers 

As illustrated in Fig. 36, a compensating transformer is 
similar in effect to a line drop compensator used in voltage 
regulator control except that the siase of the elements is 
that of a power device rather than that of an instrument. 
The current drawn by the flicker-producing load passes 
through a resistance and reactance branch, and the voltage 



Fig. 3S—Compensating transformer can be used in very spe¬ 
cial cases to reduce voltage dips. 

drop thus created is added to the lighting-load voltage by 
means of a series transformer. By proper selection of the 
resistance, reactance, and series-transformer ratio, the 
flicker in the lighting circuit may be eliminated almost 


completely. Satisfactory results can often be obtained by 
omitting the resistor, and in such cases, the apparatus 
becomes simply a transformer with an air gap in its 
magnetic circuit. 

Despite the technical simplicity of this scheme, it has 
practical and economic limitations. It is apparent that 
the improvement in the lighting circuit is obtained at the 
expense of the flicker-producing load. This limits the ap¬ 
plication to cases where the lighting load is only a small 
proportion of the total. In general, the equipment must 
be individually designed for a specific set of conditions, 
since the proportions and size are affected by the line volt¬ 
age, line drop, total current, and ratio of loads. Should 
system changes necessitate its removal, there is small like¬ 
lihood of being able to use the compensating transformer 
elsewhere. The cost of the apparatus is rather high because 
it is not standard. 

10. Motor Starters 

As pointed out under ‘^Utilization Equipment,^' most 
motors can be started directly across the line because even 
the larger sizes are usually supplied from heavy feeders 
compared to the size of the motor. Where this is not the 
case, a starter may be required if the starting is frequent. 
It is difficult to generalize on the question of motor start¬ 
ing, because individual cases vary with the motor size, 
type, and the starting torque of both motor and load. 

Starting “compensators^* are now being used much less 
than formerly. This is due largely to the acceptance of 
across-the-line starting, but also to the realization that 
the two voltage dips caused by the compensator may be 
as objectionable as one larger dip when starting across the 
line. In this respect reactor starting is superior, because 
the circuit is not opened at transition, and the reactor- 
short-circuiting operation may not result in a noticeable 
voltage dip if the motor is substantially up to speed. A 
reactor starter causes a greater initial voltage drop than 
a compensator, because the starting kva is decreased only 
directly as the starting voltage and not as the square of 
the voltage. 

When the continuous-load rating of the feeder is the 
same as of the motor, the use of wound-rotor motors with 
stepped-resistance starters in the rotor circuits usually 
avoids annoying flicker. The cost of the motor and con¬ 
trol is greater, but where the motor is near the end of a 
long line and is started frequently, this may be the most 
economical choice. 

Where motors are started infrequently, but where the 
resultant voltage dip is still objectionable, some form of 
increment starter may be warranted. In a starter of this 
type, the stator current is increased in steps until the motor 
rotates, and the remaining impedance is cut out of the 
circuit after the motor has reached full speed. There are 
no standard starters of this type on the market, and the 
few that have been built have been specially designed 
for the particular service. In general, they represent a 
combination of auto-transformer and reactor starting, the 
switching being done without opening the circuit during 
the entire sequence. 

Resistance starters in the stator circuits have been em* 
ployed. On small integral horsepower motors the simplest 
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and cheapest of these is a single-step resistor which is cut 
out after the motor comes up to speed. As with reactor 
starting used on larger motors, the short-circuiting of the 
resistor does not usually cause a noticeable voltage dip, 
and the initial dip of course is considerably reduced. Re¬ 
sistance starters should be adjustable for individual re¬ 
quirements; in extreme conditions a variable resistor may 
be desirable. These starters are in general more expensive 
and more difficult to maintain by unskilled attendants. 

11. Excitation Control 

Thia involves single-step increments of the field excita¬ 
tion of synchronous motors by switches actuated by the 
equipment causing the flicker. This method is generally 
ineffective in eliminating flicker caused by abrupt voltage 
dips as explained under '^Voltage Regulators.'' However, 
it can reduce considerably the width of the band of voltage 
regulation, which annoys power-supply companies by caus¬ 
ing too frequent operation of feeder-voltage regulators as 
they attempt to compensate for the voltage swings. Such 
swings are caused by continuous strip rolling mills, large 
electric shovels, etc., where the variations of load are large, 
but where the rates of application and removal are moder¬ 
ate, say 10 to 30 percent per second. 




Fig. 37—System layout. 

(a) Fluctuating load on substation bus affected all loads fed from 
bus. 

(b) Fluctuating load feeders separated from rest of the load. 


at a time when the lighting load is low. Control of load 
is not a very general solution to reduction of flicker, and 
it is employed in but few cases. 


12. Load Control 

In some cases it is possible to minimize lamp flicker by 
controlling manufacturing processes. For example, in a 
plant operating two or three resistance welders, it may be 
possible to provide interlocks so that not more than one 
is operated at the same instant. A remedy of this kind is 
only possible if the **on" time is short compared to the 
''off" time, otherwise the production rate would be slowed 
up considerably. Similarly in arc-furnace work the vio¬ 
lence of the current swings during melting can be reduced 
by lowering production rate during this phase of the cycle. 
It is also possible to perform flicker-producing operations 


13. Flywheels 

A general discussion of the effect of flywheels is given 
under ‘‘Motor-Generator Sets," but the same principles 
apply to direct-driven apparatus. This method has con¬ 
siderable value for mechanical loads having short durations 
with long “off" periods, such as shears, punch presses, etc. 

14. System Changes 

In practically all cases of flicker caused by utilization 
equipment, there is a direct relationship between the 
amount of the flicker and the size of the power supply 
system. For example, assume that a welder causes a three- 
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percent voltage ffieker on a residential substation, where 
only one percent is acceptable. Tripling the die of the 
supply to the substation would reduce the flicker to the 
requi^ level, and this would constitute one way of elini’ 
inating the flicker. If this were done by multiplying the 
number <rf incmning lines and transformer banks by three 
it would probably be the most costly of all possible correc¬ 
tive measures. Usually more economical system changes 
can be made. 

A common form of substation supply with two or more 
feeders from tiro generating station paralleled to a single 
bus is shown in Fig. 37(a). With this arrangement, all loads 
fed from thesubstation are subjected to any flicker produced 
on the outgoing feeders. Figure 37 (b) shows a low voltage 
bus divided into two sections, one for i'eddential and com¬ 
mercial loads, the other for industrial loads. This layout 
is based on the fact that voltage fluctuations objectionable 
to reddratial customers are acceptable to industrial users. 
There is probably a greater flicker tolerance in shop work 
tbiui in reddence lighting, and industrial plants are usu¬ 
ally willing to accept flicker when it is caused by their 
own q)«ati<m. 

Other methods of stiffening the power system involve 
chanpng tiie vdtage of the supply line, tapping nearby 
high-voltage, high-capacity lines, adding more transformer 
ciq>acity, or running a separate line to the flicker-producing 
load. Local conditions determine what remedial measures 
are most suitable in a particular case. Occasionally system 
increases are justified if the additional capacity may be 
needed later anyway. 

15. Gompnriaon Chart 

A reference chart showing at a glance the remedial meas¬ 
ures available and those most promising for a particular 
type of flicker is shown in Table 2. Inasmuch as the best 
technical solutitm may not be the most economical, the 
remedies are compared frcnn both points of view. 
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T his chapter deals with the coordination of power 
and audio-frequency communication systems, in¬ 
cluding telephone, telegraph, supervisory-control, 
and pilot-wire relaying circuits. The presentation is from 
the standpoint of the power engineer with particular at¬ 
tention to the characteristics of power apparatus. Part I, 
Basic Principles, gives a general background of the co¬ 
ordination problem in order to provide proper perspective 
to the subjects treated. Detail discussion of the problem 
is given in Part II, Low-Frequency Coordination, and 
Part III, Noise-Frequency Coordmation. 

I. BASIC PRINCIPLES 

When a power and a communication circuit are operated 
in proximity, the power circuit may produce certain con¬ 
ductive or inductive effects, which may interfere with the 
normal operation of the communication circuit. These 
electrical interference effects, which appear as a result of 
extraneous voltages and currents in the communication 
circuit, may be minimised by measures that are applicable 
to either circuit alone, or to both. Such measures provide 
the basis for the coordination of power and communication 
circuits to avoid interference, as discussed in this chapter. 

1. Interference and Coordination 

Definitions of interference and coordination as adopted by 
the National Electric Light Association and Bell Tele¬ 
phone System with slight rephrasing, are: 

lldtrfertnct is an efleet arising from the oharacteiistics and 
interrelation of power and oonununication systems of such char¬ 
acter and magnitude as would prevent the communication sys¬ 
tem from rendering service satisfactorily and economically if 
methods of coordination were not applied. 

Coordination is the location, design, construction, operation, 
and maintenance of power and communication systems in con¬ 
formity with harmoniousiy adjusted methods which wilt prevent 
interference. 

2. Nature and Importance of the Problem 

The eleetrical-coordinaticm problem arises principally 
because two distinet types cS. circuits or systems are em¬ 
ployed, nsmely, (1) power systems for generation, transr- 
missioii, aad dkitrttNition of deotrical energy, and (2) com- 
munsMtibtt sysfems in which electrical energy is u^ 
incidentally for the transmisrion of signals. Another im¬ 
portant eonsMaratian arises from the fact that the 
of eleetrioal maw li gBnsraUy also a user of elMtritial 
oonununieation. Far exaaqde, power lines for delivering 
elsetrieity to homes and factories are rou^dy paralleled 


by telephone circuits required to ^ve electrical communi¬ 
cation for the same places. The coordination problem be 
comes cumulatively more severe as the power systems 
supply increasing amounts of load and the communication 
systems become increasingly sensitive. There is also the 
complication caused by the introduction of newer uses for 
electrical energy and for electrical communication. 

The elTects of extraneous voltages and currents on 
communication systems are varied in character, and in¬ 
clude hazard to persons, damage to apparatus, and in¬ 
terference with service. The damage to the physical plant 
includes the effects resulting from overheating, from break¬ 
down of insulation in lines and apparatus, and from elec¬ 
trolysis. The interference with service includes such effects 
as noise and acoustic shock in the telephone circuits, 
false signalling in telephone, telegraph, and supervisory- 
control circuits, as well as disruption of service. Communi¬ 
cation circuits are usually equipped with devices that, 
when subjected to excessive volta^, provide protection, 
but in so doing may render the circuit inoperative for 
communication purposes not only for the duration of the 
abnormal voltage condition but also until maintenance 
work can be done. 

The coordination problem is extremely widespread; 
practically every type of electrical circuit has interfered 
with some other type of electrical circuit. For example, 
power-supply circuits have interfered with audio- and 
carrier-frequency telephone and telegraph circuits, ma¬ 
chine-switching and supervisory-control circuits. Simi¬ 
larly, d-c and a-c railway circuits have interfered with 
practically every type of c<Hnmunication circuit. It is an 
interesting and sigi^cant fact that communication cir¬ 
cuits interfere with one another, not only in the form of 
“cross fire” between telegraph circuits but also in the form 
of “crosstalk” between telephone circuits on the same pole 
line. Power circuits can interfere with each other. For 
example, a ground fault on a transmission circuit can im¬ 
press hi^ induced voltages on a neighboring low-voltage 
distribution circuit and produce apparatus failure or circuit 
outage. 

3. The Origin of Extraneous Voltages 

Extraneous voltages in communication circuits arising 
from power circuits are caused by: 

Conduction 

(a) Metallic cross 

(b) Ground potential 
Induction 

(a) Magnetic induction, a current effect 

(b) Electric induction, a voltage effect. 
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Conduction is an important factor where circuits of 
the two t 3 rpe 8 are located close together as, for example, 
where the circuits cross each other or are located on the 
same pole line, or where one pole line is overbuilt by 




Pig. 1—Schematic diagrams illustrating the production of ex¬ 
traneous voltages in a conununicatlon circuit by conduction 
from a power circuit. 


(a) By metallic cross. 

(b) By rise in ground potential through use of ground connections 

common to both types of circuits. 

TE Telephone terminal equipment. 

P Protectors on communication circuit. 

SO Station-ground resistance. 

another. Under these conditions a conductor failure or 
an extraneous wire may produce a metallic cross between 
the different types of circuits as illustrated in Fig. 1 (a). 

A second and somewhat less obvious method of impress¬ 
ing extraneous voltages and currents on a communication 
system results by conduction from a common use of earth 
connections. Power circuits, except railway traction cir¬ 
cuits and multi-grounded neutral circuits, do not make 
intentional use of the earth under normal conditions except 
as a means for stabilizing the power-system neutral, and 
under fault conditions to limit the voltages and to provide 
adequate currents for relaying purposes. For this reason 
large ground-potential effects are almost invariably as¬ 
sociated with fault currents tbToug^ ground connections. 


On a power system a fault to ground causes a rise of po¬ 
tential of the power-station neutral or ground bus as shown 
in Fig. 1 (b). This potential rise can be estimated from the 
magnitude of the ground current and of the station-ground 
resistance SG which is of finite but low value. This rise of 
ground potential may be impressed on a communication 
circuit in the following manner. If a telephone circuit 
connects the power station and a remote central office, 
telephone protectors are connected to the power-station 
ground bus to avoid hazard to the user of the telephone, 
circuit at the power station. Similarly, telephone pro¬ 
tectors are used at the central office for protection against 
lightning and other extraneous voltages. Consequently, 
upon the occurrence of a ground fault, the rise in potential 
at the power station produces a voltage that is impressed 
upon the telephone circuit and the two sets of protectors 
as shown in Fig. 1 (b). This type of problem occurs fre¬ 
quently in connection with power-company communica¬ 
tion systems, and in supervisory-control and pilot-wire 
relaying systems. 

A fault causing ground currents in a power circuit also 
impresses upon a paralleling telephone circuit a compo¬ 
nent of voltage in phase with the ground current of the 
power circuit. These conductive or ground-potential ef¬ 
fects are closely related to inductive effects and in many 
cases are difficult to separate. As a matter of convenience, 
both effects are considered under inductive effects in the 
subsequent discussions. 

Magnetic induction, or electromagnetic induction, 
as used in this chapter, applies to the voltages induced in a 
communication circuit as a result of currents flowing in a 
power circuit. Consider a single-phase metallic* power 
circuit carrying a current of I amperes, and a metallic* 
communication circuit located in proximity, as shown in 
Fig. 2. Magnetic fields around the power conductors are as 
shown for an elementary section in Fig. 2 (b). The com¬ 
munication conductors Ci and Ct lie in positions of different 
field strengths so that unequal voltages are induced in 
these conductors. 

When ground forms a part of the return circuit for the 
flow of power current, as when a line-to-ground fault 
occurs, the problem is quite similar and can be calculated 
on the basis of a concentrated return current in the earth 
located at some relatively great distance directly below 
the line conductor. The determination of the coefficient 
of induction or the coupling-factor under these conditions 
constitutes one of the more important problems in the 
analysis of fundamental-frequency effects. 

Electric Induction —An important source of extra¬ 
neous voltage on communication circuits, under normal 
operating conditions, may be electric induction from a 
neighboring power circuit. By this is meant the voltage 
impressed on a communication circuit because of its po¬ 
sition in the electric field, or electrostatic field, produced by 
the circuit voltages of the power system. A section of line 
with power conductor P energized from a single-phase 
grounded source and with communication conductors Ci 
and Ct is shown in Fig. 3. It is to be recognized that there 

^By metallic circuit is meant one in which wires constitute the 
two fiiilee of the circuit; that is, earth does not constitute one side of 
the circuit. 
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Fig. S-^Schematlc diagram illustrating magnetic induction 
from a metallic power circuit on a metallic communication 

circuit. 


(a) Elementary section. 

(b) Equi-potential fields. 


are capacitances between conductors, and between con¬ 
ductors and ground. In Fig. 3 (b) is shown a cross-section¬ 
al view of the line together with equi-potential lines in the 
electric field produced by the conductor having a potential 
with respect to ground. If the communication circuit con¬ 
sists of two wires separated even a short distance, different 
potentials are induced on them for most locations. A 
typical power circuit involves three phaserwires, and the 
electric induction produced by the three phases determine 
the resulting potentials impressed on adjacent communica¬ 
tion conductors. 

Power-S 3 rstem voltages or currents which produce in¬ 
ductive effects in communication circuits can be classified 
as (i) positive- and negative-sequence components that 
are normally confined to the line conductors, and (2) the 
sero-sequence component for which the line conductors 
constitute one side of the circuit and the neutral or ground 
wires, or earth the return. Obviously the coefficients of 
induction from power-ffystem currents are different for 
these two cases. Telephone engineers are accustomed to 
use the term ^'balanced components” for the positive- and 
negative-sequence cmnponents and the term ^^residual 
component” for the quantity equiJ to the sum of the sero- 
sequence components in the throe phases. Under normal- 
circuit conditions the negative-sequence component of 
fundamental frequency is usually negligible with the result 
that the balanced components are normally related to the 
positive-sequence component only. Under ground-fault 



Fig. S-^Schematic diagram Ulustradiig electric Induction 
from a single-phase ground-return power circuit on a com¬ 
munication-circuit conductor. 


(a) Ekuientary section. 

(b) Equi-potential fields. 


conditions the sero-sequence component of fundamental 
frequency is predominately important because greater co¬ 
efficients of induction apply for the component that flows 
through the earth. Harmonic components may be of any 
of the three sequences as shown later. 

Voltages induced in metallic communication circuits can 
conveniently be resolved into components in a manner 
analogous to that for symmetrical components of poly¬ 
phase circuits. In the case of the metallic telephone circuit 
the resolution is made into (1) a longitudinal component, 
and (2) a metallic-circuit component. The longitudinal 
components of voltage in the two sides oi the circuit are 
identical and the corresponding components of voltages to 
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ground are identical. The metallic-circuit components of 
voltage and current associated with each line conductor are 
equal in magnitude but opposite in phase so that they 
tend to circulate current around the metallic circuit. 

An equivalent circuit for analysing the effects of elec¬ 
trically induced voltages on a metallic-telephone circuit is 
shown schematically in Fig. 4 (a). In this diagram, the 



fig. 4—Bqulvalant drcult for slmuladiig olo crri c induction 
and moChod of nooMng Inducod rol tag oo into lontltudlnal- 
and nwtalllc-clicult oompononta. 

(a) Equivalent circuit with total induced voitagee. 

(b) Same eireuit but writh longitudinal-circuit oomponenta of in¬ 
duced vdtagea. 

(c) Same circuit but with metallic-circuit oomponenta of ind u c ed 
voUagea. 

TE Tdephone terminal equipment. 

Z Sotea-impedance circuit element. 

Z' Shunt-impedance circuit element 

induction is assumed to occur in the dementary sectitm at 
the middle of the line with unequal voltages, Bi and Bt, 
induced <m the conductms. The communication circuit 
is rqiresented as having series impedance elements Z and 
shunt impedance elemwt Z', as shown in the diagram, 
together with terminal equipment TE. The equivalent 
circuit for electric induction requires tiie addition of sources 
of vdtage Bi and Bt acting throu^ capacitances C. The 


two electrically induced voltages Ei and Bt maybe resolved 
into longitudinal-circuit components, as shown in Fig. 4 
(b), and into the metallic«circuit components, as shown in 
Fig. 4 (c). The equations relating the longitudinal- and 
metallic-circuit components and the total induced voltages 
for each conductor are also included. The impedances oi 
the various circuit elements can be different for the long¬ 
itudinal and metallic circuits. 

The corresponding equivalent circuit for analysing the 
effect of magnetically induced voltages is shown in Fig. 5 
(a.). This diagram corresponds closely with Fig. 4 (a), 
except that the voltages are shown as being impressed in 
series with the line in the elementary section. Voltages 
magnetically induced in the two conductors can be re¬ 
solved into longitudinal- and metallic-circuit components 
as illustrated in Figs. 5 (b) and (c), respectively. The 
equations relating longitudinal- and metallic-circuit com¬ 
ponents and the total induced voltages in each conductor 
are also included. 



fig. S—Iquivaimt drcult for dmulatliit mafnotk laducthm 
and method of tooolving induced voltaiM into longltudlnal- 
and motalilc-drcuit compononto. 

(a) Equivalent eireuit with total induced voltagea. 

(b) Some eireuit but with longitudinal-eiieuit eonqionents of In- 
dueed voltages. 

(e) Same eiiouit but with metallie-oiieuit oomponenta of Induead 
vdtatea. 

TB Talaphonotamlnaloqiilpaieat. 

Z flariea Impedanne oiioult element. 

Z' Shuat-inqiodanoe eiieuit element. 
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4. Basic Factors—Influence, Coupling, and Sus¬ 
ceptiveness 

The coordination problem can be considered from the 
standpoint of the three basic factors, influence, coupling, 
and susceptiveness. Definitions of these factors, slightly 
rephrased from the form given in Reference 1 (a), are: 

Influence factors are those characteristics of a power circuit 
with its associated apparatus that determine the character and 
intensity of the inductive and conductive fields which they 
produce. 

Coupling factors express the interrelation of neighboring power 
and communication circuits from the standpoint of induction 
or conduction. 

Susceptiveness factors are those characteristics of a communi- 
(*ation circuit with its associated apparatus which determine the 
extent to which it is capable of being adversely affected in giving 
.service by inductive or conductive fields from power systems. 

This segregation of the essential factors constitutes an 
important step in the solution of the c oordination problem 
since it makes possible the analysis of the contributions 
from the power system, from the interrelation of the two 
systems, and from the communication system. This segre¬ 
gation also allows the setting up of standard practices for 
power and communication systems. 

The power-system influence factors include the funda¬ 
mental-frequency voltages and currents during normal 
operation; their values under fault conditions including 
duration and frequency of occurrence and divisions among 
e^rth-return paths. They include also the magnitude and 
phase relation of harmonic voltages that may be produced 
by rotating machines, transformers, and rectifiers and 
other apparatus and the frequency-impedance character¬ 
istic of the system, particularly in respect to resonance for 
certain harmonics. The symmetry of the system or the 
balance of phases with respect to ground represents an¬ 
other type of influence factor. Coupling factors include the 
coefficients of magnetic and electric induction at varying 
separations and the conductive or mutual-resistance fac¬ 
tors as well. They comprise those factors which are quan¬ 
titatively determined by geographical and geometrical 
relationships, relative conductor positions and earth re¬ 
sistivity. Shield wires, which are not located as a part of 
either system, and transpositions are also considered under 
this heading. The susceptiveness factors of communication 
systems include (1) for normal operation the characteristics 
of sensitivity, power level, frequency response, and balance 
of the circuit with respect to ground; and (2) for abnormal 
conditions those characteristics that can be adversely af¬ 
fected by the presence of high extraneous voltages, includ¬ 
ing the features that may result in hazard, damage to plant, 
and interference with service. These characteristics are 
important not only during the presence of abnormal volt¬ 
age but also because of their reaction on the ability of the 
circuit to return to the normal condition after the ex¬ 
traneous voltage has been removed. Damage to the phys¬ 
ical plant includes overheating of conductors, the break¬ 
down of insulation in lines and apparatus, and the opera¬ 
tion of protective equipment. Interference with service 
includes telephone noise, acoustic shock, false signalling, 
as well as actual disruption of service. By acoustic shock 
is meant the adverse reaction on a listener to a telephone 


receiver when subjected to excessive currents, normally 
associated with fundamental-frequency induction of suf¬ 
ficient magnitude to break down telephone-circuit pro¬ 
tectors. 

5. Procedure for Solution of Coordination Prob¬ 
lems 

In the United States the solution of coordination prob¬ 
lems has been promoted effectively by the pioneering co¬ 
operative work of the most vitally interested utilities, the 
National Electric Light Association (and its successor, the 
Edison Electric Institute) and the Bell Telephone System. 
The basic features of the resulting procedure are (1) 
recognition of the duty of coordination and (2) effective 
measures for cooperation. These features are covered in 
the following excerpts from ‘‘Principles and Practices for 
the Coordination of Supply and Signal Systems.”*^ 

Duty of Coordination 

(a) In order to meet the reasonable service needs of the pub¬ 
lic, all supply and signal circuits with their associated apparatus 
should be located, constructed, operated and maintained in con¬ 
formity with general coordinated methods which maintain due 
regard to the prevention of interference with the rendering of 
either service. These methods should include limiting the in¬ 
ductive influence of the supply circuits or the inductive suscep¬ 
tiveness of the signal circuits or the inductive coupling between 
circuits or a combination of these, in the most convenient and 
economical manner. 

(b) Where general coordinated methods will be insufficient, 
such specific coordinated methods suited to the situation should 
be applied to the systems of either or both kinds as will most 
conveniently and economically prevent interference, the meth¬ 
ods to be based on the knowledge of the art. 

Cooperation 

In order that full benefit may be derived from these principles 
and in order to facilitate their proper application, all utilities 
between whose facilities inductive coordination may now or 
later be necessary, should adequately cooperate along the fol¬ 
lowing lines: 

(a) Each utility should give to other utilities in tlie same 
general territory advance notice of any construction or change 
in construction or in operating conditions of its facilities con¬ 
cerned, or likely to be concerned, in situations of proximity. 

(b) If it appears to any utility concerned that further con¬ 
sideration is necessary, the utilities should confer and cooperate 
to secure inductive coordination in accordance with the prin¬ 
ciples set forth herein. 

(c) To assist in promoting conformity with these principles, 
an arrangement should be set up between all utilities whose 
facilities occupy the same general territory, providing for the 
interchange of pertinent data and information including that 
relative to proposed and existing construction and changes in 
operating conditions concerned or likely to be concerned in 
situations of proximity. 

The solution of coordination problems is based on: 

1. The establishment of standard coordination prac¬ 
tices for both power and communication circuits. 

2. The joint determination of appropriate methods for 
specific situations. 

The general coordinated practices of power and communi¬ 
cation systems are outlined in the publications of the 

♦The term ‘‘signal system'* is frequently used in coordination 
work as a general term to denote any type of communication circuit. 
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N.E.L.A. and Bell Telephone System*'*’. All construction 
is expected to meet these standards unless, in the absence 
of an interference problem, they are postponed on the 
basis of deferred coordination, li^^ere general coordinated 
measures are insufficient, the “best engineering solution” 
utilizing ^>ecific coordinated measures should be applied 
as outlined in the following excerpt*'*’: 

Choice Between Specific Methods 

When specific coordinated methods are necessary and there is 
a choice between specific methods, those which provide the best 
engineering solution should be adopted. 

(a) The specific methods selected should be such as to meet 
the service requirements of both systems in the most convenient 
and economical manner without regard to whether they apply 
to supply systems or signal 8}rstems or both. 

(b) In determining what specific methods are most convenient 
and economical in any situation for preventing interference, all 
factors for all facilities concerned should be taken into consid¬ 
eration including present factors and those which can be reason¬ 
ably foreseen. 

(c) In determining whether specific methods, where necessary, 
shall be wholly by separation or partly by methods based on 
less separation, the choice should be such as to secure the greatest 
present and future .economy and convenience in the rendering 
of both services. 

The cooperative work initiated by the National Elec¬ 
tric Light Association and the Bell Telephone System, sub¬ 
sequently followed by other utility groups, has provided 
a practical action of the coordination problems that have 
been encountered. In addition, these organizations have 
carried out an extensive research and development pro¬ 
gram which has developed basic theoretical and statistical 
information bearing on the coordination problem. The re¬ 
sults of this work carried on by the Joint Subcommittee on 
Development and Research have provided the most author¬ 
itative information available on many phases of the co¬ 
ordination problem. Their Reports^ contain in addition 
much information of value in the power and communica¬ 
tion field outside of coordination work, a circumstance 
that unfortunately has not been recognized as widely as 
the subject matter deserves. 

6. lypes of Coordination Probiems 

Discussion of the coordination problem between power 
and co mmuni cation systems can be classified into four 
groups*: 

1. Electrolysis 

2. Structural 

3. Low frequency 

4. Noise frequency 

Electrolysis Coordination is concerned with the lay¬ 
out and operation of power circuits, power and communi¬ 
cation cables, and underground structures, located close 
together, from the standpoint of accelerated corrosion re¬ 
sulting from leakage currents. This problem is of consider¬ 
able importance with d-c circuits but not with a-c. Cor¬ 
rosion occurs in areas where the d-c leakage current leaves 
the underground structures through the earth. Discussion 

*CoordinatioD between power-line and other carrier-frequency 
systems is not considered; these problems are usually solved by 
frequency separation. 


of this subject is beyond the scope of this chapter, but an 
excellent general reference is given in Reference 2. Men¬ 
tion should, however, be made of the development in 
cathodic protection* extensively used for preventing corro¬ 
sion of pipe lines, cables, and other underground metallic 
circuits. In this method rectifiers of the copper-oxide or 
alternative forms are used to maintain the metallic circuit 
to be protected at a negative but low potential with respect 
to ground. 

Structural Coordination —This problem is concerned 
with the layout and physical construction of power and 
communication circuits when located in proximity, par¬ 
ticularly with respect to their characteristics in crossings 
or in constructions involving joint use of poles or over¬ 
built lines*'**’ *’. The problem is also quite beyond the 
scope of this chapter. 

The Low-Frequency Coordination and the Noise- 
Frequency Coordination problems are quite distinct. 
The low-frequency problem arises principally from mag¬ 
netically-induced fundamental-frequency voltages at times 
of system faults, while the noise-frequency problem arises 
from induced voltages and currents of harmonic frequen¬ 
cies, principally for the normal operating condition. Simi¬ 
larly, the effects of induction are also quite different. The 
low-frequency problem concerns the inductive effects from 
the standpoint of hazard, damage to apparatus, interfer¬ 
ence with signalling, acoustic shock, etc., whereas the 
noise-frequency problem deals with “telephone noise” as 
it affects telephonic transmission and reception. For these 
reasons the subsequent discussion is divided into Part II, 
Low-Frequency Coordination, and Part III, Noise-Fre¬ 
quency Coordination. 

II. LOW-FREQUENCY COORDINATION 

In low-frequency coordination, the important induced 
voltages usu^ly result from ground-return currents, al¬ 
though in a few cases induction from balanced currents or 
from voltages must be considered. In the study of low- 
frequency problems”, it is customary to calculate first the 
maximum “open-circuit” longitudinal component of in¬ 
duced voltage for the given exposure. To obtain this open- 
circuit voltage, the zero-sequence or residual current and 
the corresponding coupling factors must be determined. 
This voltage normally includes the effects of conduction 
through common ground connections or through mutual 
resBtance as well as the inductive effects through mutual 
reactances, since, as pointed out previously, it is not con¬ 
venient to separate these components. The open-circuit 
voltage thus calculated is next reduced to allow for shield¬ 
ing effects exerted by normally-grounded paralleling con¬ 
ductors, such as ground wires and cable sheaths or other 
grounded structures. In addition, for estimating some 
effects of induction, allowances can be made for additional 
shielding resulting from longitudinal currents in communi¬ 
cation conductors, which are normally free from connec¬ 
tion to ground but which become grounded through pro¬ 
tector operation as a result of induction. Distribution of 
the induced voltage among the various protectors con¬ 
nected to the communication circuit is alro to be deter¬ 
mined. The final step is. of course, the estimation of the 
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adverse effects of the resultant voltages upon the operation 
and maintenance of the communication circuits and the 
determination, where necessary, of measures required in 
either or both systems to minimize the resultant effects. 

7, Low-Frequency Influence Factors 

In low-frequency coordination the principal problem 
concerning influence factors is determination of zero-se- 
quence or ground-fault currents and their distribution 
among the various branches of the network for the condi- 
t ion tliat produces maximum induced voltage in the com¬ 
munication circuit. For a grounded-neutral power system 
the circuit condition giving the maximum induction in any 
specific parallel is usually easy to determine as it normally 
occurs for a fault located at the far end of the parallel from 
the principal power source so that the maximum ground 
current flows through the parallel. Consideration must 
also be given to the various system connections produced 
in the process of isolating a faulted line-section. For 
solidly-grounded systems it is customary to assume a 
single line-to-ground fault. Where the power system is un¬ 
grounded or grounded through a ground-fault neutralizer 
or Petersen coil, it is customary to assume a double line-to- 
ground fault with the faults located at opposite ends of the 
exposure. This condition is generally more severe from 
the, induction standpoint than those selected for study on 
a solidly-grounded system. However, faults at separate 
locations are more likely to occur with an ungrounded sys¬ 
tem or a ground-fault neutralizer system than with a 
grounded system. The method of determining ground 
fault-current and division of current between line conduc¬ 
tors and the earth is best accomplished by the method of 
symmetrical components discussed in Chap. 2 and more 
fully elsewhere^ 

Neutral Impedances —Control of the influence fac¬ 
tors, which for low-frequency induction means control of 
the ground current, is possible principally by choice of the 
location of grounding points and by the use of neutral im¬ 
pedance devices. The grounding point can sometimes be 
located so as to substantially reduce the fault currents 
through the exposures to magnitudes below those which 
would exist for other grounding locations; also, the number 
of faults affecting the exposure may likewise be reduced. 
Neutral-impedance devices provide an important and 
effective method for controlling low-frequency induction, 
particularly where the exposures are in relatively close 
proximity to a grounding point. The use of neutral-im¬ 
pedance has many effects on power-system operation as 
discussed in Chap. 19. Introduction of neutral-impedance 
devices may increase the difficulty of prompt relaying of 
faults, and may require relay changes. In the low-fre¬ 
quency coordination, the factor of greatest importance is 
positive fault di.sconnection. Next in importance are the 
magnitude of l urrent and the speed of fault clearing. When 
neutral-impedance devices are used to limit ground cur¬ 
rents, the several conditions arising in the various steps of 
fault clearing must be considered. Frequently the intro¬ 
duction of neutral impedance at one point results under 
fault conditions in lower drop in the voltages at remote 

*Kngino(‘rmg Rrports Nos. I, 20 37 of Hofercnco 4. 


points with the result that increased ground currents arc 
caused to flow through a parallel, either initially or during 
some stage of the fault-isolating operation. For such cases 
the resultant induction may not be reduced materially. 
Thus, effective current limitation may require treatment 
of many or all grounding points on the system. 

For single line-to-ground faults, the ground-fault neu¬ 
tralizer limits the ground currents to negligible magnitudes 
near the fault, but near the neutralizer the currents nearly 
equal the neutralizer current. At present it is not practical 
to relay promptly a system with a ground-fault neutralizer 
because with such a system there is no suitable quantity 
related definitely to the location of the fault. If the fault 
persists, it is generally considered necessary to convert the 
ground-fault neutralizer system to a solidly-grounded sys¬ 
tem. Consequently, from the standpoint of maximum 
magnitude of induced voltages, such a system is substan¬ 
tially like a solidly-grounded system and the possibility of 
higher induced voltages resulting from double faults, as 
discussed previously, should also be considered. However, 
with the ground-fault neutralizer, the frequency of occur¬ 
rence of large induced voltages is much less than with the 
system solidly-grounded. In considering such systems, 
the expectancy of faults should be estimated taking into 
account the amount of ‘flightning-proof^’ construction, 
particularly with grounded systems. A ground fault on a 
ground-fault neutralizer system causes high residual volt¬ 
ages which, if prolonged, can procluce severe noise on a 
closely-paralleling telephone circuit. See Secs. 8 and 14. 

In calculating ground faults, it is frequently necessary 
to consider the effect of the fault resistance, which includes 
the arc resistance and the tower-footing resistance. The 
effect of fault resistance depends on the location of the 
fault. Near a large power source at a major neutral¬ 
grounding point, it has a large influence in low-voltage 
systems, and may be important even in higher-voltage 
systems. On faults distant from a power source, its effect 
is less pronounced. Where towers are not interconnected 
by ground wires, tower footing resistance (grounding re¬ 
sistance of vertical ground wire in the case of wood poles) 
may be an important factor, as it varies through a wide 
range depending upon the nature of the earth where the 
fault occurs and the means used for grounding. Ground 
wires and counterpoises, which are used particularly in 
connection with lightning protection, reduce the effective 
footing resistance. Thve most probable value of fault resis¬ 
tance including tower-footing is about 20 ohms-^ 

8. Low-Frequency Coupling Factors 

Coupling Factors for Magnetic /nducfion— Low- 
frequency (00-cycle) coupling depends upon the physical 
configuration of the circuits and their separation, and for 
earth-return circuits, also upon the resistivity of the earth. 

For a single-pha.se metallic-return circuit, illustrated in 
Fig. 6 (a), voltage induced in a communication conductor 
X by magnetic induction can be expressed by the following 
equation: 

where is the voltage induced in conductor x per mile 
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(a) (b) 

Fi^. 6—Diagrams for the calculation of magnetic induction, 
induced voltage in conductor x. 

(a) Induction from metallic-circuit current—see Eq. (1). 

(b) Induction from earth-return circuit current—see Eq. (4). 

of parallel, / is the frequency in cycles per second, /, is 
the current in rms amperes flowing in conductor a and 
returning in conductor a', Z)a* and Z)*'x are the distances 
from the conductors a and a' to x; the distances must be 
expressed in the same units, preferably in feet. Similar 
equations can readily be written for the voltages induced 
in the other communication-circuit conductors. 

The voltages induced in a communication conductor by 
magnetic induction from the currents confined to the line 
conductors of a three-phase power circuit can be written 
in an analogous manner by resolving the conductor cur¬ 
rents into three sets of components, viz.: /, flowing out in 
conductor a and back in conductor 6; 7^, out in 6 and back 
in c; /n, out in c and back in a. The solution*, expressed 
in terms of phase currents, gives: 

~j0.2794[/x logic 7)ax4-/b logic T^bx 

+Ic logic 7)cx] for 60 cycles (2) 

where F, is the voltage induced in conductor x per mile of 
parallel, 7«, /b, and Ic are the 60-cycle currents in rms 
amperes flowing in the conductors, a, b and c. D.*, Z)bx, 
and Dex are the distances from conductors a, 6, and c to 
the conductor x; all the distances must be expressed in 
the same units, preferably in feet. Frequently the cur¬ 
rents of a three-phase power circuit can be assumed to be 
all of positive-sequence. For this condition Eq. (2) can 
be simplified to the following form: 

Fx = -f 0.2794/x ^ — D - J 

for 60 cycles (3) 

where the notation is the same as for Eq. (2). The first 
term in the bracketed expression is positive tor phase ro¬ 
tation a, 6, c; negative, if a, c, b. 

Usually conununication-circuit conductors and some¬ 
times the power-circuit conductors or both are transposed 
in the exposure section to reduce the resultant induced 
voltages at noise frequencies, as discussed in Sec. 12. 
Transpositions are not applicable to ground-return com¬ 
munication circuits and are not of value for reducing longi- 

*Equation (2) assumes no current in the earth and is applicable 
only for close exposures. 


ludinal voltages in metallic circuits. Transpositions in a 
communication circuit reduce the metallic voltage induced 
by power-circuit currents irrespective of whether the re¬ 
turn for the latter is in a metallic conductor or in the earth. 
Transpositions in a power circuit, however, affect the 
longitudinal voltage induced in the communication circuit 
as follows: (1) they reduce the induced voltages for all 
positive- or negative-sequence currents, (2) they do not 
affect the induced voltage for those components of zero- 
sequence current that return in the earth. Calculations 
can be made by considering separately the induced volt¬ 
ages, for each conductor for each section of the transposi¬ 
tion system, and then combining them. 

Earth-retum circuits are the most common sources of 
magnetic induction in low-frequency coordination prob¬ 
lems. In any location the distribution of current in the 
earth depends upon the resistivity of the earth, upon the 
proximity of grounding points and faults, and upon the 
location of the adjacent grounded conductors. The coup¬ 
ling factors can be estimated by assuming the return cur¬ 
rent to be concentrated in the earth at a considerable dis¬ 
tance below the outgoing current. The voltage induced in 
conductor x caused by current /» flowing in a single-phase 
earth-return circuit, illustrated in Fig. 6 (b), can be deter¬ 
mined from the following approximate formulaf: 

V. = 1^0.0954 + jO.2794 log,o (4) 

where F* is the voltage induced in conductor x per mile 
of parallel, / is the frequency of the power system in cycles 
per second, /, is the rms value of current flowing in the 
aerial conductor a and returning in the earth, /)» is the 
equivalent depth of the return current in the earth below 
the outgoing conductor, is the separation between the 
power conductor a and the communication conductor x 
7)ex is the distance between conductor x and the equivalent 
return for current in conductor a; /)ex and Z>«x must be 
expressed in the same dimensions, preferably in feet. The 
value of 7), is given approximately by Eq. (5). 

Z)e=2160.^^ in feet (5) 

where / is the power-system frequency in cycles per second 
and p is the resistivity of the earth in meter-ohms. Earth 
resistivity is express^ in terms of the ohmic resistance 
between opposite faces of a cubic meter of material. The 
value of the earth resistivity varies through a wide range 
from 10 to 1000 or more meter-ohms with 100 meter-ohms 
perhaps most frequently encountered. 

The voltage in conductor x caused by magnetic induc¬ 
tion from the currents of a three-phase circuit for the 
general case of partial return in the earth, can be written 
in a manner corresponding to Eq. (4), with the following 
result: 

V..0.286(^);.+j0.2794(i)[/. lofo ^ 
+Mog.g^+/.log„^] 

fThlB formula is applicable for close exposures up to about one- 
half mile. 
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where the notation is the same as for Eqs. (2) and (4) and 
lo is the zero-sequence current per phase in rms amperes 
or i (/»+/b+/c)- 

Frequently only the induction from zero-sequence cur¬ 
rents need be considered. For this case, P]q. (6) reduces to 
the following form: 


r / j 

// 

\ D„ 1 

[0.286^ 

^)+i0.8382(i 

3/ 


The denominator of the fraction within the logarithmic 
term is the geometric mean distance from the phase con¬ 
ductors a, 6, c to the conductor x. 

J. R. Carson's Method* is the accurate one for determin¬ 
ing the self-impedance of earth-return circuits and the 
mutual impedance between parallel circuits with earth- 
return taking into account the mutual-resistance and re¬ 
actance terms which vary with the resistivity of the earth. 
This method assumes uniform resistivity and the distribu¬ 
tion of earth current that occurs in the middle of a long 
section. His solution provided the basis for the approxi¬ 
mate formulas of Kqs. (4) and (5) and for more accurate 
values given in Fig. 7 for the coefficients of mutual-resis¬ 
tance, reactance and impedance for various uniform sepa¬ 
rations, which are taken from the work^ of the Joint 
Subcommittee on Development and Research of the Edi- 

*In America this method is usually associated with Carson’s name. 
However, two European investigators, Pollaczek and Ilalx^rland, 
obtained substantially the same results at about the same time. 
See Appendi.x I of Engineering Keport No. 14 of Reference 4. 


son Electric Institute and Bell Telephone System. The 
curves are drawn for three resistivities of 10, 100 and 1000 
meter-ohms. For close separations the effect of earth 
resistivity is not very important, Fig. 7, but at separations 
of about a mile the difference is of considerable magnitude 
since the ratio of the induced voltages is about 40 to 1 for 
variation in the resistivity from 10 to 1000 meter-ohms. 
Preferably the resistivity should be based on tests in the 
particular area. Lacking this information, use may be 
made of the experimental data and correlation with geo¬ 
logical conditions as given by R. H. Card®. For most pre¬ 
liminary work, however, the value of 100 meter-ohms 
usually is taken. For extensive calculation of mutual im¬ 
pedance of earth-return circuits, use can be made of the 
more extensive discussions of Reference 5, and particularly 
Engineering Report No. 14 of Reference 4. For irregular 
exposures, the mutual impedance can be approximated by 
summation of the voltages for component sections of 
several uniform separations. Reference 4 also describes 
additional methods for dealing with irregular exposures. 

Coupling Factors for Electric Induction —The re¬ 
lation between potentials and charges on each conductor 
of a system of n parallel conductors using absolute or cgs 
electrostatic units is given in the familiar form^; 


Va,= A iiJhA- A baQb 

-■An tX^n \ 


Vh — A ubC^u "f A hbt*^b - 

--A nh^n f 

(8) 

Vn —A anOu + A bnC?b - 

AnnQQf 




F!^. 7—Couplinfl coefficients at 60 cycle®—variation with separation and earth resistivity- Carson's formula. 













750 


Coordination of Power and Communication Systems 


Chapter 23 


in which F*, Fb, ..Fn are the potentials and Qb^ Qa 
are the charges on the particular conductor indicated by 
the subscript. The coefficients i4aa, A^by Anu are the 
potential coefficients which are determined by the con¬ 
ductor dimensions, separation from each other, and sepa¬ 
ration from ground. The method of determining these 
coefficients is described in connection with Fig. 8. 



(a) 



a““*^ob* 




///y/y////////////y 


(b) 


8—Electric coupling between two parallel conductors. 

(a) Diagram showing distances used for determination of potential 
coefficients. 

(b) Equivalent capacitance diagram. 


The relations between charges and potentials are given 
in terms of capacitance coefficients as follows:* 

+A:..F.-A'baFb - A^.F„] 

Qb = ~ AabFft+AbhFb . — A'nhFn 


On = - A\„ Fa ~ Ab„ Fb - - + Ann W J 

Capacitance cixifficient of the form Aa« denotes the charge 
on a particular conductor for unit potential on that con¬ 
ductor with all other conductors grounded; mutual co¬ 
efficient of the form Aab denotes the charge on the conduc¬ 
tor a for unit potential on conductor b with all other con¬ 
ductors grounded. Coefficients of the form, Aab and Ab®, 
are identical because of the reciprocity theorem. 

The capacitance coefficients can be expressed in terms of 
the potential coefficients by eliminating the Q terms from 
the set.s of Kqs. (8) and (9). Since the potential coefficients, 
as stated previously, are readily calculated from the geom¬ 
etry of the circuits, the capacitance coefficients themselves 
can he determined. The calculations while straightforward 
arc rather tedious for more than three parallel conductors. 

The determination of the capacitance coefficients for the 
hco-conductor case will now be illustrated in connection 
with Fig. 8. The potential coefficients A*., A*b and Abb 
are given by the following equations: 

*The familiar arbitrary positive signs of the mutual terms are 
made* negative ho as to simplify expressions used later. 


Aaa = 2 loge 
Aab = 2 loge 
Abb = 2 logo 


/taa' 

bub * 
dab 
bbh * 
Tb 


( 10 ) 


where and Abb' are the distances from a conductor to its 
image at a distance below ground equal to its height above 
ground; Aab' is the distance from conductor a to the imagcy 
of conductor 6; dab is the distance between conductors a 
and b; and ru are radii of conductors a and A; and ail 
distances are in the same units. The method of setting up 
the potential coefficient is readily extended to ca.ses with 
more than two parallel conductors. 

Equations (8) and (9) when rewritten for the two-con¬ 
ductor case are as follows: 


I' a A li “I" A 

Fb = A uhC^a+ A hbi^h 

Qii A an, 1 a A ba 1 b 

Qb= ~ Anb Fn-f-A'bbFb 


By substituting the potential coefficients from Eq. (10) 
and eliminating the Q terms, the capacitance coefficients 
are obtained with results as follows: 



> ( 12 ) 


A = ^2 Ior/"' ^^2 log.. ^‘' '-^-^2 log. 



The capacitance units (ierivaal above are in terms of cgs 
electrostatic units; to convert to practical units in micro¬ 
farads per mile it is necessary to multiply the above values 
by 0.1780. 

The equivalent capacitance circuit for the two-conduc¬ 
tor case is shown in Fig. 8 (b). This circuit helps explain 
the meaning of the capacitance coefficients. For a ground 
on conductor b the capacitance from the conductor a to 
ground becomes the capacitance A^^. Thus the coefficient 
of the form Aa® represents the capacitance from the given 
conductor with all other conductors grounded as Fig. 8 (b) 
shows. The coefficient of the form Aab is the mutual capac¬ 
itance that determines the charging current flowing trans¬ 
versely through conductor b when it is grounded and 
potential is applied to conductor a. 

The capacitance coefficients for the three-conductor case 
are given in connection with Fig. 9. The potential coeffi¬ 
cients are calculated in a manner analogous to that des¬ 
cribed in connection with Fig. 8. Then the capacitance 
coefficients can be obtained in a similar manner to that 
just given for the two-conductor case, and the results are 
as follows: 






Chapter 23. 


Coordination of Powtr and Communication Systems 


761 


(2 log . ^ )(2 io s/;;') -(2 log . 

i) 

(2 log, log. ''J';’)(2 log. 

, -(^ t.) y.') 


The capacitance coofTicients for the usual three-phase 
transmission line are considerably simplified from those of 
Kq, (13) because tlie conductors ari' normally the same 
size and the geometric mean spacing usually can be used, 
particularly if transpositions are employed. Idie equiva¬ 
lent circuit for the three-conductor case is given in Fig. 9, 
the capacitances for which should include the conversion 
constant 0.178() as discussed in connection with the two- 
conductor case. 

The zero-sequence or residual voltage of an ^mgrounded 
three-phase line when subjected to balanced voltages can 
readily be determined with the aid of Eq. (13) and Fig. 9 
(b). The admittances between conductors a, b, c and 
ground per mile of line are given by the following: 

r. - 0.1786a,( ~ /f ab - K^) 

Fb = 0.1786co(/Cbb - A^bo ~ Aba) (14) 

Fe - 0.1786<o( Aec ~ Aca ^ Acb) 

For a single line-to-ground fault, the voltages from the 
thre^ conductors to ground consist of a positive-sequence 
component and a zero-sequence component in each phase. 
Thus, the currents flowing through the admittances F^, 
Fb and F© can be expressed as follows: 

/a-(Ao + AOFa I 

/b-(Ao-fa^A,)Fb (15) 

ie = (Ao+a£;On J 

Since the thre^e-phase system is assumed to be ungrounded, 



(b) 


Fift. 9—Electric coupling between three parallel conductors. 

(a) Kqiiival(*nt rapacitanee diagram. 

(1)) Equivalent circuit for dtdi'rminin^; /(‘ro-st'qucncc volt-agc of 
ungrounded thive-pha.'^o sy.sU‘m. 

the sum of the three phase-currents is zero. This pcTinits 
the determination of the ratio of zero- to positive-sequence 
voltages with result as follows: 

Eq Fn + q + r (lb) 

v.+ n+rT' 

The ratio of the residual voltage to the line-to-neut ral or 
positive-se(|uence voltage is three times that given by E(|. 

(ir»). 

Voltages caused by electrie induction from a single 
power conductor with a potential to ground can bo ob¬ 
tained from the equivalent network of Fig. 8 (b) with 
result as follows: 

, haW 

tr I' h^^io 1 

* l> lib 'Mib / 1-*\ 

-^=p ~=—-- (I/) 

I a Abb , '^aa' 

logio “ 

The capacitance coefficients for the four-coruiuctor case 
can be obtained in a similar manner with the aid of the 
equivalent network showm in Fig. 10. This solution can be 
used to obtain the voltage electrically induced on conduc¬ 
tor a: by a three-phase circuit. If the power system is 
grounded, the potentials of conductors a, b and c with 
respect to ground are known and the potential of conduc¬ 
tor X to ground is calculated by considering only the capaci¬ 
tances Aax, Abx» Anx and (Axx Aax Abx Acx)* If the 
power circuit is ungrounded, then it is necessary to deter¬ 
mine the zero-sequence voltage of the system to ground. 
If the conductor x is ungrounded or if it is sufficiently re- 
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C<i*KQo“KQb"*^oc “^0* 
Cb*Kbb“^ob"*^bc "“^bi 
Cc “•^cc'"^oc""^bc ““^cx 
C**Kjg-KQx “Kbx “*^cx 


Fij. 10—Electric coupling between four parallel conductors 
equivalent capacitance diagram. 

mote, then the potential of the system of power conductors 
with respect to ground is determined by neglecting the 
conductor x. This makes possible the use of the method 
outlined in connection with Fig. 9. When the potentials 
of the conductors a, 6, and c with respect to ground have 
been deteniiined, then the potential of conductor x can be 
obtained in the usual way. 

Shielding Conductors —Special grounded conductors, 
which are used for reducing the voltages from electric or 
magnetic induction on communication circuits, are called 
shielding conductors. Shielding action may also result 
from grounded conductors that are a normal part of either 
power or communication circuits. 

Shielding against electric induction is provided by a con¬ 
ductor grounded at one point. The method just described 
for determining the coupling factors for electric induction 
can also be used for determining the effectiveness of shield¬ 
ing conductors. A grounded cable sheath provides prac¬ 
tically complete protection against electric induction. 
Shielding against magnetic induction is provided by ground¬ 
ing the shielding conductor at the ends alone or at inter¬ 
mediate points in addition. The ground connections should 
be of low resistance so as to facilitate the flow of current 
through the shielding-conductor earth-circuit. The current 
flowing in the shielding conductor can readily be calculated 
by the method previously described or as discussed more 
fully in Chap. 2, in Reference 5 or in Engineering Report 
No. 48 of Reference 4. The reduction in the voltage in¬ 
duced in the circuit to be protected can then be calculated 
by considering the voltages that result from the currents 
flowing through the shielding conductors, using the method 
discussed in connection with Eq. (4) and Figs. 6 and 7. 

The effectiveness of shielding action varies widely, de¬ 
pending upon the physical dimensions of the shielding con¬ 
ductor, the resistance of the conductor and earth connec¬ 
tions, and the coupling to the circuit to be protected. A 
steel ground wire may carry about ten percent of the zero- 
sequence current in the power circuit. Two 4/0 copper 
ground wires may increase the shielding action so that 40 


percent of the zero-sequence current will return in the 
ground wires. The shielding at 60 cycles of a fullsized lead- 
sheath telephone cable is about 50 percent and if the 
sheath is wrapp)ed with magnetic tape armor (two 40-mil 
tapes on the larger sizes) the shielding is increased to 80 or 
90 percent depending upon the magnitude of induction, 
assuming that there is good contact with the earth. The 
shielding given by power cables depends upon construction 
and varies from 40 to 70 percent. Shielding conductors on 
cither the power circuit or on the communication circuit 
can provide a remedial measure of value. 

9. Low-Frequency Susceptiveness Factors 

The effects of low-frequency induction on a communica- 
tion circuit depend upon its magnitude and duration, and 
upon the frequency of occurrence of the abnormal condi¬ 
tion. Some of these effects can occur at voltages below 




Fig. 11—Features of standard Bell System telephone protector. 

(a) General appearance of subscriber protector, the No. 08A pro¬ 
tector, with two fuses and two sets of protective gaps. The 
protector blocks (Nos. 26 and 80) within the cap are shown 
by phantom view. 

(b) Typical breakdown characteristics (Nos. 26 and 30 blocks). 
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those producing operation of protective equipment. Such 
effects include falM signalling and relay chattering on tele¬ 
phone circuits, distortion of telegraph signals, and false 
relaying on supervisory control circuits. The more serious 
effects from low-frequency induction are, however, usually 
associated with voltages of sufficient magnitude to operate 
protectors. 

Standard Telephone-Circuit Protection-Telephone 
circuits subjected to the possibilities of extraneous volt¬ 
ages above about 250 volts are equipped with protectors. 
At subscriber premises these protectors usually consist of 
seven-ampere fuses and carbon-block discharge gaps with 
a spacing of three mils. The general appearance of this 
station protector is shown in Fig. 11, together with a 
breakdown characteristic of the discharge gap. This curve, 
obtained imder certain conditions in laboratory tests on 
new blocks, should not be taken as generally representative 
of behavior under field conditions. Similar protector 
blocks assembled in a group mounting, with facilities for 
terminating a large number of cable pairs, are used in cen¬ 
tral offices. Protectors located at the junction of open- 
wire and cable are usually provided with similar carbon 
blocks with six-mil spacing. Where open-wire telephone 
lines are located in joint-use construction with higher-volt¬ 
age distribution lines, special protectors capable of with¬ 
standing a high discharge current are sometimes placed on 
the telephone circuits, generally at or near points from 
which customers are served. 

The operation of telephone protector blocks produces 
several important effects. In the first place the protector 
blo(;ks do not break down in an identical manner, with the 
result that unsynometrical voltages are produced, which 
cause equalizing currents to flow through the telephone 
receivers. The high currents flowing through the receiver 
under such conditions can produce acoustic shock. In con¬ 
sidering this type of interference it is necessary to include 
the adverse psychological reactions to the threat of such 
action. If the current through the protector blocks is large 
or prolonged, they may become grounded, rendering the 
circuit inoperative. The standard Bell System telephone 
protector blocks consist of two carbon electrodes, one of 
which is mounted as an insert in a porcelain block so that 
if the insert is heated as by passage of current, it is released 
and makes a permanent ground. After protector blocks 
are grounded, service cannot be restored until they have 
been replaced by maintenance forces. 

The longitudinal-component of voltage impressed on a 
communication circuit is distributed around the circuit in 
accordance with the circuit constants; ordinarily the volt¬ 
ages divide across the two ends of a telephone circuit sub¬ 
stantially in proportion to the impedances in the two 
directions from the center of the exposure. Frequently the 
exposure is not synunetrical with the circuit so that the 
large part of the total induced voltage appears across one 
of the protectors. For this reason the total voltage re¬ 
quired to produce protector breakdown varies through 
quite a range and normally is taken only slightly above 
the breakdown voltage of a single protector. 

Cobles —^The use of cables instead of open-wire con¬ 
struction is an important coordination measure because of 
the shielding action provided by iffieaths, as discussed pre¬ 


viously. The greater cost of cable construction, however, 
limits the usefulness of this measure to situations where 
many circuits are involved or where severe exposures are 
encountered for circuits of fixed location. Eduction of 
induced voltages by putting circuits inside a cable sheath 
is generally practicable only where a new communication 
line is to be built or an old line replaced. The extensive 
use of cables for both communication and distribution cir¬ 
cuits in urban and suburban areas has, however, greatly 
simplified the coordination problem in these areas of close 
exposure. Special cables are made with steel-tape armor, 
and with grounded shielding conductors located inside of 
the cable sheath. Such cables greatly increase the effec¬ 
tiveness of shielding action, and reduction factors as great 
as 95 percent are obtainable. In addition, special cables 
have been built with higher than normal insulation, par¬ 
ticularly for use in locations along the right-of-way of a-c 
railways. Such cables are normally tested at 1000 volts 
rms between conductors and 3500 volts rms to ground for 
20 seconds. When highly-insulated cables are used, it may 
be necessary to install insulating transformers between the 
line and terminal equipment. 

Special Types of Protective Measures* —Three 
classes of special measures of value against low-frequency 
induction are: 

1. Special measures to avoid adverse effects of induction 
without changing insulation or reducing induced volt¬ 
ages. 

2. Reduction of induced voltages. 

3. Increased circuit insulation with proportionate in¬ 
crease in protector breakdown voltage. 

Relay Protector —A relay protector for a pair of wires 
consists of a set of protectors, usually of the carbon-block 
type, connected to ground or across the telephone circuit, 
together with a coil connected in series with the discharge 
path, and with relay contacts for short-circuiting the pro¬ 
tectors, capable of carrying heavy currents for short peri¬ 
ods, e.g., 100 amperes for seconds. The relay operates 
in one cycle or less to shunt the normal protectors, which 
are by this means prevented from becoming grounded. 
After the abnormal voltage condition has disappeared, the 
relay returns to its normal position and the circuit again 
becomes operative. This device is used for avoiding main¬ 
tenance trouble and, except during the fault, interruption 
of service on telephone and supervisory circuits. The relay 
protector also is available in a form suitable for application 
to all the wires of a line. The device is of value for super¬ 
visory control if the transmission of signals during the 
abnormal condition is not essential. The relay protector 
has the advantage over the vacuum or low-pressure gas- 
filled protector of having a lower breakdown characteristic 
for the majority of applications, and for this reason is the 
more commonly used. 

Acoustic-Shodc Reducer —^The acoustic-shock reducer is 
a device applied to telephone circuits to minimize the 
acoustic shock resulting from un 83 Tnmetrical discharge of 
protectors that cause high currents in the telephone re- 

*Protection of ground-return signal cireuita, particularly telegraph 
circuits against fundamental-frequency induction from power cir¬ 
cuits or a-c railway circuits is discussed at considerable length in 
Reference 23. 
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ceiver. The most widely used acoustic-shock reducer con¬ 
sists of two oppositely-poled groups of copper-oxide recti¬ 
fiers, the combination having high resistance to the low 
voltages which are used in ordinary communication and 
having low resistance to the relatively high metallic-circuit 
voltages produced when telephone protectors are operated, 
thus by-passing the telephone receiver. The acoustic 
shock reducer does not, of course, avoid the other disad¬ 
vantages of protector operation. 

Special Protectors —Special vacuum tube, or preferably, 
low-pressure gas-filled protectors, are sometimes used for 
protecting circuits subjected to induction that would oper- 

I POWER LINE I 


EXPOSURE 



(b) 



TE 




(d) 



Fig. 12—Drainage schemes for reducing potential on terminal 

equipment (TE) as a result of induction or ground potential. 

(a) Simple drainage scheme with balance coil, BC, for use with a 
telephone or audio-frequency signaling system. 

(b) Resistance-drainage scheme for use with d-c signaling in super¬ 
visory control. 

R Drainage resistor. 

R* Line resistor. 

(c) Resonant-drainage scheme for use with d-c signaling in super¬ 
visory control. 

L Inductance coil. 

C Capacitor. 

(d) Drainage scheme aith longitudinal choke coils for use with 
d-c signaling in supervisory control. 

LC Longitudinal choke coil 

C Capacitor. 


ate ordinary protectors. The advantage of the tube-type 
protector is that wider spacing can be obtained, which 
minimizes the tendency for protectors to ground. The dis¬ 
charge voltage of the tube protector usually is somewhat 
higher than that of the standard telephone gap and for 
that reason is preferably used with somewhat higher than 
normal insulation. 

Drainage Schemes —By providing a drainage path to 
ground, the resultant voltage on a communication circuit 
can be reduced sufficiently to avoid the necessity of relief 
by protector operation. Fig. 12 (a) shows a simple drain¬ 
age scheme with a balance coil for a telephone or audio¬ 
frequency signaling system. Fig. 12 (b) shows a resistance 
drainage scheme for a d-c signaling system. In this arrange¬ 
ment the voltage impressed on the terminal equipment is 
reduced by the drop consumed in the line resistances ft' 
caused by the drainage currents flowing through resistors 
ft. This scheme is used in supervisory-control circuits of 
limited length or limited inductance. Fig. 12 (c) shows a 
resonant-drainage scheme with elements L and C tuned 
for the fundamental frequency of the power system, so as 
to provide lovv-irnpedancc paths for the induced voltages. 
The resonant drainage is relatively more effective for 
steady-state or slow transients than for the abrupt tran¬ 
sients. Probably the most successful scheme for protection 
of supervisory control, shown in Fig. 12 (d), utilizes longi¬ 
tudinal choke coils. Each coil is wound to have negligible 
inductance in the metallic circuit but high inductance in 
the longitudinal circuit which is completed through capaci¬ 
tances C. In a typical installation the coils have longitu¬ 
dinal-circuit impedances of 40.000 ohms and ttie shunt 
capacitors are 0.25 microfarad. With this scheme, the in¬ 
duced voltage is largely removed from the terminals although 
left on the line. Hence, this scheme is applicable only when 
the line insulation can withstand the maximum induced 
voltage or where other means are used in combination to 
prevent the adverse effects from induction in the lines. 
The scheme is sometimes described as a self-neutralizing 
transformer scheme because the resultant voltage distribu¬ 
tion is close to that of the neutralizing-transformer scheme 
discussed in the next paragraph and the function of the 
neutralizing wire is provided by the circuit itself. 

Neutralizing-’Transformcr —One of the oldest and most 
successful schemes for protecting communication circuits 
against induction is the neutralizing-transformer scheme. 
In this scheme, shown schematically in Fig. 13, a neutral¬ 
izing-wire is placed close to the wires of the circuit to be 
protected so as to be subjected to the same induced volt¬ 
ages. Transformers are connected in the neutralizing-wire 
circuit and in the circuit to be protected, with the windings 
so arranged that the voltage produced in the communica¬ 
tion circuit by the transformer action opposes and effec¬ 
tively *■ neutralizes'’ the voltage directly induced in the 
communication circuit. The voltage induced in the com¬ 
munication circuit is divided among the several neutraliz¬ 
ing transformers. This scheme requires an additional wire 
and ground connection, the total resistance of which must 
be low in comparison with the impedance of the ground- 
return circuit. The neutralizing-transformer scheme was 
initially used for the protection of telegraph circuits ex¬ 
posed to induction from a-c railway circuits under normal 
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FI*. 13—Neutralizing transformer scheme. 

(a) Schematic diagram. 

TE Telephone terminal equipment. 

NT Neutralizing transformer. 

NW Neutralizing wire, subject to same induction as the tele¬ 
phone wires. 

G Grounds of low resistance. 

(b) Voltage distribution along telephone line. 

A With neutralizing transformer. 

B Without neutralizing transformer. 

Ent Voltage induced by neutralizing transformer. 

Eun Unneutralized voltage on terminal equipment. 

operation. In recent years it has been used on telephone 
circuits, particularly to provide protection against rise in 
ground potential that would otherwise appear in leased 
circuits used for power-company communication^^^^ or for 
pilot-wire relay protection. If only rise in ground potential 
is important, that is, if ordinary magnetic induction is 
negligible, it is necessary merely to connect the neutraliz¬ 
ing-wire winding of the neutralizing transformer between 
the station ground and a remote ground, i.e., a ground out- 





Pig. 14—Schematic diagram of neutralizing-tranaformer 
•cheme for the protection against rise in station ground 
potential In leased circuits used for pilot-wire relaying, 

LA Lightning arrester—distribution type. 

P Telephone protector (No. 26 and No. 27 blocks). 

Telephone protector (No. 26 and No. 30 blocks). 

8G Station ground. 

RG Remote ground, located beyond influence of station ground. 


side of the influence of the station ground. Ordinarily this 
means a relatively short length of neutralizing-wire. The 
principal features of this arrangement are shown in Fig. 14. 
The suitability of a remote ground can be checked by cir¬ 
culating fault current through the station ground and 
determining the rise of potential of that ground with 
respect to an unquestionably remote ground, such as the 
central oflSce. The neutralizing transformer is exposed to 
lightning voltages that may come from the aerial commun¬ 
ication circuit or as a result of heavy discharge through the 
power-station ground. The insulation of neutralizing trans¬ 
formers is, of course, not high enough to avoid the possi¬ 
bility of breakdown against these lightning voltages. If a 
plain protective gap were connected across it, there would 
be the possibility of dynamic-current flow across the gap 
and into the remote ground and across the protectors P' 
into the central-oflBce ground which would result in grounded 
protectors. This can be avoided by the use of a valve-type 
arrester, such as the available distribution-type power 
arresters. The voltage class of the lightning arrester should 
be selected so that its cutoff voltage will be above the max¬ 
imum exi>ected difference in 60-cycle volt^e between the 
station ground and the remote ground. The neutralizing 
transformer permits d-c signaling and routine circuit test¬ 
ing in accordance with Bell System practice. 

Insulating Transformers —The effects of low-frequency 
induction can be avoided by increasing the insulation of 
the communication circuit and by using insulating trans¬ 
formers between lines and terminal apparatus. Such an 
arrangement is shown in Fig. 15 and is normally used for 
power-line telephone systems or for exposed lines that are 



HORN GAPS 

DISCONNECTING SWITCH 
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LOW-CURRENT FUSE 
LOW-VOLTAGE PROTECTOR 


TELEPHONE SET 


Fig. 15—Protective scheme for exposed or power-line tele¬ 
phone systems. 
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connected to commercial telephone systems. The arrange¬ 
ment shows the insulating transformer between the line 
and the local apparatus, together with low-voltage knurled- 
type protective gaps and with disconnecting switch and 
high-current fuses. The combination of the horn gap and 
the high-voltage fuse has been found by experience to pro¬ 
vide the best protection. To avoid a burnout of the insu¬ 
lating transformer in case gaps operate on one side of the 
line only, a low-voltage protector is connected directly 
across the metallic circuit. To minimize the possibility of 
bridging this protector a relay-type protector is connected 
in parallel with it as sho>\Ti in Fig. 15, or a low-pressure 
gas-filled protector tube can be used. On some circuits it 
is necessary to minimize the effect of electric induction 
under normal operating conditions, by draining the line so 
that the necessary charging currents can flow. It is possi¬ 
ble to use the midpoint of some of these insulating trans¬ 
formers for a drainage connection. For protection against 
magnetic induction, it is sometimes feasible to insert sev¬ 
eral insulating transformers distributed along the circuit 
to be protected. 

Pilot-wire relaying channels can be protected against 
the effect of ground potential as shown in Fig. 16, which 



Fig. 16—Schematic diagram illustrating use of insulating 
transformers for protecting pilot-wire relaying circuit with 
superposed d-c channel for superWsion. 
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Capacitors for grounding.) 

Lightning arresters—distribution type. 
Protectors, preferably gas-filled type. 
Station ground. 


includes provision for d-c supervision. In this arrangement 
if the longitudinal choke coils are not used, the insulating 
transformers absorb the difference of potential between 
the station ground and the remote ground. It also has the 
particular advantage in connection with pilot-wire relaying 
channels of providing a ‘'turn ratio'' device needed to avoid 
producing high line drop where standard five-ampere sec¬ 
ondary current transformers are used for relaying pur¬ 
poses. The conditions in regard to the need for the light¬ 
ning arrester across the transformer are the same as for the 
cirf!uit of Fig. 14. The transformer in this case is of simple 


design, since it is not required to meet the balance require¬ 
ments for use on telephone circuits, but merely provides 
the turn ratio and requisite insulation strength between 
primary and secondary windings. When a superposed d-c 
signaling channel is to be used over a circuit equipped with 
insulating transformers, the line winding is arrang^ in two 
sections, the mid-points of which are connected to ground 
through suitable capacitors as shown in Fig. 16. These 
mid-points can be used as line connection for the d-c signal¬ 
ing circuit, the source for which can conveniently be pro¬ 
vided by copper-oxide rectifiers and suitable insulating 
transformers. To provide protection against higher induc¬ 
tion or ground potential, special longitudinal choke coils 
LC are added to the circuit as shown in Fig. 16. These 
coils are arranged to be non-inductive in the metallic cir¬ 
cuit but to have high inductance for the longitudinal 
circuit, and to have considerable dielectric strength for 
that path. This general arrangement provides supervision 
features for checking the integrity of a pilot-wire channel 
against open circuits, short circuits, or grounds. If super¬ 
vision features are not required, the mid-point connections 
of the insulating transformer are omitted and the line-side 
winding arranged in a single section. This results in simple 
connections for the pilot-wire relaying circuit. 

HI. NOISE-FREQUENCY COORDINATION 

A telephone circuit traversing electric and magnetic 
fields will, in general, produce extraneous currents in all 
connected telephone receivers. These extraneous currents 
interfere with telephonic transmission if they are in the 
audio- or noise-frequency range and of appreciable magni¬ 
tude compared with normal voice currents. 

Noise-frequency coordination problems involve the same 
basic factors as the low-frequency problems, namely, in¬ 
fluence characteristics of the power circuit, susceptiveness 
of the communication circuit, and coupling between the 
circuits. These factors are, however, limited to the charac¬ 
teristics in the audio- or noise-frequency range and are, 
therefore, different from those encountered in low-fre¬ 
quency coordination. In general, the important frequencies 
in the noise-frequency problem are the incidental or har¬ 
monic frequencies of power-system operation. These har¬ 
monics are produced by reluctance changes due to poles 
and slots in rotating machines, by saturation in magnetic 
circuits, and by cyclic circuit changes in rectifiers and com¬ 
mutating machines. In the present state of the art these 
characteristics of electrical apparatus cannot be avoided, 
and any large improvement would require radical changes 
in apparatus design that would greatly increase the cost 
and decrease serviceability. It is, however, to the interest 
of both power and communication companies to control 
the harmonics to the greatest practical extent. 

The investigation of a noise-frequency coordination prob¬ 
lem requires the determination of (1) the noise-frequency 
or harmonic voltages and currents in the power system for 
each section involved in an inductive exposure, (2) the 
coupling factors between the power and communication 
circuits, and (3) the harmonic currents produced in the 
telephone receiver, or the telephone noise. The final step 
involves determination of whether the noise conditions are 
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satisfactory, and if unsatisfactory the selection of the 
appropriate remedial measures. The various factors in 
this problem are first considered, after which a method is 
given for estimating the resultant noise in the telephone 
circuit. 

10. Frequency-Weighting Curves 

The severity of an exposure in noise-frequency coordina¬ 
tion is difficult to define because of the many harmonic 
frequencies that may be present. It becomes desirable, 
therefore, to find a single factor, representing the effects of 
all the frequencies present, by means of which the severity 
of an exposure may be appraised. This is accomplished by 
the use of frequency-weighting curves as shown in Fig. 17. 



Fig. 17—T.I.F. weighting cuires. 

A—Telephone inU'rferenco factor—based on 1919 frequency-weight¬ 
ing curve. 

B—Telephone influence factor—based on 1935 frequency-weighting 
curve. 


In the determination of such curves consideration is given 
to the following factors: 

1. Coupling between power and telephone circuits. 

2. Frequency-response characteristic of the telephone 
circuit, particularly the telephone receiver. 

3. Law of combination for effects of several frequencies. 

4. Characteristics of the human ear in regard to its per¬ 
ception of sounds. 

5. The effect of telephonic noise in adversely affecting 
reception because of unintelligibility or annoyance. 

To obtain the frequency-weighting curves* ®, extensive 
‘judgment^' and ^‘articulation” tests were made on tele¬ 
phone circuits subjected to single-frequency voltages of 
variable magnitudes. Judgment tests involve comparisons 
in the presence of speech of the relative interfering effects 
of the disturbing frequency to that produced by a reference 
noise in the receiver. Articulation tests involve the com¬ 
parison of the accuracy in receiving meaningless mono¬ 
syllables in the presence of variable amounts of the disturb¬ 
ing frequency. When currents of several frequencies are 
present in the telephone receiver, the overall effect corre¬ 
sponds to a complicated combination of the components. 
However, experience shows that satisfactory results can 
be obtained by combining the weighted components for 
the several frequencies according to the square root of the 
sum of the squares. These considerations provide the basis 


for methods of estimating or measuring the total tele¬ 
phone-circuit noise, discussed in Sec. 14. Thus, starting 
with the harmonics in the voltages and currents of a power 
system and using coupling factors and the frequency¬ 
weighting curve applicable to the telephone circuit, it is 
possible to estimate the overall effect from the coordina¬ 
tion standpoint. However, for many purposes it is more 
convenient to obtain a single factor applicable to the har¬ 
monics on a pwwer sj^stem. To do this it is necessary to 
modify the frequency-weighting curves applicable to the 
telephone circuit by factors which take into account the 
coupling between power and telephone circuits. Experi¬ 
ence shows that a factor directly proportional to frequency 
gives satisfactory results for both current and voltage har¬ 
monics. This leads to frequency-weighting curves applic¬ 
able to harmonics on power systems. These are called T. 
I. F. curves, where T. I. F. means telephone interference 
factor or telephone influence factor. Improvements in the 
telephone receivers over a period of years require different 
frequency-weighting curves as discussed in the following 
paragraph. 

Telephone Interference Factor, Telephone Influ- 
ence Factor, and TJ.F. Curves —The original or 1919 
frequency-weighting curve applicable to power-system 
harmonics is given in Curve A of Fig. 17, and the term was 
called Telephone Interference Factor. In 1935 a new fre¬ 
quency-weighting curve, as shown in Curve B of Fig. 17, 
was adopted and the term was changed to Telephone In¬ 
fluence Factor as being more descriptive of the actual 
quantity. The new type of hand set put into production 
by the Bell System in 1938 makes imminent further 
changes in the frequency-weighting curves. Originally it 


Table 1—T.I.F. Weightings op Various Single Frequencies 


Frequency 

1919 T.I.F. 

1935 T.I.F. 

60 

8.8 

1 

180 

112 

15 

300 

440 

205 

360 

770 

370 

420 

1 100 

590 

540 

1 770 

1250 

660 

2 540 

2 250 

720 

3 100 

2 990 

780 

3 870 

4080 

900 

6 260 

7 270 

1020 

11 700 

11600 

1080 

16 000 

11980 

1 140 

16 100 

11 100 

1260 

9 350 

7 920 

1380 

6 100 

5 470 

1 440 

5 250 

4 740 

1500 

4530 

4 400 

1620 

3 600 

3900 

1740 

3 020 

3 660 

1800 

2 750 

3580 

1860 

2 600 

3 570 

1980 

2280 

3 500 

2 100 

2000 

3 500 

2 500 


3 680 

3000 


3 940 

5000 


480 
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was intended that the 1935 T.I.F. curve and the term 
Telephone Influence Factor should replace the earlier 
forms. However, the transition requires time and has not 
been made throughout the industry and it appears that 
this change will not be made until after new curves are 
adopted. As a consequence, both the 1919 and 1935 T.I.F. 
curves and the corresponding terms are in use at present 
and their definitions are as follows: 

The telephone interference factor of a wave is the ratio of the 
square root of the sum of the squares of the weighted nns 
v^ues of certain groups or of all sine wave components, includ¬ 
ing in alternating waves both the fundamental and the har¬ 
monics to the nns value of wave. The weightings to be applied 
to tite individual components of different frequencies are as 
given in Curve A of fig. 17 and Table 1. 

The term telephone infiuenee factor has the same definition as 
telephone interference factor except that the frequency weight¬ 
ings are obtained from Curve B of Fig. 17 and Table 1. 

These T.I.F. factors for apparatus are of two kinds, 
balanced and residual component. The definitions of 
these factors for a s}mchronou8 machine are as follows: 

The balanced telephone interference factor (or balanced tele¬ 
phone influence factor) of a three-phase synchronous machine 
is the ratio of the square root of the sum of the squares of 
weighted rms values of the fundamental and the non-triple 
series of harmonics to the rms value of the normal no-lc^ 
voltage wave. 

The residual-component telephone interference factor (or re¬ 
sidual component telephone influence factor) of a three-phase 
synchronous machine is the ratio of the square root of the sum 
of the squares of the weighted values of one-third of the rms 
fundamental and harmonic residual voltages to the rms value 
of the normal voltage from line to neutral*. 

Balanced T.I.F. is obtained from the positive- and nega¬ 
tive-sequence voltages and currents, including both fun¬ 
damental and harmonics, while the residual component t 
T.I.F. is obtained from the zero-sequence voltages and 
currents, including fundamental and harmonics, which, 
from a practical standpoint, are limited to those of the 
triple-harmonic series. Balanced and residual T.I.F. terms 
are also used in connection with systems under load 
conditions. 

Meters are available for measuring the telephone in¬ 
terference factor and the telephone influence factor of 
both voltage and current waves. In the case of voltage 
T.I.F. measurements, the reading is the ratio of the cur¬ 
rent in the metering element in micro-amperes to the rms 
value of voltage being measured. In the case of current 
T.I.F. measurements, the drop across a one millihenry 
inductance in a series relation with the current being 
measured, is impressed on the meter, and the reading is the 
ratio of the current in the metering element in micro¬ 
amperes to the iTOS value of the current wave. Usually 
current and potential transformers are necessary to reduce 
the voltages and currents to magnitudes suitable for T.I.F. 
meters. In measurement of balanced T.I.F. for voltage 
on a machine or for voltage or current on a system, the 

*See also Sec. 11, Influence Factors. 

tResidual-component quantities are equal to the sero-sequence 
components, while residual quantities are three times the sero- 
sequence components. 


line-to-line voltage or line currents with zero-sequence 
components removed are used. For the measurement of 
residual-component voltage T.I.F. of a machine, the ma¬ 
chine may be connected in *'open delta” and a potential 
transformer placed between the meter and the machine. 
An alternative method applicable to both a machine or 
system is to connect the primary windings of three po¬ 
tential transformers from line-to-neutral terminals of the 
machine or system and to connect the secondary windings 
in opened delta across the T.I.F. meter. When potential, 
transformers are used, they will introduce a small error 
resulting from the triple harmonics produced by the trans¬ 
formers themselves. This error is, however, unimportant, 
except where very low values of residual-component T.I.F. 
are ^ing measured. Residual-current T.I.F. of a system 
may be obtained by using the sum of the three phase 
currents to energize the one millihenry coil across which 
the T.I.F. meter is connected. The terms KV-T and I • T 
are frequently used in connection with system quantities 
and give the total weighted factors for voltages and cur¬ 
rents respectively, both balanced and residual. In these 
terms T represents voltage or current T.I.F., KV the rms 
line-to-line, or residual voltage in kilovolts, and I the rms 
line current (with zero-sequence component removed), or 
the residual current in amperes. 

11. Noise-Frequency Influence Factors 

On commercial power systems of either the three-phase 
or the single-phase midpoint-grounded tyi>es, two kinds 
of circuits require consideration, namely, 0) the circuits 
whose paths are limited to the line conductors and (2) the 
circuits whose paths involve ground. Telephone engineers 
are accustomed to use the terms balanced voltages or cur¬ 
rents for those which are confined to the line conductors 
and the term residual voltages or currents to those which 
are associated with ground. Power engineers generally 
use symmetrical components and thus will recognize that 
the balanced voltages or currents are those of positive- or 
negative-sequence and that the residual voltages or cur¬ 
rents correspond to the sum of three phase quantities or to 
three times the zero-sequence quantities. Consideration 
must be given separately to these two types of circuits 
because the coupling factors between the power circuits 
as a whole and the communication circuit are much greater 
for residual or zero-sequence than for the balanced or 
positive- and negative-sequence; the ratio of these coup¬ 
ling factors, which may as high as 50, depends upon 
power-circuit configuration and the separation between 
power and telephone circuits. 

Sequence of Harmonics —Harmonics of 83 rmmetrical 
three-phase systems analyzed by symmetrical compon¬ 
ents*, are of definite sequence. In a symmetrical system 
the even harmonics are absent and the remaining har¬ 
monics are divided between the sequences as shown in the 
accompanying Table 2. 

Thus, positive-sequence harmonics are all of the order 
(6n-|-l) where n is any integer; the negative sequence, 
(6n<— 1) and the zero sequence, (fin—3). Triple harmonics 
require separate consideration from the positive- or nega¬ 
tive-sequence harmonics because the former are of zero 
sequence and flow in a different path. In a ssrmmetrical 
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Table 2—Sequence of Harmonics in Three-Phase Systems 


Harmonic 

Sequence 

Harmonic 

Sequence 

1 

Positive 

19 

Positive 

8 

Zero 

21 

Zero 

6 

Negative 

23 

Negative 

7 

Positive 

25 

Positive 

9 

Zero 

27 

Zero 

11 

Negative 

29 ' 

Negative 

13 

Positive 

31 

Pooitive 

15 

Zero 

etc. 


17 

Negative 




system the line-to-neutral voltages contain all the har¬ 
monics present in the line-to-line voltage and in addition 
contain the zero-sequence harmonics. 

Balance of a Power System —If, under normal op¬ 
erating conditions, a power system is symmetrical and if 
voltages of positive-sequence only are generated, then only 
currents of positive-sequence can flow. However, if the 
circuit is unbalanced, the flow of positive-sequence current, 
for example, through unbalanced scries impedances, pro¬ 
duces unbalanced voltages that include a zero-sequence 
component and produce zero-sequence currents, the im¬ 
portance of which from the induction standpoint may be 
many times that of the original balanced currents. This 
difference results from the greater coupling inherent in the 
residual or zero-sequence paths. Frequently, it is desirable 
to transpose the system in order to balance it. 

Wave-Shape Characteristics of Power Apparatus 
—Power systems normally operate at a fundamental fre¬ 
quency of 60 cycles, but it is necesvsary at times to con¬ 
sider 25 and 50-cycle a-c circuits and d-c circuits. The 
wave-shape characteristics of power systems are influenced 
principally by the harmonics generated in synchronous 
machines and converting apparatus and by exciting cur¬ 
rents in transformers. In a few cases it has been necessary 
to consider other types of apparatus that produce har¬ 
monics. 

Synchronous Machines —The important sources of har¬ 
monics in most power systems are synchronous machines, 
particularly generators. These, including condensers, fre¬ 
quency-changer sets, converters, and motors for industrial 
drive, have similar wave-shape characteristics. Except in 
a few applications, the smaller synchronous machines and 
the synchronous motors for industrial plants are usually 
unimportant unless larger than say 1000 kva. 

The principal sources of harmonics in a synchronous 
machine are: 

1. The field form, particularly with salient-pole con¬ 
struction. 

2. The variation in reluctance caused by slots. 

3. Saturation in main circuits and leakage paths. 

4. Damper windings, which frequently are unsym- 
metrically spaced. 

The most important of the possible methods of control¬ 
ling the harmonics are: 

1. Large air gap. 

2. Shaping of pole pieces. 

3. Partially-closed slots. 


4. Skewing of poles or slots. 

5. Number of slots per phase per pole. 

6. Chording of the windings. 

7. Fractional-slot windings. 

Often many of these controls are impractical since they 
would greatly increase costs. Ordinary closed slots are 
generally impractical because form-wound coils cannot be 
used. Skewing of poles or slots is an effective measure but 
frequently increases losses and introduces mechanical 
problems in construction and interferes with the rigidity 
of the support, which is usually not uniform throughout 
the length of the pole or slot. The more commonly useful 
factors include: 

1. Suitable ratios of slot opening to air-gap length. 

2. The avoidance of certain numbers of slots per pole 
per phase giving slot frequencies in the vicinity of 
1100 cycles. 

3. Chorded and fractional-slot windings. 

By varying the pitch of chorded windings it is possible to 
eliminate particular harmonics, but this is usually accom¬ 
panied by an increase in some other harmonic. Conse¬ 
quently, chording is a factor of limited usefulness. One of 
the most practical controls for slot harmonics is fractional- 
slot windings. While many combinations are possible, a 
frequent arrangement is an odd number of slots per pair of 
poles. This has the effect of keeping the reluctance con¬ 
stant since a change under one pole is compensated by an 
equal and opposite change under the adjacent pole. How¬ 
ever, such windings do interfere with the use of standard 
parts and generally require greater development for a line 
of machines than normal. 

The most important harmonics of a synchronous ma¬ 
chine result from the slot frequencies, and their values are 
given by: 

F.^S{rps)±f (18) 

= (2N±l)f (19) 

where Fa —slot frequencies 

S —total number of armature slots 
rps —machine speed in revolutions p>er second 
/—fundamental frequency 
N —number of slots per pole 

The frequency given by the first terms corresponds to 
the pulsation of reluctance in the magnetic circuit. Be¬ 
cause of the effect of rotation of the rotor, the harmonics 
appearing in the armature circuit are increased and de¬ 
creased by the fundamental. Thus, if the slot frequency 
corresponds to the 18th harmonic the frequencies appear¬ 
ing in the output circuit of a synchronous generator are 
the 17th and 19th harmonics of the fundamental. The slot 
frequencies always occur in pairs but their magnitudes are 
frequently quite different, the cause for which has not 
been fully investigated. Double-frequency pulsations are 
produced (1) by saturation in the magnetic circuit, par¬ 
ticularly in the teeth, and (2) by reflection from currents 
induced in rotor bars by the slot ripple. Additional fre¬ 
quencies may be produced by damper windings, which 
usually are not uniformly distributed within the pole or 
interpolar space. With non-uniform arrangements it is 
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difficult to estimate the magnitude and equivalent fre¬ 
quency of these harmonics. Consequently, these effects are 
estimated principally from tests on similar machines. 

The foregoing discussion applies to positive- and nega¬ 
tive-sequence harmonics and to sero-sequence harmonics 
as well. However, the sero-sequence or triple harmonics 
require special attention because, as pointed out previous¬ 
ly, they are the only ones acting on the sero-sequence path 
in a symmetrical system. Triple harmonics in a 83 rnchron- 
ous machine can be control!^ by altering the field form 
and particularly by using a two-thirds pitch winding. 
Theoretically, these measiures should be sufficient to 
eliminate the triple harmonics and in practice this is sub¬ 
stantially accomplished if a two-thir^ pitch winding is 
used. The windings of two-pole machines are generally de¬ 
signed with a throw less than two-thirds pitch because of 
the difficulty of getting coils with longer throw through 
the small bores. Machines with four or more poles are 
generally designed with coil throws as near full pitch as 
possible in order to work the material in the most eco¬ 
nomical manner. To obtain the advantage of keeping the 
triple harmonics low, a two-thirds pitch winding is re¬ 
quired because small departure in pitch would greatly in¬ 
crease the magnitude of these harmonics. A two-thirds 
pitch winding is, however, not desirable from the stand¬ 
point of the balanced harmonics because other windings 
are more advantageous for controlling the nontriple har¬ 
monics, for example, a winding of 0.833 pitch reduces the 
6th, 7th, 17th and l^h harmonics by 75 percent of the full 
pitch value. A two-thirds pitch winding has low imped¬ 
ance to triple harmonics and thus may constitute a con¬ 
tributing factor in the coordination problem for triple 
harmonics produced in other parts of the system. The 
two-thirds pitch windings will, in general, increase the cost 
of machines, but this may be justified in particular cases 
where severe exposures involving sero-sequence coupling 
are anticipated. 

The wave-shape requirement of synchronous machines 
are defined in the A.I.E.E. standards in two ways, namely. 
Deviation Factor and Telephone Interference Factor. The 
deviation factor is obtained from the magnitude-time curve 
of the machine no-load normal voltage wave and a sinu¬ 
soidal wave of the same rms value, the two curves being 
adjusted so as to give the minimum maximum deviation. 
The A.S.A. Standards C-50 call for a maximum permissible 
deviation of 10 percent. However, wave-shape deviation 
is relatively unimportant in inductive coordination because 
deviation is usually controlled by the lower harmonics 
whereas the telephone interference factor is controlled by 
higher harmonics of much smaller magnitude. 

The wave-shape requirements of a generator from the 
coordination standpoint'are normally defined in terms of 
the no-load voltage telephone interference factor discussed 
previously. The standard values of voltage T.I.F. for 
synchronous machines adopted by N.E.M.A. are as given 
in Table 3. The range above 1000 kva was previously 
adopted by N.E.L.A.*® 

. The foregoing levels, it is to be understood, will not 
avoid the possibility of interference in all cases, neverthe¬ 
less, they represent the most reasonable limits at the time 
of their original adoption in 1932 and have given good re- 


TABLB 8—TSLBPBONB iNTBRrBRBNCB FACTORS (T.I.F.) 

Standard Values roR Synchronous Machines 


Machine Kva Range 

60 Cycles 

Balanced T.I.F. 
Line-to-Line Terminals 

62.5- 290 

300 

300 - 699 

200 

700 - 999 

150 

1000 -2 499 

125 

2500 -9 999 

60 

10 000 up 

50 

Residual-Component T.I.F.® 

5000 kva.up 

30 


*Ther« is no sUndard for mnchines of less than 2000 volta. 


suits since. Where trouble exists or can be anticipated 
from difficult exposure conditions, and where a grounded- 
neutral machine is to be used, it is recommended^® that the 
purchaser obtain from the manufacturer a quotation on a 
machine with the foregoing limit, and in addition an alter¬ 
nate quotation on a machine with a residual-component 
T.I.F. not to exceed 2.5 This figure of 2.5 for T.I.F. is 
intended to cover a machine having a two-thirds pitch 
winding or an equivalent wave shape obtained in some 
other manner. Special filters or resonant shunts for the 
few cases of trouble may provide lore economical solu¬ 
tion than having all machines w* ow T.I.F. levels. 

Specifications for residual-component T.I.F. are not 
applicable to machines without neutral leads brought out 
for grounding; they should not be applied to grounded 
machines unless the system connections are such that zero- 
sequence harmonics in the machines can be impressed on 
aerial power circuits that may now or in the future parallel 
communication circuits. Thus, residual-component T.I.F. 
is not applicable to the frequently-occurring case of a ma¬ 
chine with neutral grounded but which is separated from 
distribution circuits by a two-winding transformer with at 
least one set of its windings connected in delta. 

When a synchronous machine is connected to a system, 
paths are provided for currents produced by the harmonic 
voltages generated in the machine or in the external cir¬ 
cuit. These harmonic voltages and currents can be calcu¬ 
lated on the basis of internal or generated harmonic volt¬ 
ages and the harmonic impedances of the system (discussed 
subsequently) and the harmonic reactances of the machine. 
The internal harmonic voltages of a loaded machine can be 
greater or less than the no-load normal-voltage value of 
the harmonics, but are generally taken the same for calcu¬ 
lating purposes. The internal reactances at harmonic 
frequencies are commonly expressed in terms of an equiva¬ 
lent fundamental-frequency value multiplied by the order 
of the harmonic. This equivalent fundamental-frequency 
reactance is based on (1) the negative-sequence reactance 
for positive- or negative-sequence harmonics and (2) the 
zero-sequence reactance for the zero-sequence harmonics. 
The equivalent fundamental-frequency reactance for 
positive- or negative-sequence harmonics is reduced at the 
higher frequencies because of the smaller amount of flux 
penetrating the rotor. The amount of reduction is not 
known accurately but normally is taken as unity for 60 
cycles and about 0.8 at 1000 cycles and in proportion for 
other frequencies. 
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Synehronaue Converters —In the a-c circuits, sjrnchro- 
nouB converters produce harmonics that are characteristic 
of synchronous machines as previously discussed. There 
are also relatively large 5th and 7th harmonics, which are 
produced by the successive connection and disconnection 
of winding sections to the d-c output circuit by the com¬ 
mutator and collector rings. In addition, synchronous 
converters produce in the d-c circuits harmonics due to 
slots and commutation that are characteristic of d-c 
machines. 

Induction Motors —The harmonics produced by induc¬ 
tion motors are rarely important in noise-frequency co¬ 
ordination. The most important harmonics product by 
an induction motor are caused by reluctance changes in¬ 
troduced by stator and rotor slots and their harmonic 
frequencies are: 

/!’. = (S.)(rp«)±/ (20) 

Fr^(SrKrps)±f ( 21 ) 

where F,, Ft —slot frequencies due to stator and rotor 
slots, respectively 

S„ St —total number of stator and rotor slots, 
respectively 

rps —speed of rotor in revolutions per second 
/—generated frequency, normally 60 cycles. 

The slot harmonics occur in pairs for both stator and rotor 
slots. These frequencies are related to the actual speed of 
the induction motor and vary with the slip. Certain slot 
combinations are undesirable, as for example one that 
would cause one of the harmonics from stator slots to be 
the same as one caused by the rotor slots. In addition, 
other harmonics, principally the 2nd harmonic, can be 
produced by saturation, mainly in the teeth. The magni¬ 
tudes of the harmonics vary with the character of the slot, 
being relatively small for closed slots and large for open 
slots. 

The harmonic voltages produced by an induction motor 
can be measured only when connected to a source of exci¬ 
tation. Thus, induction motors do not have a character¬ 
istic wave shape in the same sense as synchronous ma¬ 
chines and no standard method of determining their wave 
shape has been proposed. In spite of the enormous quan¬ 
tity of induction motors that have been built, only a very 
few have been involved in noise-frequency coordination 
problems. In cases of trouble other contributing factors 
are frequently present, such as resonance in the supply 
system to the particular slot frequencies generated in the 
induction motor. In the few cases of trouble, solutions 
have been obtained by shunt filters or even shunt capaci¬ 
tors, or by changing the motor to another design giving 
different slot frequencies, thus avoiding resonance with, 
the supply circuit. 

D-c Machines —Harmonics in d-c machines are due 
principally to the slots and commutators and their values 
are: 

F.-5(rp«) (22) 

F.-C(rp«) (23) 

where F„ F „—slot and commutator frequencies, 
respectively 


S,C —number of slots and commutator bars, 
respectively 

rps —machine speed, revolutions per second 

In addition, harmonics of double the slot and commutator 
frequencies may be present because of saturation in the 
magnetic circuits which occurs principally in the armature 
teeth. The harmonic current can be estimated from the 
harmonic generated voltage, the harmonic impedance of 
the external circuit and the harmonic inductance of the 
machine. The approximate internal inductance of d-c 
msuihines is given by the following equation: 

<“> 

where kw —rating of machine in kilowatts 

Fdc—machine d-c voltage 

In particular cases, it may be found desirable to employ 
machines having especially good wave shape or to use 
filtering equipment. 

Transformers —Saturation of iron in the magnetic circuit 
of a transformer is its only inherent characteristic that 
tends to distort the wave shape of a power system. The 
term ‘‘saturation*^ as used in this chapter may be defined 
as a deviation from a linear relation of the magnetic flux 
in the iron and the magnetizing force. If saturation exists, 
the application of sinusoidal voltage to a transformer will 
produce non-sinusoidal exciting current and conversely 
the flow of sinusoidal current will be accompanied by non- 
sinusoidal voltages across the primary and secondary 
windings of the transformer. Both the distortion in voltage 
and exciting current may be important in inductive co¬ 
ordination. It is impractical, however, to build trans¬ 
formers without saturation, and as a consequence, this 
source of wave-shape distortion is unavoidable. 

The phenomena accompanying saturation in a trans¬ 
former can be analyzed with the aid of equivalent circuits 
using leakage and magnetizing reactances of the trans¬ 
former. In the equivalent-T network, shown in Fig. 18, 



Fig. 18—Equivalent circuit for anolyzing harmonic voltages 
and currents due to saturation in a transformer. 


Eg —Sinusoidal fundamental-frequency source (impedanceless 
in itself). 

Zg —Impedance of source, different values for different harmonic 
frequencies. 

iSfp, jy,—Primary and secondary voltages. 

Lp, Lg —Leakage inductances associated with primary and secondary 
windings. 

Af—Mutual inductance of transformer windings. 

Eh —Fictitious impedanceless sources of harmonic voltages of 
different magnitudes at different frequencies. 

Igx —Exciting current due to sources Eg and Eh> 
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the leakage reactance is divided into two parts, which are 
associated with the primary and secondary windings. The 
division of leakage reactance between the two windings 
can be estimated from the amount of each winding that 
is closest to the core. In Fig. 18 the source is represented 
by an impedanceless generator of sinusoidal fundamental 
frequency and a ‘^source impedance*^ that can vary through 
wide ranges of values, particularly at the harmonic fre¬ 
quencies. It is convenient to think of the harmonic fre¬ 
quencies as being produced by impedanceless harmonic- 
voltage source i?h connected in series with branch wM of 
the equivalent network. These harmonic sources include 
for a single-phase unit all the odd harmonics with magni¬ 
tudes decreasing as the order of the harmonic increases. 
Thus, all the harmonic-frequency loss and reactive kva 
are supplied to the transformer at fundamental frequency 
and there converted by the nonlinearity in the magnetic 
circuit to harmonic sources, which cause harmonic currents 
to flow back through the actual source. This conception 
of the equivalent circuit for representing harmonics pro¬ 
duced by saturation should be considered as an approxima¬ 
tion but it is useful for analyzing transformer operation 
from the standpoint of the coordination of power and 
communication systems. 

The equivalent circuit of Fig. 18 will now be used to 
examine the distortion in voltage or exciting current of 
transformers for various circuit conditions. Consider first 
an impedanceless source of sinusoidal wave shape, a con¬ 
dition frequently approached in actual operation. Under 
this condition the primary voltage is sinusoidal but the 
exciting current contains harmonic components produced 
by the harmonic sources Eh which cause currents to flow 
through the impedanceless fundamental-frequency source. 
The secondary voltage contains some distortion because 
of the leakage between primary and secondary windings. 
The secondary harmonic voltage can be estimated if the 
harmonic ccnnponents of exciting current and the equiva¬ 
lent primary leakage reactance are known. Consider next 
the case of a sinusoidal source of low impedance at funda¬ 
mental frequency but of infinite impedances at harmonic 
frequencies. Under this condition the exciting current Is 
of fundamental frequency only, but the primary and 
secondary voltages contain large harmonic components. 
Occasionally such a condition is approximated under actual 
operation as when a small transformer carries rated cur¬ 
rent composed solely of the exciting currents of other 
transformers. This results in a secondary voltage of badly 
distorted wave shape. On many systems the supply cir¬ 
cuit is of relatively high impedance for particular har¬ 
monics so that the corresponding harmonic components of 
exciting current are suppressed and the corresponding 
harmonic voltages are increased. This particular con¬ 
dition is frequently encountered with banl^ of transform¬ 
ers with connections that do not provide a path for the 
flow of triple-harmonic exciting currents. If a load is con¬ 
nected to the secondary of the equivalent circuit of Fig. 18, 
it is evident that the harmonic currents will divide between 
primary and secondary windings. If one of these circuits 
is resonant at a particular harmonic frequency, then all 
that harmonic component of exciting current will flow 
through that transformer winding. If a power system is 


maintained constant except for variation in the source 
impedance at one harmonic frequency, there will be 
changes in the voltages and currents of other harmonic 
frequencies. Because of this, there is little reason to under¬ 
take accurate calculation of harmonic voltages and cur¬ 
rents except for the lower frequencies. Harmonic voltages 
in the power sources may increase or decrease the harmonic 
exciting currents, particularly the components flowing in 
one of the transformer windings. Theoretically, a supply 
voltage containing harmonics of the proper frequencies, 
magnitudes, and phase relations can produce sinusoidal 
exciting current. Sometimes a harmonic in the source and 
resonance of the transformer with the source impedance at 
the same frequency produce unexpectedly large distortion 
of the current or voltage waves. 

It is the harmonic components rather than the funda¬ 
mental-frequency component of exciting current that are 
important in noise-frequency coordination. However, the 
harmonic currents can usually be correlated with the total 
exciting current. The magnitudes of exciting current for 
typical transformer classes and kva sizes are given in Chap. 



Fig. 19—Fundamental and harmonic components of exciting 
current for different applied voltages—tiased on silicon iron 
used in transformers. For variation of exciting current with 
voltage see Fig. 40 of Chap. 5. 
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5. Exciting currents vary importantly with voltage, in¬ 
creasing somewhat more than two to one for each ten per¬ 
cent increase in voltage. Chapter 6 also gives typical 
curves of exciting-current variation with applied voltage. 
Examination of such curves emphasizes the importance of 
avoiding over-excitation of transformers. 

T)rpical harmonic composition of exciting current for 
silicon iron used at commercial densities in transformers 
is given in Fig. 19. This curve is based on the free flow 


well, and the higher harmonics will likely show wide 
divergence. 

With single-phase transformers supplied from single¬ 
phase systems, there is normally a low-impedance path 
for the flow of alL odd-harmonic frequencies produced by 
transformer saturation. When single-phase transformers 
are connected in three-phase banks and supplied from 
three-phase systems, the odd non-triple harmonic exciting 
currents can flow because they are of positive- or negative- 


Table 4—Triplb-Harmonic Voltage and Current Characteristics of Couhon Transformer Connections. 



(k) rou MKOAMCE TO TAIFLEt Of THE SECONOAAT OE CASE S, SOTH PRIMARY AMO SSCONOARY OP CASE 4, AND PRIMARY OP CASE S. 


of all the harmonic exciting currents required. The curve 
can be applied to single-phase transformers with low- 
impedance sources and to three-phase banks that also 
include a low-impedance path for triple harmonics. The 
harmonic components of exciting currents increase rapidly 
with overvoltage, more rapidly than the total exciting cur¬ 
rent as indicated in Fig. 19. If a transformer is shifted 
from one location to another nr from one system to another 
and the exciting currents are compared, it will be found 
that the total exciting currents will usually correspond, 
the third- and fifth-harmonic components will check ap¬ 
proximately, the 7th- and 9th-harmonic8 will check less 


sequence as pointed out previously. However, the flow of 
triple-harmonic exciting currents, which are of zero-se¬ 
quence, depends upon whether the transformer, the sup¬ 
ply-system connections or load circuit provides such a 
path. That the triple harmonics are zero-sequence be¬ 
comes evident from plots of the fundamenttd and the 
triple harmonics for each phase in corresponding phase 
position to the fundamental which is symmetrically dis¬ 
placed. The actual triple-harmonic voltage and current 
distribution for the six common forms of two-winding 
transformers arranged in three-phase banks is illustrated 
in Table 4. For each of these connections the equivalent 
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circuit (4 Fig. 18 has been modified for the representation 
d aero-sequenoe harmonics. Thus, the harmonic sources 
J?h are of triple-harmonic frequency only. The connection 
(rf the tran^ormers in the equivalent circuit of Table 4 
provide: (1) for delta windings, a path for the flow of 
triple-harmonic exciting currents within the transformer, 
(2) for grounded-star connection, a path for the triple¬ 
harmonic exciting currents through the external circuit 
if it is complete, and (3) for ungrounded-star connection, 
no path is provided for triples either in the transformer 
or through the external circuit. The distribution of har¬ 
monic voltages can be estimated from the triple-harmonic 
currents flowing through the transformer connection 
in a manner analogous to that previously described in 
connection with single-phase transformers on a single¬ 
phase system. The results of such analyses are summar¬ 
ised for easy reference in Table 4. Triple-harmonic 
voltages appear between line and neutral but distribution 
of voltage between neutral point and ground and line 
terminals and ground depends on the impedance between 
these terminals and ground. Thus, for the extreme con¬ 
ditions (1) if the neutral is grounded the triple-harmonic 
voltages appear between line terminals and ground and 
are impressed on the external circuit and (2) if the 
neutral is ungrounded the triple-harmonic voltages appear 
between neutral and ground and are not impressed on the 
external circuit. 

Three-winding transformers made up of single-phase 
units can be treated like two-winding transformers. These 
equivalent circuits may be of either the equivalent-7* form 
with one magnetizing branch and three branches of equiva¬ 
lent leakage reactance or of the equivalent-r form with 
three magnetizing branches and three leakage reactance 
branches. Frequently one of the windings does not permit 
the flow of triple-harmonic currents. This results in a 
corresponding simplification of the equivalent circuit for 
determining harmonic-current flow. The interconnected- 
star can be considered as a special case of the three-wind¬ 
ing transformer. Triple-haimonic voltages can appear 
between the two halves of an interconnected-star winding 
of symmetrical design but not between line and ground 
terminals on the interconnected-star side. 

Three-phase shell-type transformers have characteristics 
that corteqrand to three-phase banks of single-phase 
transformers of the same electrical connection. In the case 
of three-phase three-legged core transformers the triple¬ 
harmonic fluxes are in the same direction in the same cores 
at the same time. Consequently, the triple-harmonic 
exciting currents are suppressed because the resultant 
leakage path includes a large air path. However, the 
reluctances of these niagnetic circuits are unequal in the 
three phases, consequently, the exciting currents are not 
balanced and some exciting current does flow through the 
neutral. 

Phase-shifting transformers may have at the neutral end 
auxiliary-circuit units that may require consideration in 
inductive coordination. Ordinarily, however, they are 
imimportant because of the small exciting kva required. 
The problem can, however, be analyzed as described for 
other transformers. 

Coordination problems are rarely caused by transform¬ 


ers with delta-connected windings. Occasionally system 
connections require star-star connections in order to 
ground the S3rstem on both sides or to permit use of auto¬ 
transformers. Sometimes transformers originally designed 
for delta grounded-star connection are reconnected in 
star-star because of a VS increase in voltage on the delta¬ 
winding side. For these it is conunon practice to use 
tertiary-delta windings of low reactance having a capacity 
at least 35 percent of tlmt of the transformer rating. It 
may be desirable here to limit the triple-harmonic voltages 
by providing suitable low-impedance paths through other 
equipment. This can be done by a grounded star-con¬ 
nect^ generator or by grounded star-delta or grounded 
interconnected-star transformers. It is important to avoid 
the creation of a coordination problem because of the 
triple-harmonic currents that flow through the connecting 
circuit. In addition, it is also necessary to consider the 
possible effect of triple-harmonic voltages produced by the 
generator and impressed on the external circuit through 
the grounded star-star connections. The use of a generator 
to provide a path for triple harmonics is usually impracti¬ 
cable if there is an exposure on the intervening circuit, 
unless the generator has low triple-harmonic voltages as 
with a two-thirds pitch winding. The triple-harmonic 
voltages appearing in the external circuit can be estimated 
from the triple-harmonic exciting currents and the react¬ 
ances of the external circuit. 

If transformers are the cause of harmonic distortion, 
this fact can usually be established by varying the fundar- 
mental-frequency voltage of various system elements. A 
10 percent increase in system voltage will be accompanied 
by an approximately 10 percent increase in harmonics if 
contributed by a particular rotating machine or rectifier 
and by a roughly 2 to 1 increase in harmonics if contribut¬ 
ed by a particular transformer. This provides a practical 
basis for studying the effects produced by individual 
transformers. 

If transformers draw large magnetizing currents and if 
the supply reactances are relatively high, the combination 
can produce relatively high harmonic voltages, particular¬ 
ly for the 5th harmonic. These harmonic voltages can be 
reduced by providing nearby a low-impedance path for the 
particular harmonic. Such a path can be obtained by shunt 
capacitors or preferably shunt capacitors in combination 
with reactors tuned to the select^ frequency. The har¬ 
monic distribution of voltages and currents in a system 
can be calculated by setting up the equivalent circuit for 
the system separately for each harmonic frequency. For 
each transformer, the equivalent circuit should be made 
as shown in Fig. 18 with the internal harmonic voltages 
and exciting reactances adjusted to give harmonic currents 
in the external circuits that correspond to the particular 
transformer designs. The internal harmonic voltages for 
each transformer can be taken at an assumed phase rela¬ 
tion with the fundamental-frequency voltage at the trans¬ 
former location and these phase positions related to each 
other in accordance with the differences in phase relations 
of the fundamental-frequency voltages at these locations. 
The a-c network calculator may be used advantageously 
in solving such harmonic-distribution problems. Further 
discussion of this method and the results of field tests. 
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both with and without capacitors are given by Feaster 
and Harder^. 

Shunt Capadiora *—Unlike rotating machines or trans¬ 
formers, capacitors are not, in themselves, sources of har¬ 
monics. However, the addition of a capacitor to a circuit 
will have important effects on the circuit impedances. If 
harmonics exist in the circuit, then the change in circuit 
impedance caused by the addition of the capacitor may 
substantially increase or decrease the harmonic current 
flowing in the various parts of the circuit. This depends 
upon the impedances of the capacitor and the remainder 
of the circuit and upon their relation to the particular 
harmonic frequencies present. 

The elements of the coordination problem with capac¬ 
itors can be illustrated by a simple series circuit as shown 
in Fig. 20. The calculated impedances of this circuit over 
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Fig. 20~>Effect of capacitors on circuit impedance—calcula¬ 
tions tmsed on a two-mile 4-ky circuit. 


the frequency range for both the balanced or positive- 
sequence currents and for the residual currents (three 
times zero-sequence currents) are plotted in this figure. 
These curves show how resonance to particular harmonics 
can be avoided by suitable choice of capacitor size. 

When the generated harmonic in the source is of or near 
the resonant frequency of the circuit with the capacitor 
connected, there will be an increase in the harmonic volt¬ 
age drop across the capacitor. When the generated har¬ 
monic voltages are well above the resonant frequency of 
the circuit, there will be some increase in harmonic current 
resulting from the addition of the capacitor, but the har¬ 
monic voltage at the location of the capacitor will be 
materially r^uced. In certain situations, this reduction 
in harmonic voltage may result in substantial decrease of 
^fhis section is abridged from reference 12. 


noise in paralleling telephone circuits for exposures beyond 
the capacitor location. 

The importance of these resonance conditions from the 
standpoint of inductive coordination depends upon the 
following power-system characteristics: 

Magnitudes and frequencies of the harmonic voltages 
impressed on the distribution circuit. 

Type of distribution system—delta, or wye grounded 
at substation only, or with neutral-wire grounded at 
substation and other points f. 

Type of capacitor installations—single-phase, or three- 
phase delta or wye. 

Some possible measures applicable to a power system 
for limiting influence factors increased by a capacitor will 
now be discussed. 

(a) When capacitors are connected in outlying sections 
to single-phase extensions consisting of a phase wire and 
multi-grounded neutral, the likelihood of noise induction 
is greater than if the capacitors are connected in three- 
phase banks on the three-phase portion of the feeder. 
This is because of the possibility of long exposures and 
open-wire telephone circuits in the outlying areas. The 
connection of capacitors as three-phase banks, rather than 
individual units on single-phase extensions, usually results 
in lower power-circuit influence, (b) Where the induction 
from ground-return currents would otherwise tend to pre¬ 
dominate as, for example, in distribution systems with 
multi-grounded neutral wire, the connection of the capaci¬ 
tors from phase wire to phase wire in the three-phase sec¬ 
tion minimizes the ground-return currents, (c) A low- 
voltage gap (instead of a direct connection) between the 
neutral of a wye-connected capacitor bank and the multi- 
grounded neutral conductor also is effective in minimizing 
the ground-return current. Such a gap, if properly set, 
sparks over when a fault occurs in a capacitor unit in one 
phase, thus preventing sustained overvoltage (line-to-line 
voltage) on the remaining capacitor phases. On 4000-volt 
wye circuits, the gap is so small that it is difficult to main¬ 
tain. (d) A change in the size of the capacitor on a feeder 
or in the number of capacitors on a feeder changes the 
resonant frequency. Knowing the wave shape of the im¬ 
pressed voltage and the constants of the supply system 
and distribution circuit, a capacitor size or location with 
decreased inductive influence can be chosen, (e) Another 
method is to connect an auxiliary reactor in series with the 
capacitor on each phase. Such a reactor should have a 60- 
cycle impedance of about five percent of the line-to-neutral 
impedance of the capacitor and the combination, in effect, 
appears as a resonant shunt at a frequency of about 270 
cycles. On a multi-grounded system this arrangement, 
theoretically, is particularly effective in minimizing the 
ground-return currents at frequencies of 300 cycles and 
above. Some increase in the 180-cycle component may 
occur in the case of capacitors connected from phase wires 
to neutral. This arrangement is probably effective in all 
cases except where the noise induction is controlled by the 

fTheae two forms of grounding are frequently termed uni¬ 
grounding and multi-gn>unding. 
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180-cycIe ground-return currents. An auxiliary reactor of 
this type increases the 60-cycle impressed voltage across 
the capacitor by about five percent, and increases the 
capacitor kva by 10 percent, but the net kva of the instal¬ 
lation by only five percent, (f) A similar reactor in the 
neutral of a wye-connected capacitor can be used to reduce 
the noise induction caused by residual components. Such 
a reactor should have a 60-c>cle impedance of about four 
percent of the line-to-neutral impedance of the capacitor, 



- 1200 % 


••*j400% 

h* 


(0) 


-i200% 



-j200% 

♦ 1200 % 

h* 


(b) 


Fig. 21—Schematic diagram illustrating use of reactors in a 
capacitor installation to give in the external circuit: 


(a) —Open circuit to the hth harmonic. 

(b) —Short circuit to the hth harmonic. 

All reactances in the figure are 60-cycle values on capacitor-bank 

rating. 


the combination constituting a resonant shunt at 180 
cycles in the residual circuit. It destroys any resonant 
condition, in the residual circuit, between the capacitor 
and the line, and reduces all harmonic residual currents. 

The installation of a shunt capacitor may increase har¬ 
monic currents or voltages on a system. By adding an ap¬ 
propriate amount of reactance in the shunt capacitor the 
effects of resonance to a particular harmonic can be mini¬ 
mised and the harmonic current drawn over a particular 
path can be controlled. Fig. 21 has been prepared to illus¬ 
trate the range of effects that can be obtained. Sometimes 
it is desirable to provide a resonant shunt at the capacitor 
location, as illustrated in Fig. 21 (b), in order to minimize 
the harmonic voltages impressed on the circuit beyond the 
capacitor. At other times it is undesirable, as a result of a 
capacitor installation, to draw additional harmonic cur¬ 
rents over a particular circuit. To avoid this, the capacitor 


may be provided with a reactor as shown in Fig. 21 (a). 
This combination, constitutes a blocking filter and acts as 
an open circuit to the selected frequency insofar as ex¬ 
ternal circuits are concerned. However, harmonic currents 
flow in the capacitor as determined by the harmonic volt¬ 
ages impressed upon it. Further discussion of resonant 



Fig. 22—Schematic wiring diagram of a diametrical six-phase 
rectifier with grid control by a-c voltage of variable phase 

position. 

shunts and blocking filters are given in the latter part of 
this section. 

Rectifiers and Inverters —With rectifiers and inverters of 
the ignitron, multi-anode tank or glass-tube types, the 
alternate periods of conduction and non-conduction for 
fractional parts of a cycle produce harmonics in both the 
a-c and d-c circuits. The schematic diagram of a six-phase 
star rectifier with control grids is shown in Fig. 22 and the 
conventional voltage- and current-wave shapes for dif¬ 
ferent conditions of rectifier and inverter operation are as 
shown in Fig. 23. The d-c voltage wave is shown by the 
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Fig. 23—Instantaneous voltage and current diagrams of diametrical six-phase rectifier for operation as: 

(a)—Rectifier without grid control. u—Angle of overlap—electrical degrees. 


(b) —Grid-controlled rectifier. 

(c) —Inverter. 

Load circuit assumed to be of infinite inductance. 


a —Angle of grid delay—electrical degrees, 
(tt+a^)—Angle of advance (firing)—electrical degrees. 
For other quantities see text. 



Chapter 23 


CoordiruUion of Power and Communication Systems 


767 


solid line and the individual anode-to-neutral voltages by 
broken lines. The direct current wave is assumed constant, 
which corresponds to a load circuit of infinite inductance. 
The currents taken by individual anodes are shown by 
heavy lines. 

In the operation of a rectifier without grid control at the 
instant c, Fig. 23 (a), anode 1 has a potential equal to that 
of the incoming anode 2. Consequently, current begins to 
flow in anode 2 and to decrease in an^e 1. The transfer 
of current from one anode to the next is called commuta¬ 
tion and its duration is given by the angle of overlap, w. 
During commutation the d-c output voltage is the average 
of the voltages for anodes 1 and 2 for the period considered. 
At the end of this commutating period, anode 1 stops car¬ 
rying current and the d-c circuit voltage rises to the value 
corresponding to anode 2. The anode currents change in 
value during commutation, but the sum is at all times 
equal to the assumed constant d-c out-put. Angle u de¬ 
pends upon the load and the regulation of the circuit and 
is determined in amount by: 


cos w = 1 — “ 


IX 


(25) 


Eo sin (t/p) 

where / -d-c circuit current per secondary phase-group 
Eo —crest value of secondary voltage from line to 
neutral 

X —commutating reactance 
p—number of secondary phases 


The commutating reactance is defined as half of the re¬ 
actance between the two anodes, the circuit for which in¬ 
cludes that of anode reactors, rectifier transformer, and 
the supply circuit using subtransient reactances of gener¬ 
ators. All these reactances must be reduced in terms of 
line-to-neutral voltage on rectifier side of its transformer. 
The number of rectifier secondary phases is: 


V 


_ 360 ^ _ 

(conducting period) — (angle of overlap) 


(26) 


For most commercial power rectifiers, p is three as this 
corresponds to the connection that gives greater “appor- 
ratus efficiency” than those that allow current to flow 
through each secondary winding for a shorter period. The 



Fig. 24—Angle of ovwlep plotted at a function of the ratio 
IX/E# for rectifiers not ueing control gride. Most rectifiers 
use connecdone corresponding to p»3. 


relation between the commutating angle and the factor 
IX/Eo is given by Fig. 24, which corresponds to Eq. (25). 

Ignitrons and grid-control rectifiers operate similarly 
to the plain rectifier except that the application of poten¬ 
tial to the igniter or to the grid delays the start of conduc¬ 
tion of the incoming anode. This is shown in Fig. 23(b) by 
the delay from the point c as given by the angle a, which 
is known as the angle of grid delay. At point c, current 
begins to flow in the incoming anode and to decrease in 
the outgoing anode. Current flow continues for the angle 
u. After the transfer is completed the voltage of the out¬ 
put circuit corresponds to the anode voltage. The relation 
between u, a and the other factors is given by: 

cos (w+a)=cos ^ (27) 

Eo sin (tt/p) 

The operation of the inverter is indicated in Fig. 23 (c). 
By the application of potential to the grids, current flow 


Table 6—Harmonics of Rectifiers and Inverters 
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Fig. 25<-llaniuMilc currmts in the e-c supply of rectitors and 
inTeiters with control grids. Gurres plotted in three sets for 
three ratios of IX/I», each set plotted for g?e rahies of voltage 
reduction by grid control for rectigers. Same curves may be 


is started in anode 1 at the instant c, and transfer takes 
place at the end of the commutating period corresponding 
to the angle u. The end of the conducting period must be 
sufficiently in advance of the point e, otherwise, transfer 
cannot be made and proper inverter operation cannot be 
secured. The angle a' corresponds to the time available 
for deionisation. 

The voltage and current-wave shapes of Fig. 23 can be 
used in a Fourier analysis to obtain the a-c and d-c har¬ 
monics of rectifiers with and without grid control and of 
inverters'*/*. In this method as applied to the six-phase 
rectifier, the a-c currents are obtained by using, for ex¬ 
ample, a positive wave for one-half of a cycle and a nega¬ 
tive wave from another phase for the other half of the 
cycle. The instantaneous anode current during commu¬ 
tation is defined by: 

\co8 a — COS (u+a)/ 

where 7, u, a —meaning previously described 

0 —represents time in electrical degrees 
Harmonic currents in the a-c supply circuits are affected 
by the amount of grid control present, that is, by the 
magnitude of the angle of retardation a and the angle of 
advance (u-fa'), and also by the factor IXjEo^ Com¬ 
mercial power rectifiers rarely have less than six phases, 
consequently, the a-c harmonics given in Fig. 25 are in 
terms of a six-phase rectifier, which may be of any of the 
conventional types so long as the direct current per phase 
group remains the same*. The harmonic frequencies of 
currents in the primary of a rectifier transformer are as 
shown in Table 5. With more than six rectifier phases, 
certain groups of harmonics produced by a six-ph^ rec¬ 
tifier are theoretically eliminated, and practically are 
greatly reduced. Tests conducted by the Edison Electric 
Institute and the Bell Telephone System t indicate that 
the suppressed harmonics for rectifiers of more than six 
phases are approximately one-fifth the six-phase values. 
Thus, a 12-pha8e rectifier would be expected to have 5th 
and 7th, 17th and 19th harmonics, etc., of approximately 
one-fifth those found in six-phase rectifiers, but the 11th, 
13th, 23rd harmonics, etc., would correspond to the sum 
of the harmonics of the two six-phase units comprising the 
12-phase arrangement. 

The foregoing discussion of eni harmonics has been 
based on an inductive supply circuit of linear frequency- 
impedance characteristic. When this condition is satisfied 
the theoretical method of estimating the harmonics in the 
a-c supply circuit gives very good results. In case the 

*The phase relation of the harmonics with respect to the funda¬ 
mental change for the different rectifier connections of the same num¬ 
ber of secondary phases. 

fEngineering Report No. 22 or Reference 4. 

used for Invertera with angles of advance firing ccnrrefpondlng 
to angle of grid delay with rectifiers. Baaed on Bvana and 

Muller^. 

—Primary current of the mtb harmonic. 

/—Direct current for each rectifier phase group. 

Ratio of primary to secondary voltages—both line-to-neutral. 
For connectioiis with ihterphaae units use curve directly for 6-phaae 
double-wye, multiply ordinate by 1.982 for 12-phasa quadruple-wye. 
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IX/Co FOR P = 3 




0.04 0.08 0.12 ai6 0.20 0.24 


iX/Eo FOR P«3 

26>~D-c internal harmonic voltages of a rectifier with grid 
control supplying a load circuit of infinite inductance. Curves 
are plotted for each harmonic frequency as a function of the 


supply-circuit frequency-impedance curve is not linear, 
the approximation may be used of computing the magni¬ 
tude of the harmonics on the basis of fictitious reactances 
equal to the actual reactance at the harmonic frequency 
divided by the order of the harmonic. 

The harmonic voltages in the supply can be computed 
from the harmonic currents and the impedances of the 
supply circuit at harmonic frequencies. The impedance of 
machines at harmonic frequencies can be considered equal 
to the negative-sequence impedance of the machines mul¬ 
tiplied by the order of the harmonic and by a factor less 
than one. This factor varies from one at 60 cycles to per¬ 
haps 0.8 at 1000 cycles. 

The order of the harmonics in the d-c circuit is shown 
in Table 5. The harmonics in the d-c output voltage wave 
are similarly obtained by the Fourier method from the 
d-c voltage waves of Fig. 23. Results of this analysis^^ 
are given in Fig. 26 which gives the 6th, 12th, 18th, and 
24th harmonics as percent of the d-c output voltages under 
load. The harmonic current flowing in the d-c circuit can 
be estimated from the magnitude of the harmonic voltages 
obtained from Fig. 26, taking into account the harmonic 
impedance of the load circuit and the internal inductance 
of the rectifier transformer, estimated from 

= miUihenries (29) 

The distortion of the current wave shape in the a-c cir¬ 
cuit is greater (1) with low-reactance supply systems than 
with high-reactance systems, (2) with grid control than 
with non-grid control, and (3) with few rectifier phases 
than with a large number. Harmonics in the d-c output 
increase with load and generally with the reactance of the 
supply system and decrease as the number of rectifier 
phases increases. The overall influence characteristic or 
T.I.F. values decrease approximately one-half when using 
a 12-phase rectifier in place of a six-phase 

With a large number of anodes it is possible to use a 
large number of rectifier phases, the maximum being equal 
to the number of anodes. Ordinarily rectifiers are ar¬ 
ranged in double three-phase groups giving the equivalent 
of a six-phase rectifier. Two such sets with anode voltages- 
to-neutral displaced 30 electrical degrees give the equiva¬ 
lent of a 12-phase rectifier. Similarly, a 24-phase rectifier 
can be obtained by using four six-phase groups displaced 
15 degrees. In some large rectifier installations for electro¬ 
chemical purposes a large number of anodes are required. 
Thus, 30, 60, and even as high as 72 phases are readily 
possible and have been built. With all rectifiers in opera¬ 
tion good current and voltage wave shapes are obtained. 
However, consideration must be given to operation with a 
single six-phase unit or a string of six-phase units out of 
service. Under such conditions the harmonics in the sup¬ 
ply system for all rectifiers will correspond to the vector 
sum of those for the total balanced load and the negative 
of those for the six-phase unit taken out of service. Thus, 
if five units are in operation to form a 30-phase rectifier. 


ratio of /2f/£o with a family of curvet for five different ratios 
of voltage reduction by grid control—based on Stebbins and 

Frick'^ 
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the disconnection of one six-phase unit will produce har¬ 
monics which correspond approximately to one-fifth of the 
total load supplied by a six-phase rectifier and in addition 
those that correspond to the total load supplied by a 30- 
phase rectifier. The resultant harmonic conditions are 
approximately the same as those produced by somewhat 
more than one-fifth of the total load supplied by a six- 
phase rectifier. 

When a rectifier or inverter is installed and connected 
to a-c or d-c circuits, which now or in the future may be 
involved in an inductive exposure, the coordination as¬ 
pects of the problem should receive consideration. The 
influence characteristics of a rectifier or inverter are defi¬ 
nite for a particular power-supply system if the rectifier 
load, number of rectifier phases, and amount of voltage 
control are specified. The foregoing indicates the benefits 
obtainable from a larger number of rectifier phases or by 
limiting the amount of grid control. A combination of 
voltage control with tap changers will produce lower in¬ 
fluence factors than one that uses voltage reduction by 
grid control. Substantial reduction in the harmonics 
caused by rectifiers of a definite number of phases can be 
accomplished only with auxiliary equipment, which en¬ 
tails additional cost. Other methods of coordination ap¬ 
plicable to the power or communication system may afford 
a more economical solution. The procedure to be followed 
when an inductive exposure is possible is outlined in the 
following excerpt from the recommendations of the Elec¬ 
trical Equipment Committee of the Edison Electric In- 
stitute'^ 

any particular situation consideration should be given 
by the prospective purchaser to the coordinative measures that 
may be applied in both power and telephone systems, in accord¬ 
ance with the Trinciples and Practices for the Inductive Co¬ 
ordination of Supply and Signal Systems^ taking into account 
possible future, as well as initial, conditions. 

**It will generally be found advisable to install a rectifier 
without specific coordinative measures and then observe con¬ 
ditions, particularly where it is impracticable to make sufficiently 
accurate estimates of the effect of the rectifier in advance of 
installation. Experience to date indicates that specific coordina¬ 
tive measures will not be necessary in the majority of cases, 
particularly if care is given to advance planning of the method 
of feeding the rectifier. In special cases where there are indica¬ 
tions that paralleling communication circuits may be seriously 
affected, some provisions should be made beforehand for tera- 
jxjrary arrangements to take care of the period during which final 
coordinative measures are being determined and installed. 

^'When preliminary review indicates that consideration of 
selective devices in the power system may be necessary after 
the rectifier has been installed, preliminary cost estimates of 
these devices* should be obtained from the manufacturer before 
the purchase of the rectifier equipment so that they may be avail¬ 
able in studies relating to the cost of the complete installation. 

“It is to be understood that these suggested values may not 
eliminate the possibility of interference in every case but on the 
basis of past experience they are believed to be adequate for 
most of the cases likely to occur. 

“If the rectifier gives rise to a noise-interference problem after 
installation, a joint cooperative study should be made in the 

*CharacteriBtic8 of selective devices that may be assumed for the 
purpose this preliminary estimate when the supply frequency is 
60 cycles are given in the paragraphs on filtering equipment. 


field by the parties affected to determine the best engineering 
solution. If this solution necessitates the installation of a selec¬ 
tive device, its design characteristics should be based upon the 
actual requirements rather than upon the values of reduction 
factors employed in the preliminary estimate previously men- 
tioned.“ 

Lighting Circuits —Ordinarily lighting circuits of the 
constant-potential type are not a factor in coordination 
problems. How ever, they may arise with series circuits of 
the non-adjacent return type or with lamps of arc-discharge 
type or with auxiliary transformers that become saturated. 

Current transformers supplying incandescent or other 
lamps on series-lighting circuits saturate if the secondary 
becomes open circuited, as in the event of filament failure. 
The current w^ave of the primary circuit remains sinu¬ 
soidal but the voltage wave becomes distorted on the load 
side of a constant-current regulator, but usually not on 
the supply side of the circuit. The inductive effects in ad¬ 
jacent communication circuits may become important if 
the lighting-circuit return is across the street or in the next 
block. If only part of the lighting circuit is involved in an 
inductive exposure, isolating transformers between the 
parts can be used to minimize the magnitude of induction 
in the exposure. The most practical solution, however, is 
to provide a film cutout for connection across the current- 
transformer secondary. The most successful form of cut¬ 
out is the disc with a powder which, upon application of 
high potential, fuses to form a metallic bead that effective¬ 
ly short circuits the current transformer and lamp, thus 
avoiding the conditions which produce saturation in the 
transformer. 

On series circuits, lamps of the arc-discharge type, in¬ 
cluding the a-c arc and the sodium-vapor forms, are sources 
of voltage distortion. Ordinarily these circuits are sup¬ 
plied through constant-current regulators w hich, because 
of their high reactance, greatly minimize the distortion of 
the current wave and of the voltage wave on the suppl>' 
side of the regulator. The inductive influence of the 
lighting circuit increases with the number of lamps con¬ 
nected in the circuit. The KV-T factor for a 30-volt, 6.0- 
ampere lamp is approximately 16 per lamp. There is a 
slight decrease in the KV • T factor per lamp when a large 
number of lamps are connected in series which apparently 
results from partial cancellation of the harmonics as a 
result of the difference in phase at the individual lamps. 
Since current distortion is negligible, only electric induc¬ 
tion need be considered in coordination work. No problem 
will exist if either circuit is located in cable with sheath 
grounded. 

The influence characteristics of a series circuit depend 
upon the balanced and the residual components of har¬ 
monic voltages at various points along the circuit. The 
metallic-circuit KV-T factor increases with the number of 
lamps in the circuit irrespective of whether they are con¬ 
nected in one side of the circuit or in both. The wire-to- 
ground and residual KV-T factors are affected by the 
manner of connecting the lamps in the circuit, that is, 
whether in one side of the circuit or alternately in both 
sides as shown in Fig. 27 for an ungrounded circuit. In 
this figure the wire-to-ground and residual KV - T factors 
are shown on the basis of equal capacitances to ground 
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Fill. 27—Distribution of KV>T factors along series lighting 

circuits. 

(a) All lamps on same side of circuit. 

(b) Adjacent lamps on opposite sides of the circuit. 

and equal leakages from the two wires of the circuit, and 
the lamps being uniformly distributed throughout the 
length of the circuit. If adjacent lamps are alternately 
connected in the two sides of the circuit, the residual 
KV T factor is zero. If the lighting circuit is accidentally 
grounded, the maximum residual KV T factor will occur 
when the lamps are located in one side only. 

The influence of a series-lighting circuit (assumed un¬ 
grounded) is a minimum when the two wires of the circuit 
are kept close together and when adjacent lamps are con¬ 
nected in opposite sides of the circuit. These conditions 
insure that transpositions in telephone circuits can be 
made relatively cfTective. For reasonably uniform ex¬ 
posures at highway separation between open-wire tele¬ 
phone toll circuits and a scries lighting circuit on the 
highway, the noise-induction conditions will not be im¬ 
portant'® if (a) the telephone lead is transposed according 
to the exposed-line transposition system, or other systems 
having equal or greater frequency of transposition, and 
(b) the lighting circuit is not grounded (or is grounded at a 
balanced point only), the two wires of the circuit occupy 
adjacent pin positions, and adjacent lamps are connected 
in opposite sides of the circuit. Noise-induction problems 
are negligible in situations where only a small number of 
sodium-vapor lamps are used, for example, at highway in¬ 
tersections. 

Fluorescent lamps have wave-shape characteristics sim¬ 
ilar to those of sodium-vapor or other arc-discharge lamps. 
However, fluorescent lamps are used on constant-potential 
circuits and are, therefore, less likely than lamps on series 
circuits to be involved in coordination problems. In large 
installations, fluorescent lamps are distributed among the 
different phases. The phase position at the lamps will 
vary, with the result that important reductions in har¬ 
monics are obtained. Another favorable factor in the 
application of fluorescent lamps is that they are rarely 
used in large numbers, except where power-supply or tele¬ 
phone circuits are located in cables, which can provide 
considerable shielding action against magnetic induction. 
The current T.I.F.'s of typical fluorescent lamps vary 
from 30 to 60. Fluorescent lamps are frequently installed 
with individual shunt capacitors for power-factor correc¬ 
tion. Frequently also fluorescent lamps are installed in 
pairs with reactor-capacitor phase-splitting arrangements 
to avoid a zero illumination point. When shunt capacitors 


are used with fluorescent lamps they may tend to amplify 
harmonics appearing in the supply circuit, and under some 
conditions the effect of capacitors at the lamp will be of 
greater importance than the arc-discharge characteristic 
of the lamp itself. The use of shunt capacitors at the lamp 
location presents essentially the same problem as that 
which occurs with other capacitors on distribution circuits. 

Wave-Shape Characteristics of Systems— The har¬ 
monic voltages and currents of a particular system can be 
calculated from wave-shape characteristics of the rotating 
machines, transformers and rectifiers, and the harmonic- 
frequency impedances of the connected circuit. The char¬ 
acteristics of the harmonic sources in a-c apparatus and in 
the d-c circuits of rectifiers have been given in the preced¬ 
ing sections in terms of internal harmonic voltages and in¬ 
ternal inductances. For the a-c circuits of rectifiers a 
method of estimating the harmonic currents and voltages 
has also been described. In calculating the harmonic- 
frequency impedance characteristics of a system, the 
principal problem is the representation of circuit elements 



Fig. 28—Equivalent r network for long line with distributed 
constants. See Eqs. (30) and (31). 

with distributed constants. This representation can be 
made in an approximate way with the equivalent tt net¬ 
work of Fig. 28. In this equivalent network resistances are 
neglected and the series- and shunt-impedance branches 
are: 


sin 6 . 

Z{=+jhl\s ohms 

(30) 

x,e 

^ohms 

hi tan 

(31) 


where I —length in miles 

.Y, series inductive reactance in ohms per mile at 60 
cycles 

A"c—shunt capacitive reactance in ohms per mile at 
60 cycles 

A order of harmonic fieciuency using 60 cycles as 
base 

d —angle of the line calculated from 

radians (32) 

V A c 

With the equivalent v networks for lines and with the 
inductance and capacitance characteristics of apparatus, 
an equivalent circuit of the system for each harmonic 
frequency can be made. This equivalent circuit can be 
solved by the aid of network-transformation and reduction 
methods described in Chap. 4 in connection with the solu¬ 
tion of fundarnental-freciuency problems. 
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For many purposes it is convenient to have tables of 
typical power-system harmonic voltages, harmonic cur¬ 
rents, I-T factors (product of rms current and current 
T.I.F.), KV-T factors (product of rms voltage in kv and 
voltage T.I.F.) and in addition tables of machine no-load 
voltage T.I.F., both balanced and residual. Such Tables, 


Table 6—Non-Triple Harmonic Phase-to-Phase Voltages 


Item 

Circuit 

Voltage 

Kv 

In Percent at Various Frequencies | 

No. 

of 

Testa 


300 

420 

660 

780 

1020 

1140 

1380 

1500 

1740 

1860 

1 

2.3 

Ave. 

1 33 

.33 

13 

.07 

.04 

03 

08 

.08 

.05 

03 

231 



Max. 

5.90 

1.7 

72 

.97 

33 

. 19 

.67 

.59 

.38 

.26 


2 

4* 

Ave. 

98 

25 

10 

.06 

.05 

04 

05 

07 

.05 

.03 

383 



Max. 

4 6 

1 4 

95 

30 

.50 

81 

60 

1 7 

.28 

27 


3 

11-13 8 

Ave. 

1 0 

.29 

12 

09 

05 

04 

06 

.07 



67 



Max. 

2 7 

.71 

69 

.60 

26 

56 

47 

25 




4 

19-44 

Ave. 

1 2 

44 

.09 

.04 

04 

03 

06 

06 



28 



Max. 

4 1 

1.16 

42 

. 14 

29 

20 

22 

43 




5 

60-69 

Ave. 

1 1 

.35 

13 

.17 

04 

03 

.a3 

.03 



35 



Max. 

3 2 

97 

65 

10 

23 

18 

1 o 

.11 




6 

88-132* 

Ave. 

2 07 

31 

.076 

021 

005 

OO.'i 

013 

018 



7 



Max. 

3 8 

73l 

.18 

.051 

008 

.006 

06 

060 

1 




*HArinonic8 of phaae-to-neutral voltaRe. 

••Grounded 4-wire distribution supplied by delts/star-gjounded transformers. 


Table 7~Non-Triple Harmonic Phase Currents 


Item 

i Circuit 
Voltage 
Kv 

In Percent at Various Frequencies 

No. 

of 

Testa 


300 

420 

1 

660 

1 

780 

1020 

1140 

1380 

1500 

1740 

1 

1860 

1 

2.3 

Ave. 

1 65 

.47 

11 

06 

.05 

.04 

.11 

.12 

.05 

.04 

243 



Max. 

32 

4 7 

1 3 

2 3 

9G 

1 6 

14 

13 

3 9 

5.3 


2 

4 

Ave. 

1.18 

32 

.09 

05 

.04 

03 

04 

05 

.02 

.01 

396 



Max. 

8 2 

7 5 

1.2 

1 3 

.65 

14 

l.l 

1.6 

.20 

.16 


3 1 

11-13 8 

Ave. 

1 8 

.51 

.24 

. 16 

09 

05 

.09 

1 

.08 



157 



Max. 

20 

7 1 

6 8 

8.4 

2 1 

52 

4.8 

2 5 




4 ^ 

19-44 

Ave. 

4 1 

1 2 

.35 

. 18 

. 10 

.07 

.22 

17 



77 



Max. 

16 

5 8 

2 4 

.80 

53 

.67 

3.1 

16 




5 

60-69 

Ave. 1 

3 9 

1 3 

.35 

.20 

.09 

.07 

09 

09 



81 



Max. 

45 

9 5 

5 1 

1.7 

94 

49 

.79 

.82 




6 

88-132 

Ave. 

3 5 

1 3 

.77 

.20 

03 

03 

05 

04 



22 



Max. 

15 

6 1 

9 0 

1 5 

13 

.16 

42 

24 





Table 8—Residual Harmonic Currents 


ItfIM 

Circuit 

Kv 

Amperes at Various Frequencies 

No. 

of 

Testa 


180 

300 

420 

540 

900 

1260 

1620 

1 

4.0 

Ave. 

4.78 

.22 

.06 

10 

01 

.005 

.008 

266 



Max. 

20 

2.0 

.60 

1.3 

.61 

.89 

89 


2* 

11-13.8 

Ave. 

.54 

05 

.02 

06 

04 

.03 

.06 

48 



Max. 

4.7 

.71 

.09 

26 

. 17 

.39 

.47 


3*^ 

11-13.8 

Ave. 

6.96 

.08 

.06 

22 

02 

.02 

.10 

15 



Max. 

25 

.45 

.15 

1.17 

07 

.09 

.85 


4 

19-44 

Ave. 

.48 

.06 

.08 

.03 

001 


008 

13 



Max. 

2.1 

.24 

.83 

07 

.01 


07 


5 

60-69 

Ave. 

.66 

06 

.03 

.04 

.004 

.001 

003 

43 



Max. 

2.2 

.65 

.22 

12 

04 

014 

Oo 


6 

80-132 

Ave. 

.89 

.11 

.08 

.04 

.006 

.001 

003 

18 



Max. 

3.0 

.41 

.51 

.15 

.032 

.006 

.016 



•Systems ungrounded or multi-grounded through transformers only. 
••Multi-grounded with at least one ground through a nuichine neutral. 


6, 7, 8, 9 and 10, have been condensed from the report, 
'"System Wave-Shape Survey,'" the tests for which were 
conducted from 1927 to 1929 by the National Electric 
Light Association and Bell Telephone System*. The wave- 

'^Enginecring Report No. 15 of reference 4. 


Table 9—Summary of Power-Circuit Influence Factors 
I«T AND KV*T Products 
Based on 1919 Frequency Weighting 



Power 

Circuit 

Voltage 

Range 

(Kilovolts) 

I-T Product 
(Amperes X 
Current TIF) 
Magnetic 
Induction 

KV T Product 
(Kilovolts line-to- 
lineX Voltage TIF) 
Electric 
Induction 

Average 

1 

Maximum 

Average 

Maximum 


2.3- 4 

1,500 

23,000 

60 

400 

Balanced 

11 - 14 

2,100 

12,000 

300 

1,400 

Com¬ 

19 - 44 

1,600 

16,000 

700 

2,000 

ponents 

60-69 

1,400 

6,000 

1,200 

3,500 


88 -132 

1,400 

2,300 

1,700 

2,300 


2.3- 4 

0-500 

1,100* 

No Data 


Residual 

11 - 14 

10-2700** 

40a-4800** 

No Data 


Com¬ 

19 - 44 



15 30 

100 

ponents 

60-69 

60-800 

100-1000 

"f -f- 

50-400 


88 -132 



No Data 



•Largest average value—altsolute maximum not determined. 

••Upper values were obtained on systems fed by direct-connected generators with 
ground^ neutrals; but note that these conditions alone do not always give hinh 
values. 

-{--I-Not enough cases to average. 

Taken from Eng. Report No. 16 of reference 4. 


Table 10—No-load Voltage TIF Characteristics 
of Machines 



Balanced TIF 

1 (L-L) 

Residual Component 
TIF* 

Ave. 

Max. 

No. of 
Tests 

Ave. 

Max. 

No. of 
Tests 

Synchronous 







Generators 







Steam.—Kva 







1 000- 2500 

39 

105 

169 




2 501-15 000 

18 

98 

158 

15 

99 

21 

15 001-Up 

15 

110 

163 

15 

1 66 

36 

Hydro.—Kva 







0- 999 

72 

190 

116 




1 000- 2 500 

58 

323 

110 




2 501-15 000 

57 

5t)0 

120 

7 

13 

6 

15 001-Up 

17 

59 

25 

17 

20 

4 

D-C Generators 







M.G. Sets 

109 

480 

26 




Synchronous 







Converters 

25 

103 

33 





•Except 2/3 pitch machines. 


shape conditions on a particular coordination problem 
should be compared with the maximum as well as average 
values from Tables 6 to 10. 

Filters for Power Systems —When harmonics on a 
power system require reduction, consideration may be 
given to filtering equipment. Filters have important 
effects on particular harmonic-frequency voltage and cur¬ 
rent distributions but have little effect on 60-cycle voltages 
and currents. Filters consist of reactors, capacitors, or a 
combination of these in units which may or may not be 
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Fig. 29—Frequency-impedance characteristics of filters for 
several different values of the filter-constant Q. 

(a) Resonant shunt. 

(b) Wave trap. 

tuned. Tuned filters are of two types, as illustrated in 
Fig. 29, namely : 

1. Resonant shunts—reactor and capacitor connected 
in series, the combination being in shunt with the 
circuit. 

2. Wave traps—reactor and capacitor connected in 
parallel, the combination being in series with the 
circuit. 

The principal characteristics of a resonant shunt or wave 
trap are the tuned frequency, the tuned impedance, and 


the filter constant Q. The constant Q is the ratio of the 
effective harmonic-frequency reactance of the reactor or 
capacitor element to the effective harmonic-frequency 
resistance of the combination, both quantities being at 
the tuned frequency. The value of Q is normally about 30 
but lower values are usually obtained unless special pre¬ 
cautions are taken to minimize high-frequency losses. For 
filters of given tuned-frequency impedance the one with 
the higher value of Q will require smaller harmonic react¬ 
ance and frequently smaller volt-ampere capacity. How¬ 
ever, a filter of higher Q requires more accurate tuning and 
is less effective for adjacent harmonic frequencies or for 
variation in the fundamental frequency of the supply. 
Thus, for two filters of the same tuned-frequency imped¬ 
ance and the same costs, the one with lower value of Q is 
usually more desirable. 

Tuning of a filter is normally obtained with taps on 
either the reactor or capacitor element so as to get within 

percent of the desired natural frequency of the com¬ 
bination. Filters with many capacitors are tuned by select¬ 
ing the appropriate combination of capacitor units and 
taps; filters with few capacitors are tuned by adjusting 
the reactors, using coarse taps and in addition, either fine 
taps or taps on a suitable auxiliary unit. Filters built in 
the field are usually tuned by unwinding turns on the 
reactor until the desired reactance is obtained. Tuning is 
most conveniently checked by means of a harmonic ana¬ 
lyzer, which measures the ratio of the voltage and current 
at the desired harmonic frequency. 

The more common applications for filters, resonant 
shunts, and wave traps are: 

1. Machine-neutral w^ave trap, or blocking filter. 

2. Machine resonant shunt, or by-passing shunt filter. 

3. Line shunt filters for modifying resonant charac¬ 
teristic. 

4. Rectifier filters which include 

a. A-c filters 

b. D-c filters 

Machine-neutral wave traps are used when it is desired to 
reduce the triple-harmonic currents or voltages impressed 
on a distribution circuit by a synchronous machine con- 



Fig. 30—Synchronous-machine neutral wave trap for sup¬ 
pressing triple-frequency currents fi and fa—echematic dia¬ 
gram. 
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nected directly or through star-star transformers. Neutral 
wave traps consist of one or more units in series between 
the machine neutral and ground as shown schematically 
in Fig. 30. In applying a neutral filter, consideration 
sliould be given to the following: 

1. Suitable tuned-frequency impedance and accurate 
tuning for each wave trap. 

2. Wave trap should withstand fundamental-frequency 
voltages and currents resulting from single and 
double line-to-ground faults. 

3. The filter should not amplify unduly the currents 
and voltages for other harmonic frequencies. 

The tuned-frequency impedance of each wave trap should 
be selected to give in combination with the impedance of 
the machine and external circuit the required reduction 
in that particular triple-harmonic frequency voltage and 
current. Neutral resistors are sometimes inserted in the 
circuit between machine neutral and wave trap to reduce 
fundamental-frequency voltages and currents impressed 
on the wave trap. In particular cases, blocking filters in 
the three phases may be preferred to a neutral filter of 
high fundamental-frequency inductance for the reasons 
brought out in the discussion on system transients and 
grounding in Chaps. 14 and 19. To insure that a filter 
will not unduly amplify currents and voltages for other 
harmonic frequencies, it is necessary to know (a) the 
frequency-impedance characteristic of the distribution cir¬ 
cuit as viewed from the machine location, (b) the machine 
imfKKlance to zero sequence, and (c) the triple-harmonic 
voltages generated in the machine or on the system. By 
plotting for the system and the filter a frequency-imped¬ 
ance curve for each harmonic it is possible to estimate 
whether the magnitude of a particular frequency will be 
increased. If such a result is obtained, a change in the 
constants of the network elements may be necessary to 
give a different impedance at frequencies other than those 
to be suppressed b}^ the filter. 

Machine shunt filters have been employed to by-pass from 
external circuits the slot-frequency harmonics of machines. 
Since slot frequencies occur in pairs, the shunt filters are 
usually built to take care of two frequencies for the lower 
slot frequencies and a single frequency for the higher slot 
frequencies. Machine shunt filters are similar to rectifier 
shunt filters shown schematically in Fig. 32. The design 
of a filter is usually determined from the internal harmonic 
voltages of the machine and its harmonic reactance becau.se 
the filter usually provides sub.stantially a short circuit for 
these harmonics generated in the machine. The effective 
tuned-frequency resistance is then chosen so that the har¬ 
monic current flowing through it produces a voltage drop 
that corresponds to the desired reduction in the harmonic 
voltage applied to the connected circuit. The filter reactor 
and capacitor constants become definite as soon as the 
filter-constant Q, the ratio of reactance to resistance at the 
tuned frequency, has been selected. The required value 
of Q is usually increa.sed slightly to allow for the imperfect- 
ne.ss of tuning by taps. In applying shunt filters, it is 
necessary to consider whether the installation provides a 
low-impedance path for harmonics originating elsewhere 
in the system at the same or even different freciuencies. 


If such a path is provided, harmonic currents may be 
drawn through the intervening circuit and prevent the 
desired improvement in the noise-frequency coordination 
problem. Shunt filters can be located remote from the 
machine if harmonic currents flowing through the inter¬ 
vening path are not disadvantageous from the coordination 
standpoint. Such a location, if permissible, will result in 
smaller volt-tunpere capacity in filter parts. 

Line resonant shunts have been used in a few instances 
to prevent amplification of harmonics because of the reso¬ 
nance of a particular feeder at a frequency appearing in 
the source. The more usual combination is that in which 
the line capacitance resonates with the inductance of the 
source. The installation of a line shunt filter may change 
the resonant point and greatly simplify the coordination 
problem. Line shunts are sometimes provided with a re¬ 
sistor in parallel with the reactor. This combination is 
ecpiivalent to a reactor and capacitance in seri(*s with a 
resistance, the value of which is low for low freijuencies 
and high for high frequencies. Thus, the combination not 
only provides a low-impedance path for the selected fre¬ 
quency but because of the high resistance prevents ampli¬ 
fication of the harmonics at the higher freciuencies. 

liectijier u-c shunt Jilters are sometimes used to prevent 
the operation of the rectifier from increasing the harmonics 
in the a-c supply system. Ah‘ filters are of two types, the 
non-tuned filter shown schematically in Fig. 31 and the 
tuned-fre(|uency filter shown schematically in Fig. 32. The 
non-tuned filter consists of a reactor in series with the 
supply, and a shunt capacitor for each pluise. l/sually the 
addition of the reactor is objectional)l(‘ from the regulation 
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Fig. 31—Non-tuned a-c filter for use with small rectifiers- 
schematic diagram. 



Fig. 32—Four-frequency tuned a-c shunt filter for use with 
large power rectifiers—schematic diagram. 
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standpoint for all but small rectifiers or installations such 
as certain types of broadcasting stations where induction 
regulators are commonly used. The combination of series 
reactor and shunt capacitor is usually proportioned so that 
the natural frequency is less than the lowest frequency 
produced by the rectifier, that is, lower than 300 cycles. 
In determining the effectiveness of the non-tuned filter, it 
is necessary to estimate the harmonic voltage impressed 
on the supply circuit for all of the important rectifier 
harmonics using the methods previously discussed in 
connection with rectifiers. 

For most power applications the only permissible type 
of a-c filter consists of tuned shunts as illustrated in Fig. 32 
for four frequencies. Shunt filters usually consist of four 
to seven elements, proportioned to accomplish different 
reductions in the harmonic voltages impressed on the 
supply circuit by the operation of the rectifier. In general, 
a filter design should be worked out only after full infor¬ 
mation is available as to the harmonics and frequency- 
impedance characteristics of the power source as viewed 
from the filter location. Usually this information is obtain¬ 
able only after a rectifier is installed. If preliminary study 
of a rectifier installation indicates that a coordination 
problem is likely to be encountered and that an a-c filter 
in th(‘ power circuit is likely to be a remedial measure that 
should receive consideration, an estimate of the filter cost 
should be obtained from the manufacturer before the pur¬ 
chase of the rectifier equipment so that it will be available in 
studies relating to the cost of the complete installation. 
The Electrical Equipment Committee of the Edison Elec¬ 
tric Institute in its '‘Report on Rectifier Wave Shape'’*^ 
recommends for the purpose of such a preliminary esti¬ 
mate, when the supply frequency is GO cycles, that the 
characteristics of the filtering equipment be taken as 
follows: 


voltagc 


CURRENT 

A-C. RESONANT SHUNTS DISCONNECTED 


VOLTAGE 


CURRENT 

A C RESONANT SHUNTS CONNECTED 

Fig. 33<-The a-c line-current and voltage wave ahapee of a eii- 
phase rectifier without and with an a-c ehunt filter. 






Fig. 34—Six-element a-c shunt filter for power rectifier. The 
shunts for each phase are arranged in horizontal rows and for 
each frequency in vertical rows. 


“A-c Side. For cither a fi-phase or 12-phase rectifier a device 
to limit the total contribution to the voltage T.I.F. to 20 for 
the combined effects of the frequencies corresponding to the 
11th, 13th, 17th and 19th harmonics.” 

Rectifier filters can accomplish a very marked improve¬ 
ment in the voltage and current wave shapes of the supply 
circuit as illustrated in Fig. 33 by the redrawn oscillogram 
of the actual test results obtained on the first tuned-shunt 
filter ever built^’. The general appearance of a shunt filter 
is illustrated in Fig. 34 for a six-frequency 4000-volt unit. 
Shunt filters are inherently relatively expensive and should 
not be considered as a normal part of a rectifier. In any 
particular case, consideration should also be given to 
alternative methods, such as: 

1. The use of the largest number of phases consistent 
with the number of anodes required. 

2. Rearrangement of power supply or location of feeders 
so as to avoid exposure. 

3. A combination of other methods in the power or 
communication circuit in the same manner as used 
for other coordination problems. 

D-c filters for rectifiers are much less expensive and 
complicated than a-c filters. The application of d-c filters 
is usually restricted to rectifiers which supply propulsion 
circuits with one side grounded. Normally d-c filters con¬ 
sist of a series reactor and three tuned-shunt elements as 
illustrated in Fig. 35. This combination operates to reduce 
the d-c harmonic voltages impressed on the external circuit 
by consuming them in voltage drop in the rectifier and 
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Fig. SS—Schematic diagram of a typical d-c filter for a rectifier. 

transformer*, and in the series reactor. The reactor in the 
d-c circuit usually is of the iron-core type with air gap, 
mounted in a ta^ and frequently arranged for outdoor 
installation. The shunt elements should be so located and 
installed as to have very short leads, the length of which 
must be measured between the points through which all 
the direct current flows. If the filter leads are of consider¬ 
able length they will reduce its effectiveness and upset 
tuning. The characteristics of d-c filtering equipment have 
been pretty well standardized and the recommendations 
in the E.E.I. Report on Rectifier Wave Shape'* for pre¬ 
liminary estimating purposes, when the supply frequency 
is 60 cycles, are as follows: 

'‘D-c Side. For a 6-phase rectifier a device to give a 10 to 1 
reduction of the 6th. 12th and 18th harmonic voltages. For 
a 12-phase rectifier a device to give a 5 to 1 reduction of the 
6th and 18th harmonics and a 10 to 1 reduction of the 12th 
harmonic voltage.^’ 

The foregoing reductions are based on calculated values 
assuming a load circuit of infinite inductance. These 
recommendations give considerable attention to the 360- 
cycle component on the basis of the presence of lower- 
impedance party line ringing equipment on telephone cir¬ 
cuits. Where this type of ringing equipment is not used, 
it may be permissible to apply a simpler filter consisting 
of a large series reactor and a single shunt tuned for a 
frequency of approximately 1000 cycles. For higher d-c 
voltage systems and close exposures it may be desirable to 
provide an element for the 24th harmonic frequency. 

12. Coupling Factors for Noise-Frequency 
Induction 

The coupling factors for electric and magnetic induction 
at noise frequencies may be computed with a slight modi¬ 
fication of the methods given in the section on low-fre¬ 
quency coupling. The electric coupling factors can be used 
directly both for metallic circuits and for those involving 
ground return. The magnetic coupling factors are pro¬ 
portional to frequency but for ground-return circuits it is 
necessary to introduce a different equivalent depth of 
return current, which can be calculated with the aid of 
Eq. (5). In telephone-noise calculations the coupling fac¬ 
tors are based on a 400-foot equivalent depth of earth- 
return current. Some approximate coupling factors are 
given in Sec. 14, Calculation of Noise on Telephone 
Circuits. 

Relative Location of Circuits —Frequently, by ex¬ 
change of notice of intention to construct new facilities 

♦See Eq. (29). 


and by cooperative advance planning, it is possible to 
avoid coordination problems that otherwise would arise. 
Close irregular parallels, as in overbuilt construction, are 
particularly to be avoided as this greatly decreases the 
effectiveness of transpositions. Where parallels have been 
created without consideration from the standpoint of 
advance planning, relocation often provides the best 
remedial measure. 

Transpositions ^—Probably the most important meth¬ 
od for reducing noise-frequency inductive effects is ob¬ 
tained by transpositions, particularly transpositions in 
telephone circuits. A telephone circuit is said to be trans¬ 
posed when the two sides of the circuit reverse their re¬ 
spective positions at suitable intervals throughout its 
length. Transpositions are applicable principally to uni¬ 
form exposures, and their effectiveness is greatly reduced 
when the separation is not uniform and when transposi¬ 
tions are not located at theoretically correct points. 
Transpositions are required in telephone circuits to avoid 
crosstalk and they are also effective in reducing noise- 
frequency induction from power circuits. The different 
functions of transpositions within an exposure section are 
shown in Table 11. This table shows that there are eight 


Table 11—Functions of Transpositions Within Exposures 


Source of Induction 

Direct 

Indirect 

In Power Circuit 

Metallic Induction 

Metallic Induction 

Balanced Voltages 

T 

P 

Balanced Currents 

T 

P 

Residual Voltages 

T 

• 

Residual Currents 

T 

« 


T —Telephone-circuit transpoeitione reduce theee componente of induction. 

P —Power-circuit tranepoeitions reduce these componente of induction. 

*—No effect on theee components of induction except as they reduce the re- 
siduab themselves. 

possible sources of noise-frequency induction from a power 
circuit; four of these result from the direct metallic-circuit 
induction caused by the balanced and residual components 
of voltage and of current, and four result from the indirect 
effect of longitudinal-circuit induction acting on the un¬ 
balances of the telephone circuit. Figures 2 and 3 show 
that unequal voltages may be induced in the two sides of a 
telephone circuit as a result of induction from both bal¬ 
anced and residual components of voltage and current. 
These unequal voltages can be resolved into metallic- and 
longitudinal-circuit components as illustrated in Figs. 4 
and 5. It follows, therefore, that transpositions in the 
telephone circuit will reduce the resultant voltage in the 
metallic circuit. In a similar manner it can be shown that 
transpositions in a power circuit reduce the resultant 
metallic-circuit induction in an untransposed telephone 
circuit. llowever, in the practical case the telephone cir¬ 
cuits are transposed frequently and the power-circuits 
infrequently, and the transposition points for the latter are 
usually located at neutral points on the telephone-circuit 
transposition system. Under these conditions power- 
circuit transpositions reduce only the indirect metallic- 
circuit induction resulting from longitudinal voltages act¬ 
ing on circuit unbalances. Transpositions in the power 

fRefsrenoe 16 and Engineering Report No. 36 of Reference 4. 
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circuit will not reduce the metallic-circuit component of 
induction in the telephone circuit resulting from residual or 
sero-sequence currents in the power circuit, except as they 
reduce the residual quantities themselves. This, of course, 
results from the fact that, by definition, the residual or 
sero-sequence components in the several conductors are of 
identical magnitude and phase and, therefore, their result¬ 
ant electric and magnetic fields are not affected by power- 
circuit transpositions. Power-circuit transpositions are, 
therefore, us^ principally in coordination problems with 
ground-return telegraph circuits to reduce residual volt¬ 
ages and currents of fundamental frequency. For this pur¬ 
pose it is usually sufficient to use only one “barrel” for 
each section between major discontinuities*. By the term 


group consisting of two metallic-side circuits and a phan¬ 
tom circuit superposed on the other two. The middle 
conductors constitute a metallic circuit consisting of the 
pole pair. In Fig. 36 (a) the transpositions are of two 
t 3 rpes, first, those that involve the change in position of 
the two wires in the metallic circuit, and second, the phan¬ 
tom transpositiops that involve change in all the positions 
for the four wires as illustrated in Fig. 36 (c). Newer 
transposition S 3 rstem 8 have been developed by the Bell 
System to solve special problems created by carrier-fre¬ 
quency telephone systems. These transposition systems 
are, of course, also effective for audio-frequency circuits. 

Transpositions have been highly developed in the com¬ 
munication industry because of crosstalk as well as noise- 
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LETTERING 


TYPICAL WHOLE-LINE TRANSPOSITION UNITS 
HALF-MILE UNIT 32-POLE TYPE UNIT 

FOR STANDARD SYSTEM FOR EXPOSED-LINE SYSTEM 

NON-PHANTOMEO 
CIRCUIT 
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W (ALONE) INDICATES A WHOLE LINE 

TRANSPOSITION POLE, W UNDER OTHER LETTERING INDICATES 
CHANGES REQUIRED IN PREVIOUSLY EXISTING TRANSPOSITIONS. 

N INDICATES REGULAR TRANSPOSITION POLES, WHICH RETAIN 
EXISTING LETTERING. 

INDICATES A TYPE I PHANTOM TRANSPOSITION TO BE COT IN. 

® INDICATES A 2-WIRE TRANSPOSITION TO BE CUT IN. 

O INDICATES AN EXISTING 2-WIRE TRANSPOSITION TO BE CUT OUT. 


TYPES OF PHANTOM TRANSPOSITIONS 


TYPE I 



TYPE 2 



(c) 


Fig. 36—Typical Bell System transpoeltlon diagram. From Engineering Report No. 36 of Reference 4. 

(a) Wire poeitions for “Exposed Line” system for E section—upper cross-arm only. 

(b) Schematic diagram for “Whole-Line” transpositions. 

(c) Types of phantom-circuit transpositions. 


'^barrel” is meant a seciion of a three-phase power circuit, 
of uniform configuration, so arranged by transpositions 
that each conductor occupies equal sections in the three 
positions. On a long transmission line without inter¬ 
mediate loads or generating points, or without circuit or 
configuration changes, a barrel may be 50 to 100 miles 
in length. Transpositions are of no value on distribution 
circuits with single-phase branches. 

The Bell Telephone System has developed several effec¬ 
tive transposition systems and a typical one is shown in 
Fig. 36. In this figure the wire arrangements for the upper 
cross-arm are shown in (a). The upper cross-arm is ar¬ 
ranged with four wires on each side constituting a phantom 

*Di80ontinuitiw are points where an important change takes place 
in the physical or electrical conditions of the circuit, such as load, 
branch circuits, series impedances, configuration, and separation. 


frequency characteristics. A general discussion of trans¬ 
positions is, of course, beyond the scope of treatment here 
possible. Mention should, however, be made of a few 
coordination problems which involve transpositions. To 
secure full effectiveness of a transposition system in re¬ 
ducing induction from a particular exposure, it is necessary 
to coordinate the transposition locations with the exposure 
section. This frequently requires rearrangement of the 
transpositions on the communication circuit by installing 
a transposition system that constitutes a balanced section 
for the entire exposure. The normal balanced lengths are 
eight miles for an E section, six and four-tenths miles for 
an N section, and one-half mile for an R section. Neutral 
points of the Exposed-Line System illustrated in Fig. 36 
occur at S poles, one-quauier and one-eighth points. Be¬ 
cause of the frequent necessity for coordinating existing 
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construction with newly-created parallels, a scheme known 
as “whole-line transpositions” has been developed, as 
illustrated in Fig. 36 (b). The whole-line transposition 
permits the accurate or approximate balance of the trans¬ 
position system for the exposure section, but, of course, 
requires additional transpositions 
In connection with transposition systems, the question 
naturally arises as to the number that should be used. 
While some gain is possible by adding transpositions to 
those normally employed in transposition systems, it is 
important to recognize that the effectiveness of trans¬ 
position depends on the imiformity of exposure, the ac¬ 
curacy of location of the transposition points, and the 
coordination of the transposition system with respect to 
the power-circuit exposure. These considerations make a 
definite limit to the number of transpositions that can be 
used effectively. The amount of r^uction in metallic- 
circuit noise caused by the addition of transpositions is 
shown in Table 12 taken from the work of the E.E.I. and 


Table 12— EFFBcnvENias or Telephone Transposition 
IN Reducing MbtaluoCircuit Noise 


Tranapositiona 

Relative Noiae In 

Side Circuita of Phantom Group 

Min. 

1 

Ave. 

Max. 

Coordinated. 

1.2 

6. 

12. 

Uncoordinated. 

8.8 

25. 

50. 

None. 

50.0 

100. 

190. 


Bell System*. Where a small number of circuits are in¬ 
volved, as for example in the c^ of a single power- 
company telephone line, it is possible to obtain a higher 
degree ot effectiveness of transposition than indicated in 
the table. However, for transpositions applied to many 
circuits imder the usual conditions of installation with 
some variation in separation, it is necessary to assume 
much lower effectiveness. Certain recommendations in 
this connection are given in Sec. 14, Calculation of Noise 
in Telephone Circuits 

13. Noise-Frequency Susceptiveness Factors 

The principal noise-frequency susceptiveness factors on 
a telephone circuit are power-level and sensitivity, balance, 
and frequency-response, characteristics. These vary with 
the type of communication circuit. 

Power Level and 5enW/iv/ty—Noise-frequency co¬ 
ordination problems are always simplified if the ratio of 
induced or noise currents to speech currents are decreased. 
This may be done by decreasing the induced currents by 
control of influence or coupling factors, as discussed in 
previous sections, or by increasing the speech currents by 
increasing transmitter output or by using amplifiers. The 
simplest example of this method of control is the familiar 
practice of raising the speech level into the transmitter so 
•\8 to override the noise on a telephone circuit. Unfor¬ 
tunately, this simple measure encounters limitations be¬ 
cause of voice distortion and fatigue that result if an effort 

^Engineering Report No. 16 of Reference 4. 


is made to maintain too high an energy level. However, 
the same result can be accomplished by improved trans¬ 
mitters, which in effect provide amplifying action in the 
device itself. Amplifiers can also be us^ to increase the 
speech level as is done on long-distance toll circuits. How¬ 
ever, in some cases, amplifiers will increase induced cur¬ 
rents as well as speech currents. Thus the amplifiers, in 
themselves, are not a remedial measure of value unless 
they provide a lower ratio of noise to speech levels. 
Another factor to be considered is crosstalk since ampli¬ 
fiers may increase the crosstalk level from adjacent circuits. 
An increase in the energy level to overcome noise on one 
circuit may require corrective measures in many circuits 
because of crosstalk from circuits located on the same pole 
line. From the foregoing discussion it becomes apparent 
that for commercial communication systems, increasing 
the power levels rarely provides a feasible solution for a 
particular exposure. Instead, the most economical trans¬ 
mitters with the highest practical energy output are em¬ 
ployed and the applications are made on the basis of the 
overall communication problem including crosstalk and 
noise. 

For power-line communication systems and other iso¬ 
lated circuits, increased power levels may provide a co¬ 
ordination measure of value. Thus, audio-frequency am¬ 
plifiers can be used to increase the voice-current output of 
the transmitter in combination with receivers of decreased 
sensitivity giving the same resultant receiver output. The 
amplifier is a relatively inexpensive remedial measure but 
requires maintenance and a source of energy. Thus, this 
type of remedial measure is more suitable for communica¬ 
tion systems connecting two principal stations than for 
those that supply circuits with many intermediate taps as, 
for example, a patrol line. In general, more extensive use 
of amplifiers on power-line communication systems for 
reducing noise than is now general practice would be 
advantageous. 

Balance of a Telephone Circuit— The balance of a 
telephone circuit or the symmetry of the two wires of a 
metallic circuit or of the four wires of a phantom circuit 
with respect to each other and to all other wires and to 
ground b a factor of great importance from the standpoint 
of noise when the circuif.s are located in powerful electric 
or magnetic fields. If the circuits are unbalanced, induced 
currents are produced which cause unequal drops in the 
different wires and thus impress a differential voltage on 
the metallic circuit; the result is noise in connected tele¬ 
phone receivers. Unequal conductor resistance, particu¬ 
larly high-resistance joints, may contribute importantly 
to the noise problem. Similarly, unsymmetrical capaci¬ 
tance coupling with other circuits may also be a factor of 
importance. Ordinarily telephone-circuit transpositions 
insure adequate conductor symmetry so that no special 
attention to this point is required other than maintenance 
to avoid high resistance joints or leaks to ground. 

Another source of unbalance may exist in telephone* 
oflSce or subscriber equipment. Some of these unbalances 
are inherent in standaid equipment, particularly of the 
older t 3 rpes. One of the principal sources of unbalance is 
product on party-line systems. One type of set uses a 
ringer of about 20,000 ohms^impedance at 1000 cycles at 
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subscriber premises connected between one conductor and 
ground. These ringers offer a relatively low impedance to 
ground, particularly at the frequencies below 300 cycles 
and since the ringers are not located symmetrically on the 
circuit they are sometimes a source of important un¬ 
balances. ^veral remedies have been used, one of which 
consists in replacing the lower-impedance ringer by a 
higher-impedance device (about 165,000 ohms at 1000 
cycles). Another measure uses ringing equipment at sub¬ 
scriber premises that is connected to the circuit by a tube 
only when the circuit is being used for ringing purposes. 
By this means the party-line circuit is not unbalanced 
under talking conditions. In the newer types of sets these 
unbalances are minimized. 

Quite frequently an exposure will involve only a short 
parallel, although the telephone circuit itself is long. Un¬ 
balances in the telephone circuit outside of the exposure 
section may contribute importantly to the total telephone 
noise. This source of trouble can frequently be avoided by 
installing a repeat coil in the ends of the exposure section, 
thus effectively isolating the two sections of the circuit. 
The addition of the repeat coil, of course, introduces some 
transmission loss and interferes with telegraph use and 
with telephone-circuit testing, and therefore, can be justi¬ 
fied only in special cases 

Frequency Response —In modem high-quality voice- 
frequency communication systems it is necessary to pro¬ 
vide reasonably good response over the frequency range of 
from about 200 to 3500 cycles, the range that also covers 
the principal harmonic frequencies of power systems. The 
older types of receivers produce the effect of resonance in 
the vicinity of 1100 cycles. For this reason the use of 
filters in telephone circuits to block the flow of induced 
current of a particular power-system frequency has often 
been proposed. However, experimental studies by power 
and communication companies have shown that such a 
method of solution is only rarely practical. In the future 
this method should be of still less value because the trend 
in communication circuit equipment is toward more 
uniform response and a wider frequency band. 

On rural telephone lines there are frequently high mag¬ 
nitudes of low-frequency induction. These situations can 
often be improved by reducing the low-frequency re- 
sponse". For example, with the commonly-used connec¬ 
tion for a local battery telephone set, the receiver can be 
shunted by a 60-millihenry coil and a 0.75 mf capacitor 
placed in series with the receiver. Another arrangement 
is to reconnect the set placing the receiver with a 1-mf 
capacitor in series across the transmitter side of the in¬ 
duction coil. Such measures, while impairing the quality 
of voice reproduction, may provide an overall improve¬ 
ment in the order of 2:1 where the noise is confined to 
low frequencies. 

Carrier-frequency communication systems are rarely 
affected by power-system harmonics because the har¬ 
monics in the carrier-frequency range are of small magni¬ 
tude and the effects of the lower harmonics are minimized 
because of frequency separation. 

Type of Circuit —The telephone circuit of maximum 
susceptiveness to induction from a power circuit is the 
ground-return or rural telephone circuit. Practically all 


such circuits are noisy when operated close to power cir¬ 
cuits. The metallicizing of such ground-return circuits 
provides the most important measure for minimizing noise- 
frequency problems in such cases. Sometimes it is prac¬ 
ticed to metallicize only the exposure section by installing 
repeat coils between the exposure section and the remain¬ 
der of the circuit. Separation of the two wires of a metallic 
circuit is, of course, an important factor in the problem. 
Conductors on open-wire telephone circuits are usually 
located 12 inches apart. The reduced spacing of eight 
inches has been found advantageous for carrier-frequency 
circuits. Table 13 shows the relative noise in subscriber 


Table 13—Relative Noise in Subscriber Circuit 
Extosed to Single-Phase Common-Neutral Power Circuit 




Relative Noise* 

Item 

Type of Service 





One Set 

Two Sets 



on Line 

on Line 

1 

Grounded Rural Grounded Rural 




Line, 38B Ringer 

1400-1800 

1400-1800 

2 

Individual Line Individual Line, 




8A Ringer. 

1-10 


3 

Party Line Single-Condenser, 




8A Ringer. 

45-66 

40-60 

4 

Party Line Single-Condenser, 




8J Ringer. 

12-26 

12-26 

5 

Party Line Split-Condenser, 



1 

8A Ringer. 

12-26 

4-12 

6 

Party Line Split-Condenser, 




8J Ringer. 

1-10 

1-10 


*BMed on Engineering Report No. 6 of Reference 4. 


sets for rural telephone lines, individual lines, and party 
lines with various types of ringing equipment. 

Duplex conductors or telephone-drop leads have been 
found advantageous from the noise standpoint in par¬ 
ticular situations. The close spacing and twisting of the 
conductors minimize the possibility of unequal voltages 
being induced in the two wires. However, these insulated 
conductors increase transmission loss and are likely to 
develop leakage unbalances as the insulation deteriorates. 
Consequently, duplex or similar conductors are impractical 
as a remedial measure, except for short lengths or for con¬ 
ductors that are intended for short-time service. 

Cables provide an important factor in the simplification 
of noise-frequency coordination problems, particularly in 
the urban areas where exposures are severe. Cables pro¬ 
vide the economical form of construction in many densely- 
populated districts. With grounded cable sheaths the 
inductive effects from voltages are negligible. If the cable 
sheath is grounded at both ends through low-impedance 
connections, the noise problem from currents is reduced. 
In cable circuits the principal factor is the indirect metallic- 
circuit noise resulting from cable unbalances and the in¬ 
duced longitudinal voltages produced by residual currents. 
Usually, however, cables are relatively well transposed 
and balanced so that the important unbalances are those 
caused by central-office cord circuits and by subscriber 
ringing equipment. 
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14. Calculation of Telephone«Circult Noise* 

The estimation of telephone-circuit noise resulting from 
power-circuit induction is an involved procedure. It is 
possible here only to indicate the general philosophy of 
telephone-noise c^culations and to provide simple formu¬ 
las useful primarily for indicating order of magnitude of 
the noise problem in a typical situation. 

The general procedure in calculating telephone-circuit 
noise is to obtain power-circuit harmonic voltages and 
currents and to resolve these into balanced and residual 
components. Then the harmonic voltages impressed on 
the telephone-circuit conductors are calculated with the 
aid of coupling factors based on the geometry of the cir¬ 
cuits, and for residual circuits the equivalent depth of 
earth-return current for harmonic frequencies. The volt¬ 
ages impressed on the telephone-circuit conductors are 
then resolved into metallic- and longitudinal-circuit com¬ 
ponents. For a balanced but untransposed circuit, the 
noise-frequency currents in the telephone receiver resulting 
from the metaJlic-circuit components of induced voltages 
are readily calculated. Longitudinal voltages impressed on 
a perfectly balanced circuit cause no current in connected 
telephone receivers. However, when either series or shunt 
unbalances are present, longitudinal induced voltages act¬ 
ing upon them produce additional noise-frequency currents 
in the telephone receivers. 

The noise-frequency currents in the telephone receiver, 
which are obtained by the preceding calculations, are then 
converted to noise units with the aid of suitable conversion 
factors. Reference noise has been standardized at 
watts at 1000 cycles, which corresponds to 0.0408 micro¬ 
amperes on 600-ohm circuits, and to approximately seven 
noise units for noise measured on the linef. 

Telephone circuit noise is frequently expressed in deci¬ 
bels (db). In the decibel scale the ratio of two voltage- or 
two current^uantities is expressed, 

Ratio in d6 = 20 logio Ratio (33) 

Thus, telephone noise when expressed in db is the ratio 
to reference noise taking reference noise as seven noise 
units. Thus, telephone line noise is 

. Noise Units ^ 

Noise in d6«»20 logi©-^- (34) 

A convenient figure to remember is that a change of six 
decibels corresponds to a change of 2:1 in voltage or cur¬ 
rent ratios. Table 14 gives a list of decibel and current- or 
voltage-gain ratios and corresponding relation to noise 
units. 

The foregoing discussion applies directly for induced 
currents of a single frequency. Where several harmonics 

^Extensive discusdons of telepbone-Doise calculations are given 
in the Engineering Reports^ of the Joint Development and Reseiu^ 
Subcommittee, Edison Electric Institute and Bell Telephone System, 
particularly No. 16 for open-wire toll circuits, No. 17 for open-wire 
subscriber circuits at roadway separation. No. 13 for open-wire 
subscriber circuits in joint-use situations, No. 9 for subscriber cir¬ 
cuits in cable, and No. 40 for ground-return or rural telephone 
circuits. 

fReference noise based on receiver currents is 14 noise units. 


Tabus 14—Db Ratiob—Relation to Gain Ratios 
AND Noise Units 


Db 

Voltage or Current 
Gain Ratio* 

Approximate 

Noise Units 
(Based on Lino Noise) 

0 

1 

7 

6 

2 

14 

10 

3.16 

22 

15 

5.62 

40 

20 

10.00 

70 

25 

17.80 

125 

30 

31.6 

220 

35 

56.2 

400 

40 

100. 

700 

45 

178. 

1250 

50 

316. 

2200 

60 

1,000. i 

7000 

80 

10 000. 


100 

100 000. 



*Att«nuation Rstiot &r« reciprocal of Gain Ratios. 


are present, the resultant noise is estimated by combining 
the individual noises according to the sum of the squares 
of the individual components. However, as a practical 
matter, the harmonics in the power system are replaced by 
an equivalent harmonic that can then be used with suitable 
coupling factors and with telephone-circuit impedances to 
give the equivalent noise-frequency current in the tele¬ 
phone receiver. Thb is essentially the inverse of the proc¬ 
ess discussed in Sec. 10 for the determination of power- 
circuit voltage and current T.I.F.^s. In fact, the T.I.F. 
weighting curve can be used with a coupling factor varying 
directly with frequency and equal to unity at KXX) cycles 
to obtain the telephone-receiver weighting curve. When 
transpositions are present, as is usually the case, their 
effect can be estimated by a suitable factor. When there 
are unbalances outside of the exposure section, this cir¬ 
cumstance must also be taken into account. 

The preceding discussion shows that accurate noise cal¬ 
culations are complex. Fortunately, an important simpli¬ 
fication can be obtained by calculating (a) the longitudinal 
noise-frequency voltages and (b) the direct metallic-circuit 
noise. The longitudinal volta^ are then used in connec¬ 
tion with the circuit unbalances to obtain the metallic- 
circuit noise caused by unbalances. Empirical factors, 
known as the metallic-longitudinal ratios (M-L ratios) are 
applied to the longitudinal noise-frequency voltages to 
obtain the metallic-circuit noise. Further simplification 
is obtained by considering only the direct metallic-circuit 
induction component, taking into account at the same 
time the reduction resulting from transpositions. Formulas 
for calculating the direct metallic-circuit noise are given 
below. This is illustrative of other methods and is more 
accurate when the effect of unbalances are relatively un¬ 
important. This method also gives the best physical pic¬ 
ture of the problem and is useful in indicating the severity 
of a noise problem. 

The basic formulas for the calculation of metallic-circuit 
noisel are: 

(These formulas and the K factors of Fig. 87 are based on En¬ 
gineering Reports Nos. 16 and 17 of Reference 4. 



Chapter 28 


Coordination of Power and Communication Systems 


781 


(36) 


NMz^i,^K^BKt(KV^ Tb) 

where NMi^b, NMj^b —metallic-circuit noise caused by 

electric induction from balanced 
or residual voltages—noise units. 

NMi^Bf NMi^b, —^metallic-circuit noise caused by 
magnetic induction from bal¬ 
anced or residual currents— 
noise units. 

Xb-b, Xb-b— factors* giving ratio of metallic- 
circuit noise on telephone circuit 
to balanced or residual voltage 
on power-circuit in kv. See Fig. 
37. 


Ki^b, Ki^b —factorsf giving ratio of metallic- 
circuit noise on telephone circuit 
caused by balanced or residual 
current to power-circuit am¬ 
peres. See Fig. 37. 

Kt —length of exposure in kilo-feet. 

KV —power-circuit voltage in kilo¬ 
volts—fundamental frequency. 

7—power-circuit current in amperes 
—fundamental frequency. 

KV- Tuf KV-Tb —power-circuit voltage in kv from 
line to line multiplied by bal¬ 
anced voltage T.I.F,; corre¬ 
sponding KV • T factor for resi¬ 
dual. 

I- Tb, 7* Tr— power-circuit current in amperes 
multiplied by balanced or resid¬ 
ual current T.I.F. 


The K factors of Fig. 37 are based on horizontal distances 
in feet measured between nearest power and telephone 
conductors. In Fig. 37 the K factors for balanced voltages 
are plotted for symmetrical horizontal configuration; cor¬ 
rection-factor multipliers for several other configurations 
and for different heights of power conductors are given in 
the tabulation included in the figure. 

The noise resulting from several components of induc¬ 
tion can be combined according to the following formula: 

(36) 

This is an empirical law of combination but represents the 
only practical method for combining the effects, which may 
range from the arithmetic difference to the arithmetic sum 
of the quantities. The effect of reduction in noise resulting 
from transpositions may be estimated from Table 15. 

The formulas of Ek). (35) do not take into account the 
beneficial action from mutual shielding of telephone-circuit 
conductors against electric induction. For this reason the 
values given will be somewhat high for a large number of 
telephone-circuit conductors insofar as the noise from in¬ 
duct reridual voltage is concerned. These formulas do 

*Kb r and an ooeffidents of ekotrio induction in volte per 
kikmdt, nuiltiplied by a constant of 0.077. 

tJfi-B and Ki-b an ooefiBdents of magnetic induction in mioro- 
heniiM per kilofoot, multiplied by a constant of 0.08. 


Table 16—Transposition Reduction Factors* 



Subscriber Circuit 

Toll Circuit Average 

Coordination 

Joint Use 

Roadway 



Non- 

Phantom 


Non-Pole 

Pair 

I 

Pole Pair 

Separa¬ 

tion 

Side 

Phantom 

Optimum 

0.1 

0.05 

0.05 

0.06 

0.3 

0.025 


to 

to 

to 





0.2 

0.1 

0.1 




Nominal 

0.2 

0,10 

0.2 

0.25 

0.25 



to 

to 






0.4 

0.2 






*FroiD Engineering Reports Noe. 16 and 17 of Referanoe 4. 


not take the effects of unbalance into account. These 
effects, which may be estimated from a knowledge of the 
unbalances, may be more important from the noise stand¬ 
point than the effects of direct metallic-circuit induction. 

For joint-use situations, the constants /Ce-b, TCe-r, etc., 
as given in Table 16 should be used. The effect of reduction 
in noise resulting from transpositions may again be 
estimated from Table 15. 

Noise Evaluation—The impairment of telephonic 
transmission produced by a given line noise can be ex¬ 
pressed in terms of an increase in the transmission loss of 
the circuit, which would cause an impairment of telephone 
service equal to that caused by the noise. With a knowl¬ 
edge of the costs which are involved in providing circuits 
to meet different standards of transmission, a judgment 
can be made as to the importance of noise in a given 
instance. This method of noise evaluation is used by Bell 
System Engineers". On toll circuits, line noise of 200 noise 
units (29 db above reference noise) produces negligible 
impairment. Many power-company telephone lines are 
operating under conditions producing more than 800 noise 
units and some considerably in excess of that figure. The 
permissible noise of a particular circuit cannot be stated 
definitely as it depends upon the margin of telephonic- 
transmission loss, the room noise conditions at the ter¬ 
minals, the nature of the telephone business transacted, 
i.e., whether individual message or written reports, the 
quality of the service to be given and the characteristics 
of the user. 


Table 16—Values of Xi_b, 7Ci_r, Ke-b and Kk—r for 
Open-Wire Joint-Use Exposures: 


Com¬ 

ponents 

Outside 
Conductor 
Distances— 
inches 

Ai-b and Ai.r 

Ke-b and Ke—k 

Non-Pole 

Pair 

Pole 

Pair 

1 

Non-Pole 

Pair 

Pole 

Pair 

Balanced 

15 

0.077 

0.16 

0.16 

0.36 


30 

0.10 

0.62 

0.22 

0.83 

Residual 

60-100 

0.22 

1.40 

0.32 

1.80 


Any 

0.20 

0.75 

0.42 

1.4 


Above values apply to four-foot separation between power crossari 
and nearest telephone crossann. For six- and eightrfoot separatio 
multiply and Xi~r by 0.6 and 0.45 and Xs...b and Ke-b 1 
0.56 and 0.40, respectively. 

tBaaed on Engineering Report No. 13 of R^erenee 4. 




K^e-b—Configuration C.F.M. (Cont’d) 


(g) High'triangular 



12' 

16' 

1.11 

1.25 

2.85 

4.06 

1.36 

1.24 


Kk~-b--Height Correction-Factor Multipuers. See Configurmtion Sketch. 


(a) (b) (c) (d) Equi- / \ v r** l ^ 

Horiz ontal triangular ye; vertical triangular triangular / 

26' I SO’ 25' 1 60' 26' 1 50' 26' I 60' / 




(d) Equi- 
triangular 

(e) Vertical 

(f) Low- 
triangular 

(g) High- 
triknguUr 

25' 

50' 

25' 

50' 

25' 

50' 

25' 


1.20 

0.67 

0.80 

0.75 

1.48 

0.21 

1.20 

0.67 

1.14 

0.87 

1.25 

1.25 

0.02 

1.00 

1.14 

0.87 

1.15 

0.03 

1.50 

0.72 

0.88 

1.20 

1.15 

0.03 

1.00 

1.00 

1.00 

0.05 

0.05 

1.10 

1.00 

1.00 

1.00 

1.02 

1.00 

1.05 

1.00 

1.08 

1.00 

1.02 



Fig. 37~Chafts for the determination of Ke^^b* Ki—b« Ke-.r and Ki^r factors for use with noise formulas* Equations (35). 
In all cases telephone wires are assumed to be 1 foot apart and 25 feet above ground. 
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APPENDIX 


T his appendix includes a number of tables of statistical transmission line 
data collected from numerous sources. These tables have been included be¬ 
cause they have proved to be of considerable use in dealing with transmission 
line problems, and it was felt that they could be conveniently used by the reader 
in this form. 

Table 1 gives practices regarding stability features of typical lines as tabula¬ 
ted in “First Report of Power System Stability’' by an AIEE Subcommittee on 
Interconnection and Stability Factors (A.I.E.E. Transactions, 1937). 

In addition, statistical data on the output and capacity of some of the larger 
power systems in the United States taken from the Federal Power Commission 
publications, Statistics of Electric Utilities in the United States—1948 and Statistics 
of Pvblicly Owned Electric Utilities — 1948, are given in Table 2. 

Important features of typical lines from the lightning protection point of view 
have been collected and tabulated by an AIEE Subcommittee on Lightning and 
Insulators. These tables, which appeared in the A.I.E.E. Transactions in 1939 and 
1946 have been reproduced in the appendix as Tables 3 and 4. 

Tables 6 and 6 and the included descriptive material have been added to facili¬ 
tate derivation of equivalent circuits for power and regulating transformers from 
the imf)edance data usually furnished by the manufacturer. 

Table 7 has been abstracted from “Equivalent Circuits of Power and Regulat¬ 
ing Transformers” by J. E. Hobson and W. A. Lewis (Westinghouse Reprint 941). 
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Los Angeles 
Bureau of Power 
dt Light 

Metropolitan 
Water District 
of So. 
California 

Southern 
California 
Edison Co. 

Pacific Gas A 

Electric Co. 

Puget Sound 

Power A Light Co. | 

1 

Southern ] 
Sierras * 

Power Co. 

?latte Valley 
Public Power 
A Irrigation 
Dist. 



Item 1 

Item 1 

Item 1 

Item I 

Item 11 

Item 1 

Item 11 

Item 1 

Item 1 



Boulder Dam- 

Boulder Dam 

Big Creek 

Tiger Creek- 

Bucks Creek- 

Baker River 

Rock Island 1 

Boulder Dam ] 

Morth Platte- 



Los Angeles 

Line 

Line 

Newark 

Wilson 

Nos. 1 A 2 

No. 1 

Line 

Columbus 

A. 

Trmoemlooloii 










1. 

Voltage, kilovolu. 

287.6 

230 

220 

220 

220 

no 

no 

132 

116 

2. 

Distance, miles. 

267 

2371 

240 

109 

186 

67 

134 

222 

218.6 

3. 

Frequency, cycles. 

60 

60 

60 

60 

60 

60 

60 

60 

60 

4. 

Power, kilo wattesent out 

266 000 

330 OOOt 

400 000 

160 000 

120 000 

40 000 

26 000 

32 000 

26 000 

B. 

Circuit ermiigemcnt 










1. 

Number of circuits . . . 

2 

1 

3 

2 

2 

2 

1 

1 

1 

2. 

Intermediate switching 











stations . 

2 

None 

4 

None 

1 

1 

None 

None 

2 

a. 

Load taken off at inter- 











mediate points, kilo¬ 
watts . 

None 

None 

136 000 

None 

None 

None 

None 

None 

12 000 

4. 

Synchronous condenser. 











kva at intermediate 
points. 

None 

None 

None 

None 

None 

None 

None 

None 

8 000 

6. 

Bussing arrangements 











a. Sending end. 

H.T. 

H.T. 

H.T. 

None 

None 

None 

None 

None 

L.T. 


6. Receiving end. 

L.T. 

H.T. 

H.T. 

None 

None 

None 

None 

None 

H.T. 

6. 

Grounding 











a. Sending end. 

Solid 

Solid 

Sobd 

Solid 

Solid 

Solid 

SoUd 

SoUd 

Solid 


6. Receiving end. 

SoUd 

Solid 

^ Solid 

SoUd 

SoUd 

Solid 

Solid 

SoUd 

SoUd 

C. 

1. 

Ganerator 

Kilovolt-amperes. 

Each 82 600 

Each 82 600 

16 units, total 



39 000 

66 668 

40 000 

2 units, each 


307 000 




14 600 

2. 

Short-circuit ratio (or 











synchronous reac- 











tance percent) .... 
Transient reactance xi 

2.74 

2.4 

1.6 





1.6 

116.6 

8. 







percent. 

17.5 

17,6 

22 

27 

27 

23 

30 

26 

32 

4. 

Inertia constant H .. . . 

9.6 

4.7 

3.74 

4.1 

4 1 

4.05 

4.45 

3.8 

2.06 

6. 

Damper winding . 

Copper 

Copper 

None 

None 

None 

Copper 

Copper 

Copper 

Copper 

D. 

Excitation system 










1. 

Exciter response, per 











unit — self- or pilot ex¬ 
citer . 

0.6 

0.6 

1.0 

1.6 

1.6 

240 VO Its/sec 

200 volts/sec 

0.5 

1.0 



Pilot 

Pilot 

Pilot 





Pilot 

Pilot 

K. 

Breakers and relays 








1 


1. 

Breaker speed, cycles. . 

3 

8 

8-26 

12 

12 

18 

8 

10 

8 

2. 

Relaying type . 

Carrier current 

Instantaneous 

Instantaneous 

i Overload A 

(Same as 

Balanced 

High speed 

Phase: In¬ 

Distance 


and cross bal¬ 

ovcrcurrent 

ovcrcurrent 

directional 

item 1) 

current 

distance 

duction 




anced between 


A simultan¬ 

residual 




impedance 




parallel circuits 


eous carrier 





G’nd: direc¬ 




— 3 cycles 


current on 





tional 





some lines 





induction 


3. 

Total time, cycles* .... 

6 

8.6 

8.6-31 

1,3-14 

13-14 

27-54 

9 

16 (.Min.) 

9-10 

F. 

Lightning protection 









Wood pole H 

1. 

Tower construction.... 

Steel 

Steel 

Steel 

Steel 

Steel 

W^ood pole H 

Steel over 

Steel 








frame 

mountains, 
rest is wood 
pole H 
frame 


frame 

2. 

Ground wires . 

2-60' spacing on 

1 circuit towers 

None 

2 

None 

None 

None 

None 

None 

None 










—40.6 on 2 cir¬ 
cuit towers 







None 

None 

8. 

Counterpoises. 

Continuous — 

None 

None 

None 

None 

None 

None 



2 wires per 
tower line, crosi 
connect to ad¬ 
jacent towers. 









4. 

Insulators. 

Susp: Single — 24 

Susp: 13-10* 

Susp: 12-10* 

13 6H* units 

1 14 6V4* units 

1 Susp: 6-10* 

(Same as 

Susp: 9-10* 

Susp: 7-10* 



10*x6* units 

diam., 6k* 

units 

Semi-fog seo-^ 


units 

item 1) 

units 

X6k* 



Deadend: 

spacing 

Deadend: 

tion, 14 


Deadend: 


Deadend: 

units 



Double. 22 

Deadend: 

13-double, 

6>i* unite 


7-same 


10-earae 

Deadend: 



10H*x 6* units 

16-same 

same 

Fog section, 
20 5Hi* units 

► 




8-nme 

6. 

lightning arresters.... 

Terminal Sts. — Yes 
Switohing Sta. —No 

None 

None 

1 None 

None 

Yet 

Yea 

Yee 

Yea 


* Not 9 ~ln oerUin omm of •oqueatial tripping, time riven applies to first breaker only. 

t the “f^rst Report of Power System Stability * A.l.E.E. Subcommittee on Interconnection and Stability Factors. A.I.B.K, Transaction*, pp. 261-2S2. Feb. 1931 
i Editors Note: S4 miles of sinAle circuit with branches extending 93 and 60 milee. Installed power for this condition 165,000 kw. 
























786 


Appendix 

Table 1—Practices Regarding Stability Features—C ont’d 




Union EUectric Light 

A Power Co. 

The Milwaukee 
Electric Railway 

A 14ght Company 

Niagara-Hudson Power 
Corporation 

New England 
Power Service 
Company 

Hydro-Electric 
Power Comm, 
of Ontario 

The Shawini- 
gan Water A 
Power Co. 



Item 1 

Item II 

Item 1 

Item 11 
Port 

Item I 
Pleasant 
Valley- 
Dunwo^ie 

Item 11 

Item III 

Item 1 

Item I 

Item 1 



Osage- 

Osage- 

Lakeside- 

W'ashing- 

Inghams- 

Buffalo- 

Comerford- 

Ottawa River- 

He Maligne- 



Cahokia 

Page 

Granville 

ton- 

Granvilie 

Rotterdam 

Lockport 

Tewksbury 

Toronto 

Quebec 

A. 

Tranamlaaion 











1. 

Voltage, kilovolts. 

132 

132 

132 

132 

132 

no 

no 

230 

220 

187 

2. 

Distance, miles. 

177.9 

135.5 

25 

23 

62.5 

47 

21 

126 

200 

136 

3. 

Frequency, cycles . . . 

60 

60 

60 

60 

60 

60 

60 

60 

25 

60 

4. 

Power, kilowatts sent 













90 000 

45 000 



160 000 

130 000 

120 000 

156 000 

200 000 

160 000 

B. 

Circuit arrangement 



1. 

Number of circuits. . . 

2 

1 

1 

1 

2 

2 

2 

2 

3 

2 

2. 

Intermediate switching 












stations . 

2 

None 

1 

None 

1 

None 

None 

1 1 

None 

None 

3. 

Load taken off at inter- 












mediate points, kilo¬ 
watts . 

20 000 

None 

None 

None 

20 000 

None 

None 

None 

None 

None 

4. 

Synchronous condenser. 












kva at intermediate 
points . 

60 000 

None 

None 

None 

None 

None 

None 

None 

None 

30 000 

5- 

Bussina arrangements 












a. Sending end. 

None 

None 

L.T. 

L.T. 

H.T. 

H.T. 

H.T. 

H.T. 

H.T. 

L.T. 


b. Receiving end. 

L.T. 

L-T. 

Il.T. 

H.T. 

H.T. 

H.T. 

L.T. 

H.T. 

H.T. 

j H.T. 

6. 

Grounding 












a. Sending end. 

Solid 

Solid 

Solid 

Solid 

Solid 

Solid 

Solid 

30-ohm resistor 

Solid 

Solid 


6. Ke<'eiving end. 

Solid 

SoUd 

None 

None 

Solid 

SoUd 

Solid 

30-ohm reactor 

Solid 

Solid 

C. 

Generator 











1. 

Kilovolt-amperes. 

4 units, 

2 units, 

375 000 

94 000 

On P. V. 

On Ingh. 

On Bflo. 

4 units, each 

Each 23 500 

11 units, each 



each 

each 



1 388 000 

979 000 

225 000 j 

39 000 

to 28 500 

30 000 



23 888 

23 888 


1 

On Dun. 

On Rott. 

On Lock. 










1 900 000 

2 300 000 

3 060 000 




2. 

Short-circuit ratio (or 
synchronous reac¬ 
tance percent) 
Transient reactance xi 

1.15 

1.15 

0.87 A 1.24 

0.92 




81 

1.25 

90 

3. 





percent. 

30 

30 

15 

15.6 

15.4 9.8 

16.1 12.2 

12.7 45.8 

31 

28 

41 

4. 

Inertia constant //. 

3.56 

3.56 



2.85 6.58 

2.9 6.2 

4.5 5.05 

2.73 

3.1 

3.03 

5. 

Damper winding. 

None 

None 



Inner; copper; 
outer, Ever- 

None 

None 
















dur 



D. 

Escltatlon system 











1. 

Kxciter response, per unit 
—self- or pilot exciter. 

1.5 

1.5 

Hand reg¬ 
ulation 

Hand reg¬ 
ulation 




1.6 

1.8 



Pilot 

Pilot 




Pilot 

Pilot 


E. 

Breakers and relays 











1. 

Breaker speed, cycles... 

7 

8 

12 

8 

8 

8 

8 

8 

3.5-4 

10-12 











(Some—8-10) 


2. 

Relaying type. 

Distance 

Distance 

Induction 

Induction 

Simultan¬ 

Overcurrent 

Differential 

Sequential 

Sequential 

Parallel line 





type 

type 

eous with 

with in¬ 

current A 

with bal¬ 

with imped¬ 

protection 







carrier 

stantan¬ 

distance 

anced cur¬ 

ance dis¬ 

with a direo* 



1 




current 

eous A 


rent A dis¬ 

tance 

tional 








differential 


tance 


impedance 

standby 

3. 

Total time, cycles*.... 

8-10 

0 

93 

39 

12 

10 

12 

9-11 

5-6 H 

(Some—20) 

12 up 

F. 

Lightning protection 











1. 

Tower construction.... 

120 mt. 

Wood pole 

Steel 

Steel 

Steel 

Steel 

Steel 

Steel 

Steel 

Steel 



steel with 
wood 
arms 58 
mi. steel 

H frame 


I 







2. 

Ground wires. 

147 mi.—2; 
31 mi.—1 

2 

1 

1 

2 

2 

2 

2 

2 

2 

3. 

Ckiunterpoiaes. 

None 

None 

None 

None 

None 

None 

None 

None 

None 

Part oontinu- 




11-5H' 








ous type A 
part 2W 
on each side 
of tower 

4. 

Insulators. 

147 mi.: 

Susp: 

(Same as 

Susp: 

Susp: 

Susp: 

Susp: 

Susp: 

Susp: 



11-5H'' 

units 

10-4H' 

item 1) 

12 units 

8 units 

7 units 

15-5H' 

18-5^ 

10 units 



units 


units 


Deadend: 

Deadend: 

Deadend: 

units 

units 

Deadend: 



31 mi.: 


Deadend: 


13 units 

9 units 

9 units 

Deadend: 

Deadend: 

12 uniU 



units 


12-same 





17-sams 

18-same 


5. 

Lightning arresters . .. 

Yes 

Yes 

1 

Yes 

Yes 

Yes 

Yes 

Yes 

Yes 

Raesiving end 

No 


*Noi«: la certain caaae of Mquential trippin<« time given applies to first breaker only. 
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Table 1—Practices Regarding Stability Features—C ont'd 



Super Power 
Co, 111. 

111. North. 
Utilit. Co. 

A Public 
Service of 
Northern 111. 

Super Power Co. of Illinois 

A Public Service Co. of 
Northern Illinois 

Public Service Co. of 
Northern Illinois 

Northern Indiana Public Service Co. 

Public Service 
Company 
of Indiana 

Item I 
Powerton- 
Waukegan 

Item II 
Powerton- 
Waukegan 

Item III 
Powerton- 
Btate Line 

Item I 
Waukegan 
Northwest 

Item 11 
Waukegan 
Northwest 

Item I 
Michigan 
City- 
State Line 

Item II 
Michigan ] 
City- 

South Bend ] 

Item 111 
Mich. City 
8. Bend 
Monticello 

Item 1 
Dresser- < 
Lenore 

Item 11 
Ilolumbia- 
Lenore 

A. 

Tranamlaalon 











1. 

Voltage, kilovolts. 

132 

132 

132 

132 

132 

132 

132 

132 

132 

132 

2. 

Distance miles. 

218.6 

243.4 

202.4 

36.88 

36.88 

50.6 

40.5 

101.0 

74.8 

91.68 

3. 

I'Yequency, cycles . . . 

60 

60 

60 

60 

60 

60 

60 

60 

60 

60 

4. 

Power, kilowatts sent out 

56 000 

55 000 

60 000 

80 000 

80 000 

80 000 

55 000 

25 000 

40 000 

10 000 

B. 

Circuit wmiiigemeiit 











L 

Number of circuits. . . . 

1 

1 

63 mi: 2 

1 

1 

1 

1 

1 

2 

1 





149.4 mi: 1 








2. 

Intermediate switching 












stations. 

2 

4 

4 

None 

None 

1 

None 

1 

None 

1 

3. 

Load taken off at inter- 












mediate points, kilo- 












watts. 

30 000 

60 000 

35 000 

None 

None 

45 000 

None 

8 000 

None 

None 

4. 

Synchronous condenser. 












kva at intermediate 












points. 

None 

20 000 

15 000 

None 

None 

None 

None 

None 

None 

None 

5. 

Bussing arrangements 












a. Beading end. 

None 

None 

None 

H.T. 

H.T. 

H.T. 

H.T. 

H.T. 

L.T. 

L.T. 


b. Receiving end.. 

H.T. 

H T. 

L.T. 

LT. 

L.T. 

L.T. 

H.T. 

L.T. 

L.T. 

L.T. 

6. 

Grounding 


1 










a. Sending end. 

Solid 

Solid 

Solid 

Solid 

Solid 

Solid 

Solid 

Solid 

Solid 

Solid 


b. Receiving end . 

Solid 

Solid 

SoUd 

Solid 

Solid 

Solid 

Solid 

Solid 

Solid 

Solid 

C. 

Genemcor 











1. 

K ilovolt-amperes. 

61 765 

61 765 

116 666 

! 2uDits.total 

121 000 

70 600 

70 600 

70 600 

3 units. 

2 uniu, 






j 129 525 





each 

each 











25 000 

78 610 

2. 

Short-circuit ratio (or 












synchronous reac- 













120 

120 

107 

1 unit, 152; 

161 

111 

111 

111 

122 







1 unit, 154 







3. 

Transient reactance X 4 













23 

23 

20 


18.4 

23 9 

23.9 

23 9 

13 







1 unit. 18.6 







4. 

Inertia consUmt H . . 

6.75 

6.75 

5.5 

1 unit. 4 95 

4 64 

4.09 

4 09 

4.09 

3.74 







lunit.4.14 







6. 

Damper winding . 

None 

None 

None 

None 

None 

None 

None 

None 

None 

None 

D. 

EEcItatlon system 











1. 

Exciter response, per unit 












--self- or pilot exciter. 

0.3 

0.3 

1.0 

0.5 

1.5 

0.384 

0.384 

0 384 

Unknown 

Self 



Self 

Self 

Pilot 

Self 

Pilot 

Self 

Self 

Self 

Self 


E. 

Breakers end relays 









I 


1. 

Breaker speed, cycles... 

8-20 

8-20 

8-20 

8 

8 

12-25 

8 12 

8-12 

6 7 

7-13 

2. 

Relaying type. 

Distance 

Distance 

Distance 

Distance A 

Distance A 

Distance 

Distance A 

Distance 

Overcur- 

Overcu] 






over- 

over- 


over- 

A over- 

rcnt 

rent 






current 

current 


current 

current 



3. 

Total time, cycles*.... 

10-56 

10-74 

10-74 

10-60 

10-60 

13-67 

10-14 

12-46 

Line: 

Line: 











9-67; 

39-67 











Gnd: 

G’nd; 











9-25 

12-53 

F. 

Llghtnliig protection 











1. 

Tower construction.... 

166 mi.: steel 

Steel 

Steel 

Steel 

Steel 

Steel 

Steel 

Steel 

Steel 

Steel 



52 mi.: wood 










2. 

Ground wires . 

185 mi.: 2; 

187 mi.: 2; 

173 mi.: 2; 

2 

2 

1 

1 

1 

1 

1 



34 mi.: 1 

57 mi.: 1 

30 mi.: 1 








3. 

Counterpoises. 

None 

None 

None 

None 

None 

None 

None 

None 

None 

Non' 

4. 

Insulators. 

103.6 mi.: 12- 

53 mi.: 12- 

53 mi.: 12- 

8-JD2501 

8-JD2501 

8-6H' uniti 

\ 8-6 H*' uniu 

i 8-6^" 

Susp: 




OB26 620 

OB26 620 

OB25 620 





uniu 

9-10^ 

(Same 



72.9 mi.: 10- 

67.4 mi.: 13- 

67.4 mi.: 13- 






x4H- 

item 



6H* units 

OB25 622 

OB26 622 






uniu 




42.2 mi.: 8- 

123 mi.: 8- 

82 mi.: 8- 






Deadend: 




JD2501 

JD2501 

JD2501 






11 same 


5. 

Lightning arresters.... 

3 stations—ysi 

1 3 stations—yei 

1 4 stations—yei 

1 None 

None 

Yes 

Yes 

Yes 

Yes 

Y« 



1 station—no 

1 3 stations — no 

2 stations—no 









*Note: In oerUin caaes of aequontial tripping, time given appliea to first breaker only. 
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Detroit 
Edison Co. 

Consumers Power Company*^ 

Tennessee Valley 
Authority 

Item 1 
Marysville 
Northeast 

Item I 
Saginaw- 
Flint 

Item 11 
Muskegon- 
Grand Rapids 

Item III 
Croton- 
Grand 
Rapids 

Item IV 
Jackson- 
Superior 

Item V 
Flint- 
Delhi 

Item VI 
Kslsmssoo- 
Battle 
Creek 

Item VII 
Delhi- 
Jsokson 

Item Vlll 
Toronto- 
Akron*** 

Item 1 
Wilson- 
N orris 

A. 

Transmission 











1. 

Voltage. Idlovolts. 

120 

140 

140 

140 

; 132 

140 

140 

140 

132 

154 

2, 

Distance, miles. 

A5.6 

43.3 

30.2 

47.1 

28 8 

19.4 

14.3 

20.5 

04.0 

233.4 

3. 

Frequency, cycles 

00 

00 

00 

00 

00 

00 

00 

00 

00 

00 

4. 

Power kilowatts sent out 

40 000 

100 000 

50 000 

07 800 

77 500 

25 000 

25 000 

05 000 

50 000 

50 000 

B. 

Circuit arrangement 











1. 

Number of circuits 

2 

2 

1 

1 

1 

1 

1 

1 

1 

1 

2. 

Intermediate- switching 












stations . 

None 

None 

None 

None 

None 

Nona 

None 

None 

None 

None 

3. 

Load taken off at inter- 












mediate points, kilo- 












watu. 

None 

None 

None 

None 

None 

None 

None 

None 

Non# 

Nona 

4. 

Synchronous condenser. 












kva at intermediate 












points . 

None 

None 

None 

None 

None 

Nona 

None 

None 

None 

None 

5. 

Bussing arrangements 












a. Sending end. 

H.T. 

H.T 

H.T. 

H.T. 

Through 

H.T. 

H.T. 

H.T. 

H.T. 

H.T. 







transformer 







b. Receiving end. ... 

H.T. 

H.T. 

H.T. 

H.T. 

Through 

H.T. 

H.T. 

H.T. 

L.T. 

L.T. 







transformer 






6. 

Grounding 












a. Sending end. 

Solid 

Isolated** 

Isolated** 

Isolated** 

Isolated** 

Isolated** 

Isolated** 

Isolated** 

Solid 

2 reactors 




neutral 

neutral 

neutral 

neutral 

neutral 

neutral 

neutral 


(each 35 ohms) 


b. Receiving end ... 

Unground- 

Isolated 

Isolated 

Isolated 

SoUd 

Isolated 

Isolated 

Isolated 

Solid 

Solid 



ed 

neutral 

neutral 

neutral 


neutral 

neutral 

neutral 



C. 

Generator 











1. 



140 000 

50 000 

50 000 



50 000 


140 000 

2 units, each 



total 









50 000 



100 000 









(at Norris) 

2 

Short-circuit ratio (or 












synchronous react- 












ance, percent). 

1.02 

1.0 

1.0 

1.0 



1.0 


1.0 

1.045 

3. 

Transient reactance Z 4 












percent. 

23.4 

10-12 

10-12 

10-20 





10-12 

40.7 

4. 

Inertia constant H . 

0.0 










5. 

Damper winding . ... 

None 










Copper 

D. 

Eidtatlon system 




i. 







1. 

Exciter response, per unit 

Hand reg¬ 

2.0 








1.0 


— self- or pilot exciter.. 

ulation 

Pilot 

PUot 

PUot 



Pilot 


PUot 

Pilot 

E. 

Breakers and relays 











1. 

Breaker speed, cycles... 

6 

8-20 

8-20 

8 

8-20 

8-20 

8-20 

8-20 

8-20 

8 

2. 

Rela 3 ring type. 

Differen¬ 

Impedance 

Step dis¬ 

Step dis¬ 

Impedance 

Impedance 

Impedance 

Impedance 

High-speed 

Simultaneous 



tial 


tance 

tance 





step dis¬ 

with carrier, 











tance 

or sequential 












with distanoe 

3 

Total time, cycles* . .. 

8 

20-32 

10-22 

10 

20-32 

20-32 

20-32 

20-32 

10-22 


F. 

Lightning protection 











1. 

Tower construction.... 

Steel 

Steel 

Steel 

Steal 

Steel 

StMl 

Steel 

Steel 

Steel 

Steel sxeept 












Tsnn. R. to 












Monteagls 












(wood) 

2. 

Ground wires . 

1 

1 

2 

1 

1 

1 

1 

1 

1 

2 

3. 

Counterpoises. 

None 

None 

Nens 

None 

None 

None 

None 

None 

None 

None 

4 

Insulators. 

Susp: 

Susp: 

Susp: 

(Same as 

Susp: 

Susp: 

Susp: 

Susp: 

Susp: 


f 17.6 miles; 



0-5' 


10-5^' 

item 11) 

10-5* 

io-55i* 


10-4X*' 

10-5H^ 


Suw: 10-SH' 



units 

units 

units 


units 

units 

units 

units 

units 


units 



Deadend: 


Deadend: 


Deadend: 

Deadend: 

Deadend: 

Deadend: 

Deadend’ 


Deadend: 



10-aame 

units 

11-same 


12-same 

11-same 

12-same 

12-same 

11-sams 


21 same 




12-4H' 









00 milsa; 




units 









Susp: 




Deadend 













11-5H' 








* 

Deadend* 




units 









11 same 













120 miles; 













Swp; IS-MH' 













unite or 













lO^H* unito 













Deadends: 













^ 21-5H*uniU 

5. 

Lightning srrssters.... 

Yes 

Yss 

Yes 

Yss 

Yes 

Yes 

Yea 

Yss 

Yss 

Yes 


In certain ea iee of aequential tripping, time given applies to firei breaker oniy. 

**^tor'a note: The Coneumera Power Company in 1040 changed their 140 kv ayetem from isolated neutral to solidly grounded system. All infonnaiioci in this table holds 
only up to that time. 

♦♦•Editor’a note; Item VllI Toronto-Akron is part of the Ohio Edison Co. system. 
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A. 
1 . 
2 . 

3. 

4. 

B. 

1 . 

2 . 


4. 


5. 


0 . 


C, 

1 . 


2 . 


8 . 


4. 

8 . 

D. 

1 . 


B. 

1 . 


2 . 


3. 


F. 

1 . 

2 . 

8 . 


4. 


6. 


TnmtmiMlon 

Voltage. kilovolU. 

Diatance. mile#. 

Fraquency, cyclea. 

Power. kilo watU sent out 

Circuit •mifutament 

Number of circuits. 

Intermediate switching 

stations . 

Load taken off at inter¬ 
mediate points, kilo¬ 
watts . 

Synchronous condenser, 
kva at intermediate 

pointa. 

Bussing arrangements 

a. Sending end. 

h. Receiving end. 

Grounding 

а. Sending end. 

б. Receiving end. 


Geaermtor 

Kilovolt-amperes 


Short-circuit ratio (or 
synchronous react¬ 
ance percent). 

Transient reactance t 4 

percent. 

Inertia constant H . 

Damper winding . 

Eicltetlon as^tein 
Exciter response, per unit 
—self- or pilot exciter. 


Brenkers and relaya 
Breaker speed, cycles... 

Relaying type. 


Total time cycles*. 


Lightning protection 
Tower construction ... 
Ground wires. 

Counterpoises. 


Insulators 


Lightning arresters.... 



1 

. 1 



Pennayivania and New Jersey Interconnection 

Penn^lvania Water 
and Power Co. 

Philadelphia 




Electric Co. 

Pennsylvania Power A Li^t Comps ny 

Philadelphia Electric ^mpany 









Public Service Electric and Gas Company 

Item 1 
Safe 

Item 11 

n^*b^ 

Item I 
Conowingo- 
Plymouth 
Mtg. 

item II 
Plymouth 

Item 1 

Item II 

Item III 

Harbor- 

Mtg.- 

Plymouth Mtg.- 

Plymouth Mtg.- 

Seigfried- 

Washing¬ 

ton 

Pcrryville 

Westmore¬ 

land 

Seigfriod 

Roseiand 

Roeeland 

230 

1.32 

220 

66 

220 

220 

220 

92 

30 

57.6 

10 

48.7 

75.8 

83 7 

00 

25—1 phase 

60 

60 

60 

60 

60 

168 000 

49 400 

252 000 

212 000 

185 OOOf 

185 OOOt 

185 OOOt 

1 

4 

2 

3 

1 

1 

1 

None 

None 

None 

None 

None 

None 

None 

Nona 

None 

None 

None 

None 

None 

None 

None 

None 

None 

None 

None 

None 

None 

None 

None 

H.T. 

H.T. 

H.T. 

H.T. 

H.T. 

None 

None 

H.T. 

H.T. 

H.T. 

H.T. 

H.T. 

Solid 

Midpoint of 

SoUd 

Solid 

Solid 

Solid 

Solid 

fWilid 

transfs. 
grounded 
through 
330-ohm 
, resistance 

Solid 

Solid 

SoUd 

Solid 

Solid 

6 units, 
total 

35 000—Gen. 

7 units, 
total 280 000 


Intersystera tie 

Intersystem tie 

Intersystem tic 

31 250-Freq. 


155 500 

chgr. 


1 

1 




26,7-29.0 

8.31 

Copper 

225 

volts/sec 

27.5 

4.3 

Copper 

200 

volts/sec 

26-28 

2.84-3.69 

None 

3.2-3.5 







.1. 






1 






8 

1 

3.5 

8-12 

8 

8-12 

3.5-8 

3.5-10 

Distance 

Voltage 

Phase: 

Phase: 

Phaset: 

(Same as Item I) 

(Same as Item I) 


balance 

Hi-epeeddiff., 

Induction 

Directional imped¬ 





Induction 

impedance 

ance 





impedance 

G’nd: 

Ground: 





G’nd: 

hi-epoed 

Hi-speed directional 





hi-spoed 

directional 

overcurrept 





diff. A hi- 
speed 

overcurrent 

overcurrent 




9-10 

8.5 

Phase: 9-18 

Phase: 

Phaee: 9-75 

Phase: 9-75 

Phase: 12-60 



G’nd: 9-18 

20-60-150 

Gnd:9-18-60 

Gr’d: 9-35 or 70-90 

Gr’d: 9-35 or 60-100 

Gr’d: 12-30 or 60 100 

Steel 

Steel 

Steel 

Steel 

Steel 

Steel 

Steel 

2 

2 

2 

2 

2 

2 

O 

Crowfoot 

Crovrfoot 

None 

Continuous 

None 

None except grdg. cable at 

(Same as Itcni II) 

system 

system 


type. 3.7 
mile section 


high-res. tower footings 


20-5^* 

12-5H" 

Susp: 16-5H' 

&usp: 8-5H* 

' Susp: 16-6units 

Susp: 16 or 18-6^* units 

Susp: 14. \6, or 18^5^4" 

units 

units 

units 

unite 

Deadend: 18-same 

Deadend: 18 or 20-samo 

units 



Deadend: 




Deadend: 18 or 20-Bame 



18-same 

Deadend: 







9-aame 




Yes 

None 

Yes 

Yea 

Plymouth Mtg. only 

Plymouth Mtg. only 

None 


*Note: In certain cases of sequential tripping, time git'on applies to first breaker only. 
fBased on thermal conditions. |High-epeod directional impmance phase relays installed 


at Plymouth Meeting end of Items 1 and IL 
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Appendix 

Table 2—Statistics of Utilities with Sales Exceeding Two-Biluon KWH 


Pbtvatblt Ownsd Electric UTiLrnKB(a) 


Line 

No. 

Gmpany 

Sales 
Million 
Kw Hr 

Generation 
Million 
Kw Hr 

Installed Capacity in Kw 

Steam 

Hydraulic 

Total(c) 

1 

Consolidated Edison Company of New York, Inc. 

10 176 

11 177 



2 567 700 

2 

Commonwealth EMison Company. 

9 582 

8 793 



1 590 000 

3 

Pacific Gas and Electric Company. 

9 047 

8 660 

667 629 

969 233 

1 637 748 

4 

Philadelphia Electric Company. 

7 369 

6 268 

1 255 250 



6 

Southern California Edison Company. 

6 164 

6 799 


441 020(e) 

962 520 

6 

The Detroit Edison Company and Subsidiaries. 

6 136 

6 876 




7 

The Ohio Power Company. 

5 065 

5 127 




8 

Public Service Electric and Gas Company. 

4 989 

5 871 



1 411 150 

9 

Duke Power Company. 

4 785 

5 225 


497 273(e) 

1 157 498 

10 

Appalachian Electric Power Company, Inc.(f). 

4 399 

4 362 


121 517 

724 257 

11 

Alabama Power Company. 

4 351 

4 302 




12 

Union Electric Power Company. 

4 228 

4 176 




13 

The Niagara Falla Power Company. 

4 194 

3 485 




14 

The Cleveland Electric Illuminating Company. 

4 123 

4 421 




15 

Buffalo Niagara Electric Corporation. 

3 979 

3589 


46 787 

671 787 

16 

Duquesne Light Company. 

3 779 

3 953 




17 

Georgia Power Company. 

3 770 

3 509 




18 

Consumers Power Company... 

3 633 

3 932 




19 

West Penn Power Company. 

3 303 

3 469 



638 715 

20 

Public Service Company of Northern Illinois. 

3 252 

1801 




21 

Consolidated Gas, Electric Light and Power Company of 







Baltimore. 

3 166 

2 565 




22 

Pennsylvania Power and Light Company. 

2 974 

2 589 


44 373 

! 451 035 

23 

Boston Edison Company.. 

1 2 804 

2 879 

557 610 



24 

Union Electric Company of Missouri. 

2 796 

859 




26 

Wisconsin Electric Power Company. 

2 780 

3 029 




26 

Virginia Electric and Power Company. 

2 427 

2 629 


37 141(e) 

484 841 

27 

Northern States Power Company. 

2 412 

2 556 



496 225 

28 

Chicago District Electric Generating Corp. 

2 362 

2 362 




29 

The Montana Power Company. 

2 300(k) 

2485 




30 

Beech Bottom Power Company, Inc.(l). 

2 280a) 

1 

2 280(1) 




31 

Puget Sound Power and Light Company. 

2 250 

1629 



287 750 

32 

New England Power Company (m). 

2 249 

378 


132 420 


33 

The Washington Water Power Company. 

2 146 

1 374 



203 210 

34 

The Cincinnati Gas and Electric Company. 

2 130 

2 253 

470 000 


470 000 

36 

Indiana and Michigan Electric Company(t). 

2 102 

1575 

300 000 

22 004 

322 004 

36 

Central New York Power Corporation (n). 

2046 

2 549 

270 000 


490 102 

37 

Ohio Edison Company. 

2 043 

2 118 

427 000 

1960 

428 950 

38 

Potomac Electric Power Company. 

2 007 

2 369 

mm 




























































Appendix 

Table 2—Statistics op Utilities with Sales Exceeding Two-Billion KWH—Cont. 
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Publicly Owned Electric UTiLiTiE8(b) 


Lme 

No. 

Company 

Sale8(d) 
Million 
Kw Hr 

Generation 
Million 
Kw Hr 

Installed Capacity in Kw 

Steam 

Hydraulic 

Total (c) 

1 

Tennessee Valley Authority (p). 

12 245 

14 248 

425 850 

1 809 582 

2 236 282 

2 

Bonneville Power Administration (q). 

10 272 





3 

U.8. Bureau of Reclamation Columbia Basin Project (Grand 







Coulee Dam)(p). 

6 894 

6 940 


992 000 

992 000 

4 

U.S. Bureau of Reclamation Boulder Canyon Project(r). . 

5 285 

5334 


1 034 800 

1 034 800 

5 

U.8. Corps of Engineers—Bonneville Dam Project(p). 

3 992 



518 400 

518 400 

6 

Los Angeles Department of Water and Power(p). 

3 435 


257 500(8) 

126 025 

383 525 


a Data taken from Staiistics of Electric UtUittes in the Untied States — ^9J!^8, published by the Federal Power Commission, 
b Data taken from Staiistics of PMicly Owned Electric Utilities—1948, published by the Federal Pow er Commission, 
c Total includes internal combustion engme capacity, 
d Sum of sfldes to ultimate customers and sales for resale. 

e Excludes some capacity owned by others and operated by respondent or capacity leased from others. See Federal Power Commission 
publication (a) for exact amount. 

f Report reflects acquisition of Holston River Power Company; acquired June 30, 1948. 

g Excludes 40 000 kw leased from others and 10 340 kw owned and operated by others for the account of respondent, 
h Excludes 8000 kw owned by others and operated as a joint facility, 
i Includes 2000 kw leased to others; excludes 2800 kw leased from others, 
j Includes 50 000 kw leased to others, 
k Excludes 66 882 thousand kwh billed but not delivered. 

1 Company has no utility plant but operates the Windsor steam electric generating station for the account of its two owners, West Penn 
Power Company and Ohio Power Company. The output of the station is also included in the energy accounts of the owner-companies. 

m Report reflects acquisition of properties of the Bellow Falls Hydro-Electric Corporation on July 28, 1948 but not the acquisition of 
Eastern Massachusetts Electric Company acquired at the close of business on December 31, 1948. 

n Report reflects acquisition of Northern Development Corporation; acquired July 31, 1948. 

o Includes 8000 kw jointly owned; excludes 7040 kw leased from others. 

p Report for year ended June 30, 1948. 

q Marketing agent for power generated at Bonneville Dam Project and Columbia Basin Project (Grand Coulee Dam). 

Report for year ended June 30, 1948. 

r Report for year ended May 31, 1948. 

8 Excludes 50 000 kw leased from others. 

t Report reflects acquisition of Indiana Service Corp.; acquired August 31,1948* 
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Table 3— Lightning Performance and Construction op 110 Kv to 166 Kv Lines* 


Line Construction | Lightning Protection 


I i 

CQ 00 


Conductor 
Height 
»t Tower 
Min.-(Ft.) 3 1 


InauUton 


U s Ti i 
>& o 6 


J I J 

*8 ^ *S 

6? iS 6? 


Ayg. I Max. 


S'? s'^ 


40 5.7 5H 


38/45 A 


No 977 1 

Yea 600 2« 

Yea 600 2« 

Yea 600 2« 


n I 48/45 


11 45/45 


I 1 No 

I 1 No 

1 No 

1 No 

I 1 No 

(o) No 
(o) No 
1 No 

(o) l(n) 
(o) l(n) 

1 No 

1 No 

2 No 

2 No 

0 No 


1/2 I 38.2* I 8 
8 


9/11 

10 

12/14 

12 

/ W 

37/50 

37/60 

c 

c 

10/12 

12/14 

37/60 

A-C 

10 

12 

37/60 

A 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

10 

12 

48/38 1 

C 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

10 

12 

48/38 

C 

1 10 

12 

48/38 

C 

10 

12 

48/30 

c 


11-12 

48/20 j 

c 

110! 

12 

1 

48/30 

AA/on 

c 


1-2 No 
1 No 


1 No 
1 No 
1 No 
1 No 
1 No 

1 No 
1 No 
1 No 
I No 
1 No 


19.6 166 

66-26120-8.7 180-66 


0 260 100 


19 


or Footnotes See find of this Tab! 


0 38.9 

0 I 0 81.6 





















































































































































































































Appendix 

Table 3— Lightning Performance and Construction of 110 Kv to 166 Kv Lines— Cont'd 
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Appendix 


Table 3— Lightning Performance and Construction op 110 Kv to 166 Kv Lines— Cont’d 


Line Ckmstruciion __ | Ughtning Protection 


AM 

Circuits 

ei 

i 

s 


Struct. (Fig. No.) 

Conductor 
Height 
at Tower 
Min.-(Ft.) 

fe'S 

Insulators 

M 

iy 

Ill 

Conductor 

Alum.—Cop. 

Armor Rode 

Vibration 

Dampers 

i 

GO 

1 

•S 

i 

0 

Counter¬ 

poises 

Ground 

Rods 


fl 

Number 

1 

1 

Im 

1 

1 

•8 

Avg. 1 

Max. 

1 

IS 


Before 

Cp.-Gr. 

ii 

A 

id 

Top 

Mid. 

Bot. 

& 

4 

8 

6 

7 

Ei 

Di 

ITl 

11 

12 

13 


15 

16 

17 

18 

19 

20 

21 

22 

23 

24 

25 

26 

27 

132 

2 

28.0 

8 

1(a) 

83 

70 

57 

11.9 

R IX 

10 

12 

50/45 

A 

No 

Yes 

840 

1 

No 

0 

0 

0 




132 

2 

80.6 

8 

lU) 

83 

70 

57 

11.9 

5^ 

10 

12 

50/45 

A 

No 

Yes 

930 

1 

No 

0 

0 

0 




132 

1 

41.2 

8 

1(a) 

93 

78 

65 

12.9 


9 

n 

50/45 

A 

Yea 

Yes 

1160 

1 

No 

0 

0 

0 




132 

2^ 

78.0 

8 

1(a) 

83 

70 

57 

10.9 

4W 

n» 

12 

47/45 

A 

Yea 

No 

1320 

1 

No 

0 

0 

0 

7 8 



132 

2 

21.8 

8 

1(a) 

83 

70 

57 

10.9 

4m 

11 

12 

50/45 

A 

Yea 

No 

1160 

1 

No 

0 

0 

0 

5.5 



132 

2 

80.6 

8 

1(a) 

83 

70 

57 

11.9 

5Vi 

10 

12 

50/45 

A 

Yes 

No 


1 

No 

0 

0 

0 

11 0 



132 

2 

167.8 

8 

1(a) 

83 

70 

57 

10.9 


n 

12 

50/45 

A 

Yes 

Yea 

1240 

1 

No 

0 

0 

0 

3.7 



132 

1 

37.4 

8 

1(a) 

85 

70 

57 

10.9 

5g 

10 

12 

50/45 

A 

No 

Yes 

lEal 

1 

No 

0 

0 

0 

73.5 



132 

2 

42.9 

8 

1(a) 

83 

70 

57 

10.9 


12* 

12 

50/45 

A 

No 

Yes 

1130 

1 

No 

0 

0 

0 

79.1 



132 

1 

81.8 

8 

lU) 

83 

70 

57 

11.9 


10 

12 

50/45 

A 

No 

Yes 

1180 

1 

No 

0 

0 

0 

21.7 



132« 

2 

38.0 

8 

1(a) 

83 

70 

57 

11.9 

5H 

il 

12 

50/45 

A 

Yea 

No 

1180 

1 

No 

0 

0 

0 




132 

1 

^.8 

W 

1(d) 

85 

35 

35 



10 

12 


A 

No 

Yes 

955 

0 

No 

0 

0 

0 




132 

2 

47.9 

8 

1(a) 

85 

70 

57 

12.0 

aV| 

10 

12 

50/45 

A 

No 

Yes 

1260 

1 

No 

0 

0 

0 




132 

1 

38.9 

8 

1(a) 

83 

70 

57 

11.9 


10 

12 

50/45 

A 

No 

Yea 

1170 

1 

No 

0 

0 

0 

42.3 



132 

2 

23.6 

8 

Ka.l) 

83 

70 

57 

12.9 

5H 

10 

12 

50/45 

A 

No 

Yes 


1 

No 

0 

0 

0 




132 

2 

40.5 

8 

Kad) 

83 

70 

57 

13.0 


10 

12 

47/45 

A 

No 

Yes 


1 

No 

0 

0 

0 

10 9 



132 

1 

47.9 

8 

1(a) 


70 

67 

12.6 



A 

No 

Yea 



No 

0 

0 

0 

6 9 



132 

2 

38 0 

8 

1(a) 


70 

57 

11.9 


lb 

12 

50/45 

A 

Yes 

No 

960 

2 

No 

0 

5 

52 

24.5 



132 

1 

68.4 

8 

1(a) 

83 

70 

57 

10.9 


9 

11 

50/45 

A 

Yes 

Yes 

1150 

1 

No 

0 

0 

0 

2.5 



132 

2 

4.9 

8 

1(a) 

83 

70 

57 

10.9 


9 

n 

50/45 

A 

Yes 

No 

IKiM 


No 

0 

0 

0 




132 

2 

88.0 

8 

1(b) 

70 

58 

46 

8.8 

4H 

10 

12 

42/45 

c 



595 

2 

No 

0 

0 

0 

12.0 



132« 

2 

18.8 

8 

1(a) 

83 

70 

57 

11.9 


10 

12 

50/45 

A 

No 

Yes 

640 


No 

0 

0 

0 

5.0 



132 

2 

30.8 

8 

1(a) 

70 

58 

46 

8.5 

4W 

12 

13 

42/60 

A 

^es 

No 

814 


No 

0 

0 

0 




182 

2 

27.6 

8 

1(b) 

68 

55 

42 

12.3 

5 Q 

n 

13 

48/45 

c 

No 

No 

Tm 

2 

No 

0 

0 

0 




132 

2 


8» 

1(b) 

70 

54 

40 

20.5 


11 

13 

66/45 

C 

No 

No 


2 

No 

0 

0 

0 

6.9 


56 

1S2 

1 

138.8 

W 

i(i) 

33 

33 

33 

10.0 

6M 

11 

13 

42/45 

A 

Yes 

No 

524 

2 

No 

0 

s 

10 



60 

■no 

2 

143.6 

8 

1(a) 

70 

60 

50 

8.3 

5$ 

9 

8 

36/45 

C 

No 

No 

755 

1 

No 

0 

0 

0 




133 

4^ 

31.8 

8 

1(f) 

88 


72 

18.9 

5 

12 

14 

49/54 

A 

Yes 

No 

930 

2 

l(nj) 

93 

0 

0 


il.4 


115 

2 

29.6 

8 

1(b) 

60 


40 

11.0 

5 

8 

10 

46/48 

A 

No 

No 

528 

2 

No 

0 

0 

0 




130 

2 

84.7 

8 

1(d) 

72 

50 

46 

10.3 

4K 

10 

12 

30/45 

C 

No 

No 

698 

2 

No 

0 

0 

0 




130 

2 

79 5 

8 

1(d) 

72 

59 

46 

10.3 


10 

12 

30/45 

C 

No 

No 

633 

2 

No 

0 

No 

0 




130 

1 

84.6 

W 

i(i) 

41 

41 

41 

6.3 

4m 

10 

12 

35/45 

C 

No 

No 

546 

2 

No 

0 

1 

100 




130 

1 

79.8 

W 

1 ) 

41 

41 

41 

6.3 


mm 

12 

35/45 

C 

No 

No 

513 

2 

No 

0 

1 

100 




130 

1 

82.1 

W 

lu) 

41 

41 

41 

7.3 

5H 

10 

12 

41/45 

c 

No 

No 

612 

2 

No 

0 

1 

100 




130 

1 

9.6 

w 

1(J) 

41 

41 

41 

6.3 


10 

12 

35/45 

C 

No 

No 

475 

2 

No 

0 

1 

100 




110 

2 

21.0 

8 

1(b) 

58 

49 

41 

5.6 


7 

9 

42/45 

C 

No 

No 

483 

1 

No 

0 

No 

0 





2 


8 

Ka.b) 

58 

49 

41 

7 

5^ 

7 

9 

42/45 

C-A 

No 

No 

476 

1-2 

No 

0 

No 

0 





2 


8 

1(b) 

58 

49 

41 

7 

5 ^ 

7 

9 

42/45 

A 

No 

No 

508 

2 

No 

0 

No 

0 




■ffjW 

2 


8 

1(b) 

58 

49 

41 

7 

5 Q 

7 

9 

42/45 

A 

No 

No 

558 

2 

No 

0 

No 

0 




110 

2 

71.5 

8 

Ka.b) 

58 

49 

41 

7 

5^ 

7 

0 

42/45 

A 

No 

No 

485 

1 

No 

0 

No 

0 




132 

1 

80.9 

W 

Ki) 

40 

40 

40 

8.1 


10 

12 

76/45 

c 


No 

588 

2 

No 

0 

No 

0 




132 

1 

fllllil 

W 

1(J) 

42 

42 

42 


6H 

9 

11 

79/45 

A 

Yes 

No 

587 

0 

No 

0 

1 

100 




120 

2 

38.1 

8 

1(a) 

81 

71 

61 

8 

5 

9 

10 

42/45 

c 

No 

No 

800 

1 

No 

0 

1 

100 




120 

2 

85 5 

8 

1(a) 

84 

72 

60 

8.5 

5 

0 

10 

42/45 

C 

No 

No 

720 

1 

No 

0 

No 

0 




120 

2 

18.1 

8 

1(a) 

84 

72 

60 

8.5 

5 

9 

10 

42/45 

C 

No 

No 

700 

1 

No 

0 

No 

0 




120 

2 

13.3 

8 

1(a) 

81 

71 

61 

8 

5 

9 

10 

42/45 

C 

No 

No 

740 

1 

No 

0 

No 

0 




120 

2 

35.5 

8 

1(a) 

81 

71 

61 

8 

5 

9 

10 

42/45 

C 

No 

No 

730 

1 

No 

0 

No 

0 




120 

3 

25.8 

8 

)(e) 

81 

71 

61 

8 

5 

9 

10 

42/45 

c 

No 

No 

740 

1 

No 

0 

No 

0 




120 

2 

16.1 

8 

1(a) 

81 

71 

61 

8 

5 

9 

10 

42/45 

c 

No 

No 

740 

1 

No 

0 

No 

0 




120 

2 

3.6 

8 

1(a) 

81 

71 

61 

8 

5 

0 

10 

42/45 

c 

No 

No 

600 

1 

No 

0 

No 

0 




120 

2 

15.2 

8 

1(a) 

81 

71 

61 

8 

5 

9 

10 

42/45 

c 

No 

No 

630 

1 

No 

0 

No 

0 




120 

2 

14.8 

8 

1(a) 

81 

71 

61 

8 

5 

9 

10 

42/45 

c 

No 

No 

680 

1 

No 

0 

No 

0 




120 

2 

20.7 

8 

1(a) 

81 

71 

61 

8 

5 

9 

10 

42/45 

c 

No 

No 

530 

1 

No 

0 

No 

0 




120 

2 

17.7 

8 

1(a) 

77 

66 

55 

8 

5 

9 

10 

42/45 

c 

No 

No 

470 

1 

No 

0 

No 

0 




no 

1 

71.6 

W 

10) 

i(i) 

44 

44 

44 

8 


7 

12 


c 

No 

No 

692 

2 

No 

0 

1 

100 




no 

1 

84.1 

W 

48 

48 

48 

9.5 


8 

12 


A 

Yesr 

No 

902 

2 

No 

0 

1 

100 




184 

1 

89.5 

w 

1(1) 

34 

34 

34 

8.5 


10 

12 


c 

No 

No 


mm 

No 

0 

1 

100 




no 

2 

48.6 

8 

63 

53 

43 

7 

5n 

7 

8 


c 

No 

No 

645 

2 

No 

0 

No 

0 




no 

1 

129.3 

8 

66 

56 

56 

12 


10 

11 


A 

Your 

Year 

970 

2 

No 

0 

No 

0 




no 

1 

97.4 

w 

10) 

49 

49 

49 

8 

SH 

7 

12 


A 

Yes 

No 

828 

2 

No 

0 

1 

100 




no 

1 

38.6 

w 

10) 

36 

36 

36 

7.9 

6M 

7 

8 


A 

No 

No 

713 

2 

No 

n 

H 

100 




no 

1 

130.0 

w 

H) 

52 

52 

52 

8.3 

mzM 

8 

9 


A 

Yea^ 

No 

850 

2 

No 

Kl 

■■ 

100 




no 

1 

88.8 

w 

10) 

45 

45 

45 

6.6 


8 

11 

47/30 

A 

Yea 

No 

910 

2 

No 

0 

1 

100 




no 

1 

88.3 

8 

1(a) 

66 

56 

46 

8 

4H 

7 

9 

66/30 

C 

No 

No 

679 

■il 

No 

0 

No 

0 




no 

2 

87.8 

8 

1(b) 


51 

42 

7.3 

4M 

8 

12 

35/30 

C 

No 

No 

615 

MM 

No 

0 

No 

0 




no 

2 

88.9 

8 

1(a) 

66 

56 

46 

8.1 


n 

9 

47/30 

C 

No 

No 

663 

n 

No 

0 

No 

0 




no 

2 

21.2 

8 

1(b) 

74 

60 

46 

12.6 

6 


10 

67/30 

A 

Yea 

No 

999 

Pi 

No 

0 

No 

0 




no 

1 

104.8 

S 

1(1) 

44 

44 

44 

5.5 


U 

12 

42/30 

c 

No 

No 

ES 

0 

No 

0 

No 

0 




132 

2 

73.9 

8 

1(a) 

71 

60 

49 

9.3 

4 S 

mm 

11 

36/45 

c 

No 

No 

win 

H 

No 

0 

No 

0 




132 

1 

88.7 

8 

■JfeL- 

81 

66 

55 

12.3 



11 

39/45 

A 

No 

No 

litG 

tti 

No 


No 

0 





^ Tftlun from “lightning Perfonngnoe of 110- to 165 -Ky Transmiation 
linM'' by AJ.E^ liAtning nod Inaulntor Suboomiiuttce, AJ.S.S, 
TranwHoru, pp. 304-406, Juno, 1330. 

> RR^Ring Rinin RH-Ring and Horn; LH-Lise Horn Only; HH* 
Horn mad Hon^ iP-TboinM Spoona; T>Protaotor Tubaa; LR-Lina 
Ring Only; FC-nux Coateola; FB-Faat Raeloaing, High Spaad O.CbB. 
» 8-8avara; H-Hanvy; M-Madium; L-Uidit 

* Ona Cii^it Only. 

* Two Singla Circuit Unaa on Ona Right of Way. 

* Outaida Conduatora Only—Cantar Conductor 8 Unita. 

* Two Par Circuit. 


’ Dead Enda Only. 

• Linaa 18A and 16B on Same Towara (270 Towara); 16A Alona on 87 
Towers. 

•One Ground Wire Per Circuit. 

^op Conductor Only. 

• 18D and 16£ on Same Towara for 198 Towers. 

^ 2 to 8 Ground Rods at Towara with Concrete Anchors Only, 

• Ground Ro^ Installed April, 1387. 

• Line in Two Sections—1 Circuit 39 Miles / 2 Circuit 0.2 Milas, 
a On Countarpoiaa Section Only. 

h 28 Cycle Single Phase. 
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Table 8— Lightning Pbrpobmance and Consteuction op 110 Kv to 165 Kv Linbb— Cont'd 


Line Opention 


OuU£M Due to Lichtmnc 
One Circuit / Two Circuit 


. . y? II1} 11 i, || 
1 ? i!iJ la u il il II 


Coneiderinc 
ImmvemeoU 
To Mtter Line 
Performance 



• Built for 182 Kt.—O perated at 44 Ky. 
i Built for 182 Ky.->Opmted at 68 Kv. 

k After Inetallinc Ground Rods But Before Counterpoiaes. 

I Prateotor Tubes Installed Sprint of 1984 and Rinc and Rinfs Removed. 
■ Protector Tubes Installed on One Circuit Bununer of 1938—Rinfs and 
Horns Removed from This Ciniit. 

• Top and Middle Phases Oi^: Bottom Phase 10 Units. 

• Sintfa and Double Cirouit Cmtafss Not Segrecsted. 
s iSOyoU Line. 

e Built for 183 Kv. Operated at 88 Kv. 


* One Circuit with Protector Tubes—and Sectionaliaed at Mid-Point— 
Protector Tubes Installed September, 1986. 

* Protector Tubes Every Fifth Tower. 

* Rings and Rinja One Circuit—Spoons on Other Circuit. 

« line 2AA and Continuing 2A Line Included Together as 88.8 Miles. 

▼ Some Longer Spaced Units in Use. 

* Wood Arms. 

X As Required to Reduce Resistance to 60 Ohms or Less, 
r On Part of line Only. 

* Ground Wires on 67.8 Miles Only. 






























































































Table 4—Lightning Performance and Design Features of 220-Kv Lines* 


Lias 



Osilgastlia 

1 | 

«s 



s 


li/W l/SH 


14/li %/$% 


n 

mm 


S 7 11 (e) flC It/lt Sfi 
1(c) 1100 10/10 004 


10/10 
10/10 SOi 


ItorOer-OhMnM* 


»/» 5)4/504 


li 

II .| 

II d 


Hills 

1000 Roll lag Qrovol 


no 300 

43 0 SOO 


Roch-CIsy 
SsoO Sovoro 




CMbrallt 


iMildo-tortliWlM 


422 1(0 1035 10/10 5 04 


5/0 


070 24/22 5/0 


— 

ICe) 

- 

HI) 


m 


5)4 510 A(»R 

5)4 500 CU 


1320 13/15 504 


050 10/10 5/504 

lO/lO 5/504 


lO/lO 6/504 


. —--- 


Bit CvMli 22A-3 


A Wsst. Eifis-Bsa 


CraskO- 


O-lO-Ol 


A Wist iH CfMO 4 - 14-1 


457 


470 ICC) use 


no lCB.I)llfO 15/10 594 


132 


14/15 0)4 


14/15 0)4 




Msaatslns 

Rock 

Moantalns 

to Fist 

Roek-CIsy 

Sssd 

Mewiitsliis 
to Fist 

Rock-Clay 

Siotf 

Meantslas 
to Fist 

Roek-CIsy 

SonO 

Hills 
to Fist 

Clay 

Sana 

Hills 
to Flat 

Cloy 

Ssad 

Flat 

SaaO 

Flat 

toad 


UsMilBtat Bsch-Clir 
to Flat S«id LlWit 


(0) 

110 


m 
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Appendix 



Footnotes for Table 4 

•Taken from ''Lightning Performance of 220-kv Transmission Lines—IP* 
by AIEE Subcommittee on Lightning and Insulators. A.LE.E. Tran$aciion$^ 1946. 


1. Suapemkm Msemblios: 12 units slier 1243-<44. 

2. First value suspension; second value dead end. 

3. Armor rods on 25 percent of line. 

4. 57 inches after 1943-44. 

4A. 4.8 after 1943-44. 

5. 10.5 after 1943-44. 

6. 637 towers: 1 circuit per tower. 124 towers: 2 oirooite per tower. 

7. 1 mile of ground wire at terminals only. 

8. 20 pereent porcelain, 80 percent glass. 

8A. Apparently now being added. 

9. Experimental devices on 25 percent of line (not described). 

10. 222.65 miles: 1 circuit per tower. 40.85 miles; 2 circuits per tower. 

11. 60 miles in 1923, 9 miles added in 1925, 14 miles added in January 1944. 

12. 142 miles: 2 circuits in 1923. 43 miles: 1 circuit added in March 1944. 29 
miles: 2 circuits added in April 1944. 

13. Data from 1935: 229-kv paper. 

14. Except 43 miles of single circuit. 

15. Bee note 28. 

16. Estimrted. 

17. To August 1, 1946. 


18. Data not reported. 

18A. First value for 2-circuit towers. Second value for l-circult towers 

19. To September 1, 1945. 

20. Ground wire installed 1943. 

21. Line completely equipped with ground wire 1941. 

22. Counterpoise as required to reduce resistance to 25 ohms. First 10 miles 
from Chats Falls only. 

23. Operating at 166 kv to January 1944. Tower construction is not shown in 
Fig. 1. See original reference. 

24. 88.5 miles is 3 circuit. 28.8 miles is 2 circuit. 

25. First number for outer conductor. Second number for middle conductor. 

26. On basis of 50 isokeraunic level. 

27. First figure for east line. Second figure for west line. 

28. No ground wire for 64 miles of line due to severe sleet loading. 

29. 17 miles: 1-circuit towers. 9 miles: 2-circuit towers. 

80. 17 miles: 2*ground wires. 9 miles: 1-ground wire. 

31. Also some 12 and 14 units of fog type in suspension, 

32. Originally designed for 150 kv. 

33. North Une June 22, 1989. 
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The procedure to be followed in calculating the impedance values for a transformer equivalent 
circuit depends on the form of the original data, and whether the final values are to be expressed in 
ohms or percent. Procedure I, below, is convenient for the simpler cases when the original impedances 
are expressed in percent on a circuit base and the final values are to be expressed in percent. 
Procedure II is generally recommended for the more complicated cases, particularly for the ones 
involving neutral impedances or series transformers. Procedure III may be used when the basic 
impedance data are expressed in percent on a winding base. 

Procedure 1. The impedances of two- and three-winding transformers are normally given in percent 
on a circuit kva base. With the basic data in this form it is convenient to calculate the equivalent- 
circuit imi>edance values directly in percent. The equivalent circuits and equations for calculating 
the sequence quantities are given in Table 5 for 13 of the more common transformer connections. 
The following notation is employed in the table: 

1. Terminal designations. 

Circuit 4—abc terminals. 

Circuit 5—a'b'c' terminals. 

Circuit 6—a"b"c" terminals. 


2. Impedances. 

^46%—impedance circuit 4 to circuit 5 in percent on S-phase rated kva of circuit 4. 

—impedance circuit 4 to circuit 6 in percent on 3-phase rated kva of circuit 4. 

-266%—impedance circuit 5 to circuit 6 in percent on 3-phase rated kva of circuit 5. 

Zi%, Zq%, -2hi%, 2mi%, 2u%, Zho%, 2mo%, and 2 lo% are all in percent on the 3-pha8e 
rated kva of circuit 4. 

Uaj f/ft, and Ut designate the 3-phase kva ratings of circuits 4, 5 and 6, respectively. 


The impedances can be converted from one base to another by the relations, 

Zu% = ^Z^%. 


Procedure II. In many cases, particularly the ones involving neutral impedances or series trans¬ 
formers, less confusion results if the equivalent-circuit impedance values are calculated in ohms, 
rather than in percent. However, as the basic data are normally in percent, it is first necessary to 
convert to ohms using the following relations: 


Zak^ 


246 = 


266 = 


10246%ig4^ 

U\ 

\OZ^%E,^ 

f/4 

10256%^6 

t/s 


, where 


246%, 246%, 266% are as defined in I. 

Eaj Ei and £?6 = line-to-line voltages, in kv, in circuits 4, 5 and 6, respectively, 
Uif Ut and (7$ = 3-phase kva ratings of circuits 4, 5 and 6, respectively. 

245«impedance between circuits 4 and 5 in ohms on circuit 4 voltage base. 

Z46»impedance between circuits 4 and 6 in ohms on circuit 4 voltage base. 

Zse«impedance between circuits 5 and 6 in ohms on circuit 5 voltage base. 


The equations in Table 7 are expressed in terms of the impedances between windings, rather than 
circuits, so the second step requires converting the ohmic impedances to a winding base. Conversion 
factors are given in Table 6 for the cases included in Table 5. After this conversion is made, the 
ohmic impedances can be substituted directly in the equations in Columns 3 and 5 of Table 7. 

Procedure III. Table 7 includes in Columns 4 and 6, equivalent circuits based on impedance 
values expressed in percent on a winding base. These circuits may be employed when the basic 
data are expressed in this manner. 



Table 6—Transformer Equivalent Circuits Used in Procedure I 


OESCRIPTKM 


A-1 

STAR/STAK 

SOLIDLY 
SROUNOED 
NEUTRALS 
(FOR 3 PHASE 
CORE TYPE 
SEE TABLE 7) 


A-4 

STAR / STAR 
NEUTRALS 
C0NNECTE08UT 
UNCROUNOEO 
(FOR 3 PHASE 
CORE TYPE 
SEE TABLE 7) 


A.3 

STAR/DELTA 
SOLIDLY 
GROUNDED 
NEUTRAL 


A-G 

delta/STAR 

SOLIDLY 

GROUNDED 

NEUTRAL 


A-7 

DELTA-DELTA 


DIAGRAM OF CONNECTIONS 


TWO-aRCUlT TRANSFORMERS 


POSITIVE-SEQUENCE EQUIVALENT CIRCUIT ZERO-SEQUENCE EQUIVALENT CIRCUIT 


B-l 

STAR/STAR 
SOLIDLY 
GROUNDED 
NEUTRAL 
(FOR 3 PHASE 
CORE TYPE 
SEE TABLE 7 


B-3 

STAR/STAR 
UNGROUNDED 
NEUTRAL 
(FOR 3 PHASE 
CORETYPE 
SEE TABLET) 


C-l 

STAR/STAR/ 

STAR 

SOLIDLY 

GROUNDED 

NEUTRALS 



800 







































Table 6 Cont'd 


OESCRIPTION 


C-B 

STAR/STAM/ 

DCLTA 

SOLIDLY 

GROUNOeO 

NEUTRALS 


C-€ 

DCLTA/STAR/ 

DCLTA 

SOLIDLY 

6ROUNDCD 

NEUTRAL 


C-7 

DCLTA/DELTA/ 

DCLTA 


D-l 

STAR/STAR/ 

DCLTA 

SOLIDLY 

OROUNDCD 

NEUTRAL 


0*t 

STAR/STAR/ 

DELTA 

UNSROUNOCO 

NEUTRAL 
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Table 6—Converting Ohmic iMmiANCEs to a Winding Base 


Case 


Conversion 


Case 


Conversion 


A-l, A-2, A^, A-4, A-6 

A-6. A-7 

A-8 

A-Q 

A-10 

B-1, B-2. B-3 

C-1, C-2, C-3.C-4.C-5 

C-6 

C-7 

OS 


Zps’^^u 

Zn^SZu 


Zi *2a 


Zi ^Zn 

Zps 


AT* 


Zu 


(a) 

(b) 

(c) 

(d) 

(c)(e) 

(a) 

(a)(c) 


Zi »Za 

Zp8 “Za 
ZpT*Z4« 

Zst^Zm 

Zn^SZu 

Zpt**3Z4« 

Zbt*Zm 

Zpt *3Z4f 
Zpt^SZm 
Z8T**3Zi« 

Zm - }[24.+Z 4 . - (f 
Zbi-J /•+( 

2m— 

Z8T“Z|4 

(f) 


C-9 

D-1 


D-2 


D-3 

D-4 

E-7 


E-S 

E-9 to G-6 


»tain Zm. Zhi and Zu 
as for Case C-S. 

Obtain Zmi* Zhi and Zli 
as for Case C-8. 

z„-Arw-i)[^. 

Zu. Z4i n 

Zpt ■■ Zts * JZu+3Za 

ZpT^Zu 

( 8 ) 

Zl ■“Z4» 

ZpT "Zif 

. z„ n 

AT ^Af-lJ 
See E-7. above 
See note (h) 


ft In tbft oftftft of throft phono ooro-form tronsfomDra, the oompleie ftero-eequenee equivftlent cireuit inoludee impedftaeee thot ore ft function of the eero eequenee 
eseituis duurftcteriotica of the troneformer. Theee impedenoee ere therefore ftfleeted by the macnitude of the aero-eequenoe volume applied to the traneformer 
windinfli during fault oonditiona. In any accurate calculation of aero-eequenoe currente or roltagaa it ia neoeaary to repreaent t h ee e impedanoee by a aaturation 
cunre rather than by a fixed impedance, which reeulte in a atep-by-etep analytical eolution. In eaeea where the three-phaee core-form traneformer hae a delta tertiary, 
or where other ground eoureea are preeent, aatiafaetory reeulte can be obtained by neglecting the a ero eequenee exciting impedanoee of the tranaformer. If thia 
procedure ia followed the tranaformer ia treated aa three aingJe-phaae unite or a three-phaae ahelHorm unit. 

b The rating of a aic-aag grounding bank ia normally expreeaed in terma of Une-to-line roltage and neutral amperea. In the earn of atandard grounding tranaformera 
which hare 100 percent impedance. 


8*e* 


y/SK 

X 


where 


^"■liae-to-liae roHaga in kr. 

/■■■neutral eurrent ia amperea. 

When a aig-aag tranaformer haa leaa than 100 percent impeda n ce, Zm moat be modified acoordingly. 


e In many eaeea it ia aimpler to obtain the aequence impedanoea directly from the circuit impedancea without eonrerting the latter to a circuit baee. 
d When a tranaformer hae a aig-aag winding the manufacturer ahould fumiab the aero-aequence impedance aa riewed from the aig-aag aide, 
e Obtain Xm ae ia Cftee A-0 for a aolidly grounded tranaformer. 

f The maanfacturar ahould fumiah the a eroaaq u enoe impedance of the tranaformer aa viewed from the rig-Mg aida. Irr ia than equal to thia impedance axpieaatd 
in oh me. 


g Ralhr to mamifactorer. 

h In thoae eaeea involving aariaa tranaformera, the exciting tranaformer and the aeriea tranaforaaer ahould be treated aa aaparata unite when deriving the baala Impedanea 
data. To obtain the converaion factora for the exciting tranaformer, refer to the two or three-winding traMfonnar caae employing the nnnnentlfimi 

la fumiahiag imped an c e daU on a aariaa tranaformer, the manufacturar will uaually treat the unit aa a aimpla two^wiading tranaformer. The impadanoe ia uanaUy 
tnp raaaed in percent on a kva baae correaponding to the parte need in the aeriea tranaformer. The percent impedanea ia baaed on the voltage rating of the windiag 
to be connected in the audn power circuit. For example, in Gaaa E-g. the rated voltage of the F winding ia uaed in obtaining the percent impadanea. Thia impadanoe 
ia converted to ohma aa foUowa: 

Fr->kv rating of the F winding (actual windiag voltage la the caae of ringte-phaae aariaa tmaafonaare and y/i timaa windiag voltngi in the eaaa of three »haaa 
aariaa tranaformera). 

I7v*kva rating of the aeriea tranaformer ( per ph ea e rating for aingle-phaae tranefonaem and three-phaae rating for three-phaae ItaMfonnara). 










Appendix 
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Convention of Notation and Definitions of Symbois 


In all cases the left hand circuit (terminals orb-c) is taken as the in¬ 
put circuit; and the remaining circuits (terminals and a"- 

are taken as output circuits. It is assumed that the trans¬ 
formation ratios will always be step up from the input to the output 
circuit (terminals and, if shift in phase is involved, the phase 

angle will be advanced. If the actual conditions differ from those 
assumed suitable corrections may be readily applied. 

The a terminal designates the reference phase of the input circuit; 
the a' and a” terminals designate the reference phases of the output 
circuits. 

Individual windings are designated, as for example: 

P(l) denotes the P winding, the number of turns of which is pro¬ 
portional to unity. 

S{n\) denotes the S winding, the number of turns of which is pro¬ 
portional to nt. 

Windings drawn parallel in the diagram of connections are on the 
same magnetic core; except that for those arrangements involving 
series transformers all six windings for the three series transformers 
are drawn parallel and only those windings drawn adjacent to each 
other are on the same magnetic core. 

/a, and IJ* are the line currents in the reference phases at the 
terminals o, a\ and a", respectively. 

Enti, EnJ, and E^'* are line-to-ground voltages of the reference 
phases at the terminals a, a\ and respectively. 

The ideal transformers included in the equivalent circuits serve 
only to maintain proper voltage and current relationships, in mag¬ 
nitude and phase, between the input and output circuits. The ideal 
transformer is defined as having infinite exciting impedance, zero 
leakage impedance, and zero exciting or no-load current. 

\:N (\ :N\ etc.) is the turns ratio of the ideal transformer in the 
equivalent circuit maintaining nominal current and voltage relation¬ 
ships between two circuits. 

N (N\ etc.) is the overall transformation ratio of the trans¬ 
former bank at no load. 

represents a phase angle transformation of a degrees. 

a (a\ or", etc.) is the phase angle difference between output and 
input voltages of the transformer bank at no load. 

/i, /o. and If are symmetrical components of the line currents at the 
Qrb-c terminals. 

/i, /q', and It are symmetrical components of the line currents at 
the a'-b'-c* terminals. 

/o", and It* are symmetrical components of the line currents 
at the terminals. 

El, Et, and Et are symmetrical components of the line-to-ground 
voltages at the a-b-c terminals. 

El, Eq, and Et are symmetrical components of the line-to-ground 
voltages at the o'-h'-c' terminals. 

El', E^", and Et" are symmetrical components of the line-to- 
ground voltages at the a"-h"-c" terminals. 

Zi is the equivalent positive- (or negative-) sequence impedance as 
viewed from the input (a-6-c) terminals, express^ in ohms. 

Zi is the equivalent positive- (or negative-) sequence impedance as 
viewed from the output {a'-b'-c') terminals, expressed in ohms. 

Zo(Zho, Zi.o» Zmo, etc.) is the equivalent aero sequence impedance 
(or a constituent part of the equivalent circuit) as viewed from the 
input (aAhc) terminals. 

Zt (Zao\ Zlo\ Zmo\ etc.) is the equivalent zero sequence imped¬ 
ance (or a constituent part of the equivalent circuit) as viewed from 
the output (a'-b'-€') circuit. 

Zn (EpTp Zvw, etc.) is the leakage impedance between the P and S 
windings, as measured in ohms on the P winding with the S winding 
short-circuited, all other windings on the same core being open- 
dreuited. 

Zap is the leakage impedance between the S and P windings, as 
measured in ohms on the S winding with the P winding short-cir¬ 
cuited, all other windings on the same core being open-circuited. 


^PE (ZsB, ZvEt etc.) is the exciting impedance as measured on the 
P winding, with all other windings on the same core open circuited 
and zero sequence voltage applied to the terminals of the three 
windings one of which is designated by P, connected to form a three- 
phase unit. 

Zop (ZoB, Zo, etc.) is the impedance, in ohms, connected between 
the neutral of a star winding and ground. 

/iVi» loVii and IiVii are symmetrical components of the line cur- 



where /n is the base (or normal) current for the input circuit, corre¬ 
sponding to the base (or normal) kva, Uc, and voltage of that circuit. 
Similar definitions apply for /I'Vi, Wit A'Vii etc. 

E\%, Eo%, and E 1 %, are symmetrical components of the line-to- 
ground voltages at the input (a~b~c) terminals, expressed in per cent 
of the base, or normal) voltage for the input circuit. Similar defini¬ 
tions apply for Ei%, Z|'%, etc. 

^ 1 % is the equivalent positive- (or negative-) sequence impedance 
as viewed* from the input (a-b<) terminals, expressed in per cent on the 
base (or normal) kva. and voltage of the input circuit. 

Zi% is the equivalent positive- (or negative-) sequence impedance 
as viewed from the output (a'-b'~c') terminals, expressed in percent on 
the base (or normal) kva. and voltage of the output circuit. 

Zo% is the equivalent zero-sequence impedance as viewed from the 
input (a-6-c) terminals, expressed in per cent on the base (or normal) 
kva. and voltage of the input circuit. 

Zo'% is the equivalent zero-sequence impedance as viewed from the 
output (a'-o'-c') circuit, expressed in per cent on the base (or normal) 
kva. and voltage of the output circuit. 

^P8% (Zrr%f Zvw7of etc.) is the leakage impedance between the P 
and S windings, expressed in per cent on the kva. and voltage at 
which the P winding is operating. 

^8P% is the leakage impedance between the P and S windings, ex¬ 
pressed in per cent on the kva. and voltage at which the S winding is 
operating. 

^PE% (Zbe%, Z\z%, etc.) is the exciting impedance of the P wind¬ 
ing as defined under Zpe expressed in per cent on the kva. and voltage 
at which the P winding is operating. 

Note: To use the equations as given, the base (or normal) kva. 
must be assumed for all circuits, and the base (or normal) voltages 
of the circuits must be related by the transformation ratios indicated 
on the equivalent circuit for positive sequence. The operating kva. 
and voltage for an individual winding must be taken as the value 
existing in the winding when the base (or normal) kva. assumed for 
the circuit is being transmitted through the transformer. The 
assumed base kva. for the circuit, and the corresponding winding 
kva's, may be either three-phase or single phase values, but con¬ 
sistency must be maintained. 

Uc is the base (or normal) kva. of the input circuit (at the Orb-c 
terminals). 

U' is the base (or normal) kva. of the output circuit (at the a'-b'^' 
terminals). 

U" is the base (or normal) kva. of the output circuit (at the 
a"-6"-c' terminals). 

C/p (C/g, C/t, Uy, Uwt etc.) is the kva. at which the P winding is 
operating when the input circuit carries Ut kva. 

Note: When the above quantities appear in equations, all must be 
in three phase quantities, or all in single phase quantities. 

Znc is the base (or normal) impedance, in ohms, corresponding to 
the base kva. and voltage of the input circuit (at the a-h-c terminals). 

The equivalent circuit for negative sequence is identical with that 
shown for positive sequence, except that when a shift in phase angle 
is involved, the phase angle shift in the equivalent circuit for nega¬ 
tive sequence shall be taken with the opposite sign to that indicated 
in the equivalent circuit for positive sequence (for example, instead of 
a use —a, instead of 30® use—30®, etc.). 



Table 7 CJont'd—Two-Cibcuit Transformers 
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Table 7 Cont’d—Regulators for Phase-Angle Control 
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Appendix 


Table 9—Trigonometric Functions 
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Table 9—Trigonometric Functions—C ont’d 
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Ajtpendix 

Table 8—Exponential Functions r * 


X 

0 

0.01 

0.02 

0.03 

0.04 

0.05 

0.06 

0.07 

mm 

0.09 

0 

1.00000 

0.99005 

0.98020 

0.97045 

0.96079 

0.95123 

0.94176 

0.93239 

0.92312 

0.91393 

0.1 

0.90484 

0 89583 

0.88692 

0.87810 

0.86936 

0.86071 

0.85214 

0.84366 

0.83527 

0.82696 

.2 

0.81873 

0.81058 

0 80252 

0 79453 

0.78663 

0.77880 

0.77105 

0.76338 

0.75578 

0.74826 

.3 

0. r 4062 

0.73345 

0.72615 

0.71892 

0.71177 

0.70469 

0.69768 

0.69073 

0.68386 

0.67706 

.4 

0.67032 

0,66365 

0.65705 

0.65051 

0.64404 

0.63763 

0.63128 

0.62500 

0.61878 

0.61263 

.5 

0.60653 

0.60050 

0.59452 

0.58860 

0.58275 

0,57695 

0.57121 

0.56553 

0.55990 

0.55433 

.6 

0.54881 

0.54335 

0.53794 

0.53259 

0.52729 

0.52205 

0.51685 

0.51171 

0.50662 

0.50158 

.7 

0.49659 

0.49164 

0.48675 

0.48191 

0.47711 

0.47237 

0.46767 

0.46301 

0.45841 

0.45384 

.S 

0.44933 

0.44486 

0.44043 

0.43605 

0.43171 

0.42741 

0.42316 

0.41895 

0.41478 

0.41066 

.9 

0.40667 

0.40252 

0.39852 

0.39455 

0.39063 

0.38674 

0.38289 

0.37908 

0.37531 

0.37158 

1.0 

0.36788 

0.36422 

0.36059 

0.35701 

0.35345 

0.34994 

1 0.34646 

0.34301 

0.33960 

0.33622 

1.1 

0.33287 

0.32956 

0.32628 

0 32303 

0.31982 

0.31664 

0.31349 

0 31037 

0.30728 

0.30422 

12 

0 30119 

0 29820 

0.29523 

0.29229 

0.28938 

0.28650 

0 28365 

0 28083 

0.27804 

0.27527 

13 

0.27253 

0.26982 

0.26714 

0.26448 

0.26185 

0.25924 

0.25666 

0.25411 

0.25158 

0.24908 

1.4 

0.24660 

0.24414 

0.24171 

0.23931 

0.23693 

0.23457 

0 23224 

0.22993 

0.22764 

0.22537 

1.6 

0.22313 

0.22091 

0 21871 

0 21654 

0.21438 

0 21225 

0.21014 

0 20805 

0.20598 

0.20393 

1.6 

0 20190 

0.19989 

0.19790 

0.19593 

0.19398 

0.19205 

0.19014 

0.18825 

0.18637 

0.18452 

1.7 

0.18268 

0.18087 

0.17907 

0.17728 

0.17552 

0 17377 

0.17204 

0.17033 

0.16864 

0.16696 

1.8 

0.16530 

0.16365 

0.16203 

0.16041 

0.15882 

0 15724 

0.15567 

0.15412 

0.15259 

0.15107 

1.9 

0.14957 

0.14808 

0.14661 

0.14515 

0.14370 

0.14227 

0.14086 

0.13946 

0.13807 

0.13670 

2.0 

0.13534 

0.13399 

0.13266 

0.13134 

0 13003 

0 12873 

0.12745 

0 12619 

0.12493 

0.12369 

2 1 

0 12246 

0.12124 

0 12003 

0.11884 

0.11765 

0.11648 

0.11533 

0.11418 

0.11304 

0.11192 

2.2 

0.11080 

0.10970 

0.10861 

0.10753 

0.10646 

0 10540 

0.10435 

0 10331 

0.10228 

0.10127 

2 3 

0.10026 

0.09926 

0.09827 

0.09730 

0.09633 

0.09537 

0.09142 

0.09348 

0.09255 

0.09163 

2 4 

0.09072 

0.08982 

0.08892 j 

0.08804 

0 08716 

0.08629 

0 08543 

0 08458 

0.08374 

0.08291 

2 6 

0 08208 

0.08127 

0 08046 

0 07966 

0.07887 

0 07808 

0 07730 

0 07654 

0.07577 

0.07502 

2 6 

0.07427 

0.07353 

0.07280 

0 07208 

0 07136 

0 07065 

0.06995 

0 06925 

0.06856 

0 06788 

2.7 

0.06721 

0.06654 

0.06587 

0.06522 

0.06457 ' 

0.06393 

0.06329 

0.06266 

0.06204 

0.06142 

2.8 

0.06081 

0.06020 

0.05961 ’ 

0.05901 

0.05843 

0.05784 

0.05727 

0.05670 

0.05613 

0 05558 

2.9 

0 05502 

0.05448 

0.05393 

0 05340 

0.05287 

0 05234 

0 05182 

0.05130 

0 05079 

0.05029 

3 0 

0 04979 

0 04929 

0 04880 

0 04832 

0.04783 

0.04736 

0 04689 

0.04642 

0.04596 

0.04550 

3.1 

0.04505 

0.04460 

0.04416 

0.04372 

0.04328 

0.04285 

0.04243 

0.04200 

0.04159 

0.04117 

3 2 

0.04076 

0.04036 

0.03996 

0.03956 

0.03916 

0.03877 

0.03839 

0.03801 

0.03763 

0.03725 

3 3 

0.03688 

0.03652 

0.03615 

0.03579 

0.03544 

0.03508 

0.03474 

0.03439 

0.03405 

0.03371 

3.4 

0.03337 

0.03304 

0.03271 

0.03239 

0.03206 

0.03175 

0.03143 

0.03112 

0.03081 

0.03050 

3.5 

0.03020 

0.02990 

0.02960 

0.02930 

0.02901 

0.02872 

0.02844 

0.02816 

0 02788 

0.02760 

3.6 

0.02732 

0.02705 

0 02678 

0.02652 

0.02625 

0 02599 

0.02573 

0.02548 

0.02522 

0.02497 

3.7 

0.02472 

0.02448 

0.02423 

0.02399 

0,02375 

0.02352 

0.02328 

0.02305 

0.02282 

0 02260 

3.8 

0.02237 

0.02215 

0.02193 

0.02171 

0.02149 

0.02128 

0.02107 

0.02086 

0.02065 

0.02045 

3.9 

0 02024 

0.02004 

0.01984 

0.01964 

0.01945 

0.01925 

0.01906 

0 01887 

0.01869 

0.01 S 50 

4.0 

0.01832 

0.01813 

0.01795 

0,01777 

0.01760 

0.01742 

0.01725 1 

0.01708 

0.01691 

0.01674 

4 1 

0.01667 

0.01641 

0.01624 

0.01608 

0.01592 

0.01576 

0.01561 1 

0.01545 

0.01530 

0.01515 

4.2 

0.01500 

0.01485 

0.01470 

0.01455 

0.01441 

0.01426 

0.01412 

0.01398 

0.01384 

0.01370 

4 3 

0.01357 

0.01343 

0.01330 

0.01317 

0.01304 

0.01291 

0.01278 

0.01265 

0.01253 

0.01240 

4.4 

0.01228 

0.01216 

0.01203 

0.01191 

0.01180 

0 01168 

0.01156 

0.01145 

0.01133 

0.01122 

4.5 

0 01111 

0.01100 

0.01089 

0.01078 

0.01067 

0.01057 

0.01046 

0.01036 

0.01025 

0.01015 

4.6 

0.01005 

0.00995 

0 00985 

0.00975 

0.00966 

0.00956 

0.00947 

0.00937 

0.00928 

0.00919 

4.7 

0.00910 

0.00900 

0.00892 

0.00883 

0.00874 

0.00865 1 

0.00857 

0.00848 

0.00840 

0.00831 

4.8 

0.00823 

0.00815 

0.00807 

0.00799 

0.00791 

0.00783 

0.00776 

0.00767 

0.00760 

0.00752 

4.9 

0.00745 

0.00737 

0.00730 

0.00723 

0.00715 

0 00708 1 

0.00701 

0.00694 

0.00687 

0.00681 

5.0 

0.00674 











Extension Table A* 


X 

0.001 


00220101111 

0.004 

OOOiOIOi 

OEESOOI 

0.007 




11101^^1221111 


0.99700 

0.99601 

0.99501 


0.99302 


0.99104 

Extension Table B* 

X 

0.0001 

MiiltiM 


0.0004 

0.0005 


0.0007 

iiiiQij2iji^i[m 

miQi^T^iiiiiiiiii 


0.99990 

0 99980 

^9 

HREssiiii 

0.99950 

0.99940 

0.99930 

0.99920 

0.99910 


•G«neral Formula: .-‘*+*^+**>-(«-•)(«■*-•)(€-*») 
Example: (,-o.i»)(,-oeoe)(,-oaoo6) 

-(0.87810) (0.00403) (0.00050)-0.87241 












































ABCD Constants 

Circle Diagram.278 

Definition.882 

Example of Calculations_466, 466 

Network Combination.827 

Transmission Line.266, 268, 270 

Transmission Type Network.828, 829 
A-C Network Calculator 

Circuit Elements.476 

Description.476 

Fault Calculations for Relay and 
Circuit-Breaker Application 

.389, 467, 601 

Step-by-Step Calculation. .468 to 460 
Synchronous Machine 

Representation.172, 176 

Transient Stability Studies. .467, 476 

Transient Studies.601, 602 

Uses.476 

Acceleration, in Stability 

Studies.468, 463, 468 

Acoustic Shock.746, 746, 763 

Acoustic Shock Reducer.763 

Admittance 

Constants for Circle Diagram. . 332 

Driving Point and Transfer.332 

Parallel.307 

Representation of Loads 294 

S 3 rmmetrical Components . . 17 

Aerial Conductors 

A.C.S.R., Characteristics of . 60 

Clearance, Minimum.687, 792 to 797 

Copper, Characteristics of.49 

Copperweld, Characteristics of... 53 
Copi^rweld-Copper, Character¬ 
istics of. 52 

Current Carrying Capacity 47,48 

Expanded A.C.S.R.32, 60 

Geometric Mean Radius. 36 

Hollow (Anaconda). 32 

Hollow (Type HH).33 

Impedance—See Aerial Lines 

Skin Effect.34 

Spacing, Transmission Line 

.8, 687 to 692, 792 to 797 

Steel.34 

Steel Ground Wires. 34 

Temperature Effect on 

Raustance.33, 34 

Temperature Rise.47, 48, 49 

Tyi^.32, 33 

Aerial Lines—See Also Transmission Lins 

Capacitive Reactance.46, 47 

Characteristics of—Chap. 3. 32 

Conductors—See Aerial Conductors 

Equivalent Spacing.8, 37, 38 

Geometric Mean Distance . 38 

Inductive Reactance.34, 36 

Minimum Conductor to Tower 

Clearance.687, 792 to 797 

Parallel Circuits, Reactance. 40 

Positive-and Negative-Sequence 

Reactance.34 to 40 

Resistance.33, 34 

Reactance Curves.88, 39 

Reactance Spacing Factors... 64, 66 

Transposition.87, 88 

Typical Constants. 279, 280, 895, 896 
Construction.8, 687 to 692, 
786 to 789, 792 to 797 
Typical Impedance Data 

.279, 280, 896. 896 

Zero-Sequence Impedance 

Derivation.41 to 44 

Formulas. 46 

Air-Blast Equipment.686, 696 

Air Circuit Breakers—See 
Cireuii Brsakersp Air 

Air^Flashover of Standard Rod Gaps.. 688 
Aluminum Cable—Characteristics of 

, .82.60 

Alu m inu m Cable Steel Reinforced 

Characteristics of.82, 60 

Description.82 

Expanded. 50 


INDEX 


Paos 

Aluminum Conductors— 

Characteristics of.32, 60 

Ammeter—Surge Crest.663 

Analog Computer.608, 619 

Angle, Internal, of Synchronous 

Machines.149 

Angle Time or Swing Curves.467, 464 

Arc Characteristics—Transient 

Voltages.612 

Arc Fuimce.726 

Demand Charts.727 

Electrical Characteristics.727 

Series Capacitor Application.263 

Arcing 

Homs, Typical Practice.792, 796 

Rings, Twical Practice. 696, 792, 796 

Ard^ Grounos.627 

Field Test Data. 617 

Laboratory Test Data. . . .613 to 616 

Theory.611 

Ardng Rings on Insulators.696 

Attenuation 

Effect of Series Resistance. 636 

Effect of Wave Front.640 

Effect of Wave Polarity.640 

Empirical Data.638 

Power Line Carrier Systems. 426, 428 

Traveling Wave.636 to 640 

Units of.410 

Auto transformers 

Advantages.117, 119 

Disadvantages.117 

Efficiency.117, 119 

Equivalent Circuit, Three- 
Winding. .141 to 144, 799, 801, 806 
Equivalent Circuits, Two- 


Grounding.119, 664 

Impedance. 117,119 

Kva Parts.116, 117 

Operating Characteristics.119 

Taps.118, 119 

Tertiary Currents During Faults. 119 

Tertiary Rating.118 

Theory.116, 117 

Three-Winding.118 

Three-Winding Kva Parts.118 

Volts per Turn.118, 119 

Zero-Sequence Impedance . 143, 144 

Balanced System with Sequence 

Components. 21 

Balancing Transformers.713 

Banked Transformers.683, 684 

Base Kva.296 

Base Voltage. 296 

Basic Impulse Insulation Level— 

See Also Insulation Coordination 

Reduced.611 

Selection of. 612 

Standard.611 

Bonding, Cable, Effect of. 74 

Burning Clear ^condary Faults 

.702 to 704, 712, 714,716 

Bus-Conductors 

Channel.397 

Impedance Data.396 

Layouts—Power Station... .9, 10,11 

Protection.364 

Rectangular.396 

Structure—Metal Clad. 10 

Square Tubular.397 

Bushings 

Standard Test Voltages.620 

Volt-Time Characteristics of.619 

Cable 

Aerial—See AeruU Conductors 
Approximate Impedance Data 396 

Belt^. 84 

Bonding, Effect of. 74 

Capadnve Reactance.79 to 86 

Characteristics of.79 to 86 

Compression. I w 

Conductor Shape.66, 66 
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Cable (continued) 

Construction. 64 

Current Carrying Capadty 

Discussion.81, 84 

Tables.86 to 92 

Current Division of Paralleled. 84, 94 
Dielectric Constant of Insulation. 78 

Effect of Iron Conduit.896 

Electrical Characteristics... 66, 78, 84 

Gas Filled. 66 

Geometric Factor.68, 69, 70 

Geometric Mean Distance 67, 72 to 77 
Geometric Mean Radius 

.66. 67, 72 to 77 

Geometry of Cross Section... .66, 67 

Grounding, Effect of. 74 

High Pressure. 66 

Impedance—Low Voltage Cables. 73 

Impedance of Parallel.84, 94 

Impulse Strength.93, 94 

Insulation Resistance. 78 

Lead Sheathed. 64 

OU Pilled.64. 66 

Overhead—See Aerial Conductors 

Paper Insulated. 64 

Parallel.84, 94 

Positive and Negative-Sequence 

Impedance.84, 94 

Positive-and Negative-Sequence 

Reactance. 72 

Pressure. 66 

Propagation of Surge, Velodty.. . 525 

Proximity Effect. 68, 70, 71 

Resistance A-C.68, 70 to 72 

Resistance and Reactance 

Tables. r... 79 to 85 

Sector.65, 66, 67 

Segmental. 66 

Sheath Currents, Effect of. 71 

Shielded. 64 

Shunt Capadtive Reactance. 77 to 78 

Skin Effect. 68 

Surge Capadtance.524 

Surge Impedance.624 

Surge Inductance.624 

Tables of Characteristics.. . .79 to 86 
Zero-Sequence Impedance . . 84 to 94 
Zero-Sequence Reactance.... 74 to 77 
Zero-Sequence Resistance.... 74 to 77 
Cable, Telephone 

Coordination, Effect on.763, 779 

Shielding.762 

Special Insulation.763 

Calling Systems for Carrier 

Communication.404 

Camera, Boy’s.546, 647 

Capadtance Coefficients.760 

Capadtance for Surge.624 

Capadtance to ground 

Induction Motors.186 

Synchronous Machine . . 186, 186 

Capacitances, Transmission Lines.644 

Also see Aerial Lines 
Capacitive Loading, Unbalanced Short 

Circuit.179 

Capadtive Reactance 

Aerial Lines.46, 47 

Cable.79 to 86 


Formulas.47, 77, 78 

Tables.49 to 63. 65, 79 to 86 

Capacitors—See Series Capacitors 
and Shunt Capacitors 
Application to Power Systems— 

Chap. 8.238 

Protection of Rotating Machines. 689 

Capadty Factor.1,2 

Carrier—See Power-Lino Carrier 
Carrier-Frequency Systems 

Coordination.746, 747, 779 

Carrier—Pilot Relaying.861 

Directional Comparison System. .862 

Phase Comparison System.362 

Carson’s Formulas.40, 41 

Cathode-Ray Osdllograph.558, 561 

Cathodic Protection. 746 
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Paob 

Central-Station Industry. 1 

Channel Bus Conductors, Reactance of 397 

Characteristic Impedance.409 

Characteristics, Electrical of Cables— 
see Cable 

Characteristics of Aerial Lines— 

Chap. 3.32 

Charge and Field Distribution in 

Thunder Clouds.645 

Choke Coils—Longitudinal.764, 766 

Chopped Wave Surge.619 

Circle Diagram.324 

ABCD Constants Used.278 

Admittance Constants.332 

Construction. 326, 329, 330 

Determination of Initial Loads.. .442 

Equivalent Pi.277 

Examples of Calculation to 
Determine Real and Reactive 

Power Flow. 333 to 341 

For Three Generating Stations 
Along One Main Line and 

Intermediate Substation.339 

For Two-Source System.333 

Impedance Constants.333 

Interpretation. 324 to 326, 332 

/, m, n Constants.330 

Long Transmission lines.275 

Loop System.339 

Power.434,442 

Power-System Stability.434 

Real and Reactive Power Flow.. . 333 

Short Transmission Lines.273 

Transmission Line 

Construction.326 to 333 

Interpretation.324 to 326, 332 

Use.324 to 326 

Circuit Breakers 

Abnormal Operating Conditions. .387 
Air—See Circuit Breakers, Air 
Application, Fault Calculation 389,395 

Cascade. 388 

Compressed Air. 379 

Conditions Assumed in Rating of. 381 

Control Schemes for.376 

Current Rating of.381 

De-ionizing Time.491 

De-Rating Factors.382 

Duty Cycle of.382 

Effect of Altitude on Ratings 381 
Equivalent Three-Phase Ratings 

of.384 to 389 

Four-Pole Equivalent Rating. 386,386 

Frequency Rating of ...381 

High-Voltage.380 

Independent Pole Equivalent 

Rating. . 386 

Interrupting Capacity at Reduced 

Voltage.382 

Interrupting Capacity—Factors 

for Obtaining.390 

Interrupting Current Rating of.. . 381 

Interrupting Time of.381 

Latching Current Rating of. 384 

Low-Voltage. 378 

Low-Voltage in Cascade.388 

Low Voltage, Reactance of Series 

Trip Coils.396 

Making and Latching Current 

Rating of.384 

Mechanical Stresses in. Factors 
for Obtaining Current that 

Determines.390 

Medium-Voltage.379 

Neutral Equivalent Rating.386 

Non Oil-Tight.382 

Oil, Pictures of.380, 381 

Oil-Tight.382 

Operating Duty of.382 

Primary Feeder.671 

Reclosing Duty Cycle Factors... .882 

Reclosing Time of.382 

Selective Tripping.888 

Selector in Generating Stations... 10 
Short-Time Current Ratings of.. . 888 


Circuit Breakers (continued) 

Single-Phase Equivalent Rating. .887 

Single-Phase Switching.491 

Single Pole Equivalent Rating 

.385 to 387 

Solidly Grounded Systems.662 

Stability—Quick Fault Clearing 

.463, 470, 478, 490 to 492 

Stability—Quick Reclosure. 438, 490 
Standard and Equivalent Rat¬ 
ings.384 to 387 

Switching Capacitive Current... .387 

Trip-Free Control.377 

Tripping, A-C.378 

Two-Phase Equivalent Rating. . . 386 
Two Pole Equivalent Rating 

.385 to 387 

Voltage Rating of.381 

Circuit Breakers, Air 

Cascade.388 

Factors for Selecting Interrupting 

Rating.390 

Low Voltage, Reactance of Series 

Trip Coils. 396 to 398 

Operating Duty.383 

Pictures of.378, 379 

Selective Tripping.388 

Circuit Constants—General 

Transmission .327 

Circuit Current, Momentary 

Rating 383,390 

Clouds—See Thunderclouds 

Coal —Pounds per Kwhr. 2 

Communication Circuits and Un¬ 
grounded Neutral Systems.... 650, 651 
Communication Circuits Drainage 

Schemes .754 

Communication Circuits Susceptive¬ 
ness . 745, 752 

Special Low-Frequency Protec¬ 
tive Measures.753 

Telephone-Circuit Low-Frequency 

Protection .752 

Telephone-Circuit Noise-Frequency 

Factors.778 

Communication System, Power-Line 

Carrier.401 

Automatic Simplex.403 

Calling Systems.404 

Duplex.401, 402 

Emergency.405 

Hybrid IJnit.402, 403 

Power Supply.405 

Simplex.401,402 

Compensation Theorem—for Network 

Solution.301 

Completely Self-Protecting 

Transformers.630, 637, 638 

Complex Hyperbolic Functions.267 

Conaensers—See Synchronous Condensers 
Conduction (between Power and 

Communication System).742 

Conductors 

See Aerial Conductors, Cable, 

Bus Conductors 

Clearances, Minimum.. .587, 792, 796 
Spacing Transmission Lines 8,792,796 
Conduit, Approximate Effect of Iron 

on Impedance of Cables.396 

Conjugate Sets of Vectors.20, 21 

Constants—Synchronous Machines 
(See Synchronous Machines) 
Construction Details of Typical Lines 

.8, 587 to 592, 785 to 789, 792 to 797 

Conversion—Different Kva Base.296 

Conversion—Different Voltage Base. .296 
Conversion Formulas for Transmission- 

Type Networks...327 

(Ik>oraination of Power and 

Communication Systems.741 

Cooperation, Principle of.746 

Duty of.746 

Effects.741, 746, 756 

Engineering Solution.746 

Factors, Basic.746 


Coordination of Power and Com¬ 
munication Systems (continued) 


Measures 

General (Definition).746 

Specific.746, 747, 

754 to 766, 772 to 776, 776 to 779 
Practices 

Deferred.746 

Standard.746 

Principle-^, Basic.741 

Procedure.746, 746 

Copper Conductors 

Copperweld. 33 

Copperweld-Copper.' 33 

Hollow (Anaconda). 32 

Hollow (Type HH). 33 

Core Form Transformers... .104, 106, 138 

Corona.66 to 62 

Bundle Conductors .60 to 62 

Conductor Condition. 66 

Conductor Selection. 60 

Effect on Front of Negative 

Voltage Waves .640 

Effect on Traveling Waves.638 

Energy Loss.539 

Factors Affecting.66 

Loss Curves—Comparative, 57 to 60 

Loss Curves for Design. 61 

Loss. Fair Weather.57 to 60 

Prevention by Shielding in Cable. 64 

Radio Influence.58 to 60 

Radio Influence Curves. 62 

Cost 

Capacitors vs. Synchronous 

Condensers.256 

Induction Motor .193 

Synchronous Machines.190 

Inertia Constant.190 

Short Circuit Ratio.190 

Transformer .131 to 133 

Counterpoise 

Arrangements .694, 695 

Depth Below Surface.596 

Grounding.694, 595 

Propagation of Surge. 525 

Typical Practice. 786 to 789,792 to 797 

Coupling Capacitors.415 

Coupling Factor 

Between Conductor and Two 
Ground Wires for Traveling 

Wave.535 

Electric Induction.749, 750 

Magnetic Induction, Low 
Frequency 

Aerial Circuits.747 

Carson’s Method.749 

Earth-Return Circuits.748 

Noise-Frequency.762 

Power and Communication 

Circuits .745 

Transpositions.. .752, 776, 780 to 782 

Traveling Waves.534 

Coupling—Lightning Protection.582 

Current Division.816 

Example.808, 312,316, 317 

Current—Due to Ground Fault. 667, 668 
Current Flow—Sequence Networks. . . 22 
Current—Symmetrical Components 

on Three-Phase System. 19 

Current Transformers—Approximate 
Impedance for Short-Circuit 
Calculations.897 

Damper Windings 

Balancing Action.182 

Effect on Stability.466, 486 

Effect upon Xt and Rt .182, 183 

Elimination of Distortion.182 

Hunting.188 

Ratio .182, 188 

Stability Effects on.466, 486 

Types.181 to 188 

D-C Machines 

Internal Inductance of.761 

Wave Shape.761, 772 
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D-C Transmission.494 

Decibel .424,425 

Decibel Scale . 780 

Decrements Similar Parallel 

Machines. 393, 394 

De-ion Tube - See Protector Tube 
Delta-Star Conversion .. .17,18,306 
Delta-Star Transformation of 

Voltage and Current .19, 20 

Depth of Penetration Surges.637 

Design Features of Lines 

785 to 789, 792 to 797 

Determinants 303 

Deviation Factors of Synchronous 

Machines 760 

Diesel Fngine Light Flicker.721 

Differential Protection 

CJenerators, A-(' 348 

Resistance (irourHJe<l Generators . 663 
Transformers .348 

Direct Stroke Protection 578, 579, 630, 631 
Direct Stroke 3'heory . . . . 578, 579 
Directional Relaying for Bus 

Proteetion 356 

Disconnect Switche.s in Power 

Stations 9 

Distortion of Traveling Waves.536 

Distribution Systems 

Component Part.s.666 

Feeders Primary 

Distribution . . . .666 to 678 

Loop 'bype . 684 to 685 

Networks D-C.667 

Radial Type .667 

Recovery Voltage. 508 

Secondaries 666, 667, 682 

Shunt (Uipacitor Application 241 
Substations . . 666, 667, 669 

Subtransmission. 666 to 668 

Transformers . 666, 667, 682 

Driving Pcnnt Admittance 332 

Duplex Communication System. .402, 403 
Dynamic Stability .455, 489 


Earth Conduction Effect on 
Cable Impedance 74 to 77 

Earth Resistivity 580, 595, 596, 747 
Earth-Return Circuits 

Low Frequency, at.747 to 749 

Noise PTequency, at.776 

Economics 

Primary Network .694 

Secondary Network .709 

Electric Furnace - Flicker . 725 

Electric Furnace Oscillogram of 

Power Supply . 726 

Electric Induction Between 

Circuit.s 742 

See Also Noise-Frequency 
Coordination 

Calculation at Low Frequency. . .747 
Electric Welders -Discussion of 

Various Types .728 

Electrolysis 746 

Electromechanical — Natural 
Frequency of Synchronous 

Machines . 466 

Electronic Main Exciter.212, 213 

Ignitron Firing Circuit.215 

Permanen t-Magnet Genera tor.213,215 

Power Supply.216 

Response.216 

Service Continuity.216, 216 

Source of Power.213, 214 

Equipment Symbols for 

Graphical Representation.291 

Equivalent Circuits 

ABCD Constants 266 to 268, 270, 278 
Fault Representation in 

SUbility Studies.442, 462, 466 

Long Transmission Lines. .266 to 267 

Pi.267, 268, 272 

Sequence Networks. 21 

Short Transmission Lines... .266, 270 
Simplification for Stability Studies.473 


Paob 

Equivalent Circuits (continued) 

T.267 

Transformers .799 to 809 

Equivalent Impedances for 
Transmi.ssion Lines 

Equivalent Pi.267 to 269 

Equivalent!' .267, 268 

Simplified Methods. 267 to 270 

Equivalent Networks. 305 

Representation of Induction. . 744 

Representation of Long Lines at 
Harmonic Frequencies . . . .771 

Equivalent Pi of Transmission System 328 
Equivalent Spacing on Unsymmetrical 

Lines.37,38 

Equivalent T of Transmission System 328 
Excitation Change on Synchronous 

Machines . . .165 tc 172 

Ext'itation Response Curves 170, 172, 489 
Excitation - Synchronous 
Machines, Fundamental Equation. 166 
Excitation Systems- Chap. 7. . 195 

C’oiling Voltage. 196 

Common Exciter Bus .... 195 

Definitions 196 

Dynamic S^^ebility of Power 

System. 455 

Effect on Flicker.722 

Effect on System Stability 

195, 455, 487 to 489 

Effect on Voltage.169 to 174 

History 195 

Hydroelectric Generator.231 

Per Unit Base . . . .196, 197 

Power System Stability !95, 487 to 489 

Response Ratio.196, 197 

Self-Excited.. 219 

Stability. ... .196 

Synchronous condenser 223, 224, 231 
Typical Practice 785 to 789 

Unit of Voltage . . 196, 197 

Exciter—See Electrons Main Exciter, 
Excitation Systems, Main Exciter, 

Pilot Exciter 

Exciter Response.196,197 

Effect on Power System 
Stability . 195, 455, 487 to 489 
Effect on Short-Circuit 

Current 166 

Effect on Voltage Drop. 172 

Exponential Functions. 812 

Extinction Voltage 

Definition. ... 517 

Effecton Transient Voltages.517 to 521 

Fault Bus Relaying Scheme. . 356 

Fault Current 

A-C Component 389 

Asymmetrical. 389 

Autotransformer Tertiary.119 

Calculation for Coordination of 
Power and Communication 

System .747 

Damage to Capacitors . . 243, 247 

D-C Component . 389 

Effect of Location on System. . . 390 

Generators .668 

Induction Motor.191 

Rms Total Component of.389 

Secondary Network Mains 704,707 

.712, 714, 715 

Shunt Capacitor Banks . . . 244, 245 

Shunt Capacitor Contribution. 256 

Symmetrical.389 

Synchronous Machines 

.152, 158, 176 to 181 

Faults 

Burning Clear in ^condary 

Network702 to^04, 712, 714, 715 
Calculations for Circuit-Breaker 
and Relay Application 389 

Double Line-to-Ground 23, 26 

Frequency and Distribution of. .358 

Induction Motor.191 

Line-to-Line.23, 25 


Page 

Faults (continued) 

Power-System 

Arc-Suppression Measures.... .494 

Current Curves.497, 498, 499 

Current Formulas.497 

De-Ionizing Time.489 

Effect on Stability... .438, 482, 491 
Flashover-Prevention Measures 494 
Representation in Stability 

Studies .442,462,466 

Voltage Curves.497 to 499 

Voltage Formulas.497 

Reactance Data to Use.395 

Single Line-to-Ground. 23, 26 

Synchronous Machine.162, 168, 

.176 to 181 

Three Phase.22, 25 

Typical Clearing Times 786 to 789, 

.792 to 795 

Voltages and Currents During 

.369 to 372 


Feeder Breakers 

Interrupting Duty.699 

Primary Network .698 

Feeder Los.ses, Shunt Capacitors 

to Reduce .242 

P'eeder Voltage Regulators— 

Approximate Impedance.396 

F'ecder.s 

Emergency Connections.680 

Primary Distribution .... 666 to 678 

Rating. 681 

Regulation.681 

Filters .772 to 776 

A-C.774, 775 

Capacitor.766 

Constant Q.772, 773 

D-C. 775 

In Neutral. 663 

Line .766,774 

Machine.773 

Rectifier. 774, 775 

Sequence Segregating. . . .373 to 376 

Firm Capacity. 5 

Flexibility for Load Growth 

Primary Network.693, 696 

Secondary Network. 710 

Flicker-Chap. 22.719 

Comparison Chart .739, 740 

Correction Table. 739 

Cyclic 719,720 

Die.sel-Engine Source.721 

Distribution Systems .682, 683 

Due to Generators.721 

Due to Heavy Special Equipment729 

Due to Prime Movers.721 

Effect of Excitation Systems.. . .722 

Electric Furnaces.726 

Electric Welders.327 

Frequency of . 719 

History . . 719 

Intermittent Loads.725 

Motor Starting. 723 

Origin .721 

Perceptible. 719 

Permissible.719. 720 

Reciprocating Loads. 723, 724 

Reduced by Series Capacitor.. 257 

Remedial Measures. 731 

Booster or Compensating Trans¬ 
former .738 

Capacitors.736 to 737 

Excitation Control.739 

Flywheel.732, 733 

I>oad Control.739 

Motor-Generator Sets.731 

Phase Converters.734 

Regulators.738 

Synchronous Condensers. . 734, 736 

System Changes.739 

Short-Circuits and Switching 

Surges.723 

Synchronous Motor Cyclic Load..724 

Threshold of Perceptibility.720 

Flicker Voltages—Location of.781 
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Fluorescent Lamps 

Coordination Characteristics.771 

Wave Shape. 771 

Fl^heel—Effect on 

Peak Demand.732, 738 

' Follow-up Method'*.167,168 

Four-Wire System—Grounding.. .663. 664 
Frequency—Choice of 

Power Line Carrier.401, 430 

Power System. 6 

Frequency Modulation.409 

Frequency—Weighting Curves 
Power-System Voltages and 

Currents.767 

Telephone—System Voltages 

and Currents.779 

Fulchrono^aph 

Description.664 

Records.672 

Fuse Characteristics for 

Capacitors.248, 249 

Fuses— Distribution 

Feeder and Sub Feeder.679 

Repeater.679 

Secondary.682, 684 

Substation.671, 678 

Transformer.667, 682, 684 

Fuses, Shunt Capacitor.243 


General Transmission Circuit 

Constants.327 

Generating Stations 

Auxiliary Power Supply.10 

Bus Layout.8 to 10 

Bus-Tie Reactors. 9 

Fire Walls. 10 

Operating Problems. Stoll 

Sealed Compartments. 10 

Synchronizing Bus.9, 10, 666 

Generators—See SynchrotKnis 
Machines 

Geometric Factor, Cable.68, 69, 70 

Geometric Mean Radius 

Aerial Conductors. 36 

Cable.66, 67 

Go^temors.466 

Grading Shields—Typical 

Practice.792, 796 

Graphical Symbols for Diagrams 

Equipment.291 

Windings.292 

Grid, Interwoven Low- 

Voltage. ,689, 702, 710 

Ground Currents for Faults.667 

Ground Fault Current 

Calculation. .667, 668 

Ground Gradients 

During Fair Weather.642, 660 

During Thunderstorms.;.660 

Ground Potential.742, 766, 766 

Ground Relaying.366 

Ground—Return Circuits.747 

Ground Wires 

Coimling Factor—Traveling 

Waves.634 

Transmission Lines.679 

Typical Practice 786 to 789,792 to 797 

Zero-Sequence Formulas. 45 

Zero-Sequence Impedance . 41 to 46 
Grounded Systems 

Basic Insulation Level.611, 612 

Effectively.646, 662 

Reactance.646, 647 

Resistance.644, 651 

Resonant or Ground Fault 

Neutralizer.647, 648, 668 

Solidly.646 

Trends and Practices.655 

Grounding 

Cable. Effect of. 74 

Circulating Harmonics.658 

Communication Circuit 

Influence.659 

Counterpoise.594, 595 


Grounding (continued) 

Damage at Fault Points.660 

Devices—Time Ratings.660 

Distribution Transformer With 

Secondary Resistor.662, 663 

Driven Rods.698, 694 

Effect of Method of Grounding 

on Relaying.849 

Effect on Relaying.849, 660 

Effect on Stability.484 

Effect on Transient Voltages 616, 616 

Four-Wire ^rstem.663, 664 

Generator, Tfrends and Practices.. 666 
Generator with Dbtribution 

Type Transformer.662 to 663 

Generators.348,349, 666, 666 

Ground Fault Detection.661 

History.643 

Inductive Coordination.669 

Neutral Breaker.660 

Potential Transformer.661 

Power System Neutrals.643 

Power System, Trends and 

Practices.656 

Reactance.646, 647, 668 

Summary Table.649, 660 

Three-Wire System.663 

Time Rating of Neutral 

Device.660, 661 

Transformers.120, 121 

Transformers Zig-Zag.663 

Transient Overvoltages 

.616 to 621, 662, 659 to 660 

Transmission System.664, 655 

Transmission Towers 

.786 to 789, 792 to 797 

Wood Poles.696, 698 

Zig Zag Transformers.120 

Grounds—Arcing, ..511, 659, 660 


Harmonic Voltage—Shunt Capacitor 


Capacity for.252, 263 

Harmonic Voltages.627 

Harmonics.767, 758 


See Also Frequency-Weighting 
Curves 

See Also Noise-Frequency 
Coordination 

See Also Wave Shape of Apparatus 


or Circuit 

High Voltage Equipment 

Lightning Protection.682 

High-Voltage Switch, Secondary Net¬ 
work.705, 716 


Hollow Copper Conductors (Anaconda).51 
Hollow Copper Conductors (Type HH) 61 
Hunting 

Effect of Damper Winding on 182,183 


Synchronous Machines— 

Natural Frequency. .466 

Hyperbolic Functions.267 


Ignitron Tube Main Exciter.. .213 to 216 
Impedance 

Aerial Lines—See Aerial Lines 
Cable-See Cable 

Characteristic.409 


Constants for Circle Diagrams .. 332 
Conversion of Ohms to Percent.. .294 
Converting Transformer Impedance 

to Winding Base.689 

Data for Fault Calculation.395 

Diagram of System.290, 291 

Line Input.410, 411 

Linear.810 

Mesh.802 

Parallel.806 

Relaying.860, 861 

Relaying for Bus Protection.366 

Representation of Loads.294 

Self.332 

Series.306 

Surge.280, 281, 624 

^nchronous Machines.188,189 

Transformers.. .98 to 100, 799 to 808 


Impedance (continued) 

Transmission Lines—See also 
Aerial Lines 

Equivalent Pi. 267 to 269 

Equivalent T.267, 268 

Simplified Method.296 

Unbalanced, Resolved by Sym¬ 
metrical (Components. 16 

Zero Sequence..41 to 46 

Impulse Strength 

Bushings.620 

Cables.98, 94 

Insulators.616 to 618 

Transformers.107, 108, 619, 620 

Impulse Testing—See Surge Testing 

Inductance for Surge.624 

Induction Coordination—See Coordina¬ 
tion of Power and Communication 
Systems 

Induction Motor.161, 190 to 194 

Capacitance to Ground.186 

Cost.193 

Electro-Mechanical Starting 

Transient.192 

Equivalent Circuit.191 

Hunting.262 

Relaying.368 

Residual Voltage.193 

Self-Excitation.240, 241 

Shaft Power.191 

Short Circuit of.191 

Shunt Capacitor Application.241 

Sub-Synchronous Resonance .... .261 

Time Constants.193 

Wave Shape of Supply.761 

Induction Regulators—Approximate 

Impedance Data.395 

Inductive Coordination 


Shunt Capacitors.253, 254 

Inductive Interference—See Interference 
of Power and Communication Systems 
Inductive Reactance 

Fundamental Theory.34, 35 

Parallel Circuits.40, 84 to 94 

Positive Sequence.34 to 40, 72 

Quick Reference Curves.38, 39 

Spacing Factors. 54 

Zero-Sequence.40 to 45, 74 to 77 

Industrial Plant Networks.715, 716 

Industrial Plants 


Shunt-Capacitor 

^plication.238 to 241 

Inertia (Constant... 175,189,190,458, 486 
Inertia, Rotating Machines 

Effect on Stability 437, 457, 486, 491 

Equivalent Single-Machine.467 

Formulas. 467,468,491 

Inrush Current 

Capacitor Banks.260 to 252 

Transformers.126 to 128 

Instruments for Measuring 


Lightning Surges.561 

Insulating Transformers for Exposed 

Communication Circuits.766 

Insulation Coordination 

Basic Concept.610 

Basic ImpulM Insulation Level. .611 

History.610 

Protective Devices, Application of. 626 
Protective Devices, 

Characteristics of.621 

Protective Devices, Coordination 
of with Apparatus 

Insulation.627, 628 

Reduced Insulation Levels.611 

Rotating Machines, Surge Pro¬ 
tection for.688, 689 

Selection of BIL.612 

Standard BIL.611 


Summary.682, 642 

Surge Testing.618 

Transformers, Distribution, 
Protection of.682 


Insulation Strength of Typical Lines 
.688 to 690, 785 to 789, 792 to 797 
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Insulators 

Flashover Characteristic of 

Suspension Type.697 

Flashover Characteristics 

.688, 616 t6 619 

Number on Typical Transmission 
Lines.786 t6 789, 792 to 797 


Size and Seeing.696 

Interference of rower and Com¬ 
munication Systems—See 
Coordination of Power and 
Communication Syetema 

Definition.741 

Typ^.741 

Interlocidng of Supply Circuits 

.690, 694, 701, 708, 712 

Internal Voltage.167, 176 

Interrupting Duty in Primary 

Network.699 

Intersection Bus Faults in Primary 

Network. 692 

Inverters 

Wave Shape (See Rectifier 

Waveshape) .766 

laokeraunic. Thunderstorm Charts 667,658 
1. T. Factors, Power Systems... .768, 772 

Joint Use of Poles.746 

Klydonograph.661 

Klyndonograph—Use of.669, 660 

Kva—Base.296 

KV. T Factors.768 

Lighting Circuits.770 

Power Systems.772 


Lagging Reactive Power.291, 292 

Lamp Flicker—see Flicker 

Lattice Network for Current.531 

Lattice Network for Traveling Waves. 630 
Lead-Sheathed Cable, See CcthU 
Lighting Circuit 

Coordination Characteristics.770 

Wave Shape.770 

Lightning—Chap. 16.542 

Charge.667 

Crest Magnitude.569, 664 to 667 

Direct Strokes to Unshielded ^ 

Substations.630, 631 

Discharges—Charge in.667 

Frequency of Occurrence.666 

Ground Gradients.660 

Hot and Cold.649 

Initial Leaders 

Low Objects.647 

Stroke Discharge.647 

Tall Objects.661 

Measuring Instruments.661 

Mechanism.646 

Multiple Strokes.648, 663 

Number of Strokes to Line.. 668 

Number of Surges Discharged 

by Arresters.669 

Number of Surges in Line.660 

Performance of Lines 


.688 to 690, 792 to 797 

Phenomena.642 

Polarity.643, 644, 667 

Protection—Coupling.682 

Protection—Examples of Tower 

Footing Resistance.684 

Protection Features of Lines 

.786 to 789, 792 to 797 

Protection, Transmission Lines— 


Return Stroke 

Low Objects.647 

Tall Objects.661 

Return Stroke Discharge.648 

Stroke Discharge, Mechanism of.. 646 

Initial Leaders.647 

Return Stroke.647 


Strokes- Multiple.648, 668 

Strokes—Polar^.667 


Strokes to Tall Buildings.661 


Paoh 

Lightning—Chap. 16 (continued) 

Surges—Cathode-Ray Oscillogram 


Currents.670 

Voltages..661 

Su^es—Crest Magnitudes 

Currents.664 

Voltages.669 

Surges—Current 

Frequency of Occurrence.668 

Magnitude.664 

Wave Shape.670 

Surges-Fronts of.561, 673 

Surges—Long Duration Tails on. . 674 
Surges on Transmission Lines 

Direct Strokes. 668 

In Arresters.569 

Induced Surges.559 

Surges—Time to Half Value.573 

Surges, Voltage—Frequency of 

on Transmission Lines.660 

Surges—Wave Fronts of. . . .661, 673 

Surges—Wave Shape of 

Currents.670 

Voltages.661 

Thunderstorm Days per Year.. . .685 

Traveling Waves. .623 

Wave Shape.661, 670, 673, 574 

Wave Shape of Initial High 

Currents.673 

Lightning Arresters 599, 623, 624, 632, 637 
Effect of Soil Resistivity on 

Discharge Currents. 576 

Effect of System Grounding on 

Discharge Currents.675 

Expulsion Type.622 

Resistance Grounded Systems... .661 

Ungrounded Systems.650 

Rating, Selection of.626 

Special, Characteristics of.. .641, 642 

Valve Type.623 

Lightning Performance of Typical 

m_i_ : _T ;_ rorr rnr> 


Limiters. .704, 716 

Line-Drop Compensator.697 

Line Losses.334 

Line Losses, Example.314, 335 

Line Trap.416, 417 

Linear Coupler.366 

Load Division, Secondary 

Network.707, 708 

Load-PVequency Control.406 

Load Growth.694, 710 

Load to Transformer—Capacity, 

Ratio of.708 

Loads 

Converting Kw and Kva to 

Admittance or Impedance.294 

Intermediate.323 

Representation in Single-Line 

Diagram.293 

Representation in Stability 

Studies.441, 462, 464, 466, 471 

Representation of.293 

Longitudinal Choke Coils.764, 766 

Longitudinal Circuits.742 

Longitudinal (-Circuit) Induction.743 

Loop Systems 

Closed.297 

Sum of Angular Shifts not Zero , 300 
That do not close.298 

Loop TVp? 

Distribution System.684 

Subtransmission.669 

Loss 

Power Line Carrier 

Channels.425 to 429 

Synchronous Machines During 

Faults.176 

Transformers.101 to 103 

Losses in Primary Network.693 

Losses in Secondary Network.709 

Losses of Transmission Lines 

Long Lines.273, 278 

Short Lines.271, 282, 286 


Paos 

Low-Frequency Coordination of Power 
and Communication Systems 


Chap. 23-Part II.746 to 766 

Coupling Factors. .747 

Electric Induction.749 

Magnetic Induction.747 

Shielding Conductors.762 

Influence Factors of Power 

System.747 

Neutral Impedances.747 

Procedure.746 

Susceptiveness Factors of Communi¬ 
cation System.746 

Special Protective 

Measure.763 to 766 

Telephone-Circuit Protection 762 

Machines, Rotating, Surge Protection 

for.638, 639 

Magnetic Induction between Circuits 
See also Noise-Frequency Coordinor 

tion .■741, 742 

Calculation at Low-Frequency. . . 747 

Magnetic Surge—Crest Ammeter.664 

Front Recorder 

Description.664 

Records.574 

Integrator.666 

Magnetizing Inrush 

Effect on Relaying.863 

Transformers.126 to 128 

Main Exciter 

Armature Reaction.202 

Classification.198 

Compensating Winding.203 

Conventional.198, 199 

Differential Fields.203 

Direct Connected.198 

Electronic—See Electronic Main 
Exciter 

Equivalent of Three Field.207 

Flux Linkages.200 

Motor-Generator Set.198 

Response.199 to 201 

Response of Three Field.... 206, 207 
Response under Loaded 

Conditions.202, 203 

Roto trol—see Motn Exciter Rototrol 

Rototrol System.229 

Saturation.202, 208 

Self-Excited.199, 202 

Separately Excited.199, 202 

Three Field.204,206,230 

Main Excitor Rototrol.208 

Compensating Field.209 to 211 

Control Field.208, 209 

Forcing Field.209 to 211 

Principle Operation.209 to 211 

Series Field.211, 212 

Tuning.209 

Mechanical Analogy 

System Stability.439 

Mesh Currents and Voltages.302 

Metal Clad Bus Structure. 10 

Metallic (-Circuit) Induction.743 

Metallic—Longitudinal Ratios 

(M-L Radios).780, 781 

Mid-Tie Breaker.699 

Modification of Primary Network. . . .701 

Modulation Systems.408, 409 

Motor Generator Sets * 

Flicker Reduction.781 

Main Exciter. 198 

Motor Inertia—Effect on Peak 

Demand.732 

Motor Starters.788 

Motor Starting—Flicker.728 


Mutual Coupling—Traveling Waves. .632 


Mutual Impedance Between Power 
and Telephone Circuits—See 
Coupling Factors 

Mutual Surge Impedance.532 

Natural Frequency of Synchronous 
Machine.186 
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Negative-Sequence Losses in Stability 

Studies.442 

Negative-Sequence Reactance of 

Synchronous Machines.160 

Negative Sequence Vectors. 14 

Network 

Distribution Systems 

A-C.689 

Buildings.713 

D-C.689 

Industrial Plants.716, 716 

Low-Voltage.689 

Power Plants.689, 702 

Primary.689 

Secondary.689, 698, 701 

Equivalents.305 

Fault Representation in Stability 

Studies.442 

Linear. 301 

Passive....332 

Passive Linear.301 

Protectors, Network 

Relaying of.689, 705 

Reduction.304 to 308 

Reduction—Example.317 

Relaying.689, 698, 705, 706 

De-sensitizing Relay 698, 706 

Relays. 698,705 

Representation — Impedance 

Diagram.290, 291 

Representation—Single-Line 

Diagram.290 

Simplification in Stability 

Studies.462, 466, 473, 478 

Solution—See Network Solution 
Star with Mutuals Converted to 

Star without Mutuals.306 

Transmission Type .324 

Network Calculator (See AC Network 
Calculator) 

Network Calculator, Fault Calculations 
for Circuit-Breaker and Relay Appli¬ 
cation . 389, 457, 501 

Network Calculator, Planning a 

Secondary Network.710, 712 

Network Solution 

Alteration of Network.321 

By Circulating Currents.311 

By Determinants.303 

By Equations.302 

By Reduction. . . 305 

Compensation Theorem . . 301 

Conversions in Admittance Form 307 
Conversion of Impedance 

Forms.305 to 307 

Current Division . 305 to 308, 316 

Equivalent ^i of Transmission 

System.328 

Equivalent T of Transmission 

System. 328 

Example of Solution by Circulating 

Currents .311 

Example of Solution by Reduction 308 

Intermediate Loads.323 

Mesh Currents and Voltages.302 

Mesh Impedance.302 

Notation—in.301 

Power.298 

Reciprocal Theorem.301 

Reference Current and Voltage 

Directions. 301 

Regulation by Self and Mutual 

Drops.316, 318 

Representation of Solution.314 

Representation of Solution — Method 

of Self and Mutual Drops.314 

Self and Mutual Drops—Example317 
Single—and Multiple-Source 
System Having Shunt Branches 

other than Loads.820 

Single-Source System Without Shunt 

Branches other than Loads.316 

Star-to-Mesh Conversion.307 

Superposition Method.301 

Theorems (General).290 


Network Solution (continued) 

Thevenin’s Theorem.309 

Transmission Type Network . . 324 
Network Supply—Station 

Connections.10 

Networks, D-C.667 

Neutral Breaker.660 

Neutral Displacement.658 

Neutral Displacement on Four- 

Wire System. 664 

Neutral Grounding Devices- Time 

Ratings. 660, 661 

Neutral Impedance. 22 

Neutral Impedance- Coordination of 
Power and Communications Systems.747 
Neutral Reactor Size.. .646, 647, 652, 658 

Neutral-Tuned Filter.663 

Neutralizing Transformers.754 

Neutralizing Wires.754 

Noise 

Impulse.413 

Measurement on Power Lines . .414 
Noise-Frequency Coordination of 
Power and Communication 
System 

Chap. 23-Part III 756 

Coupling Factors 776, 782 

Transpositions. . . 776 

Frequency-Weighting Curves . 757 

Influence Factors of Power 
Systems 

Balance.759 

Filters, Effects of .. . .772 to 776 
Wave Shape of Apparatus 
See Particular 

Apparatus.759 to 770 

Wave Shape of Lighting 

Circuits. .770 

Wave Shape of Power Systems 771 

Procedure .756 

Susceptiveness Factors of 
Communication Systems 

Balance .778 

Circuit Type.778 

Frequency Response.779 

Power Level.778 

T.LF, Factors and Curves .756 

Telephone Noise 

Calculation . .780 

Evaluation. . . 782 

Oil Filled Cable, See Cable 

Open Wires on Transmission Line.... 25 

Oscillations — Electromechanical.456 

See also Stability—Power System 
Oscillograms—Traveling Waves . . . .537 

Oscillograph—Crater Lamp.554 

Outages, Con.sumer. 693 

Overcurrent Protection.358 

Overhead Conductors, 

Characteristics of — Chapter 3 

(See Aerial Conductors) . .. 32 

Overhead Secondary Network.707 

Overvoltage.626, 627 

Parallel Conductors in Secondary 

Mains.703 

Peak Load of Power Systems .675 

Per Unit System.163 

Performance of Transmission 

Lines.792 to 798 

Petersen Coil.643 

Phase Balancers.733 

Phase Converter.733 

Phase Shift in Transformers.297 

Pi to T Conversion.306 

Pilot Exciter 

Compound Wound.216 

Rototrol.217, 229, 230, 231 

Rototrol Buckboost.230 

Pilot Wire Relaying.364 

Pilot Wire Relaying Circuit 
Protection Against 

Induction.754 to 756 

See also Low-Frequency Coordination 


Planning the Secondary Network.710 

Polarity—Effect on Wave Attenuation.539 

Poles, Joint Use of.746 

Portable Substation.116 

Positive- and Negative-Sequence 
Impedance 

Aerial Lines .34 to 40 

Cable.72 to 74, 79 to 84 

Cables in Parallel .84 to 94 

Po.sitive-Sequence Vectors. 14 

Potential Coefficients ... ,750 

Potential Transformer Grounded Gen¬ 
erators, Application of Relays to. .349 
Potential Transformer Grounding of 

Generators.661 

Potier Reactance.150, 447 

Power 

Combination of Water and Steam. 4 

Development of Steam. 2 

Development of Water. 4 

Sign of Reactive.291 

Power Angle Diagram of Synchronous 

Machines ., .164 

Power-Angle Diagra,ms 

330, 434 to 439, 445, 454, 462, 467 
See ('irclc Diagram 
Determination of Initial Loads. . .442 
Power-System Stability 434, 442 

Use in Sy.'^tem Analysis.324 

Power Circuit Balance of 

Coordination, Effect on.745, 759 

Residual V'oltage, Effect on .751, 760 
Power Circuits Influence P'actors 6f.. 745 

Low-Fre(iuency .747 

Noise-Freiiuency.758 

Filters for Power System. . . . 772 

Lighting Circuits.770 

Power Apparatus . . 759 to 770 

Power System. 771 

Power Equations*. .329 

Power Eijuation.s for Transmission Lines 

General Equivalent. 277 

In Terms of ABCD Constants. . .278 

Long Lines.275 

Short Lines.273 

Vector Equation.s.273 

Power-Flow Control .122, 123 

Pov^Tr Flow - Examples of Calculation 
of Real and Reactive Power Flow 
with Circle Diagram . .333 to 341 
Power Flow —Real and Reactive from 

Circle Diagram. 333 

Power Flow- Sign of Reactive . . .291 

Power Limits - See also Stability .435 

Power-Line Carrier 

Application*-Chap. 12.401 

Attenuation .410, 425 to 429 

Branch Circuit.427 

Bypass Systems.423, 424 

Coaxial Cable .421, 422, 425 

Combined Functions. 407 

Communication—Sec Communi¬ 
cation System .401 

Communication System. . 430 to 432 

Coupling .422,423 

Coupling Capacitors.415 

Frequency.401, 430 

Ground Return Circuits.411, 412 

Line Imput Impedance.410, 411 

Line Trap.416 

Load-Frequency Control.406 

Losses in Carrier Circuit.. .425 to 428 

Modulation Systems.408, 409 

Noise.412 to 414 

Propagation .409 

Propagation Constant.409 

Relaying.405 

Signal to Noise Ratio.431, 432 

Single Side Band System.430 

Standing Waves.410 

Supervisory Control. .407, 430 to 432 

Telemetering.... 405, 406, 430 to 432 

Tuning Devices.417 to 420 

Power Plant Networks.714 

Power Sources. 2 
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Page 

Power Station—Bus Layouts. . . S to 11 
Power Systems 

Effect on Stability—Layout .. .482 

Largest in U.S. .. /790 

Operation Effect on Stability . . . 484 
Oscillations, Electromechanical- 
See Stability, System Oscilktions 
Output and Peak Load.... ... .790 
Stability—See Stability, Pouer Systems 

Stability Features of. ... .785 

Statistical Data. .... 786 

Power Transmission—General Con¬ 
siderations—Chap. I. .... 1 

Primary Feeders 

Interconnected. 689, 714 

Interlacing.690, 694, 700, 701,708, 711 

Primary.689, 690, 692, 694, 700 

Secondary 

Network.702, 706 to 709, 711 

Primary Network.689 

Circulating Currents.697 

Consumer Outages.693 

Desensitizing Relay. . . . .698 

Design.699 

Economics.694 

Feeder Breaker.698 

Flexibility for Load Growth .693, 696 
Interlacing Supply 

Circuits.690, 604, 700, 701 

Intersection Bus Faults.692 

Losses. 693 

Mid-Tie Breakers.699 

Modifications.701 

Operation of System . . .691, 692 

Overcurrent Relays 689, 69S, 699, 701 

Relaying.698 

Reversed Rea ctan ce Co mpc iisatio n 697 
Subtransmission Circuits 

. 690, 692, 694, 700 

Switchgear.698 

Transformer.689 to 691, 696 

Unit. 690,691,694,696,699 

Completely-Self-Protect^^d 

Transformer.696 

Switchgear .698 

Transformer.696 

Primary Switch 

Primary Network.696 

Secondary Network.705, 715 

Propagation Constant.409 

Protective Devices 

Application of.625 

Characteristics of.621 

Coordination of, with Apparatus 

Insulation.627, 628 

Distribution Transformer^.636 

Distribution Transformers, 

Methods of Connecting for. 632, 633 
Lightning Arresters 

.622, 623, 632, 637, 641, 642 

Location and Connection cf .628, 629 

Protector Tubes.621, 632, 636 

Rod Gaps.615, 621, 632, 636 

Protective Ratio.621, 624 

Protector Tube (De-ion Tubes^ 

.622, 632, 636 

Applied to Old Construction.605 

Characteristics.601, 602 

Correction Operation.605 

Effect of Erosion.602, 603 

Isolated-Neutral System.605 

Mounting.603 

On Grounded Systems.603, 604 

Recovery Voltage.600, 601 

Selection of.603, 604 

System Recovery Voltage.505 

Theory of Operation.600 

Typical Application.... 605, 606, 608 

Voltage Rating.602 

Proximity Effect, Cable.68, 70, 71 

Pull-Out Power.446 to 452 


Radial Systems—Phase Shifts in.297 

Radial-Type Distribution System.667 


Reactance 

See Specific Apparatus, Line, or Cable 
Constants, Also See Capacitive and 
Inductive Reactance 
Reactive Power 

Capability of Generator.152 

Sign Convention.291 

Reactors 

Application.133, 134 

Bus Sectionalizing. 9 

Cost.135 

Dry-Type.134 

In Spot Networks.714 

Installation.134 

Oil Immersed.134, 135 

Rating, Determining.134, 135 

Short-Circuit Current.133, 134 

Size for Generator Neutral.658 

Standards.134, 135 

Real and Reactive Power Flow— 

Examples of Calculation by Circle 

Diagrams. 333 to 341 

Reciprocal Theorem for Network 

Solution.301 

Reclosing.376 

Primary Feeders.679, 680, 694 

Primary-Network Subtransmission 

Circuits.701 

Single Pole.491 to 493 

Tie Feeders.692, 698 

Reclosing Breakers—Stability, 

Effect on.437, 438, 439, 490 

Recovery Voltage Coordination with 
De-ion Protector Tube 

Characteristics.504, 505 

Recovery Voltage 

Data on Typical Systems .505 to 507 

Distribution System.508 

Theory.504, 505 

Rectifier 

Filters.774 to 776 

Internal Inductance of.769 

Wave Shape.766 to 770 

Reflected Waves.526 

Due to Shunt Networks.530 

For Different Line Conditions .. 533 

Reflections—Traveling Waves.526 

Regulating Transformers 

Equivalent Circuits.803 

Phase Shift.297 

Relaying.353 

Regulation.313 

Distribution Feeder.681 

Distribution Transformers . 683 

Example.313, 316, 319 

Secondaries. 683 

Self and Mutual Drops ... 316, 318 

Services.683 

Synchronous Machines . . . 151, 152 
Regulation, Transmission Lines 

Long Lines.271, 288 

Short Lines. 270, 281, 286 

Regulators (See Also Voltage 
Regulators) 

Appendix.803 

Approximate Impedance Data 395 
Distribution Voltage.. 670, 677, 681 

Quick Response.479, 487, 488 

Relay (See Also Relaying) 

Application Chart.350, 351 

Application, Fault 

Calculations.389, 395 

Carrier, HKB.362 

Desensitizing.698, 706 

Elements.343 to 348 

Failure.343 

HCB Pilot Wire.364 

High-Speed, Fault/Current Basis 

for Preliminary^Settings.391 

Impedance Type,'High 

Speed. 360,361 

Impedance Type, Modified.360 

Impedance Type, Normal Speed.. 359 
Induction Type, Characteristics of .359 
Multi-Restraint.355 


Relay (continued) 

Overcurrent.. .689, 692, 698, 699, 701 
Pilot Wire Relay, Type HCB. .. .364 
Protection of Synchronous 

Machines.348 

Protector.753, 755, 756 

Reclosing.376, 691, 692, 698, 699 

Settings, Fault Current Basis for . 391 

Single-Phase Switching.491 

Stability—Quick Breaker 

Reclosure.438, 439 

Stability—Quick Fault Clearing 

.464, 470, 477, 490 to 492 

Symbols.358 

Relay Elements 

Auxiliary Circuits.348 

Balance Beam .345, 348 

Induction.343 to 347 

Inductor Loop. 344,348 

Instantaneous.343, 344 

Polar.345 

Relaying 

Application Chart, Relay... .350, 351 

Application Factors.343 

Back-Up Protection.367 

Bus Protection.354 

Carrier Pilot System.361 

Connections, Three-Phase 370, 371 
Current-Voltage Product 

Relaying.366 

Differential.348 

Directional, for Bus Protection.. .356 
Double-Winding Generators . . . .349 

Effective Grounding .649, 660 

Fault Bus Scheme.356 

Fault Voltage and Currents . 369 to 371 

Feeder.660 

Field Protection of Generators 

.349, 352 

General Considerations.342 

Generators, A-C.348, 660 

Ground.365 

Impedance, for Bus Protection. . 355 
Impedance, for Transmission 

Lines.359, 360 

Impedance Measurements. 372 

Impedance, Modified.360 

Incorrect Operation.343 

Industrial Interconnections.368 

Linear Coupler Scheme. 355 

Microwave.364 

Motor Protection.368 

Multi-Restraint Relay.355 

Negative-Sequence Directional.. 366 

Out-of-Step Protection.369 

Overcurrent, for Bus Protection. .354 

Overcurrent Ground.366 

Overcurrent Protection.358 

Pilot-Wire.364 

Power House Auxiliary.368 

Power-Line Carrier.405 

Protective Zone. ... 342 

Quantities, how obtained.369 

Reactance.366 

Regulating Transformers.353 

Relay Operations.343 

Remote Trip.354 

Series Capacitors.261 

Shunt Capacitors.246 

Symbols.358 

Testing and Maintenance .369 

Three-Terminal Lines.369 

Three-Winding Transformers . . . 353 
Transmission Lines, Protection of. 355 
Typical System, Protection of.342,357 

Repeat Coil.778 

Reserve Transformer Capacity 

.693, 694, 700, 707, 708, 714, 715 

Reversed Reactance Compensation. . 697 
Residual-Component T.I.F. 

Machine Guarantee.760 

Machine Measurement.758, 772 

System Measurement.772 

Residual (Voltage or Current), Relation 
to Zero-Sequence .743 
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Residual Voltages of Ungrounded 

Power STstems.761 

Resistance 

Armature.176,189 

Conductors.83, 84 

Grounding.644 

Negative l^uenoe of 

Machines.161, 189 

Solid Conductor to Surges.638 

Synchronous Machines.182, 189 

Temperature Effect. 33 

Zero Sequence.41 to 45 

Resistivity of Earth.695, 696, 747 

Resonant-Grounded Systems.647, 648 

Resonant Shunts.766, 772 to 776 

Response—TVpical Exciter (S^ 

axeiiaiian Systems) .786 

Reversed Reactance Compensation. . 697 

Ring—Subtransmission.669 

Rms A-C Component of Fault Current 389 

Rod Gaps.616 to 619, 621, 636 

Flashover Characteristicsof.616 to 619 

Rod Grounding.693, 694 

Rotating Machines, Surge Protection, 
Choke Coil and Capacitor Method.. 640 

Rototrol.208 

See Main Exciter Rototrol 


Salient-Pole Machines—Effect on 

Stability.444, 445, 463 

Saturation Curves for Typical 

Synchronous Machines.147 

Saturation Factors for Synchronous 

Machines.187 

Secondaries—Distribution.. .666, 667, 682 
Secondary Circuits, Surge Protection 

for.636 

Secondary Faults, Burning Clear 

.702 to 704, 707, 712, 714, 715 

Secondary Loop.716 

Secondary Mains 

.702, 707, 708, 711, 714, 716 

Clearing Faults 

.... . 702 to 704, 707, 712, 714, 716 
Fault Currents. 704,707, 712,714,716 


Interconnected Grid_689, 702, 710 

Limiters.704, 716 

Parallel Conductors.703, 716 

Planning.711 

Tie Points.703 

Secondary Network 

Desensitizing Relay.706 

Economics.709 

Fault Currents . 704,707, 712, 714,716 

Flexibility for Load Growth.710 

For Power Plants.714, 715 

In Buildinn.718 

In Industnal Plants .716 

In Small Towns.715 

Interlacing of Supply Circuits 708,711 

Limiters.704, 716 

Load Division.707, 708 

Load to Transformers—Capacity 

Ratio.708 

Losses.709 

Operation of System.707 

Overhead.707 

Planning.710 

Primary Feeder Faults.707 

Primary Feeders.706 to 708, 711 

Secondary Faults 

.702 to 704, 712. 714, 716 

Secondary Mains.702, 707, 711 

Special Applications.718 

Subtransmission Circuits.706 


Transformer 

.702, 704, 706 to 708, 711, 712 

Secondary—Network Unit 

.702, 704, 712, 714 

High-Voltage Switch.706, 716 

Protector.689, 702, 706, 706 

Transformer 

.702, 704, 706 to 708, 711, 712 

Sectionalizing Breaker.687 

Selector Breaker. 10 


Self Impedance.882 

Sensitive-Tripping Characteristic of 

Network Relays.698, 706 

Sequence Impedances of Lines, Trans¬ 
formers, and Rotating Machinery... 22 
See Also Particular Apparatus 

Sequence Networks. 21 

Connections. 22 

Direction of Current Flow. 22 

Distribution Factors. 22 

Equations. 26 

Example of Fault Calculation. 29 to 81 
Fault nepresentation.. .442, 462, 466 

Multiple Unbalances. 26 

Shunt and Series Unbalances. 24 

SequencerSemgating Filters.. .873 to 376 
Sequence Voltages and Currents— 

Phase Shift in Transformers.297 

Series Capacitors.183 

Application Considerations. .266, 267 

Arc Furnace Correction.263 

Arrangement in Banks.269 

Construction.266 

Distribution Systems.682 

Ferro-Resonance.262 

Huntii^ of Motors.262 

Lamp Flicker.267, 263 

Location.269 

Method of Improving Stability.. .482 

Power-Factor improvement.268 

Power Transfer.267 

Progress in Application.263, 264 

Protection 

Dielectric Failure.260, 261 

Fault.269, 260 

Overload.260 

Radial Feeders, Effect on. . . 266, 257 

Rating.268 

Reactance.294 

Reduction of Flicker.736 to 737 

Relaying.261 

Sub-synchronous Resonance . 261, 262 
Ten Thousand Kvar Installation . 263 

Tie Feeders, Effects on.267 

Sheath Currents, Cable, Effect of. 71 

Shell Form Tranjrformers.104, 106 

Shielding 

Action.746, 762, 776 

Cable Sheaths.762, 763 

Conductors.762 

Station for Direct Strokes... 680, 681 

Short Circuit Calculations.890 

Calculations for Circuit Breaker 
and Relay Application. .389 to 396 
Current, Effect of Location on 

System.390 

Currents, Simplified Procedure for 

palculating.389 

Induction Motor.191 

S 3 mchronous Machines 
Change in Excitation. . . 166 to 172 
Three Phase.. .162 to 168, 166, 167 

Unbalanced.168 

Without Damper 

Windings.177 to 181 

Short-Circuit l^tio... .149,150, 448, 449 
Shunt-Capadtive Reactance 

Formulas. 47 


Overhead Lines.46, 47 

Shunt Capacitors.787 

Automatic Control.260 

Construction.238 

Damage Due to Fault Ciurent.. .248 

Discharge Currents.258 

Distribution Circuits.. .241, 242, 681 

Economics.285, 266, 266 

Effect on System.288 

Factory Tests.288 

Failure Rate.284 

Fault Current Damage.247 

Fault Current in Large Bank8.244,246 
Filters, Shunts and Wave Traps, 

Use in.766to 772 

Fundamental Effects.284 to 286 

Fuses for.243 


Paq 

Shunt Capadtors (continued) 

Harmonic Voltages.262, 26 

High-Voltage Banks.24 

History.28 

Induction Motor Installation.... 24 

Inductive Coordination.268 26 

Ind'istrial Plant Application 

E«Awct of Rates.289, 24* 

Location.288, 28 

Inrush Current.260, 26 

Loss Reduction by Use of. .. 286, 23i 

Overvoltage.24 

Overvoltage During Faults.24- 

Overvoltage on. :... .281 

Portable.26 

Power Factor Correction... .284, 23i 
Protection 

Delta Banks.246, 24* 

Fuse Characteristics. .. .248 to 26 

Group Fusing.247, 24 

Individual Fusing.248, 241 

Large Banks.24 

Wye Grounded.246, 24i 

Wye Ungrounded Banks. . 246, 24i 

Reactance.29- 

Relaying for Faults.24< 

Self Exdtation of Induction 

Motors.240, 24 

Size.28- 

Stability, Power System.26 

Standard Ratings.231 

Stored Energy.26 

Surge Protection.264, 26 

Switching.38' 

Switching of Large Banks.24! 

Synchronous Condensers 

versus.256, 26 

Synchronous Condensers with.... 26 
Voltage Drop Reduced by . 236, 23' 

Voltage During Switching.261 

Voltages on Banks with Faulty 

Capacitors.244, 241 

Wave Shape, Effect on.771 

Signal System.741 

Signal-to-Noise Ratio, Power-Line 

Carrier.431, 48! 

Simplex Communication System 

Automatic.401 

Single Frequency.401 

Single-Line Diagram—Symbols.29! 

Single Sideband Modulation.408, 401 

Skin Effect 

Cable. 61 

Traveling Waves.62- 

Wires. 8- 

Sodium Lamps 

Coordination Characteristics.77 


Wave Shape.77 

Span Lengths, Tsrpical Practice 

.688 to 690, 792 to 79' 

Spark Gaps for Measuring Surge 

Voltages.66 

Spot Network.71- 

Balandng Transformer.71- 

Circulating Currents.71- 

Reactors. .71- 

Stability Features of Typical Lines... 78 


Stability, Power-System (Chap. 18).. .48! 

Acceleration.488, 439, 468 to 46 

A-C Network Calculator. . 467 to 46 

Circuit Elements.471 

Machine Representation.. .172,171 
Angle-Time or Swing 

Curres.467, 468, 47i 

Arc-Suppression Measures.49- 

Armatare Reeistanoe.17* 

Bussing Arrangement, Effects of. .48 
Calculation, Methods of 

Analytical.440, 460, 468, 47- 

Examples.46 

ShorUhit.470, 471 

Step-^-Step. .468 to 460, 468, 46 
Circuit Breakers and Relays 









































































































































































Paoi 

SUbili^t Pow«r-SyBtem (continued) 

Quick Reclosure.488, 489, 490 

Single-Phase Switching.491 

Critenon of.488, 436 

Critical Point in System Oscillation.486 

Critical Load.486 

Damper Windings, Effect of .466, 486 

Definitions.486 to 487, 464 

Dynamic Stability.196, 466 

Equal-Area Criteria.467 

Equivalent Single-Machine 

Constants.460 

Excitation System, Effects of 

.196, 466, 487 to 489 

Faults 

Arc-Suppression Measures.494 

Effect of Duration 

.438, 482, 488, 491, 492 

Representation in Stability 

Studies.442, 466 

Flashover Prevention Measures.. .494 
Generator Characteristics--See 
Synehranoua Machines 

g overnors. Effects of.466 

rounding. Effects of.484 

Hunting.466 

Impedance Elements 

.440, 462, 464, 466, 471, 482 

Impedance Terminal Equipment. .481 

Inertia Constants.176, 467, 468 

Equivalent Single-Machine 467,468 

Initial Operating Conditions.442 

Limit, Definition of.436 

Load Increases.436 

Load Representation 

.441, 462. 464, 466, 471 

Loss in Synchronous Machines 

During Faults.176 

Loss Representation, Negative 

Semience.442 

Low-Frecmency Transmission.... 494 

Machine Representation.176 

Mechanical Analogy... .439 

Methods of Improving_482 to 494 

Metropolitan-lVp« Systems . 476, 490 

Multi-Machine Systems.478, 476 

Negative-Sequence Resistance —176 
Network Simplification 

.462, 466, 478, 478 

Oscillation, Electromechanical 
Calculation. . .466 to 461, 463, 468 
Equal-Area Criteria.... 486 to 488 

Huntinfi:.466 

Natural Frequency.466 

Power-Angle Diagrams 

Complex System.467 

Simple System.434 to 439, 464 

Power-Cirde Diagram.434, 442 

Determination of Initial Loads . 442 

Power-System Layout.482 

Power-System Operation.484 

Prime-Mover Inertia.467, 486 

RedosingBreakers.488, 490 

Salienmr Effects in 

Machines.444, 446, 468 

Saturation Effects in 

Machines.446, 464 

Series Capadtors.267, 482 

Short-Cut Methods.470, 476 

Shunt Loads.441 

Single-Machine Systems 

.467 to 460, 468 

Single-Phase Switching.491 

Single-Pole Redosing.491 to 498 

Single-Tie Line.492, 498 

Steady-State Stability.486, 444 

Illustration of Factors Affecting 

.484, 448, 464, 478, 486, 489 

Step-by-Step Proc^ure. 468, 468, 468 

Switching Operation.487 

Switching Stations, Effect of.482 

Synchronous Machine Pull-Out 

Air-Gap Method.461 

Potier-Voltage Method.446 

Short-Circuit-Ratio Method. .. 448 
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Stability Power-System (continued) 

Synchronous Machine Pull-Out (oont.) 
Synchronous-Reactance 

Method.448 

S 3 mchronou 8 Machine 

Representation.172, 176 

Internal Voltage.446, 464 

Steady State.444 to 463 

Transient.468, 460, 464 

Synchronous Machines 

Damper Windings.466, 486 

Inertia.467, 486, 491 

Internal Voltage.446, 488 

Loss of Field.436 

Short-Circuit Ratio. .486 

Transient Reactance 

.463, 464, 466, 486 

Two Winding. 487 

System Oscillations 

.466 to 460, 486 to 488 

Transient Calculations 

A-C Network Calculator.476 

Transient Limit.436, 440 

Transient Stability 

.436, 460, 461, 466, 471, 477 

Faults with Circuit Isolation 

.438, 468, 464, 466, 471, 482 

Faults with Redosure.439, 489, 490 
Illustration of Features Affected 

by Fault.464, 482, 489, 490 

Load Increases.436 

Switching.437 

Transmission Line Loading.479 

Transmission Lines Permissible 

Loading Curve.481 

Two-Machine Systems 

.434 to 439, 463, 470 

Two-Reaction Method. .446, 463, 476 
Unidirectional Component of 

Short-Circuit Current.176 

Voltage Regulators.456, 487, 488 

Stability Studies, Equal-Area Criteria in 

.437 to 439, 467 

Star-Delta Conversion.17, 306 

Star-Delta Transformations of Voltage 

and Current. 19 

Starters for Motors.788 

Steady-State Performance of Systems 
Including Methods of Network 

Solution.290 

Steady-State Stability—See Stability, 
Power System 

Steam Power. 2 

Steam Pressures. 8 

Steel Conductors... 84 

Steel Ground Wires—Characteristic 

Curves. 84 

Steel Rolling Mill—Power 

Demand.729, 780 

Step-by-Step Methods in Stability 

Studies.468 to 460, 468, 468 

Step-Type Voltage Regulators.396 

Stored Energy of Rotating 

Machines.487, 467, 468 

Structural Coordination.746 

Substations 

Direct Stroke Protection for.680, 681 

Distribution.666, 667, 669 

Portable.116 

Primary Network 

.690, 694, 696, 699, 701 

Unit Type.676 

Subtransient Reactance of 

Synchronous Machines.154 

Subtransmission Circuits.666 to 668 

Grid.669 

InterUcing.690,694,700,701,708,711 

Loop.669 

Radial,.....668 

Sudden Application of Load 

Saturated Machines.169 

Unsaturated Machines.168, 169 

Superposition Theorem—for Network 

Solution.801 

Supervisory Control.407, 480 to 482 
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Supervisory-Control Circuit—See 
Also LouhFrequen^ Coordination 
Protection Against 

Induction.768 to 766 

Supply Line Faults.692, 707 

Surge 

Admittance.524 

Capacitance.624 

Crest Ammeter.663 

Front Recorder.664 

Fusible Wires for Measuring.663 

Impedance.280, 281, 624 

Impedance Loading. . . 280, 281, 479 
Impedance—Self and Mutual.... 632 
Impedance—Several Conductors 

in Parallel.633 

Inductance .624 

Integrator.566 

Paper Gaps for Measuring.563 

Protection—Distribution Trans¬ 
formers, General Considerations 632 
Interconnection 

Method.632, 633 

Protective Devices for.636 

Separate Connection 

Method.682, 633 

Three-Point Connection 

Method.634 

Protection—High Voltage Equip¬ 
ment, Considerations Appl 3 ring 

to.632 

Protection—Rotating 

Machines.638, 639 

Protection—Secondary Circuits.. .636 
Protection—Shunt 

Capacitors.254, 256 

Spark Gaps for Measuring.663 

Switching—See Switching Surges 

Testing.612 

Bushings.620 

Chopp^ Wave.619 

Testing Atmospheric Conditions, 

Effect of.614 

Testing Equipment.618 

Testing—]^d Gaps and 
Insulation, Flasnover 
Characteristics of.... 616 to 619 
Testing Transformers, Standard 

Impulse Tests for.619, 620 

Testing Volt-Time Curves.614 

Testing Wave Shape.613 

Voltage.623 

Voltage Theory.611, 612 

Surge Impedance.280, 281 

Surge Impedance Loading.479 

Typical Values.280, 281 

Swing (Curves, See Angle-Time Curves 
Swit^ng Stations—Effect on 

Stability.482 

Switching Surges.627 

Field Test Data.617 

Laboratory Test Data. . . 613 to 616 

Theory.611, 512 

Symbols 

Equipment.291 

Relay.368 

Windings.293 

Symmetrical Components—Chap. 2... 12 

Admittances.. 17 

Cable Circuits.68, 70 to 78 

Depxees of Freedom. 14 

Delta Currents. 16 

Delta Voltages. 16 

Direction of Current Flow. 22 

Example of Fault Calculation 27 to 29 

Fundamental Principle. 12 

Harmonics, Sequence of.758 

History. 12 

Line and Delta Currents. 19 

Multiple Unbalances.26, 27 

Mutual Coupling Between 

Sequences. 16 

Mutual Impedances.“17 
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Symmetrical Components (continued) 
Positive- and Negative-Sequence 
Impedance 

Aerial Lines.33 to 40 

Cables ... .67, 72 to 74, 79 to 84 

Cables in Parallel.84 to 94 

Relationship of Line-to-Line and 

Line-to-Neutral Voltages. 18 

Resolution of Unbalanced Three- 

Phase Currents. 16 

Resolution of Unbalanced Three- 
Phase Voltage into Positive-, 
Negative- and Zero-Sequence 

Components.14, 16 

Sequence Filters.373 to 376 


21 

22 

20 

16 

13 

15 

13 


17 


.... 183 

...190 
. . 224 
734, 735 
. ,255 
255, 256 
, .256 

.761, 772 


.148, 149 
185, 186 


Sequence Networks. 

Shunt and Series Unbalances.. 

Three-Phase Power. 

Unbalance Factor. 

Used with Network Calculator 

Vector Diagram. 

Vector Oj^rator “a”. 

Voltage Drops for Both Self- and 

Mutual-Impedances. 

Zero-Sequence Impedance 

Aerial Lines.41 to 46 

Cable. . . 67, 74 to 77, 79 to 84 
Synchronous 

Machines.163, 188, 189 

Transformers.138, 139 

Synchronizing Bus Arrangement . 9, 656 
Synchronous Condenser 

Constants. 

Cost. 

Current Limiting in. 

Effect on Flicker 

Losses. 

Shunt Capacitors versus 
Shunt Capacitors with 
Synchronous (Converters, Wave 

Shape. 

Synchronous Generator—See 
Synchronous Machines 
Synchronous Machines 

Angle, Internal. 

Capacitance to Ground . . 

Change in Excitation.165, 172 

Effect Upon Short 

Circuit. . 169, 170 

Graphical Method of 

Determining .171 

Machine and Infinite Bus. . 168 
Resistance-Reactance 

Load. 169 to 171 

Condenser 

Constants.183 

(Cost.190 

Effect on Flicker . , . 734, 735 

Constants for Stability 

Problems.172 to 176 

Armature Resistance.176 

Inertia Constant.. .175, 189, 190 
Network Calculator Studies. 176 
Representation of Machine. . 175 
Constants—Summary Table 189 
Converters—Wave Shape. .760, 772 

Cost.190 

Damper Windings—See 
Damper Windings 
D-C Component of Armature 

Current.165 

Deviation Factor.760 

Drop in Terminal Voltage with 
Sudden Application of Load. .172 
Excitation, High Speed Effect on 

Terminal Voltage.171, 172 

Field Protection.349 

First Turbo-Unit in U.S. 2 

Flicker Due to Generators.721 

Flicker Due to Motors.723, 726 

“Follow-Up Method".167 

Grounding.666, 656 

Grounding—Surge Protection,.. .659 
Grounding—Transient 
Voltages. 517 to 621 
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Synchronous.Machines (continued) 

Grounding—Unit System. .661 to 663 

Harmonics and Grounding.668 

High-Speed Excitation Effect on 

Terminal Voltage.171, 172 

Hunting of.262, 455 

Hydrogen Cooling. 3 

Inertia Constants.467, 468, 486 

Internal Voltages in Stability 

Studies .'.446, 461, 488 

Mechanical Strength of Windings.659 
Natural Frequency (Electro¬ 
mechanical) .186, 456 

Negative-Sequence Resistance... .161 

Power Loss During Faults.176 

Power Output 

Connected to Infinite Bus.164 

Loaded with Resistance and 

Reactance.164 

Pull Out Power. 444 to 462 

Comparison of Methods of 

Calculation. 462 

Estimating Curves.462, 463 

Reactance 

Adjusted Synchronous . 161 

Armature.147 

Armature Leakage.146 

Effect of Dampers.182 

Negative-Sequence . 166, 169, 160 
Negative-Sequence, Method 

of Test. 162 

Potier. 150, 189, 446 

Steady-State Stability.443 

Subtransient 164, 187 to 189 

Summary Table.189 

Synchronous. 147, 189, 448 

Synchronous—Determination .148 
Synchronous—Direct Axis. . . 149 
Synchronous - Quadrature 

Axis.149, 188, 189 

Transient.153, 187 to 189 

Transient Stability. . .453, 476, 486 

Zero-Sequence .163, 188, 189 

Reactance Grounding.620 

Reactive Power Capacity .152 

Regulation.151, 162 

Relay Protection of.. . 348 

Relaying.660 

Double-Winding Machines ... 349 
Resistance 

Equivalent, During Faults 176, 177 
Negative-Sequence Method 

of Test.160, 162 

Positive Sequence.166 

Resistance Grounding. 519 

Saliency Effects in Stability 

.444, 445, 476 

Saturation.149, 150, 187 

Saturation Curves.147 

Saturation Effects. 446, 454 

Self-Excitation.183 

Short-Circuit Ratio, 149, 150, 448, 449 

Short-Circuit Ratio Curves.190 

Short Circuits. .162, 168. 176 to 181 

Sizes. 3 

Standard Turbine Generators.... 3 

Steady-State Performance 

Cylindrical Rotor.146 

Salient-Pole.148 

Saturation.149 

Steady-State Stability 

Air-Gap Method.451 

Estimating Curves.462, 463 

Potier-Voltage Method.446 

Short-Circuit-Ratio Method. . . 448 
Synchronous-Reactance 

Method.448 

Sub-Synchronous Resonance.261 

Sudden Application of Load 168 to 170 

Surge Protection.688, 639, 659 

Synchronous Condenser Losses.. .255 

Three-Phase Short Circuit.162 

Effect of External Impedance. .166 
From Loaded Condition. 156 to 168 
Salient-Pole Machine.168 
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Synchronous Machines (continued) 

T.I.F. Guarantees.760 

T.LF. Measurements.760, 772 

Time Constants.188, 189 

Armature Short Circuit. . .155, 169 

Open-Circuit Transient.164 

Short-Circuit Transient.164 

Subtransient.166 

Transient Overvoltages.660 

Two-Winding Generators.487 

Typical Constants.187 to 190 

Unbalanced Short Circuit. . .168, 177 
Unsymmctrical Short-Circuits 

Under Capacitive Loading .... 179 . 
Voltage Drop with High-Speed 

Excitation.171, 172 

Voltage, Internal (Cd) . 149 

Wave Shape. 759, 772 

Zero Power Factor Regulation 

Curve.150,151 

Synchronous Motor 

(^Characteristic for Rapid and Slow 

Load Changes.725 

Light Flicker .724 

Synchronou.s Reactance See 
Synchronous Machines 
System Grounding -Chap. 19—See 

Grounded Systems . . . 643 

System Oscillation —See Stability— 

Power System 

T to Pi Conversion .306 

Tap Changing Mechanisms 

UNR 121 

URS .122 

UT.. ... 121 

Tap Changing Under Load 121, 122, 696 

Telegraph Circuits. Cro.ss Fire in. . . .741 
Telegraph Systems See also Low- 
Frequency Coordination 
Coordination with Power 
Sy.stems . 741, 745, 777 

Telemetering , 430 to 432 

Impulse Duration vs. Impulse Rate.405 

Power-Line Carrier .405, 406 

Telephone Circuit 

Balance of.745 

Crosstalk in 741 

Frequency Response of .779 

Party-Line Ringers, Effect on 

Balance of.745 

Power Level of. 778 

Protector Action, Effect on 

Balance of.753 

Ringers, Party Line . 778, 779 

Sensitivity of.778 

Telephone Influence Factor- See Also 
LT, and KV.T. Factors, Telephone 

Interference Factor .767 

Lighting Circuits .770 

Telephone Interference Factor See 

Also LT. and KV.T Factors .767 

Machines. 760, 772 

System Wave-Shape Survey 771, 772 

Telephone Noise.780 

Calculation .780 

Decibel Scale.781 

Evaluation. 782 

Longitudinal (-Circuit 

Component) .744, 780, 781 

Metallic (-Circuit 

Component).744, 780, 781 

Reference Level.781 

Telephone Systems 

Low-Frequency Coordination with 
Power Systems 

Cable.763 

Induced Voltage 

Calculation.746 to 756 

Protection, Standard.763 

Special Protective 

Measures.763 to 766 

Noise-Frequency Coordination 
with Power Systems 
Balance.778 




















































































































